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PREFACE 


BACKGROUND 


Thermodynamics is an exciting and fascinating subject that deals with 
energy, which is essential for sustenance of life, and thermodynamics has 
long been an essential part of engineering curricula all over the world. It has 
a broad application area ranging from microscopic organisms to common 
household appliances, transportation vehicles, power generation systems, 
and even philosophy. This introductory book contains sufficient material for 
two sequential courses in thermodynamics. Students are assumed to have an 
adequate background in calculus and physics. 


OBJECTIVES 


This book is intended for use as a textbook by undergraduate engineering 
students in their sophomore or junior year, and as a reference book for prac- 
ticing engineers. The objectives of this text are 


e To cover the basic principles of thermodynamics. 


e To present a wealth of real-world engineering examples to give 
students a feel for how thermodynamics is applied in engineering 
practice. 


e To develop an intuitive understanding of thermodynamics by empha- 
sizing the physics and physical arguments. 


It is our hope that this book, through its careful explanations of concepts 
and its use of numerous practical examples and figures, helps students 
develop the necessary skills to bridge the gap between knowledge and the 
confidence to properly apply knowledge. 


PHILOSOPHY AND GOAL 


The philosophy that contributed to the overwhelming popularity of the prior 
editions of this book has remained unchanged in this edition. Namely, our 
goal has been to offer an engineering textbook that 


e Communicates directly to the minds of tomorrow’s engineers in a 
simple yet precise manner. 


e Leads students toward a clear understanding and firm grasp of the 
basic principles of thermodynamics. 

e Encourages creative thinking and development of a deeper under- 
standing and intuitive feel for thermodynamics. 


e Is read by students with interest and enthusiasm rather than being 
used as an aid to solve problems. 
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Special effort has been made to appeal to students’ natural curiosity and 
to help them explore the various facets of the exciting subject area of ther- 
modynamics. The enthusiastic responses we have received from users of 
prior editions—from small colleges to large universities all over the world— 
indicate that our objectives have largely been achieved. It is our philosophy 
that the best way to learn is by practice. Therefore, special effort is made 
throughout the book to reinforce material that was presented earlier. 

Yesterday’s engineer spent a major portion of his or her time substituting 
values into the formulas and obtaining numerical results. However, formula 
manipulations and number crunching are now being left mainly to comput- 
ers. Tomorrow’s engineer will need a clear understanding and a firm grasp of 
the basic principles so that he or she can understand even the most complex 
problems, formulate them, and interpret the results. A conscious effort is 
made to emphasize these basic principles while also providing students with 
a perspective of how computational tools are used in engineering practice. 

The traditional classical, or macroscopic, approach is used throughout the 
text, with microscopic arguments serving in a supporting role as appropri- 
ate. This approach is more in line with students’ intuition and makes learn- 
ing the subject matter much easier. 


NEW IN THIS EDITION 


All the popular features of the previous editions are retained while new ones 
are added. With the exception of reorganizing the first law coverage and 
updating the steam and refrigerant properties, the main body of the text 
remains largely unchanged. The most significant changes in this fifth edi- 
tion are highlighted below. 


EARLY INTRODUCTION OF THE FIRST LAW OF THERMODYNAMICS 
The first law of thermodynamics is now introduced early in the new Chapter 
2, “Energy, Energy Transfer, and General Energy Analysis.” This introduc- 
tory chapter sets the framework of establishing a general understanding of 
various forms of energy, mechanisms of energy transfer, the concept of 
energy balance, thermo-economics, energy conversion, and conversion effi- 
ciency using familiar settings that involve mostly electrical and mechanical 
forms of energy. It also exposes students to some exciting real-world appli- 
cations of thermodynamics early in the course, and helps them establish a 
sense of the monetary value of energy. 


SEPARATE COVERAGE OF CLOSED SYSTEMS 

AND CONTROL VOLUME ENERGY ANALYSES 

The energy analysis of closed systems is now presented in a separate chap- 
ter, Chapter 4, together with the boundary work and the discussion of 
specific heats for both ideal gases and incompressible substances. The con- 
servation of mass is now covered together with conservation of energy in 
new Chapter 5. A formal derivation of the general energy equation is also 
given in this chapter as the Topic of Special Interest. 


REVISED COVERAGE OF COMPRESSIBLE FLOW 


The chapter on compressible flow that deals with compressibility effects 
(now Chapter 17) is greatly revised and expanded. This chapter now includes 
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coverage of oblique shocks and flow with heat transfer (Rayleigh flow) with 
some exciting photographs and extended discussions of shock waves. 


UPDATED STEAM AND REFRIGERANT-134A TABLES 

The steam and refrigerant-134a tables are updated using the most current 
property data from EES. Tables A-4 through A-8 and A-11 through A-13, as 
well as their counterparts in English units, have all been revised. All the exam- 
ples and homework problems in the text that involve steam or refrigerant- 
134a are also revised to reflect the small changes in steam and refrigerant 
properties. An added advantage of this update is that students will get the 
same result when solving problems whether they use steam or refrigerant 
properties from EES or property tables in the appendices. 


OVER 300 NEW COMPREHENSIVE PROBLEMS 

This edition includes over 300 new comprehensive problems that come 
mostly from industrial applications. Problems whose solutions require para- 
metric investigations, and thus the use of a computer, are identified by a 
computer-EES icon, as before. 


CONTENT CHANGES AND REORGANIZATION 
The noteworthy changes in various chapters are summarized below for 
those who are familiar with the previous edition. 


e Chapter 1 is greatly revised, and its title is changed to “Introduction 
and Basic Concepts.” A new section Density and Specific Gravity and 
a new subsection The International Temperature Scale of 1990 are 
added. The sections Forms of Energy and Energy and the Environment 
are moved to new Chapter 2, and the Topic of Special Interest Ther- 
modynamic Aspects of Biological Systems is moved to new Chapter 4. 


e The new Chapter 2 “Energy, Energy Transfer, and General Energy 
Analysis” mostly consists of the sections Forms of Energy and Energy 
and the Environment moved from Chapter 1, Energy Transfer by Heat 
and Energy Transfer by Work, and Mechanical Forms of Energy from 
Chapter 3, The First Law of Thermodynamics from Chapter 4, and 
Energy Conversion Efficiencies from Chapter 5. The Topic of Special 
Interest in this chapter is Mechanisms of Heat Transfer moved from 
Chapter 3. 


e Chapter 3 “Properties of Pure Substance” is essentially the previous 
edition Chapter 2, except that the last three sections on specific heats 
are moved to new Chapter 4. 


e Chapter 4 “Energy Analysis of Closed Systems” consists of Moving 
Boundary Work from Chapter 3, sections on Specific Heats from 
Chapter 2, and Energy Balance for Closed Systems from Chapter 4. 
Also, the Topic of Special Interest Thermodynamic Aspects of Biolog- 
ical Systems is moved here from Chapter 1. 


e Chapter 5 “Mass and Energy Analysis of Control Volumes” consists 
of Mass Balance for Control Volumes and Flow Work and the Energy 
of a Flowing Fluid from Chapter 3 and the sections on Energy 
Balance for Steady- and Unsteady-Flow Systems from Chapter 4. The 
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Topic of Special Interest Refrigeration and Freezing of Foods is 
deleted and is replaced by a formal derivation of the General Energy 
Equation. 


e Chapter 6 “The Second Law of Thermodynamics” is identical to the 
previous edition Chapter 5, except the section Energy Conversion 
Efficiencies is moved to Chapter 2. 


e Chapters 7 through 15 are essentially identical to the previous edition 
Chapters 6 through 14, respectively. 


e Chapter 17 “Compressible Flow” is an updated version of the previ- 
ous edition Chapter 16. The entire chapter is greatly revised, the sec- 
tion Flow Through Actual Nozzles and Diffusers is deleted, and a new 
section Duct Flow with Heat Transfer and Negligible Friction 
(Rayleigh Flow) is added. 


e In Appendices 1 and 2, the steam and refrigerant-134a tables (Tables 
4 through 8 and 11 through 13) are entirely revised, but the table 
numbers are kept the same. The tables for isentropic compressible 
flow functions and the normal shock functions (Tables A-32 and 
A-33) are updated and plots of functions are now included. Also, 
Rayleigh flow functions are added as Table A-34. Appendix 3 Intro- 
duction to EES is moved to the Student Resources DVD that comes 
packaged free with the text. 


e The conversion factors on the inner cover pages and the physical con- 
stants are updated, and some nomenclature symbols are revised. 


LEARNING TOOLS 
EMPHASIS ON PHYSICS 


A distinctive feature of this book is its emphasis on the physical aspects of 
the subject matter in addition to mathematical representations and manipula- 
tions. The authors believe that the emphasis in undergraduate education 
should remain on developing a sense of underlying physical mechanisms 
and a mastery of solving practical problems that an engineer is likely to face 
in the real world. Developing an intuitive understanding should also make 
the course a more motivating and worthwhile experience for students. 


EFFECTIVE USE OF ASSOCIATION 

An observant mind should have no difficulty understanding engineering sci- 
ences. After all, the principles of engineering sciences are based on our 
everyday experiences and experimental observations. Therefore, a physical, 
intuitive approach is used throughout this text. Frequently, parallels are 
drawn between the subject matter and students’ everyday experiences so 
that they can relate the subject matter to what they already know. The 
process of cooking, for example, serves as an excellent vehicle to demon- 
strate the basic principles of thermodynamics. 


SELF-INSTRUCTING 

The material in the text is introduced at a level that an average student can 
follow comfortably. It speaks to students, not over students. In fact, it is 
self-instructive. The order of coverage is from simple to general. That is, it 


starts with the simplest case and adds complexities gradually. In this way, 
the basic principles are repeatedly applied to different systems, and students 
master how to apply the principles instead of how to simplify a general for- 
mula. Noting that the principles of sciences are based on experimental 
observations, all the derivations in this text are based on physical arguments, 
and thus they are easy to follow and understand. 


EXTENSIVE USE OF ARTWORK 

Figures are important learning tools that help students “get the picture,” and 
the text makes very effective use of graphics. The fifth edition of Thermody- 
namics: An Engineering Approach contains more figures and illustrations 
than any other book in this category. This edition incorporates an expanded 
photo program and updated art style. Figures attract attention and stimulate 
curiosity and interest. Most of the figures in this text are intended to serve 
as a means of emphasizing some key concepts that would otherwise go 
unnoticed; some serve as page summaries. The popular cartoon feature 
“Blondie” is used to make some important points in a humorous way and 
also to break the ice and ease the nerves. Who says studying thermodynam- 
ics can’t be fun? 


LEARNING OBJECTIVES AND SUMMARIES 

Each chapter begins with an overview of the material to be covered and 
chapter-specific learning objectives. A summary is included at the end of 
each chapter, providing a quick review of basic concepts and important rela- 
tions, and pointing out the relevance of the material. 


NUMEROUS WORKED-OUT EXAMPLES 

WITH A SYSTEMATIC SOLUTIONS PROCEDURE 

Each chapter contains several worked-out examples that clarify the material 
and illustrate the use of the basic principles. An intuitive and systematic 
approach is used in the solution of the example problems, while maintaining 
an informal conversational style. The problem is first stated, and the objec- 
tives are identified. The assumptions are then stated, together with their jus- 
tifications. The properties needed to solve the problem are listed separately, 
if appropriate. Numerical values are used together with their units to empha- 
size that numbers without units are meaningless, and that unit manipulations 
are as important as manipulating the numerical values with a calculator. The 
significance of the findings is discussed following the solutions. This 
approach is also used consistently in the solutions presented in the instruc- 
tor’s solutions manual. 


A WEALTH OF REAL-WORLD END-OF-CHAPTER PROBLEMS 

The end-of-chapter problems are grouped under specific topics to make 
problem selection easier for both instructors and students. Within each 
group of problems are Concept Questions, indicated by “C,” to check the 
students’ level of understanding of basic concepts. The problems under 
Review Problems are more comprehensive in nature and are not directly tied 
to any specific section of a chapter—in some cases they require review of 
material learned in previous chapters. Problems designated as Design and 
Essay are intended to encourage students to make engineering judgments, to 
conduct independent exploration of topics of interest, and to communicate 
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their findings in a professional manner. Problems designated by an “E” are 
in English units, and SI users can ignore them. Problems with the D are 
solved using EES, and complete solutions together with parametric studies 
are included on the enclosed DVD. Problems with the K are comprehen- 
sive in nature and are intended to be solved with a computer, preferably 
using the EES software that accompanies this text. Several economics- and 
safety-related problems are incorporated throughout to enhance cost and 
safety awareness among engineering students. Answers to selected problems 
are listed immediately following the problem for convenience to students. In 
addition, to prepare students for the Fundamentals of Engineering Exam 
(that is becoming more important for the outcome-based ABET 2000 crite- 
ria) and to facilitate multiple-choice tests, over 200 multiple-choice prob- 
lems are included in the end-of-chapter problem sets. They are placed under 
the title Fundamentals of Engineering (FE) Exam Problems for easy recog- 
nition. These problems are intended to check the understanding of funda- 
mentals and to help readers avoid common pitfalls. 


RELAXED SIGN CONVENTION 


The use of a formal sign convention for heat and work is abandoned as it 
often becomes counterproductive. A physically meaningful and engaging 
approach is adopted for interactions instead of a mechanical approach. Sub- 
scripts “in” and “out,” rather than the plus and minus signs, are used to indi- 
cate the directions of interactions. 


PHYSICALLY MEANINGFUL FORMULAS 

The physically meaningful forms of the balance equations rather than for- 
mulas are used to foster deeper understanding and to avoid a cookbook 
approach. The mass, energy, entropy, and exergy balances for any system 
undergoing any process are expressed as 


Mass balance: Min — Mou = ÅM,ystem 
Energy balance: Ein — Eo = AE gystem 
SEND mm 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Entropy balance: Sin — Sour + Sgen = ASsystem 
US —j— — 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 


Exergy balance: Xa = Xow — Xawoya = AX 


system 


— 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 


These relations reinforce the fundamental principles that during an actual 
process mass and energy are conserved, entropy is generated, and exergy is 
destroyed. Students are encouraged to use these forms of balances in early 
chapters after they specify the system, and to simplify them for the particu- 
lar problem. A more relaxed approach is used in later chapters as students 
gain mastery. 


A CHOICE OF SI ALONE OR SI/ENGLISH UNITS 

In recognition of the fact that English units are still widely used in some 
industries, both SI and English units are used in this text, with an emphasis 
on SI. The material in this text can be covered using combined SI/English 
units or SI units alone, depending on the preference of the instructor. The 
property tables and charts in the appendices are presented in both units, 
except the ones that involve dimensionless quantities. Problems, tables, and 
charts in English units are designated by “E” after the number for easy 
recognition, and they can be ignored by SI users. 


TOPICS OF SPECIAL INTEREST 

Most chapters contain a section called “Topic of Special Interest’ where 
interesting aspects of thermodynamics are discussed. Examples include 
Thermodynamic Aspects of Biological Systems in Chapter 4, Household 
Refrigerators in Chapter 6, Second-Law Aspects of Daily Life in Chapter 8, 
and Saving Fuel and Money by Driving Sensibly in Chapter 9. The topics 
selected for these sections provide intriguing extensions to thermodynamics, 
but they can be ignored if desired without a loss in continuity. 


GLOSSARY OF THERMODYNAMIC TERMS 

Throughout the chapters, when an important key term or concept is intro- 
duced and defined, it appears in boldface type. Fundamental thermo- 
dynamic terms and concepts also appear in a glossary located on our 
accompanying website (www.mhhe.com/cengel). This unique glossary helps 
to reinforce key terminology and is an excellent learning and review tool for 
students as they move forward in their study of thermodynamics. In addi- 
tion, students can test their knowledge of these fundamental terms by using 
the flash cards and other interactive resources. 


CONVERSION FACTORS 


Frequently used conversion factors and physical constants are listed on the 
inner cover pages of the text for easy reference. 


SUPPLEMENTS 


The following supplements are available to the adopters of the book. 


STUDENT RESOURCES DVD 

Packaged free with every new copy of the text, this DVD provides a wealth 
of resources for students including Physical Experiments in Thermodynam- 
ics, an Interactive Thermodynamics Tutorial, and EES Software. 


Physical Experiments in Thermodynamics: A new feature of this book is 
the addition of Physical Experiments in Thermodynamics created by Ronald 
Mullisen of the Mechanical Engineering Department at California Polytech- 
nic State University (Cal Poly), San Luis Obispo. At appropriate places in the 
margins of Chapters 1, 3, and 4, photos with captions show physical experi- 
ments that directly relate to material covered on that page. The captions 
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refer the reader to end-of-chapter problems that give a brief description of 
the experiments. These experiments cover thermodynamic properties, ther- 
modynamic processes, and thermodynamic laws. The Student Resources 
DVD contains complete coverage of the nine experiments. Each experiment 
contains a video clip, a complete write-up including historical background, 
and actual data (usually in an Excel file). The results are also provided on 
the website that accompanies the text, and they are password protected for 
instructor use. After viewing the video and reading the write-up, the student 
will be ready to reduce the data and obtain results that directly connect with 
material presented in the chapters. For all of the experiments the final 
results are compared against published information. Most of the experi- 
ments give final results that come within 10 percent or closer to these pub- 
lished values. 


Interactive Thermodynamics Tutorial: Also included on the Student 
Resources DVD is the Interactive Thermodynamics Tutorial developed by 
Ed Anderson of Texas Tech University. The revised tutorial is now tied 
directly to the text with an icon to indicate when students should refer to 
the tutorial to further explore specific topics such as energy balance and 
isentropic processes. 


Engineering Equation Solver (EES): Developed by Sanford Klein and 
William Beckman from the University of Wisconsin—Madison, this software 
combines equation-solving capability and engineering property data. EES 
can do optimization, parametric analysis, and linear and nonlinear regres- 
sion, and provides publication-quality plotting capabilities. Thermodynam- 
ics and transport properties for air, water, and many other fluids are built in, 
and EES allows the user to enter property data or functional relationships. 


ONLINE LEARNING CENTER (OLC) 

Web support is provided for the book on our Online Learning Center at 
www.mhhe.com/cengel. Visit this robust site for book and supplement infor- 
mation, errata, author information, and further resources for instructors and 
students. 


INSTRUCTOR’S RESOURCE CD-ROM 

(AVAILABLE TO INSTRUCTORS ONLY) 

This CD, available to instructors only, offers a wide range of classroom 
preparation and presentation resources including the solutions manual in 
PDF files by chapter, all text chapters and appendices as downloadable PDF 
files, and all text figures in JPEG format. 


COSMOS CD-ROM (COMPLETE ONLINE SOLUTIONS 

MANUAL ORGANIZATION SYSTEM) 

(AVAILABLE TO INSTRUCTORS ONLY) 

This CD, available to instructors only, provides electronic solutions deliv- 
ered via our database management tool. McGraw-Hill’s COSMOS allows 
instructors to streamline the creation of assignments, quizzes, and tests by 
using problems and solutions from the textbook—as well as their own cus- 
tom material. 


Errata Sheet 


Y. A. Cengel and M. A. Boles, Thermodynamics: An Engineering Approach, 5" ed, McGraw-Hill, 2006. 


(Last update: Dec. 29, 2005) 


Page Location Error Correction 
42 Prob. 1-50E, 2™ line 29.1 mm Hg 29.1 in Hg 
45 Prob. 1-76, Answer 5.0 1.34 
50 Prob. 1-128 It is a repeat of Prob. 1-127 Delete it. 
177 Example 4-6, Assumptions Assumption #4 Delete it (Temp doesn’t have to be const) 
327 Prob. 6-138, 2” line Bobbler (spelling error) bubbler 
461 Last line 4665 5072 
462 1° calculation 4665, 0.923, 92.3% 5072, 0.849, 84.9% 
462 1“ line after 1“ calculation 7.7 15.1 
462 2™ calculation 4665-4306=359 5072-4306=766 
462 1 line after 2" calculation 359 766 
619 Fig. 11-9 Light-gray and light-color lines They should be switched in both figures. 
916 Table A-20, the line T=760 K 20,135 30,135 


Note: Changes that will be made in the next edition are designated by “6” ed”. 
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INTRODUCTION AND BASIC CONCEPTS 


very science has a unique vocabulary associated with 

it, and thermodynamics is no exception. Precise defini- 

tion of basic concepts forms a sound foundation for 
the development of a science and prevents possible misun- 
derstandings. We start this chapter with an overview of ther- 
modynamics and the unit systems, and continue with a 
discussion of some basic concepts such as system, state, 
state postulate, equilibrium, and process. We also discuss 
temperature and temperature scales with particular emphasis 
on the International Temperature Scale of 1990. We then pre- 
sent pressure, which is the normal force exerted by a fluid 
per unit area and discuss absolute and gage pressures, the 
variation of pressure with depth, and pressure measurement 
devices, such as manometers and barometers. Careful study 
of these concepts is essential for a good understanding of the 
topics in the following chapters. Finally, we present an intu- 
itive systematic problem-solving technique that can be used 
as a model in solving engineering problems. 


Objectives 


The objectives of Chapter 1 are to: 


e Identify the unique vocabulary associated with 
thermodynamics through the precise definition of basic 
concepts to form a sound foundation for the development 
of the principles of thermodynamics. 

e Review the metric SI and the English unit systems that will 
be used throughout the text. 

e Explain the basic concepts of thermodynamics such 
as system, state, state postulate, equilibrium, process, 
and cycle. 

e Review concepts of temperature, temperature scales, 
pressure, and absolute and gage pressure. 

e Introduce an intuitive systematic problem-solving 
technique. 


2 | Thermodynamics 


& INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 1, SEC. 1 ON THE DVD. 


Potential 
energy 


Kinetic 
energy 


FIGURE 1-1 


Energy cannot be created or 
destroyed; it can only change forms 
(the first law). 
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FIGURE 1-2 


Conservation of energy principle for 
the human body. 


1-1 = THERMODYNAMICS AND ENERGY 


Thermodynamics can be defined as the science of energy. Although every- 
body has a feeling of what energy is, it is difficult to give a precise defini- 
tion for it. Energy can be viewed as the ability to cause changes. 

The name thermodynamics stems from the Greek words therme (heat) and 
dynamis (power), which is most descriptive of the early efforts to convert 
heat into power. Today the same name is broadly interpreted to include all 
aspects of energy and energy transformations, including power generation, 
refrigeration, and relationships among the properties of matter. 

One of the most fundamental laws of nature is the conservation of energy 
principle. It simply states that during an interaction, energy can change from 
one form to another but the total amount of energy remains constant. That is, 
energy cannot be created or destroyed. A rock falling off a cliff, for example, 
picks up speed as a result of its potential energy being converted to kinetic 
energy (Fig. 1-1). The conservation of energy principle also forms the back- 
bone of the diet industry: A person who has a greater energy input (food) 
than energy output (exercise) will gain weight (store energy in the form of 
fat), and a person who has a smaller energy input than output will lose 
weight (Fig. 1-2). The change in the energy content of a body or any other 
system is equal to the difference between the energy input and the energy 
output, and the energy balance is expressed as E,, — Eou = AE. 

The first law of thermodynamics is simply an expression of the conser- 
vation of energy principle, and it asserts that energy is a thermodynamic 
property. The second law of thermodynamics asserts that energy has qual- 
ity as well as quantity, and actual processes occur in the direction of 
decreasing quality of energy. For example, a cup of hot coffee left on a table 
eventually cools, but a cup of cool coffee in the same room never gets hot 
by itself (Fig. 1-3). The high-temperature energy of the coffee is degraded 
(transformed into a less useful form at a lower temperature) once it is trans- 
ferred to the surrounding air. 

Although the principles of thermodynamics have been in existence since 
the creation of the universe, thermodynamics did not emerge as a science 
until the construction of the first successful atmospheric steam engines in 
England by Thomas Savery in 1697 and Thomas Newcomen in 1712. These 
engines were very slow and inefficient, but they opened the way for the 
development of a new science. 

The first and second laws of thermodynamics emerged simultaneously in 
the 1850s, primarily out of the works of William Rankine, Rudolph Clau- 
sius, and Lord Kelvin (formerly William Thomson). The term thermody- 
namics was first used in a publication by Lord Kelvin in 1849. The first 
thermodynamic textbook was written in 1859 by William Rankine, a profes- 
sor at the University of Glasgow. 

It is well-known that a substance consists of a large number of particles 
called molecules. The properties of the substance naturally depend on the 
behavior of these particles. For example, the pressure of a gas in a container 
is the result of momentum transfer between the molecules and the walls of 
the container. However, one does not need to know the behavior of the gas 


particles to determine the pressure in the container. It would be sufficient to 
attach a pressure gage to the container. This macroscopic approach to the 
study of thermodynamics that does not require a knowledge of the behavior 
of individual particles is called classical thermodynamics. It provides a 
direct and easy way to the solution of engineering problems. A more elabo- 
rate approach, based on the average behavior of large groups of individual 
particles, is called statistical thermodynamics. This microscopic approach 
is rather involved and is used in this text only in the supporting role. 


Application Areas of Thermodynamics 


All activities in nature involve some interaction between energy and matter; 
thus, it is hard to imagine an area that does not relate to thermodynamics in 
some manner. Therefore, developing a good understanding of basic principles 
of thermodynamics has long been an essential part of engineering education. 

Thermodynamics is commonly encountered in many engineering systems 
and other aspects of life, and one does not need to go very far to see some 
application areas of it. In fact, one does not need to go anywhere. The heart 
is constantly pumping blood to all parts of the human body, various energy 
conversions occur in trillions of body cells, and the body heat generated is 
constantly rejected to the environment. The human comfort is closely tied to 
the rate of this metabolic heat rejection. We try to control this heat transfer 
rate by adjusting our clothing to the environmental conditions. 

Other applications of thermodynamics are right where one lives. An ordi- 
nary house is, in some respects, an exhibition hall filled with wonders of 
thermodynamics (Fig. 1—4). Many ordinary household utensils and appli- 
ances are designed, in whole or in part, by using the principles of thermody- 
namics. Some examples include the electric or gas range, the heating and 
air-conditioning systems, the refrigerator, the humidifier, the pressure 
cooker, the water heater, the shower, the iron, and even the computer and 
the TV. On a larger scale, thermodynamics plays a major part in the design 
and analysis of automotive engines, rockets, jet engines, and conventional or 
nuclear power plants, solar collectors, and the design of vehicles from ordi- 
nary cars to airplanes (Fig. 1-5). The energy-efficient home that you may be 
living in, for example, is designed on the basis of minimizing heat loss in 
winter and heat gain in summer. The size, location, and the power input of 
the fan of your computer is also selected after an analysis that involves 
thermodynamics. 


1-2 = IMPORTANCE OF DIMENSIONS AND UNITS 


Any physical quantity can be characterized by dimensions. The magnitudes 
assigned to the dimensions are called units. Some basic dimensions such as 
mass m, length L, time t, and temperature T are selected as primary or fun- 
damental dimensions, while others such as velocity V, energy E, and vol- 
ume V are expressed in terms of the primary dimensions and are called 
secondary dimensions, or derived dimensions. 
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Heat flows in the direction of 
decreasing temperature. 
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The design of many engineering 
systems, such as this solar hot water 
system, involves thermodynamics. 
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FIGURE 1-5 


Some application areas of thermodynamics. 
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A number of unit systems have been developed over the years. Despite 
strong efforts in the scientific and engineering community to unify the 
world with a single unit system, two sets of units are still in common use 
today: the English system, which is also known as the United States Cus- 
tomary System (USCS), and the metric SI (from Le Systéme International d’ 
Unités), which is also known as the International System. The SI is a simple 
and logical system based on a decimal relationship between the various 
units, and it is being used for scientific and engineering work in most of the 
industrialized nations, including England. The English system, however, has 
no apparent systematic numerical base, and various units in this system are 
related to each other rather arbitrarily (12 in = 1 ft, 1 mile = 5280 ft, 4 qt 
= gal, etc.), which makes it confusing and difficult to learn. The United 
States is the only industrialized country that has not yet fully converted to 
the metric system. 

The systematic efforts to develop a universally acceptable system of 
units dates back to 1790 when the French National Assembly charged the 
French Academy of Sciences to come up with such a unit system. An 
early version of the metric system was soon developed in France, but it 


did not find universal acceptance until 1875 when The Metric Convention 
Treaty was prepared and signed by 17 nations, including the United 
States. In this international treaty, meter and gram were established as the 
metric units for length and mass, respectively, and a General Conference 
of Weights and Measures (CGPM) was established that was to meet every 
six years. In 1960, the CGPM produced the SI, which was based on six 
fundamental quantities, and their units were adopted in 1954 at the Tenth 
General Conference of Weights and Measures: meter (m) for length, kilo- 
gram (kg) for mass, second (s) for time, ampere (A) for electric current, 
degree Kelvin (°K) for temperature, and candela (cd) for luminous inten- 
sity (amount of light). In 1971, the CGPM added a seventh fundamental 
quantity and unit: mole (mol) for the amount of matter. 

Based on the notational scheme introduced in 1967, the degree symbol 
was officially dropped from the absolute temperature unit, and all unit 
names were to be written without capitalization even if they were derived 
from proper names (Table 1-1). However, the abbreviation of a unit was to 
be capitalized if the unit was derived from a proper name. For example, the 
SI unit of force, which is named after Sir Isaac Newton (1647-1723), is 
newton (not Newton), and it is abbreviated as N. Also, the full name of a 
unit may be pluralized, but its abbreviation cannot. For example, the length 
of an object can be 5 m or 5 meters, not 5 ms or 5 meter. Finally, no period 
is to be used in unit abbreviations unless they appear at the end of a sen- 
tence. For example, the proper abbreviation of meter is m (not m.). 

The recent move toward the metric system in the United States seems to 
have started in 1968 when Congress, in response to what was happening in 
the rest of the world, passed a Metric Study Act. Congress continued to 
promote a voluntary switch to the metric system by passing the Metric 
Conversion Act in 1975. A trade bill passed by Congress in 1988 set a 
September 1992 deadline for all federal agencies to convert to the metric 
system. However, the deadlines were relaxed later with no clear plans for 
the future. 

The industries that are heavily involved in international trade (such as the 
automotive, soft drink, and liquor industries) have been quick in converting to 
the metric system for economic reasons (having a single worldwide design, 
fewer sizes, smaller inventories, etc.). Today, nearly all the cars manufactured 
in the United States are metric. Most car owners probably do not realize this 
until they try an English socket wrench on a metric bolt. Most industries, 
however, resisted the change, thus slowing down the conversion process. 

Presently the United States is a dual-system society, and it will stay that 
way until the transition to the metric system is completed. This puts an extra 
burden on today’s engineering students, since they are expected to retain 
their understanding of the English system while learning, thinking, and 
working in terms of the SI. Given the position of the engineers in the transi- 
tion period, both unit systems are used in this text, with particular emphasis 
on SI units. 

As pointed out, the SI is based on a decimal relationship between units. 
The prefixes used to express the multiples of the various units are listed in 
Table 1-2. They are standard for all units, and the student is encouraged to 
memorize them because of their widespread use (Fig. 1-6). 
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TABLE 1-1 


The seven fundamental (or primary) 
dimensions and their units in SI 


Dimension Unit 

Length meter (m) 
Mass kilogram (kg) 
Time second (s) 
Temperature kelvin (K) 
Electric current ampere (A) 
Amount of light candela (cd) 
Amount of matter mole (mol) 


TABLE 1-2 


Standard prefixes in SI units 


Multiple Prefix 
1012 tera, T 
10° giga, G 
10° mega, M 
108 kilo, k 
102 hecto, h 
10! deka, da 
107! deci, d 
10-4 centi, c 
10-3 milli, m 
10-6 micro, u 
10-9 nano, n 
10-12 pico, p 
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FIGURE 1-6 


The SI unit prefixes are used in all 
branches of engineering. 
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FIGURE 1-7 


The definition of the force units. 
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The relative magnitudes of the force 
units newton (N), kilogram-force 
(kgf), and pound-force (lbf). 
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Some SI and English Units 


In SI, the units of mass, length, and time are the kilogram (kg), meter (m), 
and second (s), respectively. The respective units in the English system are 
the pound-mass (lbm), foot (ft), and second (s). The pound symbol /b is 
actually the abbreviation of libra, which was the ancient Roman unit of 
weight. The English retained this symbol even after the end of the Roman 
occupation of Britain in 410. The mass and length units in the two systems 
are related to each other by 


1 Ibm = 0.45359 kg 
1 ft = 0.3048 m 


In the English system, force is usually considered to be one of the pri- 
mary dimensions and is assigned a nonderived unit. This is a source of con- 
fusion and error that necessitates the use of a dimensional constant (g,) in 
many formulas. To avoid this nuisance, we consider force to be a secondary 
dimension whose unit is derived from Newton’s second law, that is, 


Force = (Mass) (Acceleration) 
or 


F = ma (1-1) 


In SI, the force unit is the newton (N), and it is defined as the force required 
to accelerate a mass of 1 kg at a rate of 1 m/s’. In the English system, the 
force unit is the pound-force (lbf) and is defined as the force required to 
accelerate a mass of 32.174 lbm (1 slug) at a rate of 1 ft/s? (Fig. 1-7). That 
is, 


1N = 1kg: m/s? 
1 lbf = 32.174 Ibm- ft/s? 


A force of 1 N is roughly equivalent to the weight of a small apple (m = 
102 g), whereas a force of 1 lbf is roughly equivalent to the weight of four 
medium apples (Moti = 454 g), as shown in Fig. 1-8. Another force unit in 
common use in many European countries is the kilogram-force (kgf), which 
is the weight of 1 kg mass at sea level (1 kgf = 9.807 N). 

The term weight is often incorrectly used to express mass, particularly by 
the “weight watchers.” Unlike mass, weight W is a force. It is the gravita- 
tional force applied to a body, and its magnitude is determined from New- 
ton’s second law, 


W=mg (N) (1-2) 


where m is the mass of the body, and g is the local gravitational acceleration 
(g is 9.807 m/s? or 32.174 ft/s? at sea level and 45° latitude). An ordinary 
bathroom scale measures the gravitational force acting on a body. The 
weight of a unit volume of a substance is called the specific weight y and is 
determined from y = pg, where p is density. 

The mass of a body remains the same regardless of its location in the uni- 
verse. Its weight, however, changes with a change in gravitational accelera- 
tion. A body weighs less on top of a mountain since g decreases with 
altitude. On the surface of the moon, an astronaut weighs about one-sixth of 
what she or he normally weighs on earth (Fig. 1-9). 

At sea level a mass of 1 kg weighs 9.807 N, as illustrated in Fig. 1-10. A 
mass of 1 Ibm, however, weighs 1 lbf, which misleads people to believe that 
pound-mass and pound-force can be used interchangeably as pound (Ib), 
which is a major source of error in the English system. 

It should be noted that the gravity force acting on a mass is due to the 
attraction between the masses, and thus it is proportional to the magnitudes 
of the masses and inversely proportional to the square of the distance 
between them. Therefore, the gravitational acceleration g at a location 
depends on the local density of the earth’s crust, the distance to the center 
of the earth, and to a lesser extent, the positions of the moon and the sun. 
The value of g varies with location from 9.8295 m/s? at 4500 m below sea 
level to 7.3218 m/s? at 100,000 m above sea level. However, at altitudes up 
to 30,000 m, the variation of g from the sea-level value of 9.807 m/s? is less 
than 1 percent. Therefore, for most practical purposes, the gravitational 
acceleration can be assumed to be constant at 9.81 m/s?. It is interesting to 
note that at locations below sea level, the value of g increases with distance 
from the sea level, reaches a maximum at about 4500 m, and then starts 
decreasing. (What do you think the value of g is at the center of the earth?) 

The primary cause of confusion between mass and weight is that mass is 
usually measured indirectly by measuring the gravity force it exerts. This 
approach also assumes that the forces exerted by other effects such as air 
buoyancy and fluid motion are negligible. This is like measuring the dis- 
tance to a star by measuring its red shift, or measuring the altitude of an air- 
plane by measuring barometric pressure. Both of these are also indirect 
measurements. The correct direct way of measuring mass is to compare it to 
a known mass. This is cumbersome, however, and it is mostly used for cali- 
bration and measuring precious metals. 

Work, which is a form of energy, can simply be defined as force times dis- 
tance; therefore, it has the unit “newton-meter (N - m),” which is called a 
joule (J). That is, 


1J=1N-m (1-3) 


A more common unit for energy in SI is the kilojoule (1 kJ = 10° J). In the 
English system, the energy unit is the Btu (British thermal unit), which is 
defined as the energy required to raise the temperature of | lbm of water at 
68°F by 1°F. In the metric system, the amount of energy needed to raise the 
temperature of 1 g of water at 14.5°C by 1°C is defined as 1 calorie (cal), 
and 1 cal = 4.1868 J. The magnitudes of the kilojoule and Btu are almost 
identical (1 Btu = 1.0551 kJ). 
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FIGURE 1-9 


A body weighing 150 lbf on earth will 
weigh only 25 lbf on the moon. 
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FIGURE 1-10 


The weight of a unit mass at sea level. 
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FIGURE 1-11 


To be dimensionally homogeneous, all 
the terms in an equation must have the 
same unit. 
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Features Syndicate. 


FIGURE 1-12 


Schematic for Example 1-2. 


Dimensional Homogeneity 


We all know from grade school that apples and oranges do not add. But we 
somehow manage to do it (by mistake, of course). In engineering, all equa- 
tions must be dimensionally homogeneous. That is, every term in an equa- 
tion must have the same unit (Fig. 1-11). If, at some stage of an analysis, 
we find ourselves in a position to add two quantities that have different 
units, it is a clear indication that we have made an error at an earlier stage. 
So checking dimensions can serve as a valuable tool to spot errors. 


EXAMPLE 1-1 Spotting Errors from Unit Inconsistencies 


While solving a problem, a person ended up with the following equation at 
some stage: 


E = 25 kJ + 7 kJ/kg 


where E is the total energy and has the unit of kilojoules. Determine how to 
correct the error and discuss what may have caused it. 


Solution During an analysis, a relation with inconsistent units is obtained. 
A correction is to be found, and the probable cause of the error is to be 
determined. 

Analysis The two terms on the right-hand side do not have the same units, 
and therefore they cannot be added to obtain the total energy. Multiplying 
the last term by mass will eliminate the kilograms in the denominator, and 
the whole equation will become dimensionally homogeneous; that is, every 
term in the equation will have the same unit. 

Discussion Obviously this error was caused by forgetting to multiply the last 
term by mass at an earlier stage. 


We all know from experience that units can give terrible headaches if they 
are not used carefully in solving a problem. However, with some attention 
and skill, units can be used to our advantage. They can be used to check for- 
mulas; they can even be used to derive formulas, as explained in the follow- 
ing example. 


EXAMPLE 1-2 Obtaining Formulas from Unit Considerations 


A tank is filled with oil whose density is p = 850 kg/m°. If the volume of the 
tank is V = 2 mè, determine the amount of mass m in the tank. 


Solution The volume of an oil tank is given. The mass of oil is to be deter- 
mined. 

Assumptions Oil is an incompressible substance and thus its density is con- 
stant. 

Analysis A sketch of the system just described is given in Fig. 1-12. Sup- 
pose we forgot the formula that relates mass to density and volume. However, 
we know that mass has the unit of kilograms. That is, whatever calculations 
we do, we should end up with the unit of kilograms. Putting the given infor- 
mation into perspective, we have 


p = 850kg/m*? and VS 
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It is obvious that we can eliminate m and end up with kg by multiplying 
these two quantities. Therefore, the formula we are looking for should be 
m= pV 
Thus, 
m = (850 kg/m?) (2 m°) = 1700 kg 


Discussion Note that this approach may not work for more complicated 
formulas. 


You should keep in mind that a formula that is not dimensionally homo- 
geneous is definitely wrong, but a dimensionally homogeneous formula is 
not necessarily right. 


Unity Conversion Ratios 


Just as all nonprimary dimensions can be formed by suitable combinations 
of primary dimensions, all nonprimary units (secondary units) can be 
formed by combinations of primary units. Force units, for example, can be 
expressed as 

m 


s2 


ft 
N= kg and lbf = 32.174 lbm — 
S 


They can also be expressed more conveniently as unity conversion ratios as 


N lbf 
——_, =1 and =i 
kg: m/s 32.174 Ibm: ft/s 


Unity conversion ratios are identically equal to 1 and are unitless, and thus 
such ratios (or their inverses) can be inserted conveniently into any calcula- 
tion to properly convert units. Students are encouraged to always use unity 
conversion ratios such as those given here when converting units. Some 
textbooks insert the archaic gravitational constant g, defined as g, = 32.174 
Ibm - ft/lbf - s% = kg - m/N - s? = 1 into equations in order to force units to 
match. This practice leads to unnecessary confusion and is strongly discour- 
aged by the present authors. We recommend that students instead use unity 
conversion ratios. 


EXAMPLE 1-3 The Weight of One Pound-Mass 


Using unity conversion ratios, show that 1.00 Ibm weighs 1.00 Ibf on earth 
(Fig. 1-13). 


Solution A mass of 1.00 Ibm is subjected to standard earth gravity. Its 
weight in Ibf is to be determined. 

Assumptions Standard sea-level conditions are assumed. FIGURE 1-13 
Properties The gravitational constant is g = 32.174 ft/s. ~ 


A mass of 1 Ibm weighs 1 lbf on earth. 
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Weight? 
I thought gram 
was a unit of mass! 


(454 grams) 


THE BREAKFAST | | 
Net Weight: 


FIGURE 1-14 


A quirk in the metric system of units. 
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SURROUNDINGS 


BOUNDARY 


FIGURE 1-15 


System, surroundings, and boundary. 


Mass NO 
CLOSED 


SYSTEM 


m = constant 


Energy YES 


FIGURE 1-16 


Mass cannot cross the boundaries of a 
closed system, but energy can. 


Analysis \We apply Newton’s second law to calculate the weight (force) that 
corresponds to the known mass and acceleration. The weight of any object is 
equal to its mass times the local value of gravitational acceleration. Thus, 

1 Ibf 
32.174 Ibm - ft/s? 


W = mg = (1.00 lbm) (32.174 wys)( ) = 1.00 lbf 
Discussion Mass is the same regardless of its location. However, on some 
other planet with a different value of gravitational acceleration, the weight of 
1 Ibm would differ from that calculated here. 


When you buy a box of breakfast cereal, the printing may say “Net 
weight: One pound (454 grams).” (See Fig. 1-14.) Technically, this means 
that the cereal inside the box weighs 1.00 lbf on earth and has a mass of 
453.6 g (0.4536 kg). Using Newton’s second law, the actual weight of the 
cereal in the metric system is 


p IN 1 kg 
W = mg = (453.6 g) (9.81 m/s”) Tkg-m/s*)\ ooe 4.45N 


1-3 = SYSTEMS AND CONTROL VOLUMES 


A system is defined as a quantity of matter or a region in space chosen for 
study. The mass or region outside the system is called the surroundings. 
The real or imaginary surface that separates the system from its surround- 
ings is called the boundary. These terms are illustrated in Fig. 1-15. The 
boundary of a system can be fixed or movable. Note that the boundary is the 
contact surface shared by both the system and the surroundings. Mathemati- 
cally speaking, the boundary has zero thickness, and thus it can neither con- 
tain any mass nor occupy any volume in space. 

Systems may be considered to be closed or open, depending on whether a 
fixed mass or a fixed volume in space is chosen for study. A closed system 
(also known as a control mass) consists of a fixed amount of mass, and no 
mass can cross its boundary. That is, no mass can enter or leave a closed 
system, as shown in Fig. 1-16. But energy, in the form of heat or work, can 
cross the boundary; and the volume of a closed system does not have to be 
fixed. If, as a special case, even energy is not allowed to cross the boundary, 
that system is called an isolated system. 

Consider the piston-cylinder device shown in Fig. 1-17. Let us say that 
we would like to find out what happens to the enclosed gas when it is 
heated. Since we are focusing our attention on the gas, it is our system. The 
inner surfaces of the piston and the cylinder form the boundary, and since 
no mass is crossing this boundary, it is a closed system. Notice that energy 
may cross the boundary, and part of the boundary (the inner surface of the 
piston, in this case) may move. Everything outside the gas, including the 
piston and the cylinder, is the surroundings. 

An open system, or a control volume, as it is often called, is a prop- 
erly selected region in space. It usually encloses a device that involves 
mass flow such as a compressor, turbine, or nozzle. Flow through these 


devices is best studied by selecting the region within the device as the 
control volume. Both mass and energy can cross the boundary of a con- 
trol volume. 

A large number of engineering problems involve mass flow in and out of 
a system and, therefore, are modeled as control volumes. A water heater, a 
car radiator, a turbine, and a compressor all involve mass flow and should 
be analyzed as control volumes (open systems) instead of as control masses 
(closed systems). In general, any arbitrary region in space can be selected 
as a control volume. There are no concrete rules for the selection of control 
volumes, but the proper choice certainly makes the analysis much easier. If 
we were to analyze the flow of air through a nozzle, for example, a good 
choice for the control volume would be the region within the nozzle. 

The boundaries of a control volume are called a control surface, and they 
can be real or imaginary. In the case of a nozzle, the inner surface of the noz- 
zle forms the real part of the boundary, and the entrance and exit areas form 
the imaginary part, since there are no physical surfaces there (Fig. 1-18a). 

A control volume can be fixed in size and shape, as in the case of a noz- 
zle, or it may involve a moving boundary, as shown in Fig. 1—-18b. Most 
control volumes, however, have fixed boundaries and thus do not involve 
any moving boundaries. A control volume can also involve heat and work 
interactions just as a closed system, in addition to mass interaction. 

As an example of an open system, consider the water heater shown in 
Fig. 1-19. Let us say that we would like to determine how much heat we 
must transfer to the water in the tank in order to supply a steady stream of 
hot water. Since hot water will leave the tank and be replaced by cold 
water, it is not convenient to choose a fixed mass as our system for the 
analysis. Instead, we can concentrate our attention on the volume formed 
by the interior surfaces of the tank and consider the hot and cold water 
streams as mass leaving and entering the control volume. The interior sur- 
faces of the tank form the control surface for this case, and mass is cross- 
ing the control surface at two locations. 


Imaginary 
boundary 


Real boundary 


CV 


Fixed 
boundary 


(a) A control volume with real and 
imaginary boundaries 


(b) A control volume with fixed and 
moving boundaries 


FIGURE 1-18 


A control volume can involve fixed, moving, real, and imaginary boundaries. 
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Moving 
boundary 


= Fixed 
boundary 
FIGURE 1-17 


A closed system with a moving 
boundary. 


| 


Control 
surface 


WATER 
HEATER 


(control 
volume) 


eg a a ee 


Wy 


FIGURE 1-19 


An open system (a control volume) 
with one inlet and one exit. 


12 Thermodynamics 


O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 1, SEC. 4 ON THE DVD. 


Extensive 
properties 


| Intensive 
| properties 


FIGURE 1-20 


Criterion to differentiate intensive and 
extensive properties. 


O2 1 atm, 20°C 


3 x 10! molecules/mm? 


/ VOID 


FIGURE 1-21 


Despite the large gaps between 
molecules, a substance can be treated 
as a continuum because of the very 
large number of molecules even in an 
extremely small volume. 


In an engineering analysis, the system under study must be defined care- 
fully. In most cases, the system investigated is quite simple and obvious, 
and defining the system may seem like a tedious and unnecessary task. In 
other cases, however, the system under study may be rather involved, and a 
proper choice of the system may greatly simplify the analysis. 


1-4 = PROPERTIES OF A SYSTEM 


Any characteristic of a system is called a property. Some familiar proper- 
ties are pressure P, temperature T, volume V, and mass m. The list can be 
extended to include less familiar ones such as viscosity, thermal conductiv- 
ity, modulus of elasticity, thermal expansion coefficient, electric resistivity, 
and even velocity and elevation. 

Properties are considered to be either intensive or extensive. Intensive 
properties are those that are independent of the mass of a system, such as 
temperature, pressure, and density. Extensive properties are those whose 
values depend on the size—or extent—of the system. Total mass, total vol- 
ume, and total momentum are some examples of extensive properties. An 
easy way to determine whether a property is intensive or extensive is to 
divide the system into two equal parts with an imaginary partition, as shown 
in Fig. 1-20. Each part will have the same value of intensive properties as 
the original system, but half the value of the extensive properties. 

Generally, uppercase letters are used to denote extensive properties (with 
mass m being a major exception), and lowercase letters are used for intensive 
properties (with pressure P and temperature T being the obvious exceptions). 

Extensive properties per unit mass are called specific properties. Some 
examples of specific properties are specific volume (v = V/m) and specific 
total energy (e = E/m). 


Continuum 


Matter is made up of atoms that are widely spaced in the gas phase. Yet it is 
very convenient to disregard the atomic nature of a substance and view it as 
a continuous, homogeneous matter with no holes, that is, a continuum. The 
continuum idealization allows us to treat properties as point functions and to 
assume the properties vary continually in space with no jump discontinu- 
ities. This idealization is valid as long as the size of the system we deal with 
is large relative to the space between the molecules. This is the case in prac- 
tically all problems, except some specialized ones. The continuum idealiza- 
tion is implicit in many statements we make, such as “the density of water 
in a glass is the same at any point.” 

To have a sense of the distance involved at the molecular level, consider a 
container filled with oxygen at atmospheric conditions. The diameter of the 
oxygen molecule is about 3 X 107!° m and its mass is 5.3 X 107%% kg. Also, 
the mean free path of oxygen at 1 atm pressure and 20°C is 6.3 X 1078 m. 
That is, an oxygen molecule travels, on average, a distance of 6.3 X 1078 m 
(about 200 times of its diameter) before it collides with another molecule. 

Also, there are about 3 X 10!° molecules of oxygen in the tiny volume of 
1 mm? at 1 atm pressure and 20°C (Fig. 1-21). The continuum model is 
applicable as long as the characteristic length of the system (such as its 


diameter) is much larger than the mean free path of the molecules. At very 
high vacuums or very high elevations, the mean free path may become large 
(for example, it is about 0.1 m for atmospheric air at an elevation of 100 
km). For such cases the rarefied gas flow theory should be used, and the 
impact of individual molecules should be considered. In this text we will 
limit our consideration to substances that can be modeled as a continuum. 


1-5 = DENSITY AND SPECIFIC GRAVITY 


Density is defined as mass per unit volume (Fig. 1-22). 


Density: p= - (kg/m*) (1-4) 
The reciprocal of density is the specific volume v, which is defined as vol- 


ume per unit mass. That is, 
v=—=— (1-5) 


For a differential volume element of mass ôm and volume ôV, density can 
be expressed as p = dm/6V. 

The density of a substance, in general, depends on temperature and pres- 
sure. The density of most gases is proportional to pressure and inversely 
proportional to temperature. Liquids and solids, on the other hand, are 
essentially incompressible substances, and the variation of their density 
with pressure is usually negligible. At 20°C, for example, the density of 
water changes from 998 kg/m? at 1 atm to 1003 kg/m? at 100 atm, a 
change of just 0.5 percent. The density of liquids and solids depends more 
strongly on temperature than it does on pressure. At 1 atm, for example, 
the density of water changes from 998 kg/m? at 20°C to 975 kg/m? at 
75°C, a change of 2.3 percent, which can still be neglected in many engi- 
neering analyses. 

Sometimes the density of a substance is given relative to the density of a 
well-known substance. Then it is called specific gravity, or relative den- 
sity, and is defined as the ratio of the density of a substance to the density of 
some standard substance at a specified temperature (usually water at 4°C, 
for which py,o = 1000 kg/m’). That is, 

P 


Specific gravity: SG = (1-6) 
PuH,o 


Note that the specific gravity of a substance is a dimensionless quantity. 
However, in SI units, the numerical value of the specific gravity of a sub- 
stance is exactly equal to its density in g/cm? or kg/L (or 0.001 times the 
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Use actual data from the experiment 
shown here to obtain the density of 
water in the neighborhood of 4°C. See 
end-of-chapter problem 1-129. 


© Ronald Mullisen 


V=12 m3 
m=3kg 


l 
p =0.25 kg/m? 


v===4m3/kg 


1 
P 


density in kg/m?) since the density of water at 4°C is 1 g/cm? = 1 kg/L = 
1000 kg/m?. The specific gravity of mercury at 0°C, for example, is 13.6. 
Therefore, its density at 0°C is 13.6 g/cm? = 13.6 kg/L = 13,600 kg/m?. 
The specific gravities of some substances at 0°C are given in Table 1-3. 
Note that substances with specific gravities less than | are lighter than 
water, and thus they would float on water. 


FIGURE 1-22 


Density is mass per unit volume; 
specific volume is volume per unit 
mass. 
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TABLE 1-3 


Specific gravities of some 
substances at 0°C 


Substance SG 
Water 1.0 
Blood 1.05 
Seawater 1.025 
Gasoline 0.7 
Ethyl alcohol 0.79 
Mercury 13.6 
Wood 0.3-0.9 
Gold 19.2 
Bones 1.7-2.0 
Ice 0.92 
Air (at 1 atm) 0.0013 


O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 1, SEC. 6 ON THE DVD. 


(a) State 1 (b) State 2 


FIGURE 1-23 
A system at two different states. 


(a) Before (b) After 


FIGURE 1-24 


A closed system reaching thermal 
equilibrium. 


The weight of a unit volume of a substance is called specific weight and 
is expressed as 


Specific weight: Ys = pg (N/m?) (1-7) 


where g is the gravitational acceleration. 

The densities of liquids are essentially constant, and thus they can often 
be approximated as being incompressible substances during most processes 
without sacrificing much in accuracy. 


1-6 " STATE AND EQUILIBRIUM 


Consider a system not undergoing any change. At this point, all the proper- 
ties can be measured or calculated throughout the entire system, which 
gives us a set of properties that completely describes the condition, or the 
state, of the system. At a given state, all the properties of a system have 
fixed values. If the value of even one property changes, the state will change 
to a different one. In Fig. 1-23 a system is shown at two different states. 

Thermodynamics deals with equilibrium states. The word equilibrium 
implies a state of balance. In an equilibrium state there are no unbalanced 
potentials (or driving forces) within the system. A system in equilibrium 
experiences no changes when it is isolated from its surroundings. 

There are many types of equilibrium, and a system is not in thermody- 
namic equilibrium unless the conditions of all the relevant types of equilib- 
rium are satisfied. For example, a system is in thermal equilibrium if the 
temperature is the same throughout the entire system, as shown in Fig. 
1-24. That is, the system involves no temperature differential, which is the 
driving force for heat flow. Mechanical equilibrium is related to pressure, 
and a system is in mechanical equilibrium if there is no change in pressure 
at any point of the system with time. However, the pressure may vary within 
the system with elevation as a result of gravitational effects. For example, 
the higher pressure at a bottom layer is balanced by the extra weight it must 
carry, and, therefore, there is no imbalance of forces. The variation of pres- 
sure as a result of gravity in most thermodynamic systems is relatively small 
and usually disregarded. If a system involves two phases, it is in phase 
equilibrium when the mass of each phase reaches an equilibrium level and 
stays there. Finally, a system is in chemical equilibrium if its chemical 
composition does not change with time, that is, no chemical reactions occur. 
A system will not be in equilibrium unless all the relevant equilibrium crite- 
ria are satisfied. 


The State Postulate 


As noted earlier, the state of a system is described by its properties. But we 
know from experience that we do not need to specify all the properties in 
order to fix a state. Once a sufficient number of properties are specified, the 
rest of the properties assume certain values automatically. That is, specifying 
a certain number of properties is sufficient to fix a state. The number of prop- 
erties required to fix the state of a system is given by the state postulate: 


The state of a simple compressible system is completely specified by two 
independent, intensive properties. 


A system is called a simple compressible system in the absence of elec- 
trical, magnetic, gravitational, motion, and surface tension effects. These 
effects are due to external force fields and are negligible for most engineer- 
ing problems. Otherwise, an additional property needs to be specified for 
each effect that is significant. If the gravitational effects are to be consid- 
ered, for example, the elevation z needs to be specified in addition to the 
two properties necessary to fix the state. 

The state postulate requires that the two properties specified be indepen- 
dent to fix the state. Two properties are independent if one property can be 
varied while the other one is held constant. Temperature and specific vol- 
ume, for example, are always independent properties, and together they can 
fix the state of a simple compressible system (Fig. 1-25). Temperature and 
pressure, however, are independent properties for single-phase systems, but 
are dependent properties for multiphase systems. At sea level (P = 1 atm), 
water boils at 100°C, but on a mountaintop where the pressure is lower, 
water boils at a lower temperature. That is, T = f(P) during a phase-change 
process; thus, temperature and pressure are not sufficient to fix the state of 
a two-phase system. Phase-change processes are discussed in detail in 
Chap. 3. 


1-7 = PROCESSES AND CYCLES 


Any change that a system undergoes from one equilibrium state to 
another is called a process, and the series of states through which a sys- 
tem passes during a process is called the path of the process (Fig. 1-26). 
To describe a process completely, one should specify the initial and final 
states of the process, as well as the path it follows, and the interactions 
with the surroundings. 

When a process proceeds in such a manner that the system remains infin- 
itesimally close to an equilibrium state at all times, it is called a quasi- 
static, or quasi-equilibrium, process. A quasi-equilibrium process can be 
viewed as a sufficiently slow process that allows the system to adjust itself 
internally so that properties in one part of the system do not change any 
faster than those at other parts. 

This is illustrated in Fig. 1-27. When a gas in a piston-cylinder device is 
compressed suddenly, the molecules near the face of the piston will not 
have enough time to escape and they will have to pile up in a small region 
in front of the piston, thus creating a high-pressure region there. Because of 
this pressure difference, the system can no longer be said to be in equilib- 
rium, and this makes the entire process nonquasi-equilibrium. However, if 
the piston is moved slowly, the molecules will have sufficient time to redis- 
tribute and there will not be a molecule pileup in front of the piston. As a 
result, the pressure inside the cylinder will always be nearly uniform and 
will rise at the same rate at all locations. Since equilibrium is maintained at 
all times, this is a quasi-equilibrium process. 

It should be pointed out that a quasi-equilibrium process is an idealized 
process and is not a true representation of an actual process. But many 
actual processes closely approximate it, and they can be modeled as quasi- 
equilibrium with negligible error. Engineers are interested in quasiequilib- 
rium processes for two reasons. First, they are easy to analyze; second, 
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The state of nitrogen is fixed by two 
independent, intensive properties. 
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Property A 


State 2 


Process path 


State 1 


Property B 


FIGURE 1-26 


A process between states 1 and 2 and 
the process path. 


(a) Slow compression 
(quasi-equilibrium) 


(b) Very fast compression 
(nonquasi-equilibrium) 


FIGURE 1-27 


Quasi-equilibrium and nonquasi- 
equilibrium compression processes. 
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FIGURE 1-28 


The P-V diagram of a compression 
process. 
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FIGURE 1-29 


During a steady-flow process, fluid 
properties within the control volume 
may change with position but not with 
time. 


work-producing devices deliver the most work when they operate on quasi- 
equilibrium processes. Therefore, quasi-equilibrium processes serve as stan- 
dards to which actual processes can be compared. 

Process diagrams plotted by employing thermodynamic properties as 
coordinates are very useful in visualizing the processes. Some common 
properties that are used as coordinates are temperature T, pressure P, and 
volume V (or specific volume v). Figure 1-28 shows the P-V diagram of a 
compression process of a gas. 

Note that the process path indicates a series of equilibrium states through 
which the system passes during a process and has significance for quasi- 
equilibrium processes only. For nonquasi-equilibrium processes, we are not 
able to characterize the entire system by a single state, and thus we cannot 
speak of a process path for a system as a whole. A nonquasi-equilibrium 
process is denoted by a dashed line between the initial and final states 
instead of a solid line. 

The prefix iso- is often used to designate a process for which a particular 
property remains constant. An isothermal process, for example, is a 
process during which the temperature T remains constant; an isobaric 
process is a process during which the pressure P remains constant; and an 
isochoric (or isometric) process is a process during which the specific vol- 
ume v remains constant. 

A system is said to have undergone a cycle if it returns to its initial state 
at the end of the process. That is, for a cycle the initial and final states are 
identical. 


The Steady-Flow Process 


The terms steady and uniform are used frequently in engineering, and thus it 
is important to have a clear understanding of their meanings. The term 
steady implies no change with time. The opposite of steady is unsteady, or 
transient. The term uniform, however, implies no change with location over 
a specified region. These meanings are consistent with their everyday use 
(steady girlfriend, uniform properties, etc.). 

A large number of engineering devices operate for long periods of time 
under the same conditions, and they are classified as steady-flow devices. 
Processes involving such devices can be represented reasonably well by a 
somewhat idealized process, called the steady-flow process, which can be 
defined as a process during which a fluid flows through a control volume 
steadily (Fig. 1-29). That is, the fluid properties can change from point to 
point within the control volume, but at any fixed point they remain the same 
during the entire process. Therefore, the volume V, the mass m, and the total 
energy content E of the control volume remain constant during a steady- 
flow process (Fig. 1-30). 

Steady-flow conditions can be closely approximated by devices that are 
intended for continuous operation such as turbines, pumps, boilers, con- 
densers, and heat exchangers or power plants or refrigeration systems. Some 
cyclic devices, such as reciprocating engines or compressors, do not satisfy 
any of the conditions stated above since the flow at the inlets and the exits 
will be pulsating and not steady. However, the fluid properties vary with 


time in a periodic manner, and the flow through these devices can still be 
analyzed as a steady-flow process by using time-averaged values for the 
properties. 


1-8 = TEMPERATURE AND THE ZEROTH 
LAW OF THERMODYNAMICS 


Although we are familiar with temperature as a measure of “hotness” or 
“coldness,” it is not easy to give an exact definition for it. Based on our 
physiological sensations, we express the level of temperature qualitatively 
with words like freezing cold, cold, warm, hot, and red-hot. However, we 
cannot assign numerical values to temperatures based on our sensations 
alone. Furthermore, our senses may be misleading. A metal chair, for exam- 
ple, will feel much colder than a wooden one even when both are at the 
same temperature. 

Fortunately, several properties of materials change with temperature in a 
repeatable and predictable way, and this forms the basis for accurate tem- 
perature measurement. The commonly used mercury-in-glass thermometer, 
for example, is based on the expansion of mercury with temperature. Tem- 
perature is also measured by using several other temperature-dependent 
properties. 

It is a common experience that a cup of hot coffee left on the table even- 
tually cools off and a cold drink eventually warms up. That is, when a body 
is brought into contact with another body that is at a different temperature, 
heat is transferred from the body at higher temperature to the one at lower 
temperature until both bodies attain the same temperature (Fig. 1-31). At 
that point, the heat transfer stops, and the two bodies are said to have 
reached thermal equilibrium. The equality of temperature is the only 
requirement for thermal equilibrium. 

The zeroth law of thermodynamics states that if two bodies are in ther- 
mal equilibrium with a third body, they are also in thermal equilibrium with 
each other. It may seem silly that such an obvious fact is called one of the 
basic laws of thermodynamics. However, it cannot be concluded from the 
other laws of thermodynamics, and it serves as a basis for the validity of 
temperature measurement. By replacing the third body with a thermometer, 
the zeroth law can be restated as two bodies are in thermal equilibrium if 
both have the same temperature reading even if they are not in contact. 

The zeroth law was first formulated and labeled by R. H. Fowler in 1931. 
As the name suggests, its value as a fundamental physical principle was rec- 
ognized more than half a century after the formulation of the first and the 
second laws of thermodynamics. It was named the zeroth law since it 
should have preceded the first and the second laws of thermodynamics. 


Temperature Scales 


Temperature scales enable us to use a common basis for temperature mea- 
surements, and several have been introduced throughout history. All temper- 
ature scales are based on some easily reproducible states such as the 
freezing and boiling points of water, which are also called the ice point and 
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Two bodies reaching thermal 
equilibrium after being brought into 
contact in an isolated enclosure. 
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the steam point, respectively. A mixture of ice and water that is in equilib- 
rium with air saturated with vapor at 1 atm pressure is said to be at the ice 
point, and a mixture of liquid water and water vapor (with no air) in equilib- 
rium at | atm pressure is said to be at the steam point. 

The temperature scales used in the SI and in the English system today are 
the Celsius scale (formerly called the centigrade scale; in 1948 it was 
renamed after the Swedish astronomer A. Celsius, 1702-1744, who devised 
it) and the Fahrenheit scale (named after the German instrument maker G. 
Fahrenheit, 1686-1736), respectively. On the Celsius scale, the ice and 
steam points were originally assigned the values of 0 and 100°C, respec- 
tively. The corresponding values on the Fahrenheit scale are 32 and 212°F. 
These are often referred to as two-point scales since temperature values are 
assigned at two different points. 

In thermodynamics, it is very desirable to have a temperature scale that 
is independent of the properties of any substance or substances. Such a 
temperature scale is called a thermodynamic temperature scale, which is 
developed later in conjunction with the second law of thermodynamics. 
The thermodynamic temperature scale in the SI is the Kelvin scale, named 
after Lord Kelvin (1824-1907). The temperature unit on this scale is the 
kelvin, which is designated by K (not °K; the degree symbol was officially 
dropped from kelvin in 1967). The lowest temperature on the Kelvin scale 
is absolute zero, or 0 K. Then it follows that only one nonzero reference 
point needs to be assigned to establish the slope of this linear scale. Using 
nonconventional refrigeration techniques, scientists have approached 
absolute zero kelvin (they achieved 0.000000002 K in 1989). 

The thermodynamic temperature scale in the English system is the Ran- 
kine scale, named after William Rankine (1820-1872). The temperature 
unit on this scale is the rankine, which is designated by R. 

A temperature scale that turns out to be nearly identical to the Kelvin 
scale is the ideal-gas temperature scale. The temperatures on this scale are 
measured using a constant-volume gas thermometer, which is basically a 
rigid vessel filled with a gas, usually hydrogen or helium, at low pressure. 
This thermometer is based on the principle that at low pressures, the tem- 
perature of a gas is proportional to its pressure at constant volume. That is, 
the temperature of a gas of fixed volume varies linearly with pressure at 
sufficiently low pressures. Then the relationship between the temperature 
and the pressure of the gas in the vessel can be expressed as 


T=a+bP (1-8) 


where the values of the constants a and b for a gas thermometer are deter- 
mined experimentally. Once a and b are known, the temperature of a 
medium can be calculated from this relation by immersing the rigid vessel 
of the gas thermometer into the medium and measuring the gas pressure 
when thermal equilibrium is established between the medium and the gas in 
the vessel whose volume is held constant. 

An ideal-gas temperature scale can be developed by measuring the pres- 
sures of the gas in the vessel at two reproducible points (such as the ice and 
the steam points) and assigning suitable values to temperatures at those two 
points. Considering that only one straight line passes through two fixed 


points on a plane, these two measurements are sufficient to determine the 
constants a and b in Eq. 1-8. Then the unknown temperature T of a medium 
corresponding to a pressure reading P can be determined from that equation 
by a simple calculation. The values of the constants will be different for 
each thermometer, depending on the type and the amount of the gas in the 
vessel, and the temperature values assigned at the two reference points. If 
the ice and steam points are assigned the values 0°C and 100°C, respec- 
tively, then the gas temperature scale will be identical to the Celsius scale. 
In this case the value of the constant a (which corresponds to an absolute 
pressure of zero) is determined to be —273.15°C regardless of the type and 
the amount of the gas in the vessel of the gas thermometer. That is, on a 
P-T diagram, all the straight lines passing through the data points in this 
case will intersect the temperature axis at —273.15°C when extrapolated, as 
shown in Fig. 1-32. This is the lowest temperature that can be obtained by a 
gas thermometer, and thus we can obtain an absolute gas temperature scale 
by assigning a value of zero to the constant a in Eq. 1-8. In that case Eq. 
1-8 reduces to T = bP, and thus we need to specify the temperature at only 
one point to define an absolute gas temperature scale. 

It should be noted that the absolute gas temperature scale is not a thermo- 
dynamic temperature scale, since it cannot be used at very low temperatures 
(due to condensation) and at very high temperatures (due to dissociation and 
ionization). However, absolute gas temperature is identical to the thermody- 
namic temperature in the temperature range in which the gas thermometer 
can be used, and thus we can view the thermodynamic temperature scale at 
this point as an absolute gas temperature scale that utilizes an “ideal” or 
“imaginary” gas that always acts as a low-pressure gas regardless of the 
temperature. If such a gas thermometer existed, it would read zero kelvin at 
absolute zero pressure, which corresponds to —273.15°C on the Celsius 
scale (Fig. 1-33). 

The Kelvin scale is related to the Celsius scale by 


T(K) = T(°C) + 273.15 (1-9) 
The Rankine scale is related to the Fahrenheit scale by 
T(R) = T(°F) + 459.67 (1-10) 


It is common practice to round the constant in Eq. 1-9 to 273 and that in 
Eq. 1-10 to 460. 
The temperature scales in the two unit systems are related by 


T(R) = 1.87(K) (1-11) 
T(°F) = 1.87(°C) + 32 (1-12) 


A comparison of various temperature scales is given in Fig. 1-34. 

The reference temperature chosen in the original Kelvin scale was 
273.15 K (or 0°C), which is the temperature at which water freezes (or ice 
melts) and water exists as a solid—liquid mixture in equilibrium under stan- 
dard atmospheric pressure (the ice point). At the Tenth General Conference 
on Weights and Measures in 1954, the reference point was changed to a 
much more precisely reproducible point, the triple point of water (the state 
at which all three phases of water coexist in equilibrium), which is 
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P versus T plots of the experimental 
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gas thermometer using four different 
gases at different (but low) pressures. 
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assigned the value 273.16 K. The Celsius scale was also redefined at this 
conference in terms of the ideal-gas temperature scale and a single fixed 
point, which is again the triple point of water with an assigned value of 
0.01°C. The boiling temperature of water (the steam point) was experimen- 
tally determined to be again 100.00°C, and thus the new and old Celsius 
scales were in good agreement. 


The International Temperature 
Scale of 1990 (ITS-90) 


The International Temperature Scale of 1990, which supersedes the Inter- 
national Practical Temperature Scale of 1968 (IPTS-68), 1948 (ITPS-48), 
and 1927 (ITS-27), was adopted by the International Committee of Weights 
and Measures at its meeting in 1989 at the request of the Eighteenth Gen- 
eral Conference on Weights and Measures. The ITS-90 is similar to its pre- 
decessors except that it is more refined with updated values of fixed 
temperatures, has an extended range, and conforms more closely to the 
thermodynamic temperature scale. On this scale, the unit of thermody- 
namic temperature T is again the kelvin (K), defined as the fraction 
1/273.16 of the thermodynamic temperature of the triple point of water, 
which is sole defining fixed point of both the ITS-90 and the Kelvin scale 
and is the most important thermometric fixed point used in the calibration 
of thermometers to ITS-90. 

The unit of Celsius temperature is the degree Celsius (°C), which is by 
definition equal in magnitude to the kelvin (K). A temperature difference 
may be expressed in kelvins or degrees Celsius. The ice point remains the 
same at 0°C (273.15°C) in both ITS-90 and ITPS-68, but the steam point 
is 99.975°C in ITS-90 (with an uncertainly of +0.005°C) whereas it was 
100.000°C in IPTS-68. The change is due to precise measurements made by 
gas thermometry by paying particular attention to the effect of sorption (the 
impurities in a gas absorbed by the walls of the bulb at the reference tem- 
perature being desorbed at higher temperatures, causing the measured gas 
pressure to increase). 

The ITS-90 extends upward from 0.65 K to the highest temperature prac- 
tically measurable in terms of the Planck radiation law using monochro- 
matic radiation. It is based on specifying definite temperature values on a 
number of fixed and easily reproducible points to serve as benchmarks and 
expressing the variation of temperature in a number of ranges and subranges 
in functional form. 

In ITS-90, the temperature scale is considered in four ranges. In the 
range of 0.65 to 5 K, the temperature scale is defined in terms of the vapor 
pressure—temperature relations for °He and “He. Between 3 and 24.5561 K 
(the triple point of neon), it is defined by means of a properly calibrated 
helium gas thermometer. From 13.8033 K (the triple point of hydrogen) to 
1234.93 K (the freezing point of silver), it is defined by means of platinum 
resistance thermometers calibrated at specified sets of defining fixed 
points. Above 1234.93 K, it is defined in terms of the Planck radiation law 
and a suitable defining fixed point such as the freezing point of gold 
(1337.33 K). 


We emphasize that the magnitudes of each division of 1 K and 1°C are 
identical (Fig. 1-35). Therefore, when we are dealing with temperature dif- 
ferences AT, the temperature interval on both scales is the same. Raising the 
temperature of a substance by 10°C is the same as raising it by 10 K. That is, 


AT(K) = AT(°C) (1-13) 


AT(R) = AT(°F) (1-14) 


Some thermodynamic relations involve the temperature T and often the 
question arises of whether it is in K or °C. If the relation involves tempera- 
ture differences (such as a = bAT), it makes no difference and either can be 
used. However, if the relation involves temperatures only instead of temper- 
ature differences (such as a = bT) then K must be used. When in doubt, it is 
always safe to use K because there are virtually no situations in which the 
use of K is incorrect, but there are many thermodynamic relations that will 
yield an erroneous result if °C is used. 


EXAMPLE 1-4 Expressing Temperature Rise in Different Units 


During a heating process, the temperature of a system rises by 10°C. Express 
this rise in temperature in K, °F, and R. 


Solution The temperature rise of a system is to be expressed in different 
units. 
Analysis This problem deals with temperature changes, which are identical 
in Kelvin and Celsius scales. Then, 

AT(K) = AT(°C) = 10K 


The temperature changes in Fahrenheit and Rankine scales are also identical 
and are related to the changes in Celsius and Kelvin scales through Eqs. 
1-11 and 1-14: 


AT(R) = 1.8 AT(K) = (1.8)(10) = 18R 
and 
AT(°F) = AT(R) = 18°F 


Discussion Note that the units °C and K are interchangeable when dealing 
with temperature differences. 


1-9 = PRESSURE 


Pressure is defined as a normal force exerted by a fluid per unit area. We 
speak of pressure only when we deal with a gas or a liquid. The counterpart 
of pressure in solids is normal stress. Since pressure is defined as force per 
unit area, it has the unit of newtons per square meter (N/m7), which is called 
a pascal (Pa). That is, 


1 Pa = 1 N/m 
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The normal stress (or “pressure’’) on 
the feet of a chubby person is much 
greater than on the feet of a slim 
person. 


FIGURE 1-37 


Some basic pressure gages. 


Dresser Instruments, Dresser, Inc. 
Used by permission. 


The pressure unit pascal is too small for pressures encountered in prac- 
tice. Therefore, its multiples kilopascal (1 kPa = 10° Pa) and megapascal (1 
MPa = 10° Pa) are commonly used. Three other pressure units commonly 
used in practice, especially in Europe, are bar, standard atmosphere, and 
kilogram-force per square centimeter: 


1 bar = 10° Pa = 0.1 MPa = 100 kPa 
1 atm = 101,325 Pa = 101.325 kPa = 1.01325 bars 
1 kgf/cm? = 9.807 N/cm? = 9.807 X 10*N/m? = 9.807 X 10* Pa 
= 0.9807 bar 
= 0.9679 atm 


Note that the pressure units bar, atm, and kgf/cm? are almost equivalent to 
each other. In the English system, the pressure unit is pound-force per square 
inch (lbf/in?, or psi), and 1 atm = 14.696 psi. The pressure units kgf/cm? 
and Ibf/in? are also denoted by kg/cm? and Ib/in’, respectively, and they are 
commonly used in tire gages. It can be shown that 1 kgf/cm? = 14.223 psi. 

Pressure is also used for solids as synonymous to normal stress, which is 
force acting perpendicular to the surface per unit area. For example, a 150- 
pound person with a total foot imprint area of 50 in? exerts a pressure of 150 
Ibf/50 in? = 3.0 psi on the floor (Fig. 1-36). If the person stands on one foot, 
the pressure doubles. If the person gains excessive weight, he or she is likely 
to encounter foot discomfort because of the increased pressure on the foot 
(the size of the foot does not change with weight gain). This also explains 
how a person can walk on fresh snow without sinking by wearing large 
snowshoes, and how a person cuts with little effort when using a sharp knife. 

The actual pressure at a given position is called the absolute pressure, and 
it is measured relative to absolute vacuum (i.e., absolute zero pressure). Most 
pressure-measuring devices, however, are calibrated to read zero in the atmo- 
sphere (Fig. 1-37), and so they indicate the difference between the absolute 
pressure and the local atmospheric pressure. This difference is called the gage 
pressure. Pressures below atmospheric pressure are called vacuum pressures 
and are measured by vacuum gages that indicate the difference between the 
atmospheric pressure and the absolute pressure. Absolute, gage, and vacuum 
pressures are all positive quantities and are related to each other by 


P = Pig eh 


gage 


(1-15) 
P, 


This is illustrated in Fig. 1-38. 

Like other pressure gages, the gage used to measure the air pressure in an 
automobile tire reads the gage pressure. Therefore, the common reading of 
32 psi (2.25 kgf/cm?) indicates a pressure of 32 psi above the atmospheric 
pressure. At a location where the atmospheric pressure is 14.3 psi, for exam- 
ple, the absolute pressure in the tire is 32 + 14.3 = 46.3 psi. 

In thermodynamic relations and tables, absolute pressure is almost always 
used. Throughout this text, the pressure P will denote absolute pressure 
unless specified otherwise. Often the letters “a” (for absolute pressure) and 
“g” (for gage pressure) are added to pressure units (such as psia and psig) to 
clarify what is meant. 


= Pam ~~ Pis (1-16) 
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Absolute, gage, and vacuum pressures. 


EXAMPLE 1-5 Absolute Pressure of a Vacuum Chamber 


A vacuum gage connected to a chamber reads 5.8 psi at a location where 
the atmospheric pressure is 14.5 psi. Determine the absolute pressure in the 
chamber. 


Solution The gage pressure of a vacuum chamber is given. The absolute 
pressure in the chamber is to be determined. 
Analysis The absolute pressure is easily determined from Eq. 1-16 to be 


Fring = [Pom = Pee = MEAS = S23 = A TOSI 


abs 


Discussion Note that the local value of the atmospheric pressure is used 
when determining the absolute pressure. 


Pressure is the compressive force per unit area, and it gives the impression 
of being a vector. However, pressure at any point in a fluid is the same in all 
directions. That is, it has magnitude but not a specific direction, and thus it 
is a scalar quantity. 


Variation of Pressure with Depth 


It will come as no surprise to you that pressure in a fluid at rest does not 
change in the horizontal direction. This can be shown easily by considering 
a thin horizontal layer of fluid and doing a force balance in any horizontal 
direction. However, this is not the case in the vertical direction in a gravity 
field. Pressure in a fluid increases with depth because more fluid rests on 
deeper layers, and the effect of this “extra weight” on a deeper layer is 
balanced by an increase in pressure (Fig. 1-39). 
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The pressure of a fluid at rest 
increases with depth (as a result of 
added weight). 
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Free-body diagram of a rectangular 
fluid element in equilibrium. 
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FIGURE 1-41 


In aroom filled with a gas, the variation 
of pressure with height is negligible. 


To obtain a relation for the variation of pressure with depth, consider a 
rectangular fluid element of height Az, length Ax, and unit depth (into the 
page) in equilibrium, as shown in Fig. 1—40. Assuming the density of the 
fluid p to be constant, a force balance in the vertical z-direction gives 


SF, = ma, = 0: P, Ax — P, Ax — pg Ax Az = 0 (1-17) 


where W = mg = pg Ax Az is the weight of the fluid element. Dividing by 
Ax and rearranging gives 


AP = P, — P, = pg Az = y, Az (1-18) 


where y, = pg is the specific weight of the fluid. Thus, we conclude that the 
pressure difference between two points in a constant density fluid is propor- 
tional to the vertical distance Az between the points and the density p of the 
fluid. In other words, pressure in a fluid increases linearly with depth. This 
is what a diver experiences when diving deeper in a lake. For a given fluid, 
the vertical distance Az is sometimes used as a measure of pressure, and it is 
called the pressure head. 

We also conclude from Eq. 1—18 that for small to moderate distances, the 
variation of pressure with height is negligible for gases because of their low 
density. The pressure in a tank containing a gas, for example, can be consid- 
ered to be uniform since the weight of the gas is too small to make a signif- 
icant difference. Also, the pressure in a room filled with air can be assumed 
to be constant (Fig. 1—41). 

If we take point | to be at the free surface of a liquid open to the atmo- 


sphere (Fig. 1—42), where the pressure is the atmospheric pressure P im» then 
the pressure at a depth A from the free surface becomes 
PS Poa t pan Of Pisa pen (1-19) 


Liquids are essentially incompressible substances, and thus the variation 
of density with depth is negligible. This is also the case for gases when the 
elevation change is not very large. The variation of density of liquids or 
gases with temperature can be significant, however, and may need to be 
considered when high accuracy is desired. Also, at great depths such as 
those encountered in oceans, the change in the density of a liquid can be 
significant because of the compression by the tremendous amount of liquid 
weight above. 

The gravitational acceleration g varies from 9.807 m/s? at sea level to 
9.764 m/s? at an elevation of 14,000 m where large passenger planes cruise. 
This is a change of just 0.4 percent in this extreme case. Therefore, g can be 
assumed to be constant with negligible error. 

For fluids whose density changes significantly with elevation, a relation 
for the variation of pressure with elevation can be obtained by dividing Eq. 


1-17 by Ax Az, and taking the limit as Az > 0. It gives 
= == (1-20) 
a PE 


The negative sign is due to our taking the positive z direction to be upward 
so that dP is negative when dz is positive since pressure decreases in an 
upward direction. When the variation of density with elevation is known, 


the pressure difference between points 1 and 2 can be determined by inte- 
gration to be 


2 
AP = P,- P, = -Í pg dz (1-21) 
1 


For constant density and constant gravitational acceleration, this relation 
reduces to Eq. 1-18, as expected. 

Pressure in a fluid at rest is independent of the shape or cross section of 
the container. It changes with the vertical distance, but remains constant in 
other directions. Therefore, the pressure is the same at all points on a hori- 
zontal plane in a given fluid. The Dutch mathematician Simon Stevin 
(1548-1620) published in 1586 the principle illustrated in Fig. 1-43. Note 
that the pressures at points A, B, C, D, E, F, and G are the same since they 
are at the same depth, and they are interconnected by the same static fluid. 
However, the pressures at points H and / are not the same since these two 
points cannot be interconnected by the same fluid (i.e., we cannot draw a 
curve from point J to point H while remaining in the same fluid at all 
times), although they are at the same depth. (Can you tell at which point the 
pressure is higher?) Also, the pressure force exerted by the fluid is always 
normal to the surface at the specified points. 

A consequence of the pressure in a fluid remaining constant in the hori- 
zontal direction is that the pressure applied to a confined fluid increases the 
pressure throughout by the same amount. This is called Pascal’s law, after 
Blaise Pascal (1623-1662). Pascal also knew that the force applied by a 
fluid is proportional to the surface area. He realized that two hydraulic 
cylinders of different areas could be connected, and the larger could be used 


Pas Ppa Pox Pp= Pea Pr= PG= Pam + pgh 
Py#tP, 


FIGURE 1-43 
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(2) P2 = Paim + pgh 


FIGURE 1-42 


Pressure in a liquid at rest increases 
linearly with distance from the free 
surface. 


The pressure is the same at all points on a horizontal plane in a given fluid regardless of geometry, provided that the 


points are interconnected by the same fluid. 
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FIGURE 1-44 


Lifting of a large weight by a small 
force by the application of Pascal’s 
law. 
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FIGURE 1-45 


The basic manometer. 


to exert a proportionally greater force than that applied to the smaller. “Pas- 
cal’s machine” has been the source of many inventions that are a part of our 
daily lives such as hydraulic brakes and lifts. This is what enables us to lift 
a car easily by one arm, as shown in Fig. 1-44. Noting that P, = P, since 
both pistons are at the same level (the effect of small height differences is 
negligible, especially at high pressures), the ratio of output force to input 
force is determined to be 


Fy F, F, A 
A A, Fi A 


P, =P, > (1-22) 
The area ratio A,/A, is called the ideal mechanical advantage of the 
hydraulic lift. Using a hydraulic car jack with a piston area ratio of A,/A, = 
10, for example, a person can lift a 1000-kg car by applying a force of just 
100 kgf (= 981 N). 


1-10 = THE MANOMETER 


We notice from Eq. 1-18 that an elevation change of Az in a fluid at rest 
corresponds to AP/pg, which suggests that a fluid column can be used to 
measure pressure differences. A device based on this principle is called a 
manometer, and it is commonly used to measure small and moderate pres- 
sure differences. A manometer mainly consists of a glass or plastic U-tube 
containing one or more fluids such as mercury, water, alcohol, or oil. To 
keep the size of the manometer to a manageable level, heavy fluids such as 
mercury are used if large pressure differences are anticipated. 

Consider the manometer shown in Fig. 1-45 that is used to measure the 
pressure in the tank. Since the gravitational effects of gases are negligible, the 
pressure anywhere in the tank and at position 1 has the same value. Further- 
more, since pressure in a fluid does not vary in the horizontal direction within 
a fluid, the pressure at point 2 is the same as the pressure at point 1, P, = P}. 

The differential fluid column of height h is in static equilibrium, and it is 
open to the atmosphere. Then the pressure at point 2 is determined directly 
from Eq. 1-19 to be 


P, = Pam + pgh (1-23) 


where p is the density of the fluid in the tube. Note that the cross-sectional 
area of the tube has no effect on the differential height h, and thus the pres- 
sure exerted by the fluid. However, the diameter of the tube should be large 
enough (more than a few millimeters) to ensure that the surface tension 
effect and thus the capillary rise is negligible. 


EXAMPLE 1-6 Measuring Pressure with a Manometer 


A manometer is used to measure the pressure in a tank. The fluid used has 
a specific gravity of 0.85, and the manometer column height is 55 cm, as 
shown in Fig. 1-46. If the local atmospheric pressure is 96 kPa, determine 
the absolute pressure within the tank. 
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Solution The reading of a manometer attached to a tank and the atmo- Pum = 96 kPa 


spheric pressure are given. The absolute pressure in the tank is to be deter- 
mined. 

Assumptions The fluid in the tank is a gas whose density is much lower 
than the density of manometer fluid. 

Properties The specific gravity of the manometer fluid is given to be 0.85. 
We take the standard density of water to be 1000 kg/m3. 

Analysis The density of the fluid is obtained by multiplying its specific 
gravity by the density of water, which is taken to be 1000 kg/m3: 


p = SG (pyo) = (0.85) (1000 kg/m*) = 850 kg/m? 


SG = 0.85 


Then from Eq. 1-23, FIGURE 1-46 
IP = IP Peh Schematic for Example 1-6. 


= 96 kPa + (850 kg/m?) (9.81 m/s?) (0.55 m) ( i a =) ( mus! 


= 100.6 kPa 


Discussion Note that the gage pressure in the tank is 4.6 kPa. 


Many engineering problems and some manometers involve multiple immis- 
cible fluids of different densities stacked on top of each other. Such systems 
can be analyzed easily by remembering that (1) the pressure change across a 
fluid column of height h is AP = pgh, (2) pressure increases downward ina FIGURE 1-47 
given fluid and decreases upward (1.€., Protom > Piop), and (3) two points at In stacked-up fluid layers, the pressure 
the same elevation in a continuous fluid at rest are at the same pressure. change across a fluid layer of density 

The last principle, which is a result of Pascal’s law, allows us to “jump” p and height A is pgh. 
from one fluid column to the next in manometers without worrying about 
pressure change as long as we don’t jump over a different fluid, and the 
fluid is at rest. Then the pressure at any point can be determined by starting 
with a point of known pressure and adding or subtracting pgh terms as we 
advance toward the point of interest. For example, the pressure at the 
bottom of the tank in Fig. 1-47 can be determined by starting at the free 
surface where the pressure is P tm, moving downward until we reach point 1 
at the bottom, and setting the result equal to P,. It gives 


A flow section 
or flow device 


Pam + pigh, + pagho + p3gh3 = P; 


In the special case of all fluids having the same density, this relation reduces 
to Eq. 1-23, as expected. 

Manometers are particularly well-suited to measure pressure drops across 
a horizontal flow section between two specified points due to the presence 
of a device such as a valve or heat exchanger or any resistance to flow. This 
is done by connecting the two legs of the manometer to these two points, as FIGURE 148 
shown in Fig. 1-48. The working fluid can be either a gas or a liquid whose Measuring the pressure drop across a 
density is p,. The density of the manometer fluid is p,, and the differential flow section or a flow device by a 


fluid height is h. differential manometer. 
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FIGURE 1-49 


Schematic for Example 1-7. (Drawing 
not to scale.) 


A relation for the pressure difference P, — P, can be obtained by starting 
at point 1 with P,, moving along the tube by adding or subtracting the pgh 
terms until we reach point 2, and setting the result equal to P}: 


P, + pig(a + h) — pogh — piga = P, (1-24) 


Note that we jumped from point A horizontally to point B and ignored the 
part underneath since the pressure at both points is the same. Simplifying, 


P, — Py = (pa — pi)gh (1-25) 


Note that the distance a has no effect on the result, but must be included in 
the analysis. Also, when the fluid flowing in the pipe is a gas, then p; < p, 
and the relation in Eq. 1-25 simplifies to P} — P, = pogh. 


EXAMPLE 1-7 Measuring Pressure with a Multifluid Manometer 


The water in a tank is pressurized by air, and the pressure is measured by a 
multifluid manometer as shown in Fig. 1-49. The tank is located on a 
mountain at an altitude of 1400 m where the atmospheric pressure is 85.6 
kPa. Determine the air pressure in the tank if A; = 0.1 m, h, = 0.2 m, and 
h, = 0.35 m. Take the densities of water, oil, and mercury to be 1000 
kg/m3, 850 kg/m, and 13,600 kg/m, respectively. 


Solution The pressure in a pressurized water tank is measured by a multi- 
fluid manometer. The air pressure in the tank is to be determined. 
Assumption The air pressure in the tank is uniform (i.e., its variation with 
elevation is negligible due to its low density), and thus we can determine the 
pressure at the air—water interface. 

Properties The densities of water, oil, and mercury are given to be 1000 
kg/m, 850 kg/m’, and 13,600 kg/m’, respectively. 

Analysis Starting with the pressure at point 1 at the air—water interface, 
moving along the tube by adding or subtracting the pgh terms until we reach 
point 2, and setting the result equal to Pam since the tube is open to the 
atmosphere gives 


P, aF Pwater8 al Poi Shy in Pmercury83 = Pes 
Solving for P) and substituting, 


Py = Poss T Pwaterghi J Poig IR Bravery G2 
= Eii ar 8 (Pmercury/t3 = Prad a Poih2) 
= 85.6 kPa + (9.81 m/s”)[ (13,600 kg/m°) (0.35m) — 1000 kg/m?) (0.1 m) 


Sead sep 02 m)I( 1 = —) ( | 


= 130 kPa 


Discussion Note that jumping horizontally from one tube to the next and 
realizing that pressure remains the same in the same fluid simplifies the 
analysis considerably. Also note that mercury is a toxic fluid, and mercury 
manometers and thermometers are being replaced by ones with safer fluids 
because of the risk of exposure to mercury vapor during an accident. 


Other Pressure Measurement Devices 


Another type of commonly used mechanical pressure measurement device 
is the Bourdon tube, named after the French engineer and inventor 
Eugene Bourdon (1808-1884), which consists of a hollow metal tube bent 
like a hook whose end is closed and connected to a dial indicator needle 
(Fig. 1-50). When the tube is open to the atmosphere, the tube is unde- 
flected, and the needle on the dial at this state is calibrated to read zero 
(gage pressure). When the fluid inside the tube is pressurized, the tube 
stretches and moves the needle in proportion to the pressure applied. 

Electronics have made their way into every aspect of life, including pres- 
sure measurement devices. Modern pressure sensors, called pressure trans- 
ducers, use various techniques to convert the pressure effect to an electrical 
effect such as a change in voltage, resistance, or capacitance. Pressure trans- 
ducers are smaller and faster, and they can be more sensitive, reliable, and 
precise than their mechanical counterparts. They can measure pressures 
from less than a millionth of 1 atm to several thousands of atm. 

A wide variety of pressure transducers is available to measure gage, 
absolute, and differential pressures in a wide range of applications. Gage 
pressure transducers use the atmospheric pressure as a reference by venting 
the back side of the pressure-sensing diaphragm to the atmosphere, and they 
give a zero signal output at atmospheric pressure regardless of altitude. The 
absolute pressure transducers are calibrated to have a zero signal output at 
full vacuum. Differential pressure transducers measure the pressure differ- 
ence between two locations directly instead of using two pressure transduc- 
ers and taking their difference. 

Strain-gage pressure transducers work by having a diaphragm deflect 
between two chambers open to the pressure inputs. As the diaphragm 
stretches in response to a change in pressure difference across it, the strain 
gage stretches and a Wheatstone bridge circuit amplifies the output. A 
capacitance transducer works similarly, but capacitance change is measured 
instead of resistance change as the diaphragm stretches. 

Piezoelectric transducers, also called solid-state pressure transducers, 
work on the principle that an electric potential is generated in a crystalline 
substance when it is subjected to mechanical pressure. This phenomenon, 
first discovered by brothers Pierre and Jacques Curie in 1880, is called the 
piezoelectric (or press-electric) effect. Piezoelectric pressure transducers 
have a much faster frequency response compared to the diaphragm units and 
are very suitable for high-pressure applications, but they are generally not as 
sensitive as the diaphragm-type transducers. 


1-11 = THE BAROMETER AND ATMOSPHERIC 
PRESSURE 


Atmospheric pressure is measured by a device called a barometer; thus, the 
atmospheric pressure is often referred to as the barometric pressure. 

The Italian Evangelista Torricelli (1608-1647) was the first to conclu- 
sively prove that the atmospheric pressure can be measured by inverting a 
mercury-filled tube into a mercury container that is open to the atmosphere, 
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FIGURE 1-50 


Various types of Bourdon tubes used 
to measure pressure. 
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FIGURE 1-51 


The basic barometer. 


Ai A, A, 
FIGURE 1-52 


The length or the cross-sectional area 
of the tube has no effect on the height 
of the fluid column of a barometer, 
provided that the tube diameter is 
large enough to avoid surface tension 
(capillary) effects. 


as shown in Fig. 1-51. The pressure at point B is equal to the atmospheric 
pressure, and the pressure at C can be taken to be zero since there is only 
mercury vapor above point C and the pressure is very low relative to Pm 
and can be neglected to an excellent approximation. Writing a force balance 
in the vertical direction gives 


Pam = pgh (1-26) 


where p is the density of mercury, g is the local gravitational acceleration, 
and h is the height of the mercury column above the free surface. Note that 
the length and the cross-sectional area of the tube have no effect on the 
height of the fluid column of a barometer (Fig. 1-52). 

A frequently used pressure unit is the standard atmosphere, which is 
defined as the pressure produced by a column of mercury 760 mm in height 
at 0°C (py, = 13,595 kg/m?) under standard gravitational acceleration (g = 
9.807 m/s’). If water instead of mercury were used to measure the standard 
atmospheric pressure, a water column of about 10.3 m would be needed. 
Pressure is sometimes expressed (especially by weather forecasters) in 
terms of the height of the mercury column. The standard atmospheric pres- 
sure, for example, is 760 mmHg (29.92 inHg) at 0°C. The unit mmHg is 
also called the torr in honor of Torricelli. Therefore, 1 atm = 760 torr and 1 
torr = 133.3 Pa. 

The standard atmospheric pressure P ım changes from 101.325 kPa at sea 
level to 89.88, 79.50, 54.05, 26.5, and 5.53 kPa at altitudes of 1000, 2000, 
5000, 10,000, and 20,000 meters, respectively. The standard atmospheric 
pressure in Denver (elevation = 1610 m), for example, is 83.4 kPa. 

Remember that the atmospheric pressure at a location is simply the 
weight of the air above that location per unit surface area. Therefore, it 
changes not only with elevation but also with weather conditions. 

The decline of atmospheric pressure with elevation has far-reaching rami- 
fications in daily life. For example, cooking takes longer at high altitudes 
since water boils at a lower temperature at lower atmospheric pressures. 
Nose bleeding is a common experience at high altitudes since the difference 
between the blood pressure and the atmospheric pressure is larger in this 
case, and the delicate walls of veins in the nose are often unable to with- 
stand this extra stress. 

For a given temperature, the density of air is lower at high altitudes, and 
thus a given volume contains less air and less oxygen. So it is no surprise 
that we tire more easily and experience breathing problems at high altitudes. 
To compensate for this effect, people living at higher altitudes develop more 
efficient lungs. Similarly, a 2.0-L car engine will act like a 1.7-L car engine 
at 1500 m altitude (unless it is turbocharged) because of the 15 percent drop 
in pressure and thus 15 percent drop in the density of air (Fig. 1-53). A fan 
or compressor will displace 15 percent less air at that altitude for the same 
volume displacement rate. Therefore, larger cooling fans may need to be 
selected for operation at high altitudes to ensure the specified mass flow 
rate. The lower pressure and thus lower density also affects lift and drag: 
airplanes need a longer runway at high altitudes to develop the required lift, 
and they climb to very high altitudes for cruising for reduced drag and thus 
better fuel efficiency. 
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EXAMPLE 1-8 Measuring Atmospheric Pressure 
with a Barometer 


Determine the atmospheric pressure at a location where the barometric read- 
ing is 740 mm Hg and the gravitational acceleration is g = 9.81 m/s?. 
Assume the temperature of mercury to be 10°C, at which its density is 
13,570 kg/m8. 


Solution The barometric reading at a location in height of mercury column 
is given. The atmospheric pressure is to be determined. FIGURE 1-53 
Assumptions The temperature of mercury is 10°C. 

Properties The density of mercury is given to be 13,570 kg/m?. 
Analysis From Eq. 1-26, the atmospheric pressure is determined to be 


At high altitudes, a car engine 
generates less power and a person gets 
less oxygen because of the lower 


Patm = pgh density of air. 
1N 1 kPa 
= (13,570 kg/m*) (9.81 m/s”) (0.74 ( )( ) 
( Se) US) T A GOO ae 
= 98.5 kPa 


Discussion Note that density changes with temperature, and thus this effect 
should be considered in calculations. 


EXAMPLE 1-9 Effect of Piston Weight on Pressure in a Cylinder 


The piston of a vertical piston—cylinder device containing a gas has a mass 
of 60 kg and a cross-sectional area of 0.04 m°, as shown in Fig. 1-54. The 
local atmospheric pressure is 0.97 bar, and the gravitational acceleration is 
9.81 m/s?. (a) Determine the pressure inside the cylinder. (b) If some heat is 
transferred to the gas and its volume is doubled, do you expect the pressure 
inside the cylinder to change? 


Solution A gas is contained in a vertical cylinder with a heavy piston. The 
pressure inside the cylinder and the effect of volume change on pressure are 
to be determined. 

Assumptions Friction between the piston and the cylinder is negligible. 
Analysis (a) The gas pressure in the piston—-cylinder device depends on the 
atmospheric pressure and the weight of the piston. Drawing the free-body 
diagram of the piston as shown in Fig. 1-54 and balancing the vertical 
forces yield 


PA = Pim A + W 


Solving for P and substituting, 
mg 
P = amn P 
60 kg) (9.81 m/s? 1N 1b 
Sports oe ( :)( = :) 
(0.04 m*) 1 kg -m/s 10° N/m 
ane FIGURE 1-54 
(b) The volume change will have no effect on the free-body diagram drawn in Schematic for Example 1-9, and the 


part (a), and therefore the pressure inside the cylinder will remain the same. 
Discussion |f the gas behaves as an ideal gas, the absolute temperature 
doubles when the volume is doubled at constant pressure. 


free-body diagram of the piston. 
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EXAMPLE 1-10 Hydrostatic Pressure in a Solar Pond 
with Variable Density 


Solar ponds are small artificial lakes of a few meters deep that are used to 
store solar energy. The rise of heated (and thus less dense) water to the sur- 
face is prevented by adding salt at the pond bottom. In a typical salt gradi- 
ent solar pond, the density of water increases in the gradient zone, as shown 
in Fig. 1-55, and the density can be expressed as 


| mw z 
= Irini — 
P = Po a'(2 ) 


where pg is the density on the water surface, z is the vertical distance mea- 
sured downward from the top of the gradient zone, and H is the thickness of 
the gradient zone. For H = 4 m, pọ = 1040 kg/m3, and a thickness of 0.8 
m for the surface zone, calculate the gage pressure at the bottom of the gra- 
dient zone. 


Solution The variation of density of saline water in the gradient zone of a 
solar pond with depth is given. The gage pressure at the bottom of the gradi- 
ent zone is to be determined. 

Assumptions The density in the surface zone of the pond is constant. 
Properties The density of brine on the surface is given to be 1040 kg/m3. 
Analysis \We label the top and the bottom of the gradient zone as 1 and 2, 
respectively. Noting that the density of the surface zone is constant, the gage 
pressure at the bottom of the surface zone (which is the top of the gradient 
zone) is 


1 kN 
1000 kg + m/s? 


P, = pgh, = (1040 kg/m’) (9.81 m/s”) (0.8 m)( ) = 8.16 kPa 


since 1 kN/m? = 1 kPa. The differential change in hydrostatic pressure 
across a vertical distance of dz is given by 
dP = pg dz 


Integrating from the top of the gradient zone (point 1 where z = QO) to any 
location z in the gradient zone (no subscript) gives 


z zZ 
P-P,= | pe ae > (P = IP) ar [ pot + tan Z) gaz 
I i 4H 


Sun 
Increasing salinity 
: and density 


Surface zone 


Gradient zone 


FIGURE 1-55 
Schematic for Example 1-10. 


Performing the integration gives the variation of gage pressure in the gradi- 
ent zone to be 


P= [Py + Ri b(t x z) 
= = Sin ye 10 lie oes 
1 T Pos T 4H 


Then the pressure at the bottom of the gradient zone (z = H = 
becomes 
7 : 4(4 m) 
P, = 8.16 kPa + (1040 kg/m”) (9.81 m/s*)——— 


T 


x sima (an Z4) ( A ) 
4 4/\ 1000 kg m/s? 


= 54.0 kPa (gage) 


Discussion The variation of gage pressure in the gradient zone with depth is 
plotted in Fig. 1-56. The dashed line indicates the hydrostatic pressure for 
the case of constant density at 1040 kg/m? and is given for reference. Note 
that the variation of pressure with depth is not linear when density varies 
with depth. 


1-12 = PROBLEM-SOLVING TECHNIQUE 


The first step in learning any science is to grasp the fundamentals and to gain 
a sound knowledge of it. The next step is to master the fundamentals by test- 
ing this knowledge. This is done by solving significant real-world problems. 
Solving such problems, especially complicated ones, require a systematic 
approach. By using a step-by-step approach, an engineer can reduce the solu- 
tion of a complicated problem into the solution of a series of simple prob- 
lems (Fig. 1-57). When you are solving a problem, we recommend that you 
use the following steps zealously as applicable. This will help you avoid 
some of the common pitfalls associated with problem solving. 


Step 1: Problem Statement 


In your own words, briefly state the problem, the key information given, 
and the quantities to be found. This is to make sure that you understand the 
problem and the objectives before you attempt to solve the problem. 


Step 2: Schematic 


Draw a realistic sketch of the physical system involved, and list the rele- 
vant information on the figure. The sketch does not have to be something 
elaborate, but it should resemble the actual system and show the key fea- 
tures. Indicate any energy and mass interactions with the surroundings. 
Listing the given information on the sketch helps one to see the entire 
problem at once. Also, check for properties that remain constant during a 
process (such as temperature during an isothermal process), and indicate 
them on the sketch. 
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FIGURE 1-56 


The variation of gage pressure with 
depth in the gradient zone of the solar 
pond. 
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FIGURE 1-57 


A step-by-step approach can greatly 
simplify problem solving. 
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Given: Air temperature in Denver 
To be found: Density of air 


Missing information: Atmospheric 
pressure 


Assumption #1: Take P = 1 atm 
(Inappropriate. Ignores effect of 
altitude. Will cause more than 
15% error.) 


Assumption #2: Take P = 0.83 atm 
(Appropriate. Ignores only minor 
effects such as weather.) 


FIGURE 1-58 

The assumptions made while solving 
an engineering problem must be 
reasonable and justifiable. 


Energy use: 


$80/yr 


Energy saved 
by insulation: 


$200/yr 


IMPOSSIBLE! 


FIGURE 1-59 


The results obtained from an 


engineering analysis must be checked 


for reasonableness. 


Step 3: Assumptions and Approximations 


State any appropriate assumptions and approximations made to simplify the 
problem to make it possible to obtain a solution. Justify the questionable 
assumptions. Assume reasonable values for missing quantities that are nec- 
essary. For example, in the absence of specific data for atmospheric pres- 
sure, it can be taken to be 1 atm. However, it should be noted in the analysis 
that the atmospheric pressure decreases with increasing elevation. For exam- 
ple, it drops to 0.83 atm in Denver (elevation 1610 m) (Fig. 1-58). 


Step 4: Physical Laws 


Apply all the relevant basic physical laws and principles (such as the con- 
servation of mass), and reduce them to their simplest form by utilizing the 
assumptions made. However, the region to which a physical law is applied 
must be clearly identified first. For example, the increase in speed of water 
flowing through a nozzle is analyzed by applying conservation of mass 
between the inlet and outlet of the nozzle. 


Step 5: Properties 


Determine the unknown properties at known states necessary to solve the 
problem from property relations or tables. List the properties separately, and 
indicate their source, if applicable. 


Step 6: Calculations 


Substitute the known quantities into the simplified relations and perform the 
calculations to determine the unknowns. Pay particular attention to the units 
and unit cancellations, and remember that a dimensional quantity without a 
unit is meaningless. Also, don’t give a false implication of high precision by 
copying all the digits from the screen of the calculator—round the results to 
an appropriate number of significant digits (see p. 38). 


Step 7: Reasoning, Verification, and Discussion 


Check to make sure that the results obtained are reasonable and intuitive, 
and verify the validity of the questionable assumptions. Repeat the calcula- 
tions that resulted in unreasonable values. For example, insulating a water 
heater that uses $80 worth of natural gas a year cannot result in savings of 
$200 a year (Fig. 1-59). 

Also, point out the significance of the results, and discuss their implica- 
tions. State the conclusions that can be drawn from the results, and any rec- 
ommendations that can be made from them. Emphasize the limitations 
under which the results are applicable, and caution against any possible mis- 
understandings and using the results in situations where the underlying 
assumptions do not apply. For example, if you determined that wrapping a 
water heater with a $20 insulation jacket will reduce the energy cost by $30 
a year, indicate that the insulation will pay for itself from the energy it saves 
in less than a year. However, also indicate that the analysis does not con- 
sider labor costs, and that this will be the case if you install the insulation 
yourself. 


Keep in mind that the solutions you present to your instructors, and any 
engineering analysis presented to others, is a form of communication. 
Therefore neatness, organization, completeness, and visual appearance are 
of utmost importance for maximum effectiveness. Besides, neatness also 
serves as a great checking tool since it is very easy to spot errors and incon- 
sistencies in neat work. Carelessness and skipping steps to save time often 
end up costing more time and unnecessary anxiety. 

The approach described here is used in the solved example problems with- 
out explicitly stating each step, as well as in the Solutions Manual of this 
text. For some problems, some of the steps may not be applicable or neces- 
sary. For example, often it is not practical to list the properties separately. 
However, we cannot overemphasize the importance of a logical and orderly 
approach to problem solving. Most difficulties encountered while solving a 
problem are not due to a lack of knowledge; rather, they are due to a lack of 
organization. You are strongly encouraged to follow these steps in problem 
solving until you develop your own approach that works best for you. 


Engineering Software Packages 


You may be wondering why we are about to undertake an in-depth study of 
the fundamentals of another engineering science. After all, almost all such 
problems we are likely to encounter in practice can be solved using one of 
several sophisticated software packages readily available in the market 
today. These software packages not only give the desired numerical results, 
but also supply the outputs in colorful graphical form for impressive presen- 
tations. It is unthinkable to practice engineering today without using some 
of these packages. This tremendous computing power available to us at the 
touch of a button is both a blessing and a curse. It certainly enables engi- 
neers to solve problems easily and quickly, but it also opens the door for 
abuses and misinformation. In the hands of poorly educated people, these 
software packages are as dangerous as sophisticated powerful weapons in 
the hands of poorly trained soldiers. 

Thinking that a person who can use the engineering software packages 
without proper training on fundamentals can practice engineering is like 
thinking that a person who can use a wrench can work as a car mechanic. If 
it were true that the engineering students do not need all these fundamental 
courses they are taking because practically everything can be done by com- 
puters quickly and easily, then it would also be true that the employers 
would no longer need high-salaried engineers since any person who knows 
how to use a word-processing program can also learn how to use those soft- 
ware packages. However, the statistics show that the need for engineers is 
on the rise, not on the decline, despite the availability of these powerful 
packages. 

We should always remember that all the computing power and the engi- 
neering software packages available today are just tools, and tools have 
meaning only in the hands of masters. Having the best word-processing pro- 
gram does not make a person a good writer, but it certainly makes the job of 
a good writer much easier and makes the writer more productive (Fig. 1-60). 
Hand calculators did not eliminate the need to teach our children how to add 
or subtract, and the sophisticated medical software packages did not take the 
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FIGURE 1-60 


An excellent word-processing 
program does not make a person a 
good writer; it simply makes a good 
writer a more efficient writer. 
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place of medical school training. Neither will engineering software packages 
replace the traditional engineering education. They will simply cause a shift 
in emphasis in the courses from mathematics to physics. That is, more time 
will be spent in the classroom discussing the physical aspects of the prob- 
lems in greater detail, and less time on the mechanics of solution procedures. 

All these marvelous and powerful tools available today put an extra bur- 
den on today’s engineers. They must still have a thorough understanding of 
the fundamentals, develop a “feel” of the physical phenomena, be able to 
put the data into proper perspective, and make sound engineering judg- 
ments, just like their predecessors. However, they must do it much better, 
and much faster, using more realistic models because of the powerful tools 
available today. The engineers in the past had to rely on hand calculations, 
slide rules, and later hand calculators and computers. Today they rely on 
software packages. The easy access to such power and the possibility of a 
simple misunderstanding or misinterpretation causing great damage make it 
more important today than ever to have solid training in the fundamentals of 
engineering. In this text we make an extra effort to put the emphasis on 
developing an intuitive and physical understanding of natural phenomena 
instead of on the mathematical details of solution procedures. 


Engineering Equation Solver (EES) 


EES is a program that solves systems of linear or nonlinear algebraic or dif- 
ferential equations numerically. It has a large library of built-in thermody- 
namic property functions as well as mathematical functions, and allows the 
user to supply additional property data. Unlike some software packages, 
EES does not solve engineering problems; it only solves the equations sup- 
plied by the user. Therefore, the user must understand the problem and for- 
mulate it by applying any relevant physical laws and relations. EES saves 
the user considerable time and effort by simply solving the resulting mathe- 
matical equations. This makes it possible to attempt significant engineering 
problems not suitable for hand calculations, and to conduct parametric stud- 
ies quickly and conveniently. EES is a very powerful yet intuitive program 
that is very easy to use, as shown in Examples 1—11 and 1-12. The use and 
capabilities of EES are explained in Appendix 3 on the enclosed DVD. 


EXAMPLE 1-11 Solving a System of Equations with EES 


The difference of two numbers is 4, and the sum of the squares of these two 
numbers is equal to the sum of the numbers plus 20. Determine these two 
numbers. 


Solution Relations are given for the difference and the sum of the squares 
of two numbers. They are to be determined. 

Analysis \We start the EES program by double-clicking on its icon, open a 
new file, and type the following on the blank screen that appears: 


x-y=4 


xA2+y*2 = xt+y+20 


which is an exact mathematical expression of the problem statement with x 
and y denoting the unknown numbers. The solution to this system of two 
nonlinear equations with two unknowns is obtained by a single click on the 
“calculator” icon on the taskbar. It gives 


x=5 and y=1 


Discussion Note that all we did is formulate the problem as we would on 
paper; EES took care of all the mathematical details of solution. Also note 
that equations can be linear or nonlinear, and they can be entered in any 
order with unknowns on either side. Friendly equation solvers such as EES 
allow the user to concentrate on the physics of the problem without worrying 
about the mathematical complexities associated with the solution of the 
resulting system of equations. 


EXAMPLE 1-12 Analyzing a Multifluid Manometer with EES 


Reconsider the multifluid manometer discussed in Example 1-7 and replot- 
ted in Fig. 1-61. Determine the air pressure in the tank using EES. Also 
determine what the differential fluid height ha would be for the same air 
pressure if the mercury in the last column were replaced by seawater with a 
density of 1030 kg/m. 


Solution The pressure in a water tank is measured by a multifluid 
manometer. The air pressure in the tank and the differential fluid height h 
if mercury is replaced by seawater are to be determined using EES. 

Analysis \We start the EES program by double-clicking on its icon, open a 
new file, and type the following on the blank screen that appears (we express 
the atmospheric pressure in Pa for unit consistency): 


g=9.81 

Patm=85600 

h1=0.1; h2=0.2; h3=0.35 
rw=1000; roil=850; rm=13600 
Pl+rw*g*h1+roil*g*h2-rm*g*h3=Patm 


Here P, is the only unknown, and it is determined by EES to be 
P, = 129647 Pa = 130 kPa 


which is identical to the result obtained before. The height of the fluid col- 
umn h when mercury is replaced by seawater is determined easily by 
replacing “h3=0.35”" by “P1=129647” and “rm=13600” by “rm=1030,” 
and clicking on the calculator symbol. It gives 


hy = 4.62m 


Discussion Note that we used the screen like a paper pad and wrote down 
the relevant information together with the applicable relations in an orga- 
nized manner. EES did the rest. Equations can be written on separate lines 
or on the same line by separating them by semicolons, and blank or com- 
ment lines can be inserted for readability. EES makes it very easy to ask 
“what if” questions, and to perform parametric studies, as explained in 
Appendix 3 on the DVD. 

EES also has the capability to check the equations for unit consistency if 
units are supplied together with numerical values. Units can be specified 
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FIGURE 1-61 
Schematic for Example 1-12. 
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Given: 
Volume: V=3.75 L 


Density: p = 0.845 kg/L 
(3 significant digits) 
Also, 3.75 X 0.845 = 3.16875 


Find: 
Mass: m = pV = 3.16875 kg 


Rounding to 3 significant digits: 


m=3.17kg 


FIGURE 1-62 


A result with more significant digits 
than that of given data falsely implies 
more accuracy. 


within brackets [ ] after the specified value. When this feature is utilized, 
the previous equations would take the following form: 


g=9.81 [m/s*2] 

Patm=85600 [Pa] 

h1=0.1 [m]; h2=0.2 [m]; h3=0.35 [m] 

rw=1000 [kg/m%3]; roil=850 [kg/m43]; rm=13600 [kg/m‘3] 
Pl+rw*g*h1+roil*g*h2-rm*g*h3=Patm 


A Remark on Significant Digits 


In engineering calculations, the information given is not known to more 
than a certain number of significant digits, usually three digits. Conse- 
quently, the results obtained cannot possibly be accurate to more significant 
digits. Reporting results in more significant digits implies greater accuracy 
than exists, and it should be avoided. 

For example, consider a 3.75-L container filled with gasoline whose den- 
sity is 0.845 kg/L, and try to determine its mass. Probably the first thought 
that comes to your mind is to multiply the volume and density to obtain 
3.16875 kg for the mass, which falsely implies that the mass determined is 
accurate to six significant digits. In reality, however, the mass cannot be 
more accurate than three significant digits since both the volume and the 
density are accurate to three significant digits only. Therefore, the result 
should be rounded to three significant digits, and the mass should be 
reported to be 3.17 kg instead of what appears in the screen of the calcula- 
tor. The result 3.16875 kg would be correct only if the volume and density 
were given to be 3.75000 L and 0.845000 kg/L, respectively. The value 3.75 
L implies that we are fairly confident that the volume is accurate within 
+0.01 L, and it cannot be 3.74 or 3.76 L. However, the volume can be 
3.746, 3.750, 3.753, etc., since they all round to 3.75 L (Fig. 1-62). It is 
more appropriate to retain all the digits during intermediate calculations, 
and to do the rounding in the final step since this is what a computer will 
normally do. 

When solving problems, we will assume the given information to be 
accurate to at least three significant digits. Therefore, if the length of a pipe 
is given to be 40 m, we will assume it to be 40.0 m in order to justify using 
three significant digits in the final results. You should also keep in mind that 
all experimentally determined values are subject to measurement errors, and 
such errors will reflect in the results obtained. For example, if the density of 
a substance has an uncertainty of 2 percent, then the mass determined using 
this density value will also have an uncertainty of 2 percent. 

You should also be aware that we sometimes knowingly introduce small 
errors in order to avoid the trouble of searching for more accurate data. For 
example, when dealing with liquid water, we just use the value of 1000 
kg/m? for density, which is the density value of pure water at 0°C. Using 
this value at 75°C will result in an error of 2.5 percent since the density at 
this temperature is 975 kg/m?. The minerals and impurities in the water will 
introduce additional error. This being the case, you should have no reserva- 
tion in rounding the final results to a reasonable number of significant dig- 
its. Besides, having a few percent uncertainty in the results of engineering 
analysis is usually the norm, not the exception. 
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SUMMARY 


In this chapter, the basic concepts of thermodynamics are 
introduced and discussed. Thermodynamics is the science that 
primarily deals with energy. The first law of thermodynamics 
is simply an expression of the conservation of energy princi- 
ple, and it asserts that energy is a thermodynamic property. 
The second law of thermodynamics asserts that energy has 
quality as well as quantity, and actual processes occur in the 
direction of decreasing quality of energy. 

A system of fixed mass is called a closed system, or control 
mass, and a system that involves mass transfer across its 
boundaries is called an open system, or control volume. The 
mass-dependent properties of a system are called extensive 
properties and the others intensive properties. Density is mass 
per unit volume, and specific volume is volume per unit mass. 

A system is said to be in thermodynamic equilibrium if it 
maintains thermal, mechanical, phase, and chemical equilib- 
rium. Any change from one state to another is called a 
process. A process with identical end states is called a cycle. 
During a quasi-static or quasi-equilibrium process, the sys- 
tem remains practically in equilibrium at all times. The state 
of a simple, compressible system is completely specified by 
two independent, intensive properties. 

The zeroth law of thermodynamics states that two bodies 
are in thermal equilibrium if both have the same temperature 
reading even if they are not in contact. 

The temperature scales used in the SI and the English sys- 
tem today are the Celsius scale and the Fahrenheit scale, 
respectively. They are related to absolute temperature scales by 


T(K) = T(°C) + 273.15 
T(R) = T(°F) + 459.67 


The magnitudes of each division of 1 K and 1°C are identi- 
cal, and so are the magnitudes of each division of 1 R and 
1°F. Therefore, 


AT(K) = AT(°C) and AT(R) = AT(°F) 


The normal force exerted by a fluid per unit area is 
called pressure, and its unit is the pascal, 1 Pa = 1 N/m’. 
The pressure relative to absolute vacuum is called the 
absolute pressure, and the difference between the absolute 
pressure and the local atmospheric pressure is called the 
gage pressure. Pressures below atmospheric pressure are 
called vacuum pressures. The absolute, gage, and vacuum 
pressures are related by 


P age = Paps = Patm 


P 


(for pressures above Paim) 


= Pam Pie (for pressures below Pam) 


vac atm 


The pressure at a point in a fluid has the same magnitude in 
all directions. The variation of pressure with elevation is 
given by 
dP 
dz 
where the positive z direction is taken to be upward. When 


the density of the fluid is constant, the pressure difference 
across a fluid layer of thickness Az is 


AP = P, — P, = pg Az 


TPE 


The absolute and gage pressures in a liquid open to the atmo- 
sphere at a depth h from the free surface are 


P= Pam + pgh or Page = pgh 


Small to moderate pressure differences are measured by a 
manometer. The pressure in a stationary fluid remains con- 
stant in the horizontal direction. Pascal’s principle states that 
the pressure applied to a confined fluid increases the pressure 
throughout by the same amount. The atmospheric pressure is 
measured by a barometer and is given by 


Pam = pgh 
where h is the height of the liquid column. 
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PROBLEMS* 


Thermodynamics 


1-1C What is the difference between the classical and the 
statistical approaches to thermodynamics? 


1-2C Why does a bicyclist pick up speed on a downhill 
road even when he is not pedaling? Does this violate the con- 
servation of energy principle? 


1-3C An office worker claims that a cup of cold coffee on 
his table warmed up to 80°C by picking up energy from the 
surrounding air, which is at 25°C. Is there any truth to his 
claim? Does this process violate any thermodynamic laws? 


Mass, Force, and Units 


1-4C What is the difference between pound-mass and 
pound-force? 


1-5C What is the difference between kg-mass and kg- 
force? 


1-6C What is the net force acting on a car cruising at a 
constant velocity of 70 km/h (a) on a level road and (b) on an 
uphill road? 


1-7 A 3-kg plastic tank that has a volume of 0.2 m’ is filled 
with liquid water. Assuming the density of water is 1000 
kg/m, determine the weight of the combined system. 


1-8 Determine the mass and the weight of the air contained in 
a room whose dimensions are 6 m X 6 m X 8 m. Assume the 
density of the air is 1.16 kg/m’. Answers: 334.1 kg, 3277 N 


1-9 At 45° latitude, the gravitational acceleration as a func- 
tion of elevation z above sea level is given by g = a — bz, 
where a = 9.807 m/s? and b = 3.32 X 10°° s~. Determine 
the height above sea level where the weight of an object will 
decrease by 1 percent. Answer: 29,539 m 


1-10E A 150-lbm astronaut took his bathroom scale (a 
spring scale) and a beam scale (compares masses) to the 
moon where the local gravity is g = 5.48 ft/s?. Determine 
how much he will weigh (a) on the spring scale and (b) on 
the beam scale. Answers: (a) 25.5 Ibf; (b) 150 Ibf 


1-11 The acceleration of high-speed aircraft is sometimes 
expressed in g’s (in multiples of the standard acceleration of 
gravity). Determine the upward force, in N, that a 90-kg man 
would experience in an aircraft whose acceleration is 6 g’s. 


*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with the @ icon are solved using EES, and complete 
solutions together with parametric studies are included on the 
enclosed DVD. Problems with the § icon are comprehensive in 
nature and are intended to be solved with a computer, preferably 
using the EES software that accompanies this text. 


1-12 (a > A 5-kg rock is thrown upward with a force of 
<@” 150 N at a location where the local gravitational 


acceleration is 9.79 m/s?. Determine the acceleration of the 
rock, in m/s?. 


1-13 Solve Prob. 1-12 using EES (or other) software. 
SS Print out the entire solution, including the 


numerical results with proper units. 


1-14 The value of the gravitational acceleration g decreases 
with elevation from 9.807 m/s? at sea level to 9.767 m/s? at 
an altitude of 13,000 m, where large passenger planes cruise. 
Determine the percent reduction in the weight of an airplane 
cruising at 13,000 m relative to its weight at sea level. 


Systems, Properties, State, and Processes 


1-15C A large fraction of the thermal energy generated in 
the engine of a car is rejected to the air by the radiator 
through the circulating water. Should the radiator be analyzed 
as a closed system or as an open system? Explain. 


FIGURE P1-15C 


© The McGraw-Hill Companies, Inc./Jill Braaten, photographer 


1-16C A can of soft drink at room temperature is put into 
the refrigerator so that it will cool. Would you model the can 
of soft drink as a closed system or as an open system? 
Explain. 

1-17C What is the difference between intensive and exten- 
sive properties? 

1-18C For a system to be in thermodynamic equilibrium, 
do the temperature and the pressure have to be the same 
everywhere? 

1-19C What is a quasi-equilibrium process? What is its 
importance in engineering? 


1-20C Define the isothermal, isobaric, and isochoric 


processes. 
1-21C What is the state postulate? 
1-22C Is the state of the air in an isolated room completely 


specified by the temperature and the pressure? Explain. 


1-23C What is a steady-flow process? 
1-24C What is specific gravity? How is it related to density? 


1-25 The density of atmospheric air varies with eleva- 

SS tion, decreasing with increasing altitude. (a) Using 
the data given in the table, obtain a relation for the variation of 
density with elevation, and calculate the density at an elevation 
of 7000 m. (b) Calculate the mass of the atmosphere using the 
correlation you obtained. Assume the earth to be a perfect 
sphere with a radius of 6377 km, and take the thickness of the 
atmosphere to be 25 km. 


z, km p, kg/m? 
6377 1.225 
6378 1.112 
6379 1.007 
6380 0.9093 
6381 0.8194 
6382 0.7364 
6383 0.6601 
6385 0.5258 
6387 0.4135 
6392 0.1948 
6397 0.08891 
6402 0.04008 


Temperature 
1-26C What is the zeroth law of thermodynamics? 


1-27C What are the ordinary and absolute temperature 
scales in the SI and the English system? 


1-28C Consider an alcohol and a mercury thermometer 
that read exactly 0°C at the ice point and 100°C at the steam 
point. The distance between the two points is divided into 
100 equal parts in both thermometers. Do you think these 
thermometers will give exactly the same reading at a temper- 
ature of, say, 60°C? Explain. 


1-29 The deep body temperature of a healthy person is 
37°C. What is it in kelvins? 


1-30E Consider a system whose temperature is 18°C. 
Express this temperature in R, K, and °F. 


1-31 The temperature of a system rises by 15°C during a 
heating process. Express this rise in temperature in kelvins. 


1-32E The temperature of a system drops by 45°F during a 
cooling process. Express this drop in temperature in K, R, 
and °C. 


1-33 Consider two closed systems A and B. System A con- 
tains 3000 kJ of thermal energy at 20°C, whereas system B 
contains 200 kJ of thermal energy at 50°C. Now the systems 
are brought into contact with each other. Determine the direc- 
tion of any heat transfer between the two systems. 
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Pressure, Manometer, and Barometer 


1-34C What is the difference between gage pressure and 
absolute pressure? 


1-35C Explain why some people experience nose bleeding 
and some others experience shortness of breath at high eleva- 
tions. 


1-36C Someone claims that the absolute pressure in a liq- 
uid of constant density doubles when the depth is doubled. 
Do you agree? Explain. 


1-37C_ A tiny steel cube is suspended in water by a string. 
If the lengths of the sides of the cube are very small, how 
would you compare the magnitudes of the pressures on the 
top, bottom, and side surfaces of the cube? 


1-38C Express Pascal’s law, and give a real-world example 
of it. 


1-39C Consider two identical fans, one at sea level and the 
other on top of a high mountain, running at identical speeds. 
How would you compare (a) the volume flow rates and 
(b) the mass flow rates of these two fans? 


1-40 A vacuum gage connected to a chamber reads 35 kPa 
at a location where the atmospheric pressure is 92 kPa. 
Determine the absolute pressure in the chamber. 


1-41E A manometer is used to measure the air pressure in 
a tank. The fluid used has a specific gravity of 1.25, and the 
differential height between the two arms of the manometer is 
28 in. If the local atmospheric pressure is 12.7 psia, deter- 
mine the absolute pressure in the tank for the cases of the 
manometer arm with the (a) higher and (b) lower fluid level 
being attached to the tank. 


1-42 The water in a tank is pressurized by air, and the 
pressure is measured by a multifluid manometer as shown in 
Fig. P1—42. Determine the gage pressure of air in the tank if 


FIGURE P1-42 
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h, = 0.2 m, h, = 0.3 m, and h, = 0.46 m. Take the densities 
of water, oil, and mercury to be 1000 kg/m?, 850 kg/m?, and 
13,600 kg/m?, respectively. 


Thermodynamics 


1-43 Determine the atmospheric pressure at a location 
where the barometric reading is 750 mm Hg. Take the density 
of mercury to be 13,600 kg/m’. 


1-44 The gage pressure in a liquid at a depth of 3 m is read 
to be 28 kPa. Determine the gage pressure in the same liquid 
at a depth of 9 m. 


1-45 The absolute pressure in water at a depth of 5 m is 
read to be 145 kPa. Determine (a) the local atmospheric pres- 
sure, and (b) the absolute pressure at a depth of 5 m in a liq- 
uid whose specific gravity is 0.85 at the same location. 


1-46E Show that 1 kgf/cm? = 14.223 psi. 


1-47E A 200-pound man has a total foot imprint area of 72 
in. Determine the pressure this man exerts on the ground if 
(a) he stands on both feet and (b) he stands on one foot. 


1-48 Consider a 70-kg woman who has a total foot imprint 
area of 400 cm?. She wishes to walk on the snow, but the 
snow cannot withstand pressures greater than 0.5 kPa. Deter- 
mine the minimum size of the snowshoes needed (imprint 
area per shoe) to enable her to walk on the snow without 
sinking. 

1-49 A vacuum gage connected to a tank reads 15 kPa at a 
location where the barometric reading is 750 mm Hg. Deter- 
mine the absolute pressure in the tank. Take Pug = 13,590 
kg/m’. Answer: 85.0 kPa 


1-50E A pressure gage connected to a tank reads 50 psi at 
a location where the barometric reading is 29.1 mm Hg. 
Determine the absolute pressure in the tank. Take py, = 
848.4 lbm/ft?. Answer: 64.3 psia 


1-51 A pressure gage connected to a tank reads 500 kPa at 
a location where the atmospheric pressure is 94 kPa. Deter- 
mine the absolute pressure in the tank. 


1-52 The barometer of a mountain hiker reads 930 mbars 
at the beginning of a hiking trip and 780 mbars at the end. 
Neglecting the effect of altitude on local gravitational accel- 
eration, determine the vertical distance climbed. Assume an 
average air density of 1.20 kg/m’. Answer: 1274 m 


1-53 The basic barometer can be used to measure the 
height of a building. If the barometric readings at the top and 
at the bottom of a building are 730 and 755 mm Hg, respec- 
tively, determine the height of the building. Take the densities 
of air and mercury to be 1.18 kg/m? and 13,600 kg/m’, 
respectively. 


FIGURE P1-53 
© Vol. 74/Corbis 


1-54 Solve Prob. 1-53 using EES (or other) software. 
SS Print out the entire solution, including the 
numerical results with proper units. 


1-55 Determine the pressure exerted on a diver at 30 m 
below the free surface of the sea. Assume a barometric pres- 
sure of 101 kPa and a specific gravity of 1.03 for seawater. 
Answer: 404.0 kPa 


1-56E Determine the pressure exerted on the surface of a 
submarine cruising 175 ft below the free surface of the sea. 
Assume that the barometric pressure is 14.7 psia and the spe- 
cific gravity of seawater is 1.03. 


1-57 A gas is contained in a vertical, frictionless 
piston—cylinder device. The piston has a mass of 4 kg and a 
cross-sectional area of 35 cm?. A compressed spring above 
the piston exerts a force of 60 N on the piston. If the atmo- 
spheric pressure is 95 kPa, determine the pressure inside the 
cylinder. Answer: 123.4 kPa 


FIGURE P1-57 


1-58 Reconsider Prob. 1-57. Using EES (or other) 

SS software, investigate the effect of the spring 
force in the range of 0 to 500 N on the pressure inside the 
cylinder. Plot the pressure against the spring force, and dis- 
cuss the results. 


1-59 Both a gage and a manometer are attached to a 
© : ; 

es) gas tank to measure its pressure. If the reading on 

the pressure gage is 80 kPa, determine the distance between 

the two fluid levels of the manometer if the fluid is (a) mer- 
cury (p = 13,600 kg/m?) or (b) water (p = 1000 kg/m’). 


P, = 80 kPa 


FIGURE P1-59 


1-60 Reconsider Prob. 1-59. Using EES (or other) 

SS software, investigate the effect of the manometer 
fluid density in the range of 800 to 13,000 kg/m? on the dif- 
ferential fluid height of the manometer. Plot the differential 
fluid height against the density, and discuss the results. 


1-61 A manometer containing oil (9 = 850 kg/m?) is 
attached to a tank filled with air. If the oil-level difference 
between the two columns is 60 cm and the atmospheric pres- 
sure is 98 kPa, determine the absolute pressure of the air in 
the tank. Answer: 103 kPa 


1-62 A mercury manometer (p = 13,600 kg/m*) is con- 
nected to an air duct to measure the pressure inside. The differ- 
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ence in the manometer levels is 15 mm, and the atmospheric 
pressure is 100 kPa. (a) Judging from Fig. P1—62, determine if 
the pressure in the duct is above or below the atmospheric 
pressure. (b) Determine the absolute pressure in the duct. 


AIR 


FIGURE P1-62 


1-63 Repeat Prob. 1-62 for a differential mercury height of 
45 mm. 


1-64 Blood pressure is usually measured by wrapping a 
closed air-filled jacket equipped with a pressure gage around 
the upper arm of a person at the level of the heart. Using a 
mercury manometer and a stethoscope, the systolic pressure 
(the maximum pressure when the heart is pumping) and the 
diastolic pressure (the minimum pressure when the heart is 
resting) are measured in mm Hg. The systolic and diastolic 
pressures of a healthy person are about 120 mm Hg and 80 
mm Hg, respectively, and are indicated as 120/80. Express both 
of these gage pressures in kPa, psi, and meter water column. 


1-65 The maximum blood pressure in the upper arm of a 
healthy person is about 120 mm Hg. If a vertical tube open to 
the atmosphere is connected to the vein in the arm of the per- 
son, determine how high the blood will rise in the tube. Take 
the density of the blood to be 1050 kg/m. 


FIGURE P1-65 
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1-66 Consider a 1.8-m-tall man standing vertically in water 
and completely submerged in a pool. Determine the differ- 
ence between the pressures acting at the head and at the toes 
of this man, in kPa. 


Thermodynamics 


1-67 Consider a U-tube whose arms are open to the atmo- 
sphere. Now water is poured into the U-tube from one arm, 
and light oil (9 = 790 kg/m?) from the other. One arm con- 
tains 70-cm-high water, while the other arm contains both 
fluids with an oil-to-water height ratio of 4. Determine the 
height of each fluid in that arm. 


Oil 
70 cm 
‘Water 


FIGURE P1-67 


1-68 The hydraulic lift in a car repair shop has an output 
diameter of 30 cm and is to lift cars up to 2000 kg. Deter- 
mine the fluid gage pressure that must be maintained in the 
reservoir. 


1-69 Freshwater and seawater flowing in parallel horizontal 
pipelines are connected to each other by a double U-tube 
manometer, as shown in Fig. P1—69. Determine the pressure 
difference between the two pipelines. Take the density of sea- 
water at that location to be p = 1035 kg/m. Can the air col- 
umn be ignored in the analysis? 


Air 


Mercury 


FIGURE P1-69 


1-70 Repeat Prob. 1-69 by replacing the air with oil whose 
specific gravity is 0.72. 

1-71E The pressure in a natural gas pipeline is measured by 
the manometer shown in Fig. P1-71E with one of the arms 
open to the atmosphere where the local atmospheric pressure 
is 14.2 psia. Determine the absolute pressure in the pipeline. 


4 
2in 
4 
ry 
25 in 
h A 
Mercury 
SG= 13.6 
Water 


FIGURE P1-71E 
1-72E Repeat Prob. 1-71E by replacing air by oil with a 
specific gravity of 0.69. 


1-73 The gage pressure of the air in the tank shown in Fig. 
P1-73 is measured to be 80 kPa. Determine the differential 
height h of the mercury column. 


80 kPa 


FIGURE P1-73 


1-74 Repeat Prob. 1-73 for a gage pressure of 40 kPa. 


1-75 The top part of a water tank is divided into two com- 
partments, as shown in Fig. P1-75. Now a fluid with an 


z ; 
80 cm 
4— 
WATER 95 cm 
50 cm 
FIGURE P1-75 


unknown density is poured into one side, and the water level 
rises a certain amount on the other side to compensate for 
this effect. Based on the final fluid heights shown on the fig- 
ure, determine the density of the fluid added. Assume the 
liquid does not mix with water. 


1-76 Consider a double-fluid manometer attached to an air 
pipe shown in Fig. P1-76. If the specific gravity of one fluid 
is 13.55, determine the specific gravity of the other fluid for 
the indicated absolute pressure of air. Take the atmospheric 
Answer: 5.0 


pressure to be 100 kPa. 


SG, = 13.55 


FIGURE P1-76 


1-77 Consider the system shown in Fig. P1—77. If a change 
of 0.7 kPa in the pressure of air causes the brine—mercury 
interface in the right column to drop by 5 mm in the brine 
level in the right column while the pressure in the brine pipe 
remains constant, determine the ratio of A,/A,. 


Air 


Area, A; 


FIGURE P1-77 
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1-78 A multifluid container is connected to a U-tube, as 
shown in Fig. P1-78. For the given specific gravities and 
fluid column heights, determine the gage pressure at A. Also 
determine the height of a mercury column that would create 
the same pressure at A. Answers: 0.471 kPa, 0.353 cm 


FIGURE P1-78 


Solving Engineering Problems and EES 

1-79C What is the value of the engineering software pack- 
ages in (a) engineering education and (b) engineering prac- 
tice? 


1-80 Determine a positive real root of this equation 
SS using EES: 
2 = 10x% — 3x = -3 
1-81 Solve this system of two equations with two 
SS unknowns using EES: 
e-—y =7.75 
3xy + y = 3.5 
1-82 Solve this system of three equations with three 


SS unknowns using EES: 
2x-ytz=5 
3x + 2y=z+2 
xy + 2z=8 
1-83 Solve this system of three equations with three 
SS unknowns using EES: 
xry-z=1 
x— 3~ + xz = -2 


x+y-—z=2 
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1-84E gS Specific heat is defined as the amount of 

SS energy needed to increase the temperature of a 
unit mass of a substance by one degree. The specific heat of 
water at room temperature is 4.18 kJ/kg + °C in SI unit 
system. Using the unit conversion function capability of 
EES, express the specific heat of water in (a) kJ/kg > K, 
(b) Btu/lbm - F, (c) Btu/lbm - R, and (d) kCal/kg + °C units. 
Answers: (a) 4.18, (b) (c) (d) 0.9984 


Thermodynamics 


Review Problems 


1-85 A hydraulic lift is to be used to lift a 2500 kg weight 
by putting a weight of 25 kg on a piston with a diameter of 
10 cm. Determine the diameter of the piston on which the 
weight is to be placed. 


|r 


25 
kg 


10 Dy 
cm 


FIGURE P1-85 


1-86 A vertical piston—cylinder device contains a gas at a 
pressure of 100 kPa. The piston has a mass of 5 kg and a diam- 
eter of 12 cm. Pressure of the gas is to be increased by placing 
some weights on the piston. Determine the local atmospheric 
pressure and the mass of the weights that will double the pres- 
sure of the gas inside the cylinder. Answers: 95.7 kPa, 115.3 kg 


WEIGHTS 


FIGURE P1-86 


1-87 The pilot of an airplane reads the altitude 3000 m and 
the absolute pressure 58 kPa when flying over a city. Calcu- 
late the local atmospheric pressure in that city in kPa and in 
mm Hg. Take the densities of air and mercury to be 1.15 
kg/m} and 13,600 kg/m, respectively. 


Altitude: 3 km 
P=58kPa 


FIGURE P1-87 


1-88 The weight of bodies may change somewhat from one 
location to another as a result of the variation of the gravita- 
tional acceleration g with elevation. Accounting for this vari- 
ation using the relation in Prob. 1-9, determine the weight of 
an 80-kg person at sea level (z = 0), in Denver (z = 1610 m), 
and on the top of Mount Everest (z = 8848 m). 


1-89 A man goes to a traditional market to buy a steak for 
dinner. He finds a 12-0z steak (1 Ibm = 16 oz) for $3.15. He 
then goes to the adjacent international market and finds a 
320-g steak of identical quality for $2.80. Which steak is the 
better buy? 


1-90 The reactive force developed by a jet engine to push 
an airplane forward is called thrust, and the thrust developed 
by the engine of a Boeing 777 is about 85,000 lbf. Express 
this thrust in N and kgf. 


1-91E The efficiency of a refrigerator increases by 3 per- 
cent for each °C rise in the minimum temperature in the 
device. What is the increase in the efficiency for each (a) K, 
(b) °F, and (c) R rise in temperature? 


1-92E The boiling temperature of water decreases by about 
3°C for each 1000-m rise in altitude. What is the decrease in 
the boiling temperature in (a) K, (b) °F, and (c) R for each 
1000-m rise in altitude? 


1-93E The average body temperature of a person rises by 
about 2°C during strenuous exercise. What is the rise in the 
body temperature in (a) K, (b) °F, and (c) R during strenuous 
exercise? 

1-94E Hyperthermia of 5°C (i.e., 5°C rise above the nor- 
mal body temperature) is considered fatal. Express this fatal 
level of hyperthermia in (a) K, (b) °F, and (c) R. 

1-95E A house is losing heat at a rate of 4500 kJ/h per °C 
temperature difference between the indoor and the outdoor 
temperatures. Express the rate of heat loss from this house 
per (a) K, (b) °F, and (c) R difference between the indoor and 
the outdoor temperature. 


1-96 The average temperature of the atmosphere in the 
world is approximated as a function of altitude by the relation 


Tam = 288.15 — 6.5z 


where Tm is the temperature of the atmosphere in K and z is 
the altitude in km with z = O at sea level. Determine the 
average temperature of the atmosphere outside an airplane 


that is cruising at an altitude of 12,000 m. 


1-97 Joe Smith, an old-fashioned engineering student, 
believes that the boiling point of water is best suited for use as 
the reference point on temperature scales. Unhappy that the 
boiling point corresponds to some odd number in the current 
absolute temperature scales, he has proposed a new absolute 
temperature scale that he calls the Smith scale. The temperature 
unit on this scale is smith, denoted by S, and the boiling point 
of water on this scale is assigned to be 1000 S. From a thermo- 
dynamic point of view, discuss if it is an acceptable temperature 
scale. Also, determine the ice point of water on the Smith scale 
and obtain a relation between the Smith and Celsius scales. 


1-98E It is well-known that cold air feels much colder in 
windy weather than what the thermometer reading indicates 
because of the “chilling effect” of the wind. This effect is due 
to the increase in the convection heat transfer coefficient with 
increasing air velocities. The equivalent wind chill tempera- 
ture in °F is given by [ASHRAE, Handbook of Fundamentals 
(Atlanta, GA, 1993), p. 8.15] 


Tequiv = 91.4 — (91.4 = Tamben) 
x (0.475 — 0.0203V + 0.304VV) 


where V is the wind velocity in mi/h and T mbient 18 the ambi- 
ent air temperature in °F in calm air, which is taken to be air 
with light winds at speeds up to 4 mi/h. The constant 91.4°F 
in the given equation is the mean skin temperature of a rest- 
ing person in a comfortable environment. Windy air at tem- 
perature T mbient and velocity V will feel as cold as the calm 
air at temperature T,,,;,. Using proper conversion factors, 
obtain an equivalent relation in SI units where V is the wind 
velocity in km/h and T, is the ambient air temperature in 


mbient 
°C. 
Answer: Tenn =33- 0-330 Tine) 
x(0.475 — 0.0126V + 0.240VV) 
1-99E Reconsider Problem 1-98E. Using EES (or 


SS other) software, plot the equivalent wind chill 
temperatures in °F as a function of wind velocity in the range 
of 4 to 100 mph for the ambient temperatures of 20, 40, and 
60°F. Discuss the results. 


1-100 An air-conditioning system requires a 20-m-long 
section of 15-cm diameter duct work to be laid underwater. 
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Determine the upward force the water will exert on the duct. 
Take the densities of air and water to be 1.3 kg/m? and 1000 
kg/m, respectively. 


1-101 Balloons are often filled with helium gas because it 
weighs only about one-seventh of what air weighs under 
identical conditions. The buoyancy force, which can be 
expressed as F, = Purg Vpalloon Will push the balloon upward. 
If the balloon has a diameter of 10 m and carries two people, 
70 kg each, determine the acceleration of the balloon when it 
is first released. Assume the density of air is p = 1.16 kg/m’, 


and neglect the weight of the ropes and the cage. Answer: 
16.5 m/s? 

HELIUM À 

= 10m 

PHe =F Pair 

m= 140 kg 

FIGURE P1-101 

1-102 Reconsider Prob. 1-101. Using EES (or other) 


& software, investigate the effect of the number 
of people carried in the balloon on acceleration. Plot the 
acceleration against the number of people, and discuss the 
results. 


1-103 Determine the maximum amount of load, in kg, 
the balloon described in Prob. 1-101 can carry. Answer: 
520.5 ke 


1-104E The pressure in a steam boiler is given to be 
92 kgf/cm?. Express this pressure in psi, kPa, atm, and bars. 


1-105 The basic barometer can be used as an altitude- 
measuring device in airplanes. The ground control reports a 
barometric reading of 753 mm Hg while the pilot’s reading is 
690 mm Hg. Estimate the altitude of the plane from ground 
level if the average air density is 1.20 kg/m?. Answer: 714 m 
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1-106 The lower half of a 10-m-high cylindrical container 
is filled with water (9 = 1000 kg/m?) and the upper half with 
oil that has a specific gravity of 0.85. Determine the pressure 
difference between the top and bottom of the cylinder. 
Answer: 90.7 kPa 


Thermodynamics 


WATER 


FIGURE P1-106 


1-107 A vertical, frictionless piston—cylinder device contains 
a gas at 250 kPa absolute pressure. The atmospheric pressure 
outside is 100 kPa, and the piston area is 30 cm?. Determine the 
mass of the piston. 


1-108 A pressure cooker cooks a lot faster than an ordinary 
pan by maintaining a higher pressure and temperature inside. 
The lid of a pressure cooker is well sealed, and steam can 
escape only through an opening in the middle of the lid. A 
separate metal piece, the petcock, sits on top of this opening 
and prevents steam from escaping until the pressure force 
overcomes the weight of the petcock. The periodic escape of 
the steam in this manner prevents any potentially dangerous 
pressure buildup and keeps the pressure inside at a constant 
value. Determine the mass of the petcock of a pressure 
cooker whose operation pressure is 100 kPa gage and has an 
opening cross-sectional area of 4 mm?*. Assume an atmo- 
spheric pressure of 101 kPa, and draw the free-body diagram 
of the petcock. Answer: 40.8 g 
Patm = 101 kPa 


atm 7 


Petcock 


iz A=4mm? 


FIGURE P1-108 


1-109 A glass tube is attached to a water pipe, as shown in 
Fig. P1-109. If the water pressure at the bottom of the tube 
is 115 kPa and the local atmospheric pressure is 92 kPa, 
determine how high the water will rise in the tube, in m. 
Take the density of water to be 1000 kg/m’. 


P tm = 92 kPa 


atm 


Water 


FIGURE P1-109 


1-110 The average atmospheric pressure on earth is 
approximated as a function of altitude by the relation Pam = 
101.325 (1 — 0.02256z)°°°, where P m is the atmospheric 
pressure in kPa and z is the altitude in km with z = 0 at sea 
level. Determine the approximate atmospheric pressures at 
Atlanta (z = 306 m), Denver (z = 1610 m), Mexico City (z 


= 2309 m), and the top of Mount Everest (z = 8848 m). 


1-111 When measuring small pressure differences with a 
manometer, often one arm of the manometer is inclined to 
improve the accuracy of reading. (The pressure difference is 
still proportional to the vertical distance and not the actual 
length of the fluid along the tube.) The air pressure in a cir- 
cular duct is to be measured using a manometer whose open 
arm is inclined 35° from the horizontal, as shown in Fig. 
P1-111. The density of the liquid in the manometer is 0.81 
kg/L, and the vertical distance between the fluid levels in the 
two arms of the manometer is 8 cm. Determine the gage 
pressure of air in the duct and the length of the fluid column 
in the inclined arm above the fluid level in the vertical arm. 


Duct 


FIGURE P1-111 


1-112E Consider a U-tube whose arms are open to the 
atmosphere. Now equal volumes of water and light oil (p = 
49.3 Ibm/ft*) are poured from different arms. A person blows 
from the oil side of the U-tube until the contact surface of the 
two fluids moves to the bottom of the U-tube, and thus the 
liquid levels in the two arms are the same. If the fluid height 
in each arm is 30 in, determine the gage pressure the person 
exerts on the oil by blowing. 


FIGURE P1-112E 


1-113 Intravenous infusions are usually driven by gravity 
by hanging the fluid bottle at sufficient height to counteract 
the blood pressure in the vein and to force the fluid into the 
body. The higher the bottle is raised, the higher the flow rate 
of the fluid will be. (a) If it is observed that the fluid and the 
blood pressures balance each other when the bottle is 1.2 m 
above the arm level, determine the gage pressure of the 
blood. (b) If the gage pressure of the fluid at the arm level 
needs to be 20 kPa for sufficient flow rate, determine how 
high the bottle must be placed. Take the density of the fluid 
to be 1020 kg/m. 


FIGURE P1-113 


1-114 A gasoline line is connected to a pressure gage 
through a double-U manometer, as shown in Fig. P1-114. If 
the reading of the pressure gage is 370 kPa, determine the 
gage pressure of the gasoline line. 


Chapter 1 l 49 


Oil SG = 0.79 


Gasoline SG = 0.70 


Air 


FIGURE P1-114 


1-115 
180 kPa. 


1-116E A water pipe is connected to a double-U manome- 
ter as shown in Fig. P1-116E at a location where the local 
atmospheric pressure is 14.2 psia. Determine the absolute 
pressure at the center of the pipe. 


Repeat Prob. 1-114 for a pressure gage reading of 


FIGURE P1-116E 


1-117 It is well-known that the temperature of the atmo- 
sphere varies with altitude. In the troposphere, which extends 
to an altitude of 11 km, for example, the variation of temper- 
ature can be approximated by T = Tọ — Bz, where Tọ is the 
temperature at sea level, which can be taken to be 288.15 K, 
and B = 0.0065 K/m. The gravitational acceleration also 
changes with altitude as g(z) = g,/(1 + z/6,370,320)* where 
go = 9.807 m/s? and z is the elevation from sea level in m. 
Obtain a relation for the variation of pressure in the tropo- 
sphere (a) by ignoring and (b) by considering the variation of 
g with altitude. 


1-118 The variation of pressure with density in a thick gas 
layer is given by P = Cp", where C and n are constants. 
Noting that the pressure change across a differential fluid 
layer of thickness dz in the vertical z-direction is given as 
dP = — pg dz, obtain a relation for pressure as a function of 
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elevation z. Take the pressure and density at z = 0 to be P 
and po, respectively. 


1-119 Pressure transducers are commonly used to measure 
pressure by generating analog signals usually in the range of 
4 mA to 20 mA or 0 V-de to 10 V-de in response to applied 
pressure. The system whose schematic is shown in Fig. 
P1-119 can be used to calibrate pressure transducers. A rigid 
container is filled with pressurized air, and pressure is mea- 
sured by the manometer attached. A valve is used to regulate 
the pressure in the container. Both the pressure and the elec- 
tric signal are measured simultaneously for various settings, 
and the results are tabulated. For the given set of measure- 
ments, obtain the calibration curve in the form of P = al + 
b, where a and b are constants, and calculate the pressure that 
corresponds to a signal of 10 mA. 


Ah, mm 28.0 181.5 297.8 413.1 765.9 
I,mA 4.21 5.78 6.97 8.15 11.76 
Ah, mm 1027 1149 1362 1458 1536 
I, mA 14.43 15.68 17.86 18.84 19.64 
Multimeter 
Pressure 
transducer 
Valve 
| Pressurized 
air, P 
Rigid container 
Manometer 
Mercury 
SG = 13.56 


FIGURE P1-119 


Fundamentals of Engineering (FE) Exam Problems 


1-120 Consider a fish swimming 5 m below the free sur- 
face of water. The increase in the pressure exerted on the fish 
when it dives to a depth of 45 m below the free surface is 


(a) 392 Pa (b) 9800 Pa (c) 50,000 Pa 
(d) 392,000 Pa (e) 441,000 Pa 
1-121 The atmospheric pressures at the top and the bottom 


of a building are read by a barometer to be 96.0 and 98.0 


kPa. If the density of air is 1.0 kg/m’, the height of the build- 
ing is 

(a) 17 m (b) 20 m 
(d) 204 m (e) 252 m 
1-122 An apple loses 4.5 kJ of heat as it cools per °C drop 
in its temperature. The amount of heat loss from the apple 
per °F drop in its temperature is 


(a) 1.25 kJ (b) 2.50 kJ 
(d) 8.1 kJ (e) 4.1 kJ 


1-123 Consider a 2-m deep swimming pool. The pressure 
difference between the top and bottom of the pool is 


(c) 170 m 


(c) 5.0 kJ 


(a) 12.0 kPa (b) 19.6 kPa (c) 38.1 kPa 
(d) 50.8 kPa (e) 200 kPa 
1-124 At sea level, the weight of 1 kg mass in SI units is 


9.81 N. The weight of 1 Ibm mass in English units is 


(a) 1 lbf (b) 9.81 Ibf (c) 32.2 Ibf 
(d) 0.1 lbf (e) 0.031 Ibf 


1-125 During a heating process, the temperature of an 
object rises by 20°C. This temperature rise is equivalent to a 
temperature rise of 

(a) 20°F (b) 52°F 
(d) 36 R (e) 293 K 


(c) 36 K 


Design, Essay, and Experiment Problems 


1-126 Write an essay on different temperature measure- 
ment devices. Explain the operational principle of each 
device, its advantages and disadvantages, its cost, and its 
range of applicability. Which device would you recommend 
for use in the following cases: taking the temperatures of 
patients in a doctor’s office, monitoring the variations of tem- 
perature of a car engine block at several locations, and moni- 
toring the temperatures in the furnace of a power plant? 


1-127 Write an essay on the various mass- and volume- 
measurement devices used throughout history. Also, explain 
the development of the modern units for mass and volume. 


1-128 Write an essay on the various mass- and volume- 
measurement devices used throughout history. Also, explain 
the development of the modern units for mass and volume. 


1-129 Density of Water as a Function of Temperature 
Experiment 

The density of water as a function of temperature is obtained 
with a sensitive cylindrical float constructed from brass tub- 
ing. The float is placed in a Thermos bottle filled with water 
at different temperatures. From 0 to 4°C (water density is a 
maximum at 4°C) the float rose about 8 mm and from 4 to 
25°C the float sank about 40 mm. The analysis includes dif- 
ferential and integral calculus to account for thermal expan- 
sion of the float. The final results closely follow the published 
density curve including the characteristic hump at 4°C. Obtain 
this density curve using the video clip, the complete write-up, 
and the data provided on the DVD accompanying this book. 


Chapter 2 


ENERGY, ENERGY TRANSFER, AND 
GENERAL ENERGY ANALYSIS 


hether we realize it or not, energy is an important 

part of most aspects of daily life. The quality of life, 

and even its sustenance, depends on the availabil- 
ity of energy. Therefore, it is important to have a good under- 
standing of the sources of energy, the conversion of energy 
from one form to another, and the ramifications of these con- 
versions. 

Energy exists in numerous forms such as thermal, 
mechanical, electric, chemical, and nuclear. Even mass can 
be considered a form of energy. Energy can be transferred to 
or from a closed system (a fixed mass) in two distinct forms: 
heat and work. For control volumes, energy can also be 
transferred by mass flow. An energy transfer to or from a 
closed system is heat if it is caused by a temperature differ- 
ence. Otherwise it is work, and it is caused by a force acting 
through a distance. 

We start this chapter with a discussion of various forms of 
energy and energy transfer by heat. We then introduce vari- 
ous forms of work and discuss energy transfer by work. We 
continue with developing a general intuitive expression for the 
first law of thermodynamics, also known as the conservation 
of energy principle, which is one of the most fundamental 
principles in nature, and we then demonstrate its use. Finally, 
we discuss the efficiencies of some familiar energy conver- 
sion processes, and examine the impact on energy conver- 
sion on the environment. Detailed treatments of the first law 
of thermodynamics for closed systems and control volumes 
are given in Chaps. 4 and 5, respectively. 


Objectives 


The objectives of Chapter 2 are to: 

e Introduce the concept of energy and define its various 
forms. 

e Discuss the nature of internal energy. 

e Define the concept of heat and the terminology associated 
with energy transfer by heat. 

e Discuss the three mechanisms of heat transfer: conduction, 
convection, and radiation. 

e Define the concept of work, including electrical work and 
several forms of mechanical work. 

e Introduce the first law of thermodynamics, energy balances, 
and mechanisms of energy transfer to or from a system. 


e Determine that a fluid flowing across a control surface of a 
control volume carries energy across the control surface in 
addition to any energy transfer across the control surface 
that may be in the form of heat and/or work. 


e Define energy conversion efficiencies. 


e Discuss the implications of energy conversion on the 
environment. 
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FIGURE 2-1 


A refrigerator operating with its 
door open in a well-sealed and 
well-insulated room. 


O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 2, SEC. 1 ON THE DVD. 


Well-sealed and 
well-insulated 


FIGURE 2-2 


A fan running in a well-sealed and 
well-insulated room will raise the 
temperature of air in the room. 


2-1 = INTRODUCTION 


We are familiar with the conservation of energy principle, which is an 
expression of the first law of thermodynamics, back from our high school 
years. We are told repeatedly that energy cannot be created or destroyed 
during a process; it can only change from one form to another. This seems 
simple enough, but let’s test ourselves to see how well we understand and 
truly believe in this principle. 

Consider a room whose door and windows are tightly closed, and whose 
walls are well-insulated so that heat loss or gain through the walls is negli- 
gible. Now let’s place a refrigerator in the middle of the room with its door 
open, and plug it into a wall outlet (Fig. 2-1). You may even use a small fan 
to circulate the air in order to maintain temperature uniformity in the room. 
Now, what do you think will happen to the average temperature of air in the 
room? Will it be increasing or decreasing? Or will it remain constant? 

Probably the first thought that comes to mind is that the average air tem- 
perature in the room will decrease as the warmer room air mixes with the 
air cooled by the refrigerator. Some may draw our attention to the heat gen- 
erated by the motor of the refrigerator, and may argue that the average air 
temperature may rise if this heating effect is greater than the cooling effect. 
But they will get confused if it is stated that the motor is made of supercon- 
ducting materials, and thus there is hardly any heat generation in the motor. 

Heated discussion may continue with no end in sight until we remember 
the conservation of energy principle that we take for granted: If we take the 
entire room—including the air and the refrigerator—as the system, which is 
an adiabatic closed system since the room is well-sealed and well-insulated, 
the only energy interaction involved is the electrical energy crossing the sys- 
tem boundary and entering the room. The conservation of energy requires 
the energy content of the room to increase by an amount equal to the 
amount of the electrical energy drawn by the refrigerator, which can be 
measured by an ordinary electric meter. The refrigerator or its motor does 
not store this energy. Therefore, this energy must now be in the room air, 
and it will manifest itself as a rise in the air temperature. The temperature 
rise of air can be calculated on the basis of the conservation of energy 
principle using the properties of air and the amount of electrical energy con- 
sumed. What do you think would happen if we had a window air condition- 
ing unit instead of a refrigerator placed in the middle of this room? What if 
we operated a fan in this room instead (Fig. 2—2)? 

Note that energy is conserved during the process of operating the refrigera- 
tor placed in a room—the electrical energy is converted into an equivalent 
amount of thermal energy stored in the room air. If energy is already con- 
served, then what are all those speeches on energy conservation and the mea- 
sures taken to conserve energy? Actually, by “energy conservation” what is 
meant is the conservation of the quality of energy, not the quantity. Electric- 
ity, which is of the highest quality of energy, for example, can always be 
converted to an equal amount of thermal energy (also called heat). But only 
a small fraction of thermal energy, which is the lowest quality of energy, can 
be converted back to electricity, as we discuss in Chap. 6. Think about the 
things that you can do with the electrical energy that the refrigerator has con- 
sumed, and the air in the room that is now at a higher temperature. 


Now if asked to name the energy transformations associated with the 
operation of a refrigerator, we may still have a hard time answering because 
all we see is electrical energy entering the refrigerator and heat dissipated 
from the refrigerator to the room air. Obviously there is need to study the 
various forms of energy first, and this is exactly what we do next, followed 
by a study of the mechanisms of energy transfer. 


2-2 " FORMS OF ENERGY 


Energy can exist in numerous forms such as thermal, mechanical, kinetic, 
potential, electric, magnetic, chemical, and nuclear, and their sum consti- 
tutes the total energy E of a system. The total energy of a system on a unit 
mass basis is denoted by e and is expressed as 


E 
aan (kJ/kg) (2-1) 


Thermodynamics provides no information about the absolute value of the 
total energy. It deals only with the change of the total energy, which is what 
matters in engineering problems. Thus the total energy of a system can be 
assigned a value of zero (E = 0) at some convenient reference point. The 
change in total energy of a system is independent of the reference point 
selected. The decrease in the potential energy of a falling rock, for example, 
depends on only the elevation difference and not the reference level 
selected. 

In thermodynamic analysis, it is often helpful to consider the various 
forms of energy that make up the total energy of a system in two groups: 
macroscopic and microscopic. The macroscopic forms of energy are those a 
system possesses as a whole with respect to some outside reference frame, 
such as kinetic and potential energies (Fig. 2-3). The microscopic forms of 
energy are those related to the molecular structure of a system and the 
degree of the molecular activity, and they are independent of outside refer- 
ence frames. The sum of all the microscopic forms of energy is called the 
internal energy of a system and is denoted by U. 

The term energy was coined in 1807 by Thomas Young, and its use in 
thermodynamics was proposed in 1852 by Lord Kelvin. The term internal 
energy and its symbol U first appeared in the works of Rudolph Clausius 
and William Rankine in the second half of the nineteenth century, and it 
eventually replaced the alternative terms inner work, internal work, and 
intrinsic energy commonly used at the time. 

The macroscopic energy of a system is related to motion and the influ- 
ence of some external effects such as gravity, magnetism, electricity, and 
surface tension. The energy that a system possesses as a result of its motion 
relative to some reference frame is called kinetic energy (KE). When all 
parts of a system move with the same velocity, the kinetic energy is 
expressed as 


V 
KE =m > (kJ) (2-2) 
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O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 2, SEC. 2 ON THE DVD. 


FIGURE 2-3 


The macroscopic energy of an object 
changes with velocity and elevation. 
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A, = mD7/4 
v, m= pA¥, 


avg clavg 
—> 


Steam È= me 


FIGURE 2-4 


Mass and energy flow rates associated 
with the flow of steam in a pipe of 
inner diameter D with an average 
velocity of V0. 


or, on a unit mass basis, 
V 
ke = cs (kJ/kg) (2-3) 


where V denotes the velocity of the system relative to some fixed reference 
frame. The kinetic energy of a rotating solid body is given by 47w? where J 
is the moment of inertia of the body and w is the angular velocity. 

The energy that a system possesses as a result of its elevation in a gravita- 
tional field is called potential energy (PE) and is expressed as 


PE = mgz (kJ) (2-4) 
or, on a unit mass basis, 
pe = gz (kJ/kg) (2-5) 


where g is the gravitational acceleration and z is the elevation of the center 
of gravity of a system relative to some arbitrarily selected reference level. 

The magnetic, electric, and surface tension effects are significant in some 
specialized cases only and are usually ignored. In the absence of such 
effects, the total energy of a system consists of the kinetic, potential, and 
internal energies and is expressed as 


y2 
E =U + KE + PE=U + m-> + mg (kJ) (2-6) 


or, on a unit mass basis, 


2 
e=u+ke+pe=u+ Z + gz (kJ/kg) (2-7) 

Most closed systems remain stationary during a process and thus experi- 
ence no change in their kinetic and potential energies. Closed systems 
whose velocity and elevation of the center of gravity remain constant during 
a process are frequently referred to as stationary systems. The change in 
the total energy AE of a stationary system is identical to the change in its 
internal energy AU. In this text, a closed system is assumed to be stationary 
unless stated otherwise. 

Control volumes typically involve fluid flow for long periods of time, and 
it is convenient to express the energy flow associated with a fluid stream in 
the rate form. This is done by incorporating the mass flow rate m, which is 
the amount of mass flowing through a cross section per unit time. It is 
related to the volume flow rate V, which is the volume of a fluid flowing 
through a cross section per unit time, by 


Mass flow rate: m = pV = pA V ig (kg/s) (2-8) 


which is analogous to m = pV. Here p is the fluid density, A, is the cross- 
sectional area of flow, and V,,, is the average flow velocity normal to A,. 
The dot over a symbol is used to indicate time rate throughout the book. 
Then the energy flow rate associated with a fluid flowing at a rate of m is 


(Fig. 2-4) 
Energy flow rate: È = me (kJ/s or kW) (2-9) 


which is analogous to E = me. 


Some Physical Insight to Internal Energy 


Internal energy is defined earlier as the sum of all the microscopic forms of 
energy of a system. It is related to the molecular structure and the degree of 
molecular activity and can be viewed as the sum of the kinetic and potential 
energies of the molecules. 

To have a better understanding of internal energy, let us examine a system 
at the molecular level. The molecules of a gas move through space with 
some velocity, and thus possess some kinetic energy. This is known as the 
translational energy. The atoms of polyatomic molecules rotate about an 
axis, and the energy associated with this rotation is the rotational kinetic 
energy. The atoms of a polyatomic molecule may also vibrate about their 
common center of mass, and the energy associated with this back-and-forth 
motion is the vibrational kinetic energy. For gases, the kinetic energy is 
mostly due to translational and rotational motions, with vibrational motion 
becoming significant at higher temperatures. The electrons in an atom rotate 
about the nucleus, and thus possess rotational kinetic energy. Electrons at 
outer orbits have larger kinetic energies. Electrons also spin about their 
axes, and the energy associated with this motion is the spin energy. Other 
particles in the nucleus of an atom also possess spin energy. The portion of 
the internal energy of a system associated with the kinetic energies of the 
molecules is called the sensible energy (Fig. 2-5). The average velocity and 
the degree of activity of the molecules are proportional to the temperature of 
the gas. Therefore, at higher temperatures, the molecules possess higher 
kinetic energies, and as a result the system has a higher internal energy. 

The internal energy is also associated with various binding forces between 
the molecules of a substance, between the atoms within a molecule, and 
between the particles within an atom and its nucleus. The forces that bind the 
molecules to each other are, as one would expect, strongest in solids and 
weakest in gases. If sufficient energy is added to the molecules of a solid or 
liquid, the molecules overcome these molecular forces and break away, turn- 
ing the substance into a gas. This is a phase-change process. Because of this 
added energy, a system in the gas phase is at a higher internal energy level 
than it is in the solid or the liquid phase. The internal energy associated with 
the phase of a system is called the latent energy. The phase-change process 
can occur without a change in the chemical composition of a system. Most 
practical problems fall into this category, and one does not need to pay any 
attention to the forces binding the atoms in a molecule to each other. 

An atom consists of neutrons and positively charged protons bound 
together by very strong nuclear forces in the nucleus, and negatively 
charged electrons orbiting around it. The internal energy associated with the 
atomic bonds in a molecule is called chemical energy. During a chemical 
reaction, such as a combustion process, some chemical bonds are destroyed 
while others are formed. As a result, the internal energy changes. The 
nuclear forces are much larger than the forces that bind the electrons to the 
nucleus. The tremendous amount of energy associated with the strong bonds 
within the nucleus of the atom itself is called nuclear energy (Fig. 2—6). 
Obviously, we need not be concerned with nuclear energy in thermodynam- 
ics unless, of course, we deal with fusion or fission reactions. A chemical 
reaction involves changes in the structure of the electrons of the atoms, but 
a nuclear reaction involves changes in the core or nucleus. Therefore, an 
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The macroscopic kinetic energy is an 
organized form of energy and is much 
more useful than the disorganized 
microscopic kinetic energies of the 
molecules. 


atom preserves its identity during a chemical reaction but loses it during a 
nuclear reaction. Atoms may also possess electric and magnetic dipole- 
moment energies when subjected to external electric and magnetic fields 
due to the twisting of the magnetic dipoles produced by the small electric 
currents associated with the orbiting electrons. 

The forms of energy already discussed, which constitute the total energy 
of a system, can be contained or stored in a system, and thus can be viewed 
as the static forms of energy. The forms of energy not stored in a system 
can be viewed as the dynamic forms of energy or as energy interactions. 
The dynamic forms of energy are recognized at the system boundary as they 
cross it, and they represent the energy gained or lost by a system during a 
process. The only two forms of energy interactions associated with a closed 
system are heat transfer and work. An energy interaction is heat transfer if 
its driving force is a temperature difference. Otherwise it is work, as 
explained in the next section. A control volume can also exchange energy 
via mass transfer since any time mass is transferred into or out of a system, 
the energy content of the mass is also transferred with it. 

In daily life, we frequently refer to the sensible and latent forms of inter- 
nal energy as heat, and we talk about heat content of bodies. In thermody- 
namics, however, we usually refer to those forms of energy as thermal 
energy to prevent any confusion with heat transfer. 

Distinction should be made between the macroscopic kinetic energy of an 
object as a whole and the microscopic kinetic energies of its molecules that 
constitute the sensible internal energy of the object (Fig. 2-7). The kinetic 
energy of an object is an organized form of energy associated with the 
orderly motion of all molecules in one direction in a straight path or around 
an axis. In contrast, the kinetic energies of the molecules are completely 
random and highly disorganized. As you will see in later chapters, the orga- 
nized energy is much more valuable than the disorganized energy, and a 
major application area of thermodynamics is the conversion of disorganized 
energy (heat) into organized energy (work). You will also see that the orga- 
nized energy can be converted to disorganized energy completely, but only a 
fraction of disorganized energy can be converted to organized energy by 
specially built devices called heat engines (like car engines and power 
plants). A similar argument can be given for the macroscopic potential 
energy of an object as a whole and the microscopic potential energies of the 
molecules. 


More on Nuclear Energy 


The best known fission reaction involves the split of the uranium atom (the 
U-235 isotope) into other elements and is commonly used to generate elec- 
tricity in nuclear power plants (440 of them in 2004, generating 363,000 
MW worldwide), to power nuclear submarines and aircraft carriers, and 
even to power spacecraft as well as building nuclear bombs. 

The percentage of electricity produced by nuclear power is 78 percent in 
France, 25 percent in Japan, 28 percent in Germany, and 20 percent in the 
United States. The first nuclear chain reaction was achieved by Enrico 
Fermi in 1942, and the first large-scale nuclear reactors were built in 
1944 for the purpose of producing material for nuclear weapons. When a 


uranium-235 atom absorbs a neutron and splits during a fission process, it 
produces a cesium-140 atom, a rubidium-93 atom, 3 neutrons, and 3.2 X 
107!! J of energy. In practical terms, the complete fission of 1 kg of ura- 
nium-235 releases 6.73 X 10!° kJ of heat, which is more than the heat 
released when 3000 tons of coal are burned. Therefore, for the same amount 
of fuel, a nuclear fission reaction releases several million times more energy 
than a chemical reaction. The safe disposal of used nuclear fuel, however, 
remains a concern. 

Nuclear energy by fusion is released when two small nuclei combine into 
a larger one. The huge amount of energy radiated by the sun and the other 
stars originates from such a fusion process that involves the combination of 
two hydrogen atoms into a helium atom. When two heavy hydrogen (deu- 
terium) nuclei combine during a fusion process, they produce a helium-3 
atom, a free neutron, and 5.1 X 107! J of energy (Fig. 2-8). 

Fusion reactions are much more difficult to achieve in practice because of 
the strong repulsion between the positively charged nuclei, called the 
Coulomb repulsion. To overcome this repulsive force and to enable the 
two nuclei to fuse together, the energy level of the nuclei must be raised by 
heating them to about 100 million °C. But such high temperatures are found 
only in the stars or in exploding atomic bombs (the A-bomb). In fact, the 
uncontrolled fusion reaction in a hydrogen bomb (the H-bomb) is initiated 
by a small atomic bomb. The uncontrolled fusion reaction was achieved in 
the early 1950s, but all the efforts since then to achieve controlled fusion by 
massive lasers, powerful magnetic fields, and electric currents to generate 
power have failed. 


EXAMPLE 2-1 A Car Powered by Nuclear Fuel 


An average car consumes about 5 L of gasoline a day, and the capacity of 
the fuel tank of a car is about 50 L. Therefore, a car needs to be refueled 
once every 10 days. Also, the density of gasoline ranges from 0.68 to 0.78 
kg/L, and its lower heating value is about 44,000 kJ/kg (that is, 44,000 kJ 
of heat is released when 1 kg of gasoline is completely burned). Suppose all 
the problems associated with the radioactivity and waste disposal of nuclear 
fuels are resolved, and a car is to be powered by U-235. If a new car comes 
equipped with O.1-kg of the nuclear fuel U-235, determine if this car will 
ever need refueling under average driving conditions (Fig. 2-9). 


Solution A car powered by nuclear energy comes equipped with nuclear 
fuel. It is to be determined if this car will ever need refueling. 

Assumptions 1 Gasoline is an incompressible substance with an average den- 
sity of 0.75 kg/L. 2 Nuclear fuel is completely converted to thermal energy. 
Analysis The mass of gasoline used per day by the car is 


M gasoline = (OV ezine = (0.75 kg/L) (S L/day) = Sh kg/day 


Noting that the heating value of gasoline is 44,000 kJ/kg, the energy sup- 
plied to the car per day is 


B (Mgasoiine) (Heating value) 
= (3.75 kg/day) (44,000 kJ/kg) = 165,000 kJ/day 
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The complete fission of 0.1 kg of uranium-235 releases 
(6.73 X 10'° kJ/kg) (0.1 kg) = 6.73 X 10°kJ 
of heat, which is sufficient to meet the energy needs of the car for 


Energy content of fuel 6.73 X 10°kJ 
Daily energy use 165,000 kJ/day 


No. of days = = 40,790 days 
which is equivalent to about 112 years. Considering that no car will last more 
than 100 years, this car will never need refueling. It appears that nuclear fuel 
of the size of a cherry is sufficient to power a car during its lifetime. 
Discussion Note that this problem is not quite realistic since the necessary 
critical mass cannot be achieved with such a small amount of fuel. Further, 
all of the uranium cannot be converted in fission, again because of the criti- 
cal mass problems after partial conversion. 


Mechanical Energy 


Many engineering systems are designed to transport a fluid from one loca- 
tion to another at a specified flow rate, velocity, and elevation difference, 
and the system may generate mechanical work in a turbine or it may con- 
sume mechanical work in a pump or fan during this process. These systems 
do not involve the conversion of nuclear, chemical, or thermal energy to 
mechanical energy. Also, they do not involve any heat transfer in any signif- 
icant amount, and they operate essentially at constant temperature. Such 
systems can be analyzed conveniently by considering the mechanical forms 
of energy only and the frictional effects that cause the mechanical energy to 
be lost (i.e., to be converted to thermal energy that usually cannot be used 
for any useful purpose). 

The mechanical energy can be defined as the form of energy that can be 
converted to mechanical work completely and directly by an ideal mechani- 
cal device such as an ideal turbine. Kinetic and potential energies are the 
familiar forms of mechanical energy. Thermal energy is not mechanical 
energy, however, since it cannot be converted to work directly and com- 
pletely (the second law of thermodynamics). 

A pump transfers mechanical energy to a fluid by raising its pressure, and 
a turbine extracts mechanical energy from a fluid by dropping its pressure. 
Therefore, the pressure of a flowing fluid is also associated with its mechan- 
ical energy. In fact, the pressure unit Pa is equivalent to Pa = N/m? = N - 
m/m? = J/m?, which is energy per unit volume, and the product Pv or its 
equivalent P/p has the unit J/kg, which is energy per unit mass. Note that 
pressure itself is not a form of energy. But a pressure force acting on a fluid 
through a distance produces work, called flow work, in the amount of P/p 
per unit mass. Flow work is expressed in terms of fluid properties, and it is 
convenient to view it as part of the energy of a flowing fluid and call it flow 
energy. Therefore, the mechanical energy of a flowing fluid can be 
expressed on a unit mass basis as 


mech =~ t+ — + 8% (2-10) 


where P/p is the flow energy, V7/2 is the kinetic energy, and gz is the poten- 
tial energy of the fluid, all per unit mass. It can also be expressed in rate 
form as 

y? 


. P 
E red =n mech — i (2-1 1) 
ani Be) 


where m is the mass flow rate of the fluid. Then the mechanical energy 
change of a fluid during incompressible (9 = constant) flow becomes 
P-P, Vi-Vi 


P 2 


A E mech = H g(Z zi) (kJ/kg) (2-12) 


and 


r- P. A P V5 E v? 

AE ren = MÅ E mech ~ nl z p ! t Z 2 ! + 8(Z2 = “)) (kW) (2-13) 
Therefore, the mechanical energy of a fluid does not change during flow if its 
pressure, density, velocity, and elevation remain constant. In the absence of any 
losses, the mechanical energy change represents the mechanical work supplied 
to the fluid (if Ae,,.., > 0) or extracted from the fluid (if Aemecn < 0). 


EXAMPLE 2-2 Wind Energy 


A site evaluated for a wind farm is observed to have steady winds at a speed 
of 8.5 m/s (Fig. 2-10). Determine the wind energy (a) per unit mass, (b) for 
a mass of 10 kg, and (c) for a flow rate of 1154 kg/s for air. 


Solution A site with a specified wind speed is considered. Wind energy per 
unit mass, for a specified mass, and for a given mass flow rate of air are to 
be determined. 

Assumptions Wind flows steadily at the specified speed. 

Analysis The only harvestable form of energy of atmospheric air is the 
kinetic energy, which is captured by a wind turbine. 

(a) Wind energy per unit mass of air is 


Ww @S w 1 J/kg 
D 2 1 m/s” 


e=ke= 


) = 36.1 J/kg 


(b) Wind energy for an air mass of 10 kg is 
E = me = (10 kg) (36.1 J/kg) = 361 J 
(c) Wind energy for a mass flow rate of 1154 kg/s is 


2 . 1 kW 

E = me = (1154 kg/s) (36.1 1/ks)( 1000 =) 41.7kW 
Discussion It can be shown that the specified mass flow rate corresponds to 
a 12-m diameter flow section when the air density is 1.2 kg/m3. Therefore, a 
wind turbine with a wind span diameter of 12 m has a power generation 
potential of 41.7 kW. Real wind turbines convert about one-third of this 
potential to electric power. 
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Potential site for a wind farm as 
discussed in Example 2-2. 
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Temperature difference is the driving 
force for heat transfer. The larger the 
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2-3 = ENERGY TRANSFER BY HEAT 


Energy can cross the boundary of a closed system in two distinct forms: 
heat and work (Fig. 2—11). It is important to distinguish between these two 
forms of energy. Therefore, they will be discussed first, to form a sound 
basis for the development of the laws of thermodynamics. 

We know from experience that a can of cold soda left on a table eventu- 
ally warms up and that a hot baked potato on the same table cools down. 
When a body is left in a medium that is at a different temperature, energy 
transfer takes place between the body and the surrounding medium until 
thermal equilibrium is established, that is, the body and the medium reach 
the same temperature. The direction of energy transfer is always from the 
higher temperature body to the lower temperature one. Once the tempera- 
ture equality is established, energy transfer stops. In the processes described 
above, energy is said to be transferred in the form of heat. 

Heat is defined as the form of energy that is transferred between two 
systems (or a system and its surroundings) by virtue of a temperature 
difference (Fig. 2-12). That is, an energy interaction is heat only if it 
takes place because of a temperature difference. Then it follows that there 
cannot be any heat transfer between two systems that are at the same 
temperature. 

Several phrases in common use today—such as heat flow, heat addition, 
heat rejection, heat absorption, heat removal, heat gain, heat loss, heat 
storage, heat generation, electrical heating, resistance heating, frictional 
heating, gas heating, heat of reaction, liberation of heat, specific heat, sensi- 
ble heat, latent heat, waste heat, body heat, process heat, heat sink, and heat 
source—are not consistent with the strict thermodynamic meaning of the 
term heat, which limits its use to the transfer of thermal energy during a 
process. However, these phrases are deeply rooted in our vocabulary, and 
they are used by both ordinary people and scientists without causing any 
misunderstanding since they are usually interpreted properly instead of 
being taken literally. (Besides, no acceptable alternatives exist for some of 
these phrases.) For example, the phrase body heat is understood to mean 
the thermal energy content of a body. Likewise, heat flow is understood 
to mean the transfer of thermal energy, not the flow of a fluidlike substance 
called heat, although the latter incorrect interpretation, which is based on 
the caloric theory, is the origin of this phrase. Also, the transfer of heat 
into a system is frequently referred to as heat addition and the transfer of 
heat out of a system as heat rejection. Perhaps there are thermodynamic rea- 
sons for being so reluctant to replace heat by thermal energy: It takes less 
time and energy to say, write, and comprehend heat than it does thermal 
energy. 

Heat is energy in transition. It is recognized only as it crosses the bound- 
ary of a system. Consider the hot baked potato one more time. The potato 
contains energy, but this energy is heat transfer only as it passes through 
the skin of the potato (the system boundary) to reach the air, as shown in 
Fig. 2-13. Once in the surroundings, the transferred heat becomes part of 
the internal energy of the surroundings. Thus, in thermodynamics, the term 
heat simply means heat transfer. 


A process during which there is no heat transfer is called an adiabatic 
process (Fig. 2-14). The word adiabatic comes from the Greek word 
adiabatos, which means not to be passed. There are two ways a process 
can be adiabatic: Either the system is well insulated so that only a negligible 
amount of heat can pass through the boundary, or both the system and 
the surroundings are at the same temperature and therefore there is no 
driving force (temperature difference) for heat transfer. An adiabatic process 
should not be confused with an isothermal process. Even though there is 
no heat transfer during an adiabatic process, the energy content and thus 
the temperature of a system can still be changed by other means such 
as work. 

As a form of energy, heat has energy units, kJ (or Btu) being the most 
common one. The amount of heat transferred during the process between 
two states (states 1 and 2) is denoted by Q,,, or just Q. Heat transfer per 
unit mass of a system is denoted q and is determined from 


q= £ (kJ/kg) (2-14) 
m 

Sometimes it is desirable to know the rate of heat transfer (the amount of 
heat transferred per unit time) instead of the total heat transferred over some 
time interval (Fig. 2—15). The heat transfer rate is denoted QO, where the 
overdot stands for the time derivative, or “per unit time.” The heat transfer 
rate Q has the unit kJ/s, which is equivalent to kW. When Ò varies with 
time, the amount of heat transfer during a process is determined by integrat- 
ing Q over the time interval of the process: 


h 
Q= | Ò dt (kJ) (2-15) 
ti 
When Q remains constant during a process, this relation reduces to 
QO=OAt (kJ) (2-16) 


where At = f, — t is the time interval during which the process takes place. 


Historical Background on Heat 


Heat has always been perceived to be something that produces in us a sensa- 
tion of warmth, and one would think that the nature of heat is one of the first 
things understood by mankind. However, it was only in the middle of the 
nineteenth century that we had a true physical understanding of the nature of 
heat, thanks to the development at that time of the kinetic theory, which 
treats molecules as tiny balls that are in motion and thus possess kinetic 
energy. Heat is then defined as the energy associated with the random motion 
of atoms and molecules. Although it was suggested in the eighteenth and 
early nineteenth centuries that heat is the manifestation of motion at the 
molecular level (called the live force), the prevailing view of heat until the 
middle of the nineteenth century was based on the caloric theory proposed 
by the French chemist Antoine Lavoisier (1744-1794) in 1789. The caloric 
theory asserts that heat is a fluidlike substance called the caloric that is a 
massless, colorless, odorless, and tasteless substance that can be poured from 
one body into another (Fig. 2-16). When caloric was added to a body, its 
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Energy is recognized as heat transfer 
only as it crosses the system boundary. 
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FIGURE 2-17 
The relationships among w, W, and W. 


temperature increased; and when caloric was removed from a body, its tem- 
perature decreased. When a body could not contain any more caloric, much 
the same way as when a glass of water could not dissolve any more salt or 
sugar, the body was said to be saturated with caloric. This interpretation gave 
rise to the terms saturated liquid and saturated vapor that are still in use 
today. 

The caloric theory came under attack soon after its introduction. It main- 
tained that heat is a substance that could not be created or destroyed. Yet it 
was known that heat can be generated indefinitely by rubbing one’s hands 
together or rubbing two pieces of wood together. In 1798, the American 
Benjamin Thompson (Count Rumford) (1754-1814) showed in his papers 
that heat can be generated continuously through friction. The validity of the 
caloric theory was also challenged by several others. But it was the careful 
experiments of the Englishman James P. Joule (1818—1889) published in 
1843 that finally convinced the skeptics that heat was not a substance after 
all, and thus put the caloric theory to rest. Although the caloric theory was 
totally abandoned in the middle of the nineteenth century, it contributed 
greatly to the development of thermodynamics and heat transfer. 

Heat is transferred by three mechanisms: conduction, convection, and 
radiation. Conduction is the transfer of energy from the more energetic par- 
ticles of a substance to the adjacent less energetic ones as a result of interac- 
tion between particles. Convection is the transfer of energy between a solid 
surface and the adjacent fluid that is in motion, and it involves the combined 
effects of conduction and fluid motion. Radiation is the transfer of energy 
due to the emission of electromagnetic waves (or photons). An overview of 
the three mechanisms of heat transfer is given at the end of this chapter as a 
Topic of Special Interest. 


2—4 " ENERGY TRANSFER BY WORK 


Work, like heat, is an energy interaction between a system and its surround- 
ings. As mentioned earlier, energy can cross the boundary of a closed sys- 
tem in the form of heat or work. Therefore, if the energy crossing the 
boundary of a closed system is not heat, it must be work. Heat is easy to 
recognize: Its driving force is a temperature difference between the system 
and its surroundings. Then we can simply say that an energy interaction that 
is not caused by a temperature difference between a system and its sur- 
roundings is work. More specifically, work is the energy transfer associated 
with a force acting through a distance. A rising piston, a rotating shaft, and 
an electric wire crossing the system boundaries are all associated with work 
interactions. 

Work is also a form of energy transferred like heat and, therefore, has 
energy units such as kJ. The work done during a process between states 1 
and 2 is denoted by W,,, or simply W. The work done per unit mass of a 
system is denoted by w and is expressed as 


= (kJ/kg) (2-17) 


The work done per unit time is called power and is denoted W (Fig. 2-17). 
The unit of power is kJ/s, or kW. 


Heat and work are directional quantities, and thus the complete descrip- 
tion of a heat or work interaction requires the specification of both the mag- 
nitude and direction. One way of doing that is to adopt a sign convention. 
The generally accepted formal sign convention for heat and work interac- 
tions is as follows: heat transfer to a system and work done by a system are 
positive; heat transfer from a system and work done on a system are nega- 
tive. Another way is to use the subscripts in and out to indicate direction 
(Fig. 2-18). For example, a work input of 5 kJ can be expressed as W, = 5 
kJ, while a heat loss of 3 kJ can be expressed as Q,,, = 3 kJ. When the 
direction of a heat or work interaction is not known, we can simply assume 
a direction for the interaction (using the subscript in or out) and solve for it. 
A positive result indicates the assumed direction is right. A negative result, 
on the other hand, indicates that the direction of the interaction is the 
opposite of the assumed direction. This is just like assuming a direction for 
an unknown force when solving a statics problem, and reversing the 
direction when a negative result is obtained for the force. We will use this 
intuitive approach in this book as it eliminates the need to adopt a formal 
sign convention and the need to carefully assign negative values to some 
interactions. 

Note that a quantity that is transferred to or from a system during an 
interaction is not a property since the amount of such a quantity depends on 
more than just the state of the system. Heat and work are energy transfer 
mechanisms between a system and its surroundings, and there are many 
similarities between them: 


1. Both are recognized at the boundaries of a system as they cross the 
boundaries. That is, both heat and work are boundary phenomena. 

2. Systems possess energy, but not heat or work. 

3. Both are associated with a process, not a state. Unlike properties, heat 
or work has no meaning at a state. 

4. Both are path functions (i.e., their magnitudes depend on the path fol- 
lowed during a process as well as the end states). 


Path functions have inexact differentials designated by the symbol 6. 
Therefore, a differential amount of heat or work is represented by 6Q or 
OW, respectively, instead of dQ or dW. Properties, however, are point func- 
tions (i.e., they depend on the state only, and not on how a system reaches 
that state), and they have exact differentials designated by the symbol d. A 
small change in volume, for example, is represented by dV, and the total 
volume change during a process between states 1 and 2 is 


2 
[av=y-y=av 
1 


That is, the volume change during process 1-2 is always the volume at state 
2 minus the volume at state 1, regardless of the path followed (Fig. 2-19). 
The total work done during process 1-2, however, is 

| ow = Wp (not AW) 


1 
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FIGURE 2-20 
Schematic for Example 2-3. 
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FIGURE 2-21 
Schematic for Example 2—4. 


That is, the total work is obtained by following the process path and adding 
the differential amounts of work (ôW) done along the way. The integral of 
ôW is not W, — W, (i.e., the work at state 2 minus work at state 1), which is 
meaningless since work is not a property and systems do not possess work 
at a state. 


EXAMPLE 2-3 Burning of a Candle in an Insulated Room 


A candle is burning in a well-insulated room. Taking the room (the air plus 
the candle) as the system, determine (a) if there is any heat transfer during 
this burning process and (b) if there is any change in the internal energy of 
the system. 


Solution A candle burning in a well-insulated room is considered. It is to 
be determined whether there is any heat transfer and any change in internal 
energy. 

Analysis (a) The interior surfaces of the room form the system boundary, as 
indicated by the dashed lines in Fig. 2-20. As pointed out earlier, heat is 
recognized as it crosses the boundaries. Since the room is well insulated, we 
have an adiabatic system and no heat will pass through the boundaries. 
Therefore, Q = O for this process. 

(b) The internal energy involves energies that exist in various forms (sensible, 
latent, chemical, nuclear). During the process just described, part of the 
chemical energy is converted to sensible energy. Since there is no increase 
or decrease in the total internal energy of the system, AU = O for this 
process. 


EXAMPLE 2-4 Heating of a Potato in an Oven 


A potato initially at room temperature (25°C) is being baked in an oven that 
is maintained at 200°C, as shown in Fig. 2-21. Is there any heat transfer 
during this baking process? 


Solution A potato is being baked in an oven. It is to be determined 
whether there is any heat transfer during this process. 

Analysis This is not a well-defined problem since the system is not speci- 
fied. Let us assume that we are observing the potato, which will be our sys- 
tem. Then the skin of the potato can be viewed as the system boundary. Part 
of the energy in the oven will pass through the skin to the potato. Since the 
driving force for this energy transfer is a temperature difference, this is a 
heat transfer process. 


EXAMPLE 2-5 Heating of an Oven by Work Transfer 


A well-insulated electric oven is being heated through its heating element. If 
the entire oven, including the heating element, is taken to be the system, 
determine whether this is a heat or work interaction. 


Solution A well-insulated electric oven is being heated by its heating ele- 
ment. It is to be determined whether this is a heat or work interaction. 
Analysis For this problem, the interior surfaces of the oven form the system 
boundary, as shown in Fig. 2-22. The energy content of the oven obviously 
increases during this process, as evidenced by a rise in temperature. This 
energy transfer to the oven is not caused by a temperature difference between 
the oven and the surrounding air. Instead, it is caused by e/ectrons crossing the 
system boundary and thus doing work. Therefore, this is a work interaction. 


EXAMPLE 2-6 Heating of an Oven by Heat Transfer 


Answer the question in Example 2-5 if the system is taken as only the air in 
the oven without the heating element. 


Solution The question in Example 2-5 is to be reconsidered by taking the 
system to be only the air in the oven. 

Analysis This time, the system boundary will include the outer surface of 
the heating element and will not cut through it, as shown in Fig. 2-23. 
Therefore, no electrons will be crossing the system boundary at any point. 
Instead, the energy generated in the interior of the heating element will be 
transferred to the air around it as a result of the temperature difference 
between the heating element and the air in the oven. Therefore, this is a 
heat transfer process. 

Discussion For both cases, the amount of energy transfer to the air is the 
same. These two examples show that an energy transfer can be heat or work, 
depending on how the system is selected. 


Electrical Work 


It was pointed out in Example 2-5 that electrons crossing the system boundary 
do electrical work on the system. In an electric field, electrons in a wire move 
under the effect of electromotive forces, doing work. When N coulombs of elec- 
trical charge move through a potential difference V, the electrical work done is 


W, = VN 
which can also be expressed in the rate form as 
W, = VI (W) (2-18) 


where W, is the electrical power and / is the number of electrical charges flow- 
ing per unit time, that is, the current (Fig. 2-24). In general, both V and / vary 
with time, and the electrical work done during a time interval Aż is expressed as 


2 
W, = | Vidt (KJ) (2-19) 
1 


When both V and / remain constant during the time interval At, it reduces to 
W, = VI At (kJ) (2-20) 


Chapter 2 l 65 


System boundary 


Electric oven 


Heating element 


FIGURE 2-22 


Schematic for Example 2-5. 


System boundary 


Electric oven 


Heating element 


FIGURE 2-23 
Schematic for Example 2-6. 


FIGURE 2-24 


Electrical power in terms of resistance 
R, current Z, and potential difference V. 
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The work done is proportional to the 
force applied (F ) and the distance 
traveled (s). 


FIGURE 2-26 


If there is no movement, no work is 
done. 


© Reprinted with special permission of King 
Features Syndicate. 


Boat 


FIGURE 2-27 


Energy transmission through rotating 
shafts is commonly encountered in 
practice. 


2-5 = MECHANICAL FORMS OF WORK 


There are several different ways of doing work, each in some way related to 
a force acting through a distance (Fig. 2—25). In elementary mechanics, the 
work done by a constant force F on a body displaced a distance s in the 
direction of the force is given by 


W = Fs (kJ) (2-21) 


If the force F is not constant, the work done is obtained by adding (i.e., 
integrating) the differential amounts of work, 


2 
W= | Fds (kJ) (2-22) 
1 


Obviously one needs to know how the force varies with displacement to 
perform this integration. Equations 2—21 and 2-22 give only the magnitude 
of the work. The sign is easily determined from physical considerations: 
The work done on a system by an external force acting in the direction of 
motion is negative, and work done by a system against an external force act- 
ing in the opposite direction to motion is positive. 

There are two requirements for a work interaction between a system and 
its surroundings to exist: (1) there must be a force acting on the boundary, 
and (2) the boundary must move. Therefore, the presence of forces on the 
boundary without any displacement of the boundary does not constitute a 
work interaction. Likewise, the displacement of the boundary without any 
force to oppose or drive this motion (such as the expansion of a gas into an 
evacuated space) is not a work interaction since no energy is transferred. 

In many thermodynamic problems, mechanical work is the only form of 
work involved. It is associated with the movement of the boundary of a 
system or with the movement of the entire system as a whole (Fig. 2—26). 
Some common forms of mechanical work are discussed next. 


Shaft Work 


Energy transmission with a rotating shaft is very common in engineering 
practice (Fig. 2—27). Often the torque T applied to the shaft is constant, 
which means that the force F applied is also constant. For a specified con- 
stant torque, the work done during n revolutions is determined as follows: A 
force F acting through a moment arm r generates a torque T of (Fig. 2-28) 


T 
T=Ffr > F=— (2-23) 
r 


This force acts through a distance s, which is related to the radius r by 
s = (2ar)n (2-24) 


Then the shaft work is determined from 
T 
Wa = Fs = (=) comm) = 2anT (kJ) (2-25) 


The power transmitted through the shaft is the shaft work done per unit 
time, which can be expressed as 


Wy, =2miT (KW) (2-26) 


where ñ is the number of revolutions per unit time. 


EXAMPLE 2-7 Power Transmission by the Shaft of a Car 


Determine the power transmitted through the shaft of a car when the torque 
applied is 200 N - m and the shaft rotates at a rate of 4000 revolutions per 
minute (rpm). 


Solution The torque and the rpm for a car engine are given. The power 
transmitted is to be determined. 

Analysis A sketch of the car is given in Fig. 2-29. The shaft power is deter- 
mined directly from 


Wa = 2mÀT = (2 )( 4000 ! Jeon (=) ( LKI ) 
— = —_ ‘m 
hs g min 60s /\1000N-m 


= 83.8 kW (or 112 hp) 


Discussion Note that power transmitted by a shaft is proportional to torque 
and the rotational speed. 


Spring Work 

It is common knowledge that when a force is applied on a spring, the length 
of the spring changes (Fig. 2-30). When the length of the spring changes by 
a differential amount dx under the influence of a force F, the work done is 


Wine = F dx (2-27) 


pring 


To determine the total spring work, we need to know a functional relation- 
ship between F and x. For linear elastic springs, the displacement x is pro- 
portional to the force applied (Fig. 2-31). That is, 


F=kx (KN) (2-28) 


where k is the spring constant and has the unit kN/m. The displacement x is 
measured from the undisturbed position of the spring (that is, x = 0 when 
F = 0). Substituting Eq. 2-28 into Eq. 2-27 and integrating yield 


Won = ok (x3 = xi) (kJ) (2-29) 


where x, and x, are the initial and the final displacements of the spring, 
respectively, measured from the undisturbed position of the spring. 

There are many other forms of mechanical work. Next we introduce some 
of them briefly. 


Work Done on Elastic Solid Bars 


Solids are often modeled as linear springs because under the action of a 
force they contract or elongate, as shown in Fig. 2-32, and when the force 
is lifted, they return to their original lengths, like a spring. This is true as 
long as the force is in the elastic range, that is, not large enough to cause 
permanent (plastic) deformations. Therefore, the equations given for a linear 
spring can also be used for elastic solid bars. Alternately, we can determine 
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Wp = 2nAT 


Torque = Fr 


FIGURE 2-28 


Shaft work is proportional to the 
torque applied and the number of 
revolutions of the shaft. 


n= 4000 rpm 
T=200N-m 


FIGURE 2-29 


Schematic for Example 2-7. 
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FIGURE 2-30 


Elongation of a spring under the 
influence of a force. 
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Rest 
position 


X, = 2 mm 


F, = 600 N 


FIGURE 2-31 


The displacement of a linear spring 
doubles when the force is doubled. 


Tia 


FIGURE 2-32 


Solid bars behave as springs under the 
influence of a force. 


Rigid wire frame 


Surface of film 


FIGURE 2-33 


Stretching a liquid film with a 
movable wire. 


the work associated with the expansion or contraction of an elastic solid bar 
by replacing pressure P by its counterpart in solids, normal stress o „ = FIA, 
in the work expression: 

2 2 

Watastic = | Fdx = | o,A dx (kJ) (2-30) 

1 1 
where A is the cross-sectional area of the bar. Note that the normal stress 
has pressure units. 


Work Associated with the Stretching of a Liquid Film 


Consider a liquid film such as soap film suspended on a wire frame 
(Fig. 2-33). We know from experience that it will take some force to stretch 
this film by the movable portion of the wire frame. This force is used to 
overcome the microscopic forces between molecules at the liquid—air inter- 
faces. These microscopic forces are perpendicular to any line in the surface, 
and the force generated by these forces per unit length is called the surface 
tension o,, whose unit is N/m. Therefore, the work associated with the 
stretching of a film is also called surface tension work. It is determined from 

2 

Waurtace = | o,dA (kJ) (2-31) 

1 
where dA = 2b dx is the change in the surface area of the film. The factor 2 
is due to the fact that the film has two surfaces in contact with air. The force 
acting on the movable wire as a result of surface tension effects is F = 2ba, 
where a, is the surface tension force per unit length. 


Work Done to Raise or to Accelerate a Body 


When a body is raised in a gravitational field, its potential energy increases. 
Likewise, when a body is accelerated, its kinetic energy increases. The con- 
servation of energy principle requires that an equivalent amount of energy 
must be transferred to the body being raised or accelerated. Remember that 
energy can be transferred to a given mass by heat and work, and the energy 
transferred in this case obviously is not heat since it is not driven by a tem- 
perature difference. Therefore, it must be work. Then we conclude that 
(1) the work transfer needed to raise a body is equal to the change in the 
potential energy of the body, and (2) the work transfer needed to accelerate 
a body is equal to the change in the kinetic energy of the body (Fig. 2-34). 
Similarly, the potential or kinetic energy of a body represents the work that 
can be obtained from the body as it is lowered to the reference level or 
decelerated to zero velocity. 

This discussion together with the consideration for friction and other 
losses form the basis for determining the required power rating of motors 
used to drive devices such as elevators, escalators, conveyor belts, and ski 
lifts. It also plays a primary role in the design of automotive and aircraft 
engines, and in the determination of the amount of hydroelectric power that 
can be produced from a given water reservoir, which is simply the potential 
energy of the water relative to the location of the hydraulic turbine. 


EXAMPLE 2-8 Power Needs of a Car to Climb a Hill 


Consider a 1200-kg car cruising steadily on a level road at 90 km/h. Now 
the car starts climbing a hill that is sloped 30° from the horizontal (Fig. 
2-35). If the velocity of the car is to remain constant during climbing, deter- 
mine the additional power that must be delivered by the engine. 


Solution A car is to climb a hill while maintaining a constant velocity. The 
additional power needed is to be determined. 

Analysis The additional power required is simply the work that needs to be 
done per unit time to raise the elevation of the car, which is equal to the 
change in the potential energy of the car per unit time: 


W, = ite Az/At = MEV vertical 


1 m/s 1 kJ/k 
(1200 kg) (9.81 m/s’) (90 km/h) (sin 30°) ( 36 =) ( mel 


147 kJ/s =147kW (or 197 hp) 


Discussion Note that the car engine will have to produce almost 200 hp of 
additional power while climbing the hill if the car is to maintain its velocity. 


EXAMPLE 2-9 Power Needs of a Car to Accelerate 


Determine the power required to accelerate a 900-kg car shown in Fig. 2-36 
from rest to a velocity of 80 km/h in 20 s on a level road. 


Solution The power required to accelerate a car to a specified velocity is to 
be determined. 

Analysis The work needed to accelerate a body is simply the change in the 
kinetic energy of the body, 


80,000 m \? 1 kJ/k 
W, = bnV3 = Vi) = 4(000 ks) ( =) |( “2 ) 


3600 s 1000 m?/s? 
= 222kJ 
The average power is determined from 
W a) Vel} 
= Se = llik 14.9 h 
a At 20s Woran) 


Discussion This is in addition to the power required to overcome friction, 
rolling resistance, and other imperfections. 


Nonmechanical Forms of Work 


The treatment in Section 2-5 represents a fairly comprehensive coverage of 
mechanical forms of work except the moving boundary work that is covered 
in Chap. 4. But some work modes encountered in practice are not mechani- 
cal in nature. However, these nonmechanical work modes can be treated in a 
similar manner by identifying a generalized force F acting in the direction 
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Motor 


Elevator 
car 


FIGURE 2-34 


The energy transferred to a body while 
being raised is equal to the change in 
its potential energy. 


m = 1200 kg 


FIGURE 2-35 
Schematic for Example 2-8. 


80 km/h 


FIGURE 2-36 


Schematic for Example 2-9. 
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PE, = 10kJ 
KE, =0 


| PE, =7KJ 
KE, =3 kJ 


m 


FIGURE 2-37 


Energy cannot be created or 
destroyed; it can only change forms. 


of a generalized displacement x. Then the work associated with the differen- 
tial displacement under the influence of this force is determined from ôW = 
F dx. 

Some examples of nonmechanical work modes are electrical work, 
where the generalized force is the voltage (the electrical potential) and 
the generalized displacement is the electrical charge, as discussed earlier; 
magnetic work, where the generalized force is the magnetic field strength 
and the generalized displacement is the total magnetic dipole moment; and 
electrical polarization work, where the generalized force is the electric 
field strength and the generalized displacement is the polarization of the 
medium (the sum of the electric dipole rotation moments of the molecules). 
Detailed consideration of these and other nonmechanical work modes can 
be found in specialized books on these topics. 


2-6 = THE FIRST LAW OF THERMODYNAMICS 


So far, we have considered various forms of energy such as heat Q, work W, 
and total energy E individually, and no attempt is made to relate them to 
each other during a process. The first law of thermodynamics, also known as 
the conservation of energy principle, provides a sound basis for studying the 
relationships among the various forms of energy and energy interactions. 
Based on experimental observations, the first law of thermodynamics states 
that energy can be neither created nor destroyed during a process; it can 
only change forms. Therefore, every bit of energy should be accounted for 
during a process. 

We all know that a rock at some elevation possesses some potential energy, 
and part of this potential energy is converted to kinetic energy as the rock falls 
(Fig. 2-37). Experimental data show that the decrease in potential energy 
(mg Az) exactly equals the increase in kinetic energy [m(V3 — V{)/2] when 
the air resistance is negligible, thus confirming the conservation of energy 
principle for mechanical energy. 

Consider a system undergoing a series of adiabatic processes from a 
specified state 1 to another specified state 2. Being adiabatic, these 
processes obviously cannot involve any heat transfer, but they may involve 
several kinds of work interactions. Careful measurements during these 
experiments indicate the following: For all adiabatic processes between two 
specified states of a closed system, the net work done is the same regardless 
of the nature of the closed system and the details of the process. Consider- 
ing that there are an infinite number of ways to perform work interactions 
under adiabatic conditions, this statement appears to be very powerful, with 
a potential for far-reaching implications. This statement, which is largely 
based on the experiments of Joule in the first half of the nineteenth century, 
cannot be drawn from any other known physical principle and is recognized 
as a fundamental principle. This principle is called the first law of thermo- 
dynamics or just the first law. 

A major consequence of the first law is the existence and the definition of 
the property total energy E. Considering that the net work is the same for all 
adiabatic processes of a closed system between two specified states, the 
value of the net work must depend on the end states of the system only, and 
thus it must correspond to a change in a property of the system. This prop- 


erty is the total energy. Note that the first law makes no reference to the 
value of the total energy of a closed system at a state. It simply states that 
the change in the total energy during an adiabatic process must be equal to 
the net work done. Therefore, any convenient arbitrary value can be 
assigned to total energy at a specified state to serve as a reference point. 

Implicit in the first law statement is the conservation of energy. Although 
the essence of the first law is the existence of the property total energy, the 
first law is often viewed as a statement of the conservation of energy princi- 
ple. Next we develop the first law or the conservation of energy relation 
with the help of some familiar examples using intuitive arguments. 

First, we consider some processes that involve heat transfer but no work 
interactions. The potato baked in the oven is a good example for this case 
(Fig. 2-38). As a result of heat transfer to the potato, the energy of the 
potato will increase. If we disregard any mass transfer (moisture loss from 
the potato), the increase in the total energy of the potato becomes equal to 
the amount of heat transfer. That is, if 5 kJ of heat is transferred to the 
potato, the energy increase of the potato will also be 5 kJ. 

As another example, consider the heating of water in a pan on top of a 
range (Fig. 2-39). If 15 kJ of heat is transferred to the water from the heat- 
ing element and 3 kJ of it is lost from the water to the surrounding air, the 
increase in energy of the water will be equal to the net heat transfer to 
water, which is 12 kJ. 

Now consider a well-insulated (i.e., adiabatic) room heated by an electric 
heater as our system (Fig. 2-40). As a result of electrical work done, the 
energy of the system will increase. Since the system is adiabatic and cannot 
have any heat transfer to or from the surroundings (Q = 0), the conservation 
of energy principle dictates that the electrical work done on the system must 
equal the increase in energy of the system. 

Next, let us replace the electric heater with a paddle wheel (Fig. 2-41). As 
a result of the stirring process, the energy of the system will increase. 
Again, since there is no heat interaction between the system and its sur- 
roundings (Q = 0), the shaft work done on the system must show up as an 
increase in the energy of the system. 

Many of you have probably noticed that the temperature of air rises when 
it is compressed (Fig. 2-42). This is because energy is transferred to the air 
in the form of boundary work. In the absence of any heat transfer (Q = 0), 
the entire boundary work will be stored in the air as part of its total energy. 
The conservation of energy principle again requires that the increase in the 
energy of the system be equal to the boundary work done on the system. 

We can extend these discussions to systems that involve various heat and 
work interactions simultaneously. For example, if a system gains 12 kJ of 
heat during a process while 6 kJ of work is done on it, the increase in the 
energy of the system during that process is 18 kJ (Fig. 2-43). That is, the 
change in the energy of a system during a process is simply equal to the net 
energy transfer to (or from) the system. 


Energy Balance 


In the light of the preceding discussions, the conservation of energy princi- 
ple can be expressed as follows: The net change (increase or decrease) in 
the total energy of the system during a process is equal to the difference 
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FIGURE 2-38 


The increase in the energy of a potato 
in an oven is equal to the amount of 
heat transferred to it. 


FIGURE 2-39 


In the absence of any work 
interactions, the energy change of a 
system is equal to the net heat transfer. 


(Adiabatic) 


FIGURE 2-40 

The work (electrical) done on an 
adiabatic system is equal to the 
increase in the energy of the system. 
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(Adiabatic) 


FIGURE 2-41 


The work (shaft) done on an adiabatic 
system is equal to the increase in the 
energy of the system. 


Wy in = 10 KI 


(Adiabatic) 


FIGURE 2-42 


The work (boundary) done on an 
adiabatic system is equal to the 
increase in the energy of the system. 


=18kJ 


FIGURE 2-43 


The energy change of a system during 
a process is equal to the net work and 
heat transfer between the system and 
its surroundings. 


between the total energy entering and the total energy leaving the system 
during that process. That is, 


( Total energy ) o ( Total energy ) = ( Change in the total ) 
entering the system leaving the system energy of the system 


or 
Eon = AE, 


system 


E; 


This relation is often referred to as the energy balance and is applicable to 
any kind of system undergoing any kind of process. The successful use of 


this relation to solve engineering problems depends on understanding the 
various forms of energy and recognizing the forms of energy transfer. 


Energy Change of a System, AE.) tem 


The determination of the energy change of a system during a process 
involves the evaluation of the energy of the system at the beginning and at 
the end of the process, and taking their difference. That is, 


Energy change = Energy at final state — Energy at initial state 


or 


AE, 


system ~ Eers Eina = E, E, (2-32) 


Note that energy is a property, and the value of a property does not change 
unless the state of the system changes. Therefore, the energy change of a 
system is zero if the state of the system does not change during the process. 
Also, energy can exist in numerous forms such as internal (sensible, latent, 
chemical, and nuclear), kinetic, potential, electric, and magnetic, and their 
sum constitutes the total energy E of a system. In the absence of electric, 
magnetic, and surface tension effects (i.e., for simple compressible sys- 
tems), the change in the total energy of a system during a process is the sum 
of the changes in its internal, kinetic, and potential energies and can be 
expressed as 


AE = AU + AKE + APE (2-33) 


where 
AU = m(u — u) 
AKE = 3m(V3 — Vi) 
APE = mg(z. — zı) 


When the initial and final states are specified, the values of the specific 
internal energies u, and u, can be determined directly from the property 
tables or thermodynamic property relations. 

Most systems encountered in practice are stationary, that is, they do not 
involve any changes in their velocity or elevation during a process (Fig. 
2-44). Thus, for stationary systems, the changes in kinetic and potential 
energies are zero (that is, AKE = APE = 0), and the total energy change 
relation in Eq. 2-33 reduces to AE = AU for such systems. Also, the energy 


of a system during a process will change even if only one form of its energy 
changes while the other forms of energy remain unchanged. 


Mechanisms of Energy Transfer, Ep and E ut 


Energy can be transferred to or from a system in three forms: heat, work, 
and mass flow. Energy interactions are recognized at the system boundary as 
they cross it, and they represent the energy gained or lost by a system dur- 
ing a process. The only two forms of energy interactions associated with a 
fixed mass or closed system are heat transfer and work. 


1. Heat Transfer, Q Heat transfer to a system (heat gain) increases the 
energy of the molecules and thus the internal energy of the system, and 
heat transfer from a system (heat loss) decreases it since the energy 
transferred out as heat comes from the energy of the molecules of the 
system. 

2. Work Transfer, W An energy interaction that is not caused by a tem- 
perature difference between a system and its surroundings is work. A 
rising piston, a rotating shaft, and an electrical wire crossing the system 
boundaries are all associated with work interactions. Work transfer to a 
system (i.e., work done on a system) increases the energy of the system, 
and work transfer from a system (i.e., work done by the system) 
decreases it since the energy transferred out as work comes from the 
energy contained in the system. Car engines and hydraulic, steam, or 
gas turbines produce work while compressors, pumps, and mixers con- 
sume work. 

3. Mass Flow, m Mass flow in and out of the system serves as an addi- 
tional mechanism of energy transfer. When mass enters a system, the 
energy of the system increases because mass carries energy with it (in 
fact, mass is energy). Likewise, when some mass leaves the system, the 
energy contained within the system decreases because the leaving mass 
takes out some energy with it. For example, when some hot water is 
taken out of a water heater and is replaced by the same amount of cold 
water, the energy content of the hot-water tank (the control volume) 
decreases as a result of this mass interaction (Fig. 2—45). 


Noting that energy can be transferred in the forms of heat, work, and 
mass, and that the net transfer of a quantity is equal to the difference 
between the amounts transferred in and out, the energy balance can be writ- 
ten more explicitly as 


Ein E oit nal (Oin Oou) H (W; Wout) t (E rassin 7 E asson) = AE system (2-34) 


where the subscripts “in” and “out” denote quantities that enter and leave 
the system, respectively. All six quantities on the right side of the equation 
represent “amounts,” and thus they are positive quantities. The direction of 
any energy transfer is described by the subscripts “in” and “out.” 

The heat transfer Q is zero for adiabatic systems, the work transfer W is 
zero for systems that involve no work interactions, and the energy transport 
with mass Emass 1S zero for systems that involve no mass flow across their 


boundaries (i.e., closed systems). 
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Stationary Systems 
z; =z, APE=0 
V = Ņ>AKE=0 
AB >AU 


FIGURE 2-44 


For stationary systems, AKE = APE 
= 0; thus AE = AU. 
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Control 
volume 


FIGURE 2-45 

The energy content of a control 
volume can be changed by mass flow 
as well as heat and work interactions. 


SV 


FIGURE 2-46 
For a cycle AE = 0, thus Q = W. 


Qout = 500 KJ 


We, in = 100 KJ 


FIGURE 2-47 
Schematic for Example 2-10. 


Energy balance for any system undergoing any kind of process can be 
expressed more compactly as 


Fig = Eou z AE sye (kJ) (2-35) 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
or, in the rate form, as 
Ein > Bä = dE yaa Gt (kW) (2-36) 


Rate of net energy transfer 
by heat, work, and mass 


Rate of change in internal, 
kinetic, potential, etc., energies 


For constant rates, the total quantities during a time interval At are related to 
the quantities per unit time as 


Q=QAt, W=WAt, and AE = (dE/dt) At (kJ) (2-37) 
The energy balance can be expressed on a per unit mass basis as 
Cin ~ Cou = Ae gystem (kJ/kg) (2-38) 


which is obtained by dividing all the quantities in Eq. 2-35 by the mass m of 
the system. Energy balance can also be expressed in the differential form as 


bE in = OE out = dE system or bein = SCout = de system (2-39) 


For a closed system undergoing a cycle, the initial and final states are iden- 
tical, and thus AE,ystem = E, — E; = 0. Then the energy balance for a cycle 
simplifies to E — Eou = 0 or E = E,,. Noting that a closed system does 
not involve any mass flow across its boundaries, the energy balance for a 


cycle can be expressed in terms of heat and work interactions as 


Wreteut = O isiin 


That is, the net work output during a cycle is equal to net heat input (Fig. 
2—46). 


Wietout m O ietin or (for a cycle) (2-40) 


EXAMPLE 2-10 


A rigid tank contains a hot fluid that is cooled while being stirred by a pad- 
dle wheel. Initially, the internal energy of the fluid is 800 kJ. During the 
cooling process, the fluid loses 500 kJ of heat, and the paddle wheel does 
100 kJ of work on the fluid. Determine the final internal energy of the fluid. 
Neglect the energy stored in the paddle wheel. 


Cooling of a Hot Fluid in a Tank 


Solution A fluid in a rigid tank looses heat while being stirred. The final 
internal energy of the fluid is to be determined. 

Assumptions 1 The tank is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O. Therefore, AE = AU and internal 
energy is the only form of the system’s energy that may change during this 
process. 2 Energy stored in the paddle wheel is negligible. 

Analysis Take the contents of the tank as the system (Fig. 2-47). This is a 
closed system since no mass crosses the boundary during the process. We 
observe that the volume of a rigid tank is constant, and thus there is no 
moving boundary work. Also, heat is lost from the system and shaft work is 
done on the system. Applying the energy balance on the system gives 


E: eS Boi = AE 
n See 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Won.in On == AU = U» U, 
100 kJ — 500 kJ = U, — 800 kJ 
U, = 400 kJ 


Therefore, the final internal energy of the system is 400 kJ. 


EXAMPLE 2-11 Acceleration of Air by a Fan 


A fan that consumes 20 W of electric power when operating is claimed to 
discharge air from a ventilated room at a rate of 0.25 kg/s at a discharge 
velocity of 8 m/s (Fig. 2-48). Determine if this claim is reasonable. 


Solution A fan is claimed to increase the velocity of air to a specified value 
while consuming electric power at a specified rate. The validity of this claim 
is to be investigated. 

Assumptions The ventilating room is relatively calm, and air velocity in it is 
negligible. 

Analysis First, let’s examine the energy conversions involved: The motor of 
the fan converts part of the electrical power it consumes to mechanical 
(shaft) power, which is used to rotate the fan blades in air. The blades are 
shaped such that they impart a large fraction of the mechanical power of the 
shaft to air by mobilizing it. In the limiting ideal case of no losses (no con- 
version of electrical and mechanical energy to thermal energy) in steady 
operation, the electric power input will be equal to the rate of increase of the 
kinetic energy of air. Therefore, for a control volume that encloses the fan- 
motor unit, the energy balance can be written as 


; =f s A0 (steady) — y j 
Er Eou JE Sem / dt oO => En E ow 
aan ete 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
2 
W aes ik — # Vou 

elect, in — Mair Kout = Mair 2 


Solving for V, and substituting gives the maximum air outlet velocity to be 


i ee) 
ae 20 J/s (Se ) = 6.3 m/s 

Q2Mgir 2(0.25 kg/s) \ 1 J/kg 
which is less than 8 m/s. Therefore, the claim is false. 
Discussion The conservation of energy principle requires the energy to be 
preserved as it is converted from one form to another, and it does not allow 
any energy to be created or destroyed during a process. From the first law 
point of view, there is nothing wrong with the conversion of the entire electri- 
cal energy into kinetic energy. Therefore, the first law has no objection to air 
velocity reaching 6.3 m/s—but this is the upper limit. Any claim of higher 
velocity is in violation of the first law, and thus impossible. In reality, the air 
velocity will be considerably lower than 6.3 m/s because of the losses associ- 
ated with the conversion of electrical energy to mechanical shaft energy, and 
the conversion of mechanical shaft energy to kinetic energy or air. 
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FIGURE 2-48 
Schematic for Example 2-11. 
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FIGURE 2-49 
Schematic for Example 2-12. 


FIGURE 2-50 


Fluorescent lamps lighting a classroom 
as discussed in Example 2-13. 
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EXAMPLE 2-12 Heating Effect of a Fan 


A room is initially at the outdoor temperature of 25°C. Now a large fan 
that consumes 200 W of electricity when running is turned on (Fig. 2—49). 
The heat transfer rate between the room and the outdoor air is given as 
Q = UAT, — T,) where U = 6 W/m? - °C is the overall heat transfer coefficient, 
A = 30 m? is the exposed surface area of the room, and T, and T, are the 
indoor and outdoor air temperatures, respectively. Determine the indoor air 
temperature when steady operating conditions are established. 


Solution A large fan is turned on and kept on in a room that looses heat to 
the outdoors. The indoor air temperature is to be determined when steady 
operation is reached. 

Assumptions 1 Heat transfer through the floor is negligible. 2 There are no 
other energy interactions involved. 

Analysis The electricity consumed by the fan is energy input for the room, 
and thus the room gains energy at a rate of 200 W. As a result, the room air 
temperature tends to rise. But as the room air temperature rises, the rate of 
heat loss from the room increases until the rate of heat loss equals the elec- 
tric power consumption. At that point, the temperature of the room air, and 
thus the energy content of the room, remains constant, and the conservation 
of energy for the room becomes 


mje E O(steady) — re 
Ern But G dE an / dt> om 0 =P ide 7 Eoi 
A 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wetectin = Ooni = VAG = T) 
Substituting, 
200 W = (6 W °C) (30 m’) (T; — 25°C) 
It gives 
T; = 26.1°C 


Therefore, the room air temperature will remain constant after it reaches 
XS) MAG, 

Discussion Note that a 200-W fan heats a room just like a 200-W resis- 
tance heater. In the case of a fan, the motor converts part of the electric 
energy it draws to mechanical energy in the form of a rotating shaft while 
the remaining part is dissipated as heat to the room air because of the motor 
inefficiency (no motor converts 100 percent of the electric energy it receives 
to mechanical energy, although some large motors come close with a conver- 
sion efficiency of over 97 percent). Part of the mechanical energy of the 
shaft is converted to kinetic energy of air through the blades, which is then 
converted to thermal energy as air molecules slow down because of friction. 
At the end, the entire electric energy drawn by the fan motor is converted to 
thermal energy of air, which manifests itself as a rise in temperature. 


EXAMPLE 2-13 Annual Lighting Cost of a Classroom 


The lighting needs of a classroom are met by 30 fluorescent lamps, each 
consuming 80 W of electricity (Fig. 2-50). The lights in the classroom are 
kept on for 12 hours a day and 250 days a year. For a unit electricity cost of 


7 cents per kWh, determine annual energy cost of lighting for this class- 
room. Also, discuss the effect of lighting on the heating and air-conditioning 
requirements of the room. 


Solution The lighting of a classroom by fluorescent lamps is considered. 
The annual electricity cost of lighting for this classroom is to be deter- 
mined, and the lighting’s effect on the heating and air-conditioning require- 
ments is to be discussed. 

Assumptions The effect of voltage fluctuations is negligible so that each fluo- 
rescent lamp consumes its rated power. 

Analysis The electric power consumed by the lamps when all are on and 
the number of hours they are kept on per year are 


Lighting power = (Power consumed per lamp) X (No. of lamps) 
= (80 W/lamp) (30 lamps) 
= 2400 W = 2.4 kW 
Operating hours = (12 h/day) (250 days/year) = 3000 h/year 
Then the amount and cost of electricity used per year become 
Lighting energy = (Lighting power) (Operating hours) 
= (2.4 kW) (3000 h/year) = 7200 kWh/year 
Lighting cost = (Lighting energy) (Unit cost) 
= (7200 kWh/year) ($0.07/kWh) = $504/year 


Light is absorbed by the surfaces it strikes and is converted to thermal energy. 
Disregarding the light that escapes through the windows, the entire 2.4 kW of 
electric power consumed by the lamps eventually becomes part of thermal 
energy of the classroom. Therefore, the lighting system in this room reduces 
the heating requirements by 2.4 kW, but increases the air-conditioning load by 
2.4 kW. 

Discussion Note that the annual lighting cost of this classroom alone is over 
$500. This shows the importance of energy conservation measures. If incan- 
descent light bulbs were used instead of fluorescent tubes, the lighting costs 
would be four times as much since incandescent lamps use four times as 
much power for the same amount of light produced. 


EXAMPLE 2-14 Conservation of Energy for an Oscillating 
Steel Ball 


The motion of a steel ball in a hemispherical bow! of radius h shown in Fig. 
2-51 is to be analyzed. The ball is initially held at the highest location at 
point A, and then it is released. Obtain relations for the conservation of 
energy of the ball for the cases of frictionless and actual motions. 


Solution A steel ball is released in a bowl. Relations for the energy balance 
are to be obtained. 

Assumptions The motion is frictionless, and thus friction between the ball, 
the bowl, and the air is negligible. 

Analysis When the ball is released, it accelerates under the influence of 
gravity, reaches a maximum velocity (and minimum elevation) at point B at 
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FIGURE 2-51 
Schematic for Example 2-14. 
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REMEMBER, 
PERFORMANCE IS 
DESIRED OUTPUT 
OVER REQUIRED 


FIGURE 2-52 


The definition of performance is not 
limited to thermodynamics only. 


© Reprinted with special permission of King 
Features Syndicate. 
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the bottom of the bowl, and moves up toward point C on the opposite side. 
In the ideal case of frictionless motion, the ball will oscillate between points 
A and C. The actual motion involves the conversion of the kinetic and poten- 
tial energies of the ball to each other, together with overcoming resistance to 
motion due to friction (doing frictional work). The general energy balance for 
any system undergoing any process is 


[Bin = Ea = AE iem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Then the energy balance for the ball for a process from point 1 to point 2 
becomes 


Wrriction = (key + pez) (ke, + pe) 


or 


r 8z = T 8Z2 T Wfriction 


since there is no energy transfer by heat or mass and no change in the internal 
energy of the ball (the heat generated by frictional heating is dissipated to the 
surrounding air). The frictional work term Wpiction IS Often expressed as @,,,, to 
represent the loss (conversion) of mechanical energy into thermal energy. 
For the idealized case of frictionless motion, the last relation reduces to 
m a a =C= tant 
z eae ee or 5 gz = C = constan 
where the value of the constant is C = gh. That is, when the frictional 
effects are negligible, the sum of the kinetic and potential energies of the 
ball remains constant. 
Discussion This is certainly a more intuitive and convenient form of the 
conservation of energy equation for this and other similar processes such as 
the swinging motion of the pendulum of a wall clock. 


2-7 = ENERGY CONVERSION EFFICIENCIES 


Efficiency is one of the most frequently used terms in thermodynamics, and 
it indicates how well an energy conversion or transfer process is accom- 
plished. Efficiency is also one of the most frequently misused terms in ther- 
modynamics and a source of misunderstandings. This is because efficiency 
is often used without being properly defined first. Next we will clarify this 
further, and define some efficiencies commonly used in practice. 
Performance or efficiency, in general, can be expressed in terms of the 
desired output and the required input as (Fig. 2-52) 
Desired output 


Performance = : (2-41) 
Required output 


If you are shopping for a water heater, a knowledgeable salesperson will 
tell you that the efficiency of a conventional electric water heater is about 
90 percent (Fig. 2-53). You may find this confusing, since the heating ele- 
ments of electric water heaters are resistance heaters, and the efficiency of 


all resistance heaters is 100 percent as they convert all the electrical energy 
they consume into thermal energy. A knowledgeable salesperson will clarify 
this by explaining that the heat losses from the hot-water tank to the sur- 
rounding air amount to 10 percent of the electrical energy consumed, and 
the efficiency of a water heater is defined as the ratio of the energy deliv- 
ered to the house by hot water to the energy supplied to the water heater. A 
clever salesperson may even talk you into buying a more expensive water 
heater with thicker insulation that has an efficiency of 94 percent. If you are 
a knowledgeable consumer and have access to natural gas, you will proba- 
bly purchase a gas water heater whose efficiency is only 55 percent since a 
gas unit costs about the same as an electric unit to purchase and install, but 
the annual energy cost of a gas unit will be much less than that of an elec- 
tric unit. 

Perhaps you are wondering how the efficiency for a gas water heater is 
defined, and why it is much lower than the efficiency of an electric heater. 
As a general rule, the efficiency of equipment that involves the combustion 
of a fuel is based on the heating value of the fuel, which is the amount of 
heat released when a unit amount of fuel at room temperature is completely 
burned and the combustion products are cooled to the room temperature 
(Fig. 2-54). Then the performance of combustion equipment can be charac- 
terized by combustion efficiency, defined as 


Q Amount of heat released during combustion 
Tcombustion — HV =T 


: (2-42) 
Heating value of the fuel burned 

A combustion efficiency of 100 percent indicates that the fuel is burned 
completely and the stack gases leave the combustion chamber at room tem- 
perature, and thus the amount of heat released during a combustion process 
is equal to the heating value of the fuel. 

Most fuels contain hydrogen, which forms water when burned, and the 
heating value of a fuel will be different, depending on whether the water in 
combustion products is in the liquid or vapor form. The heating value is 
called the lower heating value, or LHV, when the water leaves as a vapor, 
and the higher heating value, or HHV, when the water in the combustion 
gases is completely condensed and thus the heat of vaporization is also 
recovered. The difference between these two heating values is equal to the 
product of the amount of water and the enthalpy of vaporization of water at 
room temperature. For example, the lower and higher heating values of 
gasoline are 44,000 kJ/kg and 47,300 kJ/kg, respectively. An efficiency def- 
inition should make it clear whether it is based on the higher or lower heat- 
ing value of the fuel. Efficiencies of cars and jet engines are normally based 
on lower heating values since water normally leaves as a vapor in the 
exhaust gases, and it is not practical to try to recuperate the heat of vapor- 
ization. Efficiencies of furnaces, on the other hand, are based on higher 
heating values. 

The efficiency of space heating systems of residential and commercial 
buildings is usually expressed in terms of the annual fuel utilization effi- 
ciency, or AFUE, which accounts for the combustion efficiency as well as 
other losses such as heat losses to unheated areas and start-up and cool- 
down losses. The AFUE of most new heating systems is about 85 percent, 
although the AFUE of some old heating systems is under 60 percent. The 
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Type Efficiency 
Gas, conventional 55% 
Gas, high-efficiency 62% 
Electric, conventional 90% 
Electric, high-efficiency 94% 
FIGURE 2-53 


Typical efficiencies of conventional 
and high-efficiency electric and 
natural gas water heaters. 


© The McGraw-Hill Companies, Inc./Jill Braaten, 
photographer 


Combustion gases 
25°C t CO,, H,0, etc. 


LHV = 44,000 kJ/kg 


1 kg 
Air Combustion Gasoline 
25°C, chamber 25°C 


FIGURE 2-54 


The definition of the heating value of 
gasoline. 
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TABLE 2-1 


The efficacy of different lighting 
systems 


Efficacy, 

Type of lighting lumens/W 
Combustion 

Candle 0.2 
Incandescent 

Ordinary 6-20 

Halogen 16-25 
Fluorescent 

Ordinary 40-60 

High output 70-90 

Compact 50-80 
High-intensity discharge 

Mercury vapor 50-60 

Metal halide 56-125 


High-pressure sodium 100-150 
Low-pressure sodium up to 200 


= 3 
15 W 60 W 
FIGURE 2-55 


A 15-W compact fluorescent lamp 
provides as much light as a 60-W 
incandescent lamp. 


AFUE of some new high-efficiency furnaces exceeds 96 percent, but the 
high cost of such furnaces cannot be justified for locations with mild to 
moderate winters. Such high efficiencies are achieved by reclaiming most of 
the heat in the flue gases, condensing the water vapor, and discharging the 
flue gases at temperatures as low as 38°C (or 100°F) instead of about 200°C 
(or 400°F) for the conventional models. 

For car engines, the work output is understood to be the power delivered 
by the crankshaft. But for power plants, the work output can be the mechan- 
ical power at the turbine exit, or the electrical power output of the generator. 

A generator is a device that converts mechanical energy to electrical 
energy, and the effectiveness of a generator is characterized by the generator 
efficiency, which is the ratio of the electrical power output to the mechanical 
power input. The thermal efficiency of a power plant, which is of primary 
interest in thermodynamics, is usually defined as the ratio of the net shaft 
work output of the turbine to the heat input to the working fluid. The effects 
of other factors are incorporated by defining an overall efficiency for the 
power plant as the ratio of the net electrical power output to the rate of fuel 
energy input. That is, 


Wiret cect 


Noverall — N combustion N thermal N generator — : 
P HHV X m 


net 


(2-43) 


The overall efficiencies are about 26-30 percent for gasoline automotive 
engines, 34—40 percent for diesel engines, and 40-60 percent for large 
power plants. 

We are all familiar with the conversion of electrical energy to light by 
incandescent lightbulbs, fluorescent tubes, and high-intensity discharge 
lamps. The efficiency for the conversion of electricity to light can be 
defined as the ratio of the energy converted to light to the electrical energy 
consumed. For example, common incandescent lightbulbs convert about 10 
percent of the electrical energy they consume to light; the rest of the energy 
consumed is dissipated as heat, which adds to the cooling load of the air 
conditioner in summer. However, it is more common to express the effec- 
tiveness of this conversion process by lighting efficacy, which is defined as 
the amount of light output in lumens per W of electricity consumed. 

The efficacy of different lighting systems is given in Table 2-1. Note that 
a compact fluorescent lightbulb produces about four times as much light as 
an incandescent lightbulb per W, and thus a 15-W fluorescent bulb can 
replace a 60-W incandescent lightbulb (Fig. 2-55). Also, a compact fluores- 
cent bulb lasts about 10,000 h, which is 10 times as long as an incandescent 
bulb, and it plugs directly into the socket of an incandescent lamp. 
Therefore, despite their higher initial cost, compact fluorescents reduce 
the lighting costs considerably through reduced electricity consumption. 
Sodium-filled high-intensity discharge lamps provide the most efficient 
lighting, but their use is limited to outdoor use because of their yellowish 
light. 

We can also define efficiency for cooking appliances since they convert 
electrical or chemical energy to heat for cooking. The efficiency of a cook- 
ing appliance can be defined as the ratio of the useful energy transferred to 


the food to the energy consumed by the appliance (Fig. 2-56). Electric 
ranges are more efficient than gas ranges, but it is much cheaper to cook 
with natural gas than with electricity because of the lower unit cost of nat- 
ural gas (Table 2-2). 

The cooking efficiency depends on user habits as well as the individual 
appliances. Convection and microwave ovens are inherently more efficient 
than conventional ovens. On average, convection ovens save about one-third 
and microwave ovens save about two-thirds of the energy used by conven- 
tional ovens. The cooking efficiency can be increased by using the smallest 
oven for baking, using a pressure cooker, using an electric slow cooker for 
stews and soups, using the smallest pan that will do the job, using the 
smaller heating element for small pans on electric ranges, using flat-bot- 
tomed pans on electric burners to assure good contact, keeping burner drip 
pans clean and shiny, defrosting frozen foods in the refrigerator before 
cooking, avoiding preheating unless it is necessary, keeping the pans cov- 
ered during cooking, using timers and thermometers to avoid overcooking, 
using the self-cleaning feature of ovens right after cooking, and keeping 
inside surfaces of microwave ovens clean. 

Using energy-efficient appliances and practicing energy conservation 
measures help our pocketbooks by reducing our utility bills. It also helps 
the environment by reducing the amount of pollutants emitted to the atmo- 
sphere during the combustion of fuel at home or at the power plants where 
electricity is generated. The combustion of each therm of natural gas pro- 
duces 6.4 kg of carbon dioxide, which causes global climate change; 4.7 g 
of nitrogen oxides and 0.54 g of hydrocarbons, which cause smog; 2.0 g of 
carbon monoxide, which is toxic; and 0.030 g of sulfur dioxide, which 
causes acid rain. Each therm of natural gas saved eliminates the emission of 
these pollutants while saving $0.60 for the average consumer in the United 
States. Each kWh of electricity conserved saves 0.4 kg of coal and 1.0 kg of 
CO, and 15 g of SO, from a coal power plant. 


TABLE 2-2 


Energy costs of cooking a casserole with different appliances” 


[From A. Wilson and J. Morril, Consumer Guide to Home Energy Savings, Washington, DC: 
American Council for an Energy-Efficient Economy, 1996, p. 192.] 


Cooking Cooking Energy Cost of 
Cooking appliance temperature time used energy 
Electric oven 350°F (177°C) lh 2.0 kWh $0.16 
Convection oven (elect.) 325°F (163°C) 45min 1.39 kWh $0.11 
Gas oven 350°F (177°C) lh 0.112 therm $0.07 
Frying pan 420°F (216°C) 1h 0.9 kWh $0.07 
Toaster oven 425°F (218°C) 50min 0.95 kWh $0.08 
Electric slow cooker 200°F (93°C) 7h 0.7 kWh $0.06 
Microwave oven “High” 15 min 0.36 kWh $0.03 


*Assumes a unit cost of $0.08/kWh for electricity and $0.60/therm for gas. 
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2kW 


Energy utilized 


Effici = 
ne Energy supplied to appliance 


a OWE _ 0.60 
5 kWh 


FIGURE 2-56 


The efficiency of a cooking appliance 
represents the fraction of the energy 
supplied to the appliance that is 
transferred to the food. 
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38% 


Gas Range 


FIGURE 2-57 


Schematic of the 73 percent efficient 
electric heating unit and 38 percent 
efficient gas burner discussed in 
Example 2-15. 


EXAMPLE 2-15 Cost of Cooking with Electric and Gas Ranges 


The efficiency of cooking appliances affects the internal heat gain from them 
since an inefficient appliance consumes a greater amount of energy for the 
same task, and the excess energy consumed shows up as heat in the living 
space. The efficiency of open burners is determined to be 73 percent for 
electric units and 38 percent for gas units (Fig. 2-57). Consider a 2-kW 
electric burner at a location where the unit costs of electricity and natural 
gas are $0.09/kWh and $0.55/therm, respectively. Determine the rate of 
energy consumption by the burner and the unit cost of utilized energy for 
both electric and gas burners. 


Solution The operation of electric and gas ranges is considered. The rate of 
energy consumption and the unit cost of utilized energy are to be deter- 
mined. 

Analysis The efficiency of the electric heater is given to be 73 percent. 
Therefore, a burner that consumes 2 kW of electrical energy will supply 


Quitizea = (Energy input) X (Efficiency) = (2 kW)(0.73) = 1.46 kW 


of useful energy. The unit cost of utilized energy is inversely proportional to 

the efficiency, and is determined from 

Cost of energy input $0.09/kWh 
Efficiency z 0.73 


Cost of utilized energy = = $0.123/kWh 


Noting that the efficiency of a gas burner is 38 percent, the energy input 
to a gas burner that supplies utilized energy at the same rate (1.46 kW) is 


Ó ONE 1 46 IY 
input, gas Efficiency 0.38 


=3.84kW (= 13,100 Btu/h) 


since 1 kW = 3412 Btu/h. Therefore, a gas burner should have a rating of at 
least 13,100 Btu/h to perform as well as the electric unit. 
Noting that 1 therm = 29.3 kWh, the unit cost of utilized energy in the 
case of a gas burner is determined to be 
Cost of energy input $0.55/29.3 kWh 
Efficiency 7 0.38 


= $0.049/kWh 


Cost of utilized energy = 


Discussion The cost of utilized gas is less than half of the unit cost of uti- 
lized electricity. Therefore, despite its higher efficiency, cooking with an 
electric burner will cost more than twice as much compared to a gas burner 
in this case. This explains why cost-conscious consumers always ask for gas 
appliances, and it is not wise to use electricity for heating purposes. 


Efficiencies of Mechanical and Electrical Devices 


The transfer of mechanical energy is usually accomplished by a rotating 
shaft, and thus mechanical work is often referred to as shaft work. A pump 
or a fan receives shaft work (usually from an electric motor) and transfers it 
to the fluid as mechanical energy (less frictional losses). A turbine, on the 
other hand, converts the mechanical energy of a fluid to shaft work. In the 
absence of any irreversibilities such as friction, mechanical energy can be 


converted entirely from one mechanical form to another, and the mechani- 
cal efficiency of a device or process can be defined as (Fig. 2-58) 
Mechanical energy output E mech,out È wais 


: : =1 (2-44) 
Mechanical energy input Ereim E peho 


mech — 


A conversion efficiency of less than 100 percent indicates that conversion is 
less than perfect and some losses have occurred during conversion. A 
mechanical efficiency of 97 percent indicates that 3 percent of the mechanical 
energy input is converted to thermal energy as a result of frictional heating, 
and this will manifest itself as a slight rise in the temperature of the fluid. 

In fluid systems, we are usually interested in increasing the pressure, 
velocity, and/or elevation of a fluid. This is done by supplying mechanical 
energy to the fluid by a pump, a fan, or a compressor (we will refer to all of 
them as pumps). Or we are interested in the reverse process of extracting 
mechanical energy from a fluid by a turbine and producing mechanical 
power in the form of a rotating shaft that can drive a generator or any other 
rotary device. The degree of perfection of the conversion process between 
the mechanical work supplied or extracted and the mechanical energy of the 
fluid is expressed by the pump efficiency and turbine efficiency, defined as 


Mechanical energy increase of the fluid AE vechiu Watt ee 


Mechanical energy input Wasta Worcs 


T pump = 
where NPs ets = E eioi = E aein is the rate of increase in the mechan- 
ical energy of the fluid, which is equivalent to the useful pumping power 
W, supplied to the fluid, and 


pump,u 


Mechanical energy output Wonattout Wearbine 


N turbine — (2-46) 


Mechanical energy decrease of the fluid = | A Ess, ie al 7 Wee eE 


where |AE nechttuidl = Emechin — Emechou is the rate of decrease in the 
mechanical energy of the fluid, which is equivalent to the mechanical power 
extracted from the fluid by the turbine Wrrpine., and we use the absolute 
value sign to avoid negative values for efficiencies. A pump or turbine effi- 
ciency of 100 percent indicates perfect conversion between the shaft work 
and the mechanical energy of the fluid, and this value can be approached 
(but never attained) as the frictional effects are minimized. 

Electrical energy is commonly converted to rotating mechanical energy 
by electric motors to drive fans, compressors, robot arms, car starters, and 
so forth. The effectiveness of this conversion process is characterized by the 
motor efficiency Nmotor Which is the ratio of the mechanical energy output of 
the motor to the electrical energy input. The full-load motor efficiencies 
range from about 35 percent for small motors to over 97 percent for large 
high-efficiency motors. The difference between the electrical energy con- 
sumed and the mechanical energy delivered is dissipated as waste heat. 

The mechanical efficiency should not be confused with the motor effi- 
ciency and the generator efficiency, which are defined as 


Mechanical power output = Waharrout 
=— (2-47) 
Electric power input Wost 


Motor: 


Nmotor — 
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50 W)|_ || — i = 0.50 kg/s 
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o 


= 


Vi =0, V= 12 m/s 


š +72 
AE mech fluid mV 3/2 


mech, fan 7 = 
Wehatt.in Wshaft,in 


_ (0.50 kg/s)(12 m/s)7/2 
50 W 


= 0.72 


FIGURE 2-58 


The mechanical efficiency of a fan is 
the ratio of the kinetic energy of air at 
the fan exit to the mechanical power 
input. 
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Nhurbine = 0.75 =0.97 


n generator 


Generator 


N turbine-gen = N turbine generator 
=0.75x 0.97 
=0.73 


FIGURE 2-59 


The overall efficiency of a 
turbine-generator is the product of the 
efficiency of the turbine and the 
efficiency of the generator, and 
represents the fraction of the 
mechanical energy of the fluid 
converted to electric energy. 


N generator = 0.95 
1862 kW 


mi = 5000 kg/s 


FIGURE 2-60 
Schematic for Example 2-16. 


and 


Wrascesat (2-48) 
Waitin 


Electric power output 


Generator: N generator — 


Mechanical power input 
A pump is usually packaged together with its motor, and a turbine with its 
generator. Therefore, we are usually interested in the combined or overall 
efficiency of pump—motor and turbine—generator combinations (Fig. 2-59), 
which are defined as 


Wotwaesi AE mech,ftuid 


: (2-49) 
Warect.in Wiec 


Npump—motor — Npump motor = 


and 
Wicas Wolsto 
Wannee | AE mech tiuial 


All the efficiencies just defined range between 0 and 100 percent. The 
lower limit of 0 percent corresponds to the conversion of the entire mechani- 
cal or electric energy input to thermal energy, and the device in this case 
functions like a resistance heater. The upper limit of 100 percent corresponds 
to the case of perfect conversion with no friction or other irreversibilities, 
and thus no conversion of mechanical or electric energy to thermal energy. 


(2-50) 


Nturbine—gen = N turbine generator E 


EXAMPLE 2-16 


The water in a large lake is to be used to generate electricity by the installa- 
tion of a hydraulic turbine-generator at a location where the depth of the 
water is 50 m (Fig. 2-60). Water is to be supplied at a rate of 5000 kg/s. If 
the electric power generated is measured to be 1862 kW and the generator 
efficiency is 95 percent, determine (a) the overall efficiency of the turbine— 
generator, (b) the mechanical efficiency of the turbine, and (c) the shaft 
power supplied by the turbine to the generator. 


Performance of a Hydraulic Turbine—Generator 


Solution A hydraulic turbine-generator is to generate electricity from the 
water of a lake. The overall efficiency, the turbine efficiency, and the turbine 
shaft power are to be determined. 

Assumptions 1 The elevation of the lake remains constant. 2 The mechani- 
cal energy of water at the turbine exit is negligible. 

Properties The density of water can be taken to be p = 1000 kg/m’. 
Analysis (a) We take the bottom of the lake as the reference level for conve- 
nience. Then kinetic and potential energies of water are zero, and the 
change in its mechanical energy per unit mass becomes 


€mech,in = €mech,out 


oe : 1 kJ/kg 
J 0 = gh = (0.81 m/®)(50 m)( ) 


1000 m?/s? 
= 0.491 kI/kg 


Then the rate at which mechanical energy is supplied to the turbine by the 
fluid and the overall efficiency become 


| AE nech finial = Grena a E) = (5000 kg/s) (0.491 kJ/kg) = 2455 kW 


= Warren 1 862 kW 
on es ie | AE mech, fluid | 245 5 kW 


0.76 
(b) Knowing the overall and generator efficiencies, the mechanical efficiency 
of the turbine is determined from 


Tturbine— gen 0.76 
N generator 0.95 


0.80 


Nturbine—gen T Nturbine generator > Nturbine 


(c) The shaft power output is determined from the definition of mechanical 
efficiency, 


Worn a Tare Ni nenm = (0.80) (2455 kW) = 1964 kW 


Discussion Note that the lake supplies 2455 kW of mechanical energy to 
the turbine, which converts 1964 kW of it to shaft work that drives the gen- 
erator, which generates 1862 kW of electric power. There are losses associ- 
ated with each component. 


EXAMPLE 2-17 Cost Savings Associated with High-Efficiency 
Motors 


A 60-hp electric motor (a motor that delivers 60 hp of shaft power at full 
load) that has an efficiency of 89.0 percent is worn out and is to be 
replaced by a 93.2 percent efficient high-efficiency motor (Fig. 2-61). The 
motor operates 3500 hours a year at full load. Taking the unit cost of elec- 
tricity to be $0.08/kWh, determine the amount of energy and money saved 
as a result of installing the high-efficiency motor instead of the standard 
motor. Also, determine the simple payback period if the purchase prices of 
the standard and high-efficiency motors are $4520 and $5160, respectively. 


Solution A worn-out standard motor is to be replaced by a high-efficiency 
one. The amount of electrical energy and money saved as well as the simple 
payback period are to be determined. 

Assumptions The load factor of the motor remains constant at 1 (full load) 
when operating. 

Analysis The electric power drawn by each motor and their difference can 
be expressed as 


Wiere in,standard = Wea Net = (Rated power) (Load factor) /1. 


Worectric inefficient = Wonati/ er = (Rated power) (Load factor) /1etr 


P ower Savings = Wests in,standard ~_ Waicctric in,efficient 


= (Rated power) (Load factor) (1/m — 1/nete) 


Chapter 2 


85 


Standard Motor 


High-Efficiency Motor 


FIGURE 2-61 
Schematic for Example 2-17. 
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FIGURE 2-62 


Energy conversion processes are often 
accompanied by environmental 
pollution. 
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where 7, is the efficiency of the standard motor, and ne is the efficiency of 
the comparable high-efficiency motor. Then the annual energy and cost sav- 
ings associated with the installation of the high-efficiency motor become 


Energy savings = (Power savings) (Operating hours) 

= (Rated power) (Operating hours) (Load factor) (1/n — 1/ner) 
= (60 hp) (0.7457 kW/hp) (3500 h/year)(1)(1/0.89 — 1/0.93.2) 
= 7929 kWh/year 

Cost savings = (Energy savings) (Unit cost of energy) 
= (7929 kWh/year) ($0.08/ kWh) 
= $634/year 

Also, 

Excess initial cost = Purchase price differential = $5160 — $4520 = $640 


This gives a simple payback period of 


Excess initial cost $640 
Annual cost savings g $634/year 


Simple payback period = = 1.01 year 
Discussion Note that the high-efficiency motor pays for its price differential 
within about one year from the electrical energy it saves. Considering that 
the service life of electric motors is several years, the purchase of the higher 
efficiency motor is definitely indicated in this case. 


2-8 = ENERGY AND ENVIRONMENT 


The conversion of energy from one form to another often affects the envi- 
ronment and the air we breathe in many ways, and thus the study of energy 
is not complete without considering its impact on the environment (Fig. 
2-62). Fossil fuels such as coal, oil, and natural gas have been powering the 
industrial development and the amenities of modern life that we enjoy since 
the 1700s, but this has not been without any undesirable side effects. From 
the soil we farm and the water we drink to the air we breathe, the environ- 
ment has been paying a heavy toll for it. Pollutants emitted during the com- 
bustion of fossil fuels are responsible for smog, acid rain, and global 
warming and climate change. The environmental pollution has reached such 
high levels that it became a serious threat to vegetation, wild life, and 
human health. Air pollution has been the cause of numerous health prob- 
lems including asthma and cancer. It is estimated that over 60,000 people in 
the United States alone die each year due to heart and lung diseases related 
to air pollution. 

Hundreds of elements and compounds such as benzene and formaldehyde 
are known to be emitted during the combustion of coal, oil, natural gas, and 
wood in electric power plants, engines of vehicles, furnaces, and even fire- 
places. Some compounds are added to liquid fuels for various reasons (such 
as MTBE to raise the octane number of the fuel and also to oxygenate the 
fuel in winter months to reduce urban smog). The largest source of air pol- 
lution is the motor vehicles, and the pollutants released by the vehicles are 


usually grouped as hydrocarbons (HC), nitrogen oxides (NO,), and carbon 
monoxide (CO) (Fig. 2-63). The HC emissions are a large component of 
volatile organic compounds (VOCs) emissions, and the two terms are gener- 
ally used interchangeably for motor vehicle emissions. A significant portion 
of the VOC or HC emissions are caused by the evaporation of fuels during 
refueling or spillage during spitback or by evaporation from gas tanks with 
faulty caps that do not close tightly. The solvents, propellants, and house- 
hold cleaning products that contain benzene, butane, or other HC products 
are also significant sources of HC emissions. 

The increase of environmental pollution at alarming rates and the rising 
awareness of its dangers made it necessary to control it by legislation and 
international treaties. In the United States, the Clean Air Act of 1970 (whose 
passage was aided by the 14-day smog alert in Washington that year) set 
limits on pollutants emitted by large plants and vehicles. These early stan- 
dards focused on emissions of hydrocarbons, nitrogen oxides, and carbon 
monoxide. The new cars were required to have catalytic converters in their 
exhaust systems to reduce HC and CO emissions. As a side benefit, the 
removal of lead from gasoline to permit the use of catalytic converters led to 
a significant reduction in toxic lead emissions. 

Emission limits for HC, NO,, and CO from cars have been declining 
steadily since 1970. The Clean Air Act of 1990 made the requirements on 
emissions even tougher, primarily for ozone, CO, nitrogen dioxide, and par- 
ticulate matter (PM). As a result, today’s industrial facilities and vehicles 
emit a fraction of the pollutants they used to emit a few decades ago. The 
HC emissions of cars, for example, decreased from about 8 gpm (grams per 
mile) in 1970 to 0.4 gpm in 1980 and about 0.1 gpm in 1999. This is a sig- 
nificant reduction since many of the gaseous toxics from motor vehicles and 
liquid fuels are hydrocarbons. 

Children are most susceptible to the damages caused by air pollutants 
since their organs are still developing. They are also exposed to more pollu- 
tion since they are more active, and thus they breathe faster. People with 
heart and lung problems, especially those with asthma, are most affected by 
air pollutants. This becomes apparent when the air pollution levels in their 
neighborhoods rise to high levels. 


Ozone and Smog 


If you live in a metropolitan area such as Los Angeles, you are probably 
familiar with urban smog—the dark yellow or brown haze that builds up in 
a large stagnant air mass and hangs over populated areas on calm hot sum- 
mer days. Smog is made up mostly of ground-level ozone (O,), but it also 
contains numerous other chemicals, including carbon monoxide (CO), par- 
ticulate matter such as soot and dust, volatile organic compounds (VOCs) 
such as benzene, butane, and other hydrocarbons. The harmful ground-level 
ozone should not be confused with the useful ozone layer high in the 
stratosphere that protects the earth from the sun’s harmful ultraviolet rays. 
Ozone at ground level is a pollutant with several adverse health effects. 

The primary source of both nitrogen oxides and hydrocarbons is the 
motor vehicles. Hydrocarbons and nitrogen oxides react in the presence of 
sunlight on hot calm days to form ground-level ozone, which is the primary 


Chapter 2 l 87 


co 
HC 


FIGURE 2-63 


Motor vehicles are the largest source 
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FIGURE 2-64 


Ground-level ozone, which is the 
primary component of smog, forms 
when HC and NO, react in the 
presence of sunlight in hot calm days. 


FIGURE 2-65 


Sulfuric acid and nitric acid are 
formed when sulfur oxides and nitric 
oxides react with water vapor and 
other chemicals high in the 
atmosphere in the presence of 
sunlight. 


component of smog (Fig. 2-64). The smog formation usually peaks in late 
afternoons when the temperatures are highest and there is plenty of sunlight. 
Although ground-level smog and ozone form in urban areas with heavy traf- 
fic or industry, the prevailing winds can transport them several hundred 
miles to other cities. This shows that pollution knows of no boundaries, and 
it is a global problem. 

Ozone irritates eyes and damages the air sacs in the lungs where oxygen 
and carbon dioxide are exchanged, causing eventual hardening of this soft 
and spongy tissue. It also causes shortness of breath, wheezing, fatigue, 
headaches, and nausea, and aggravates respiratory problems such as asthma. 
Every exposure to ozone does a little damage to the lungs, just like cigarette 
smoke, eventually reducing the individual’s lung capacity. Staying indoors 
and minimizing physical activity during heavy smog minimizes damage. 
Ozone also harms vegetation by damaging leaf tissues. To improve the air 
quality in areas with the worst ozone problems, reformulated gasoline 
(RFG) that contains at least 2 percent oxygen was introduced. The use of 
RFG has resulted in significant reduction in the emission of ozone and other 
pollutants, and its use is mandatory in many smog-prone areas. 

The other serious pollutant in smog is carbon monoxide, which is a color- 
less, odorless, poisonous gas. It is mostly emitted by motor vehicles, and it 
can build to dangerous levels in areas with heavy congested traffic. It 
deprives the body’s organs from getting enough oxygen by binding with the 
red blood cells that would otherwise carry oxygen. At low levels, carbon 
monoxide decreases the amount of oxygen supplied to the brain and other 
organs and muscles, slows body reactions and reflexes, and impairs judg- 
ment. It poses a serious threat to people with heart disease because of the 
fragile condition of the circulatory system and to fetuses because of the 
oxygen needs of the developing brain. At high levels, it can be fatal, as evi- 
denced by numerous deaths caused by cars that are warmed up in closed 
garages or by exhaust gases leaking into the cars. 

Smog also contains suspended particulate matter such as dust and soot 
emitted by vehicles and industrial facilities. Such particles irritate the eyes 
and the lungs since they may carry compounds such as acids and metals. 


Acid Rain 


Fossil fuels are mixtures of various chemicals, including small amounts of 
sulfur. The sulfur in the fuel reacts with oxygen to form sulfur dioxide 
(SO,), which is an air pollutant. The main source of SO, is the electric 
power plants that burn high-sulfur coal. The Clean Air Act of 1970 has lim- 
ited the SO, emissions severely, which forced the plants to install SO, 
scrubbers, to switch to low-sulfur coal, or to gasify the coal and recover the 
sulfur. Motor vehicles also contribute to SO, emissions since gasoline and 
diesel fuel also contain small amounts of sulfur. Volcanic eruptions and hot 
springs also release sulfur oxides (the cause of the rotten egg smell). 

The sulfur oxides and nitric oxides react with water vapor and other 
chemicals high in the atmosphere in the presence of sunlight to form sulfu- 
ric and nitric acids (Fig. 2-65). The acids formed usually dissolve in the 
suspended water droplets in clouds or fog. These acid-laden droplets, which 
can be as acidic as lemon juice, are washed from the air on to the soil by 
rain or snow. This is known as acid rain. The soil is capable of neutralizing 


a certain amount of acid, but the amounts produced by the power plants 
using inexpensive high-sulfur coal has exceeded this capability, and as a 
result many lakes and rivers in industrial areas such as New York, Pennsyl- 
vania, and Michigan have become too acidic for fish to grow. Forests in 
those areas also experience a slow death due to absorbing the acids through 
their leaves, needles, and roots. Even marble structures deteriorate due to 
acid rain. The magnitude of the problem was not recognized until the early 
1970s, and serious measures have been taken since then to reduce the sulfur 
dioxide emissions drastically by installing scrubbers in plants and by desul- 
furizing coal before combustion. 


The Greenhouse Effect: 
Global Warming and Climate Change 


You have probably noticed that when you leave your car under direct sun- 
light on a sunny day, the interior of the car gets much warmer than the air 
outside, and you may have wondered why the car acts like a heat trap. This 
is because glass at thicknesses encountered in practice transmits over 90 
percent of radiation in the visible range and is practically opaque (nontrans- 
parent) to radiation in the longer wavelength infrared regions. Therefore, 
glass allows the solar radiation to enter freely but blocks the infrared radia- 
tion emitted by the interior surfaces. This causes a rise in the interior tem- 
perature as a result of the thermal energy buildup in the car. This heating 
effect is known as the greenhouse effect, since it is utilized primarily in 
greenhouses. 

The greenhouse effect is also experienced on a larger scale on earth. The 
surface of the earth, which warms up during the day as a result of the 
absorption of solar energy, cools down at night by radiating part of its 
energy into deep space as infrared radiation. Carbon dioxide (CO,), water 
vapor, and trace amounts of some other gases such as methane and nitrogen 
oxides act like a blanket and keep the earth warm at night by blocking the 
heat radiated from the earth (Fig. 2-66). Therefore, they are called “green- 
house gases,” with CO, being the primary component. Water vapor is usu- 
ally taken out of this list since it comes down as rain or snow as part of the 
water cycle and human activities in producing water (such as the burning of 
fossil fuels) do not make much difference on its concentration in the atmo- 
sphere (which is mostly due to evaporation from rivers, lakes, oceans, etc.). 
CO, is different, however, in that people’s activities do make a difference in 
CO, concentration in the atmosphere. 

The greenhouse effect makes life on earth possible by keeping the earth 
warm (about 30°C warmer). However, excessive amounts of these gases dis- 
turb the delicate balance by trapping too much energy, which causes the 
average temperature of the earth to rise and the climate at some localities to 
change. These undesirable consequences of the greenhouse effect are 
referred to as global warming or global climate change. 

The global climate change is due to the excessive use of fossil fuels such 
as coal, petroleum products, and natural gas in electric power generation, 
transportation, buildings, and manufacturing, and it has been a concern in 
recent decades. In 1995, a total of 6.5 billion tons of carbon was released to 
the atmosphere as CO,. The current concentration of CO, in the atmosphere 
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The greenhouse effect on earth. 
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FIGURE 2-67 


The average car produces several 
times its weight in CO, every year (it 
is driven 12,000 miles a year, 
consumes 600 gallons of gasoline, and 
produces 20 lbm of CO, per gallon). 
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is about 360 ppm (or 0.36 percent). This is 20 percent higher than the level 
a century ago, and it is projected to increase to over 700 ppm by the year 
2100. Under normal conditions, vegetation consumes CO, and releases O, 
during the photosynthesis process, and thus keeps the CO, concentration in 
the atmosphere in check. A mature, growing tree consumes about 12 kg of 
CO, a year and exhales enough oxygen to support a family of four. How- 
ever, deforestation and the huge increase in the CO, production in recent 
decades disturbed this balance. 

In a 1995 report, the world’s leading climate scientists concluded that the 
earth has already warmed about 0.5°C during the last century, and they esti- 
mate that the earth’s temperature will rise another 2°C by the year 2100. A 
rise of this magnitude is feared to cause severe changes in weather patterns 
with storms and heavy rains and flooding at some parts and drought in oth- 
ers, major floods due to the melting of ice at the poles, loss of wetlands and 
coastal areas due to rising sea levels, variations in water supply, changes in 
the ecosystem due to the inability of some animal and plant species to 
adjust to the changes, increases in epidemic diseases due to the warmer 
temperatures, and adverse side effects on human health and socioeconomic 
conditions in some areas. 

The seriousness of these threats has moved the United Nations to estab- 
lish a committee on climate change. A world summit in 1992 in Rio de 
Janeiro, Brazil, attracted world attention to the problem. The agreement pre- 
pared by the committee in 1992 to control greenhouse gas emissions was 
signed by 162 nations. In the 1997 meeting in Kyoto (Japan), the world’s 
industrialized countries adopted the Kyoto protocol and committed to 
reduce their CO, and other greenhouse gas emissions by 5 percent below 
the 1990 levels by 2008 to 2012. This can be done by increasing conserva- 
tion efforts and improving conversion efficiencies, while meeting new 
energy demands by the use of renewable energy (such as hydroelectric, 
solar, wind, and geothermal energy) rather than by fossil fuels. 

The United States is the largest contributor of greenhouse gases, with over 
5 tons of carbon emissions per person per year. A major source of green- 
house gas emissions is transportation. Each liter of gasoline burned by a 
vehicle produces about 2.5 kg of CO, (or, each gallon of gasoline burned 
produces about 20 Ibm of CO,). An average car in the United States is driv- 
en about 12,000 miles a year, and it consumes about 600 gallons of gaso- 
line. Therefore, a car emits about 12,000 Ibm of CO, to the atmosphere a 
year, which is about four times the weight of a typical car (Fig. 2-67). This 
and other emissions can be reduced significantly by buying an energy- 
efficient car that burns less fuel over the same distance, and by driving sen- 
sibly. Saving fuel also saves money and the environment. For example, 
choosing a vehicle that gets 30 rather than 20 miles per gallon will prevent 
2 tons of CO, from being released to the atmosphere every year while 
reducing the fuel cost by $400 per year (under average driving conditions of 
12,000 miles a year and at a fuel cost of $2.00/gal). 

It is clear from these discussions that considerable amounts of pollutants 
are emitted as the chemical energy in fossil fuels is converted to thermal, 
mechanical, or electrical energy via combustion, and thus power plants, 
motor vehicles, and even stoves take the blame for air pollution. In contrast, 
no pollution is emitted as electricity is converted to thermal, chemical, or 


mechanical energy, and thus electric cars are often touted as “zero emis- 
sion” vehicles and their widespread use is seen by some as the ultimate 
solution to the air pollution problem. It should be remembered, however, 
that the electricity used by the electric cars is generated somewhere else 
mostly by burning fuel and thus emitting pollution. Therefore, each time an 
electric car consumes | kWh of electricity, it bears the responsibility for the 
pollutions emitted as 1 kWh of electricity (plus the conversion and transmis- 
sion losses) is generated elsewhere. The electric cars can be claimed to be 
zero emission vehicles only when the electricity they consume is generated 
by emission-free renewable resources such as hydroelectric, solar, wind, and 
geothermal energy (Fig. 2-68). Therefore, the use of renewable energy 
should be encouraged worldwide, with incentives, as necessary, to make the 
earth a better place to live in. The advancements in thermodynamics have 
contributed greatly in recent decades to improve conversion efficiencies (in 
some cases doubling them) and thus to reduce pollution. As individuals, we 
can also help by practicing energy conservation measures and by making 
energy efficiency a high priority in our purchases. 


EXAMPLE 2-18 Reducing Air Pollution by Geothermal Heating 


A geothermal power plant in Nevada is generating electricity using geother- 
mal water extracted at 180°C, and reinjected back to the ground at 85°C. It 
is proposed to utilize the reinjected brine for heating the residential and 
commercial buildings in the area, and calculations show that the geothermal 
heating system can save 18 million therms of natural gas a year. Determine 
the amount of NO, and CO, emissions the geothermal system will save a 
year. Take the average NO, and CO, emissions of gas furnaces to be 0.0047 
kg/therm and 6.4 kg/therm, respectively. 


Solution The gas heating systems in an area are being replaced by a geo- 
thermal district heating system. The amounts of NO, and CO, emissions 
saved per year are to be determined. 

Analysis The amounts of emissions saved per year are equivalent to the 
amounts emitted by furnaces when 18 million therms of natural gas are 
burned, 


NO, savings = (NO, emission per therm) (No. of therms per year) 
= (0.0047 kg/therm) (18 X 10° therm/year) 
= 8.5 x 10‘ kg/year 


CO, savings = (CO, emission per therm) (No. of therms per year) 
= (6.4 kg/therm)(18 X 10° therm/year) 
= 1.2 X 10° kg/year 


Discussion A typical car on the road generates about 8.5 kg of NO, and 
6000 kg of CO, a year. Therefore the environmental impact of replacing the 
gas heating systems in the area by the geothermal heating system is equiva- 
lent to taking 10,000 cars off the road for NO, emission and taking 20,000 
cars off the road for CO, emission. The proposed system should have a sig- 
nificant effect on reducing smog in the area. 
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Renewable energies such as wind are 
called “green energy” since they emit 
no pollutants or greenhouse gases. 
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Heat conduction from warm air to a 
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Heat can be transferred in three different ways: conduction, convection, and 
radiation. We will give a brief description of each mode to familiarize the 
reader with the basic mechanisms of heat transfer. All modes of heat transfer 
require the existence of a temperature difference, and all modes of heat 
transfer are from the high-temperature medium to a lower temperature one. 

Conduction is the transfer of energy from the more energetic particles of 
a substance to the adjacent less energetic ones as a result of interactions 
between the particles. Conduction can take place in solids, liquids, or gases. 
In gases and liquids, conduction is due to the collisions of the molecules 
during their random motion. In solids, it is due to the combination of vibra- 
tions of molecules in a lattice and the energy transport by free electrons. A 
cold canned drink in a warm room, for example, eventually warms up to the 
room temperature as a result of heat transfer from the room to the drink 
through the aluminum can by conduction (Fig. 2—69). 

It is observed that the rate of heat conduction Q.,,4 through a layer of con- 
stant thickness Ax is proportional to the temperature difference AT across the 
layer and the area A normal to the direction of heat transfer, and is inversely 
proportional to the thickness of the layer. Therefore, 

fe AT 

Qeona = kK, A T (W) (2-51) 
where the constant of proportionality k, is the thermal conductivity of the 
material, which is a measure of the ability of a material to conduct heat 
(Table 2-3). Materials such as copper and silver, which are good electric 
conductors, are also good heat conductors, and therefore have high k, values. 
Materials such as rubber, wood, and styrofoam are poor conductors of heat, 
and therefore have low k, values. 

In the limiting case of Ax — 0, the equation above reduces to the differen- 
tial form 

Oma = =hA Z (W) (2-52) 

X 

which is known as Fourier’s law of heat conduction. It indicates that the 
rate of heat conduction in a direction is proportional to the temperature gra- 
dient in that direction. Heat is conducted in the direction of decreasing tem- 
perature, and the temperature gradient becomes negative when temperature 
decreases with increasing x. Therefore, a negative sign is added in Eq. 2-52 
to make heat transfer in the positive x direction a positive quantity. 

Temperature is a measure of the kinetic energies of the molecules. In a liq- 
uid or gas, the kinetic energy of the molecules is due to the random motion 
of the molecules as well as the vibrational and rotational motions. When two 
molecules possessing different kinetic energies collide, part of the kinetic 
energy of the more energetic (higher temperature) molecule is transferred to 
the less energetic (lower temperature) particle, in much the same way as 
when two elastic balls of the same mass at different velocities collide, part of 
the kinetic energy of the faster ball is transferred to the slower one. 


*This section can be skipped without a loss in continuity. 


In solids, heat conduction is due to two effects: the lattice vibrational waves 
induced by the vibrational motions of the molecules positioned at relatively 
fixed position in a periodic manner called a lattice, and the energy transported 
via the free flow of electrons in the solid. The thermal conductivity of a solid 
is obtained by adding the lattice and the electronic components. The thermal 
conductivity of pure metals is primarily due to the electronic component, 
whereas the thermal conductivity of nonmetals is primarily due to the lattice 
component. The lattice component of thermal conductivity strongly depends 
on the way the molecules are arranged. For example, the thermal conductivity 
of diamond, which is a highly ordered crystalline solid, is much higher than 
the thermal conductivities of pure metals, as can be seen from Table 2-3. 

Convection is the mode of energy transfer between a solid surface and the 
adjacent liquid or gas that is in motion, and it involves the combined effects 
of conduction and fluid motion. The faster the fluid motion, the greater the 
convection heat transfer. In the absence of any bulk fluid motion, heat trans- 
fer between a solid surface and the adjacent fluid is by pure conduction. The 
presence of bulk motion of the fluid enhances the heat transfer between the 
solid surface and the fluid, but it also complicates the determination of heat 
transfer rates. 

Consider the cooling of a hot block by blowing of cool air over its top sur- 
face (Fig. 2-70). Energy is first transferred to the air layer adjacent to the 
surface of the block by conduction. This energy is then carried away from 
the surface by convection; that is, by the combined effects of conduction 
within the air, which is due to random motion of air molecules, and the bulk 
or macroscopic motion of the air, which removes the heated air near the sur- 
face and replaces it by the cooler air. 

Convection is called forced convection if the fluid is forced to flow in a 
tube or over a surface by external means such as a fan, pump, or the wind. In 
contrast, convection is called free (or natural) convection if the fluid motion 
is caused by buoyancy forces induced by density differences due to the vari- 
ation of temperature in the fluid (Fig. 2-71). For example, in the absence of 
a fan, heat transfer from the surface of the hot block in Fig. 2-70 will be by 
natural convection since any motion in the air in this case will be due to the 
rise of the warmer (and thus lighter) air near the surface and the fall of the 
cooler (and thus heavier) air to fill its place. Heat transfer between the block 
and surrounding air will be by conduction if the temperature difference 
between the air and the block is not large enough to overcome the resistance 
of air to move and thus to initiate natural convection currents. 

Heat transfer processes that involve change of phase of a fluid are also 
considered to be convection because of the fluid motion induced during the 
process such as the rise of the vapor bubbles during boiling or the fall of the 
liquid droplets during condensation. 

The rate of heat transfer by convection Qon is determined from Newton’s 
law of cooling, expressed as 


Oom = HA(T, — Tp) (W) (2-53) 


where h is the convection heat transfer coefficient, A is the surface area 
through which heat transfer takes place, T, is the surface temperature, and T, 
is bulk fluid temperature away from the surface. (At the surface, the fluid 
temperature equals the surface temperature of the solid.) 
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TABLE 2-3 


Thermal conductivities of some 
materials at room conditions 


Thermal 
conductivity, 
Material W/m - K 
Diamond 2300 
Silver 429 
Copper 401 
Gold 317 
Aluminium 237 
Iron 80.2 
Mercury (£) 8.54 
Glass 1.4 
Brick 0.72 
Water (£) 0.613 
Human skin 0.37 
Wood (oak) 0.17 
Helium (g) 0.152 
Soft rubber 0.13 
Glass fiber 0.043 
Air (g) 0.026 
Urethane, 0.026 
rigid foam 

Velocity 

variation 

of air T, 


T 


Temperature 


HOT BLOCK 


FIGURE 2-70 


Heat transfer from a hot surface to air 
by convection. 
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FIGURE 2-71 


The cooling of a boiled egg by forced 
and natural convection. 


FIGURE 2-72 


Unlike conduction and convection, 
heat transfer by radiation can occur 
between two bodies, even when they 
are separated by a medium colder than 
both of them. 


The convection heat transfer coefficient h is not a property of the fluid. It 
is an experimentally determined parameter whose value depends on all the 
variables that influence convection such as the surface geometry, the nature 
of fluid motion, the properties of the fluid, and the bulk fluid velocity. Typi- 
cal values of h, in W/m? - K, are in the range of 2-25 for the free convection 
of gases, 50-1000 for the free convection of liquids, 25-250 for the forced 
convection of gases, 50—20,000 for the forced convection of liquids, and 
2500-100,000 for convection in boiling and condensation processes. 

Radiation is the energy emitted by matter in the form of electromagnetic 
waves (or photons) as a result of the changes in the electronic configurations 
of the atoms or molecules. Unlike conduction and convection, the transfer of 
energy by radiation does not require the presence of an intervening medium 
(Fig. 2-72). In fact, energy transfer by radiation is fastest (at the speed of 
light) and it suffers no attenuation in a vacuum. This is exactly how the 
energy of the sun reaches the earth. 

In heat transfer studies, we are interested in thermal radiation, which is the 
form of radiation emitted by bodies because of their temperature. It differs 
from other forms of electromagnetic radiation such as X-rays, gamma rays, 
microwaves, radio waves, and television waves that are not related to temper- 
ature. All bodies at a temperature above absolute zero emit thermal radiation. 

Radiation is a volumetric phenomenon, and all solids, liquids, and gases 
emit, absorb, or transmit radiation of varying degrees. However, radiation is 
usually considered to be a surface phenomenon for solids that are opaque to 
thermal radiation such as metals, wood, and rocks since the radiation emitted 
by the interior regions of such material can never reach the surface, and the 
radiation incident on such bodies is usually absorbed within a few microns 
from the surface. 

The maximum rate of radiation that can be emitted from a surface at an 
absolute temperature T, is given by the Stefan—Boltzmann law as 


Ose = oAT, (W) (2-54) 


where A is the surface area and o = 5.67 X 1078 W/m? - K4 is the 
Stefan—Boltzmann constant. The idealized surface that emits radiation at 
this maximum rate is called a blackbody, and the radiation emitted by a 
blackbody is called blackbody radiation. The radiation emitted by all real 
surfaces is less than the radiation emitted by a blackbody at the same tem- 
peratures and is expressed as 


Oomit = ETAT? (w) (2-55) 


where € is the emissivity of the surface. The property emissivity, whose 
value is in the range 0 = € < 1, is a measure of how closely a surface 
approximates a blackbody for which € = 1. The emissivities of some sur- 
faces are given in Table 2—4. 

Another important radiation property of a surface is its absorptivity, a, 
which is the fraction of the radiation energy incident on a surface that is 
absorbed by the surface. Like emissivity, its value is in the range 0 Sa = 1. 
A blackbody absorbs the entire radiation incident on it. That is, a blackbody 
is a perfect absorber (œ = 1) as well as a perfect emitter. 


In general, both ¢ and «œ of a surface depend on the temperature and the 
wavelength of the radiation. Kirchhoff’s law of radiation states that the 
emissivity and the absorptivity of a surface are equal at the same temperature 
and wavelength. In most practical applications, the dependence of ¢ and œ on 
the temperature and wavelength is ignored, and the average absorptivity of a 
surface is taken to be equal to its average emissivity. The rate at which a sur- 
face absorbs radiation is determined from (Fig. 2—73) 


On = TOMMIN (W) (2-56) 


where Ò incident 18 the rate at which radiation is incident on the surface and a is 
the absorptivity of the surface. For opaque (nontransparent) surfaces, the por- 
tion of incident radiation that is not absorbed by the surface is reflected back. 

The difference between the rates of radiation emitted by the surface and the 
radiation absorbed is the net radiation heat transfer. If the rate of radiation 
absorption is greater than the rate of radiation emission, the surface is said to 
be gaining energy by radiation. Otherwise, the surface is said to be losing 
energy by radiation. In general, the determination of the net rate of heat trans- 
fer by radiation between two surfaces is a complicated matter since it depends 
on the properties of the surfaces, their orientation relative to each other, and 
the interaction of the medium between the surfaces with radiation. However, 
in the special case of a relatively small surface of emissivity € and surface 
area A at absolute temperature T, that is completely enclosed by a much 
larger surface at absolute temperature T,,,, separated by a gas (such as air) 
that does not intervene with radiation (i.e., the amount of radiation emitted, 
absorbed, or scattered by the medium is negligible), the net rate of radiation 
heat transfer between these two surfaces is determined from (Fig. 2-74) 


Ona = ETA (T$ = Tir (w) (2-57) 


In this special case, the emissivity and the surface area of the surrounding 
surface do not have any effect on the net radiation heat transfer. 


EXAMPLE 2-19 Heat Transfer from a Person 


Consider a person standing in a breezy room at 20°C. Determine the total rate 
of heat transfer from this person if the exposed surface area and the average 
outer surface temperature of the person are 1.6 m? and 29°C, respectively, 
and the convection heat transfer coefficient is 6 W/m? - °C (Fig. 2-75). 


Solution A person is standing in a breezy room. The total rate of heat loss 
from the person is to be determined. 

Assumptions 1 The emissivity and heat transfer coefficient are constant and 
uniform. 2 Heat conduction through the feet is negligible. 3 Heat loss by 
evaporation is disregarded. 

Analysis The heat transfer between the person and the air in the room will 
be by convection (instead of conduction) since it is conceivable that the air 
in the vicinity of the skin or clothing will warm up and rise as a result of 
heat transfer from the body, initiating natural convection currents. It appears 
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TABLE 2—4 


Emissivity of some materials at 
300 K 


Material Emissivity 
Aluminium foil 0.07 
Anodized aluminum 0.82 
Polished copper 0.03 
Polished gold 0.03 
Polished silver 0.02 
Polished 0.17 
stainless steel 
Black paint 0.98 
White paint 0.90 
White paper 0.92-0.97 
Asphalt pavement 0.85-0.93 
Red brick 0.93-0.96 
Human skin 0.95 
Wood 0.82-0.92 
Soil 0.93-0.96 
Water 0.96 
Vegetation 0.92-0.96 
Q incident 


Qef =(1- a) QD incident 


Ois = % O ncident 


FIGURE 2-73 


The absorption of radiation incident on 
an opaque surface of absorptivity a. 


LARGE 
ENCLOSURE 
€,A,T, 
Toure 
L 
FIGURE 2-74 


Radiation heat transfer between a 
body and the inner surfaces of a much 
larger enclosure that completely 
surrounds it. 
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Room air that the experimentally determined value for the rate of convection heat 
20°C transfer in this case is 6 W per unit surface area (m2) per unit temperature 
A difference (in K or °C) between the person and the air away from the person. 
Pom Thus, the rate of convection heat transfer from the person to the air in the 
_ Ox. room is, from Eq. 2-53, 


One = hA (T, A T;) 
= (6 W/m?- °C) (1.6 m?)(29 — 20) °C 
= 86.4W 


i The person will also lose heat by radiation to the surrounding wall sur- 


PE faces. We take the temperature of the surfaces of the walls, ceiling, and 
a the floor to be equal to the air temperature in this case for simplicity, but 


we recognize that this does not need to be the case. These surfaces may 


Pcond be at a higher or lower temperature than the average temperature of the 

room air, depending on the outdoor conditions and the structure of the 

FIGURE 2-75 walls. Considering that air does not intervene with radiation and the person 
Heat transfer from the person is completely enclosed by the surrounding surfaces, the net rate of radia- 
described in Example 2-19. tion heat transfer from the person to the surrounding walls, ceiling, and 


the floor is, from Eq. 2-57, 
Oea = STATI = Mos 
= (0.95)(5.67 x 1078 W/m -K') (16m) x [(29 + 273)* = (20 + 273)*]K* 
= 81.7W 


Note that we must use absolute temperatures in radiation calculations. Also 
note that we used the emissivity value for the skin and clothing at room tem- 
perature since the emissivity is not expected to change significantly at a 
slightly higher temperature. 

Then the rate of total heat transfer from the body is determined by adding 
these two quantities to be 


Om z On ar om = 86.4 AP 81.7 = 168.1 W 


The heat transfer would be much higher if the person were not dressed since 
the exposed surface temperature would be higher. Thus, an important func- 
tion of the clothes is to serve as a barrier against heat transfer. 

Discussion \n the above calculations, heat transfer through the feet to the 
floor by conduction, which is usually very small, is neglected. Heat transfer 
from the skin by perspiration, which is the dominant mode of heat transfer 
in hot environments, is not considered here. 


SUMMARY 


The sum of all forms of energy of a system is called total Mass flow rate mis defined as the amount of mass flowing 
energy, which consists of internal, kinetic, and potential through a cross section per unit time. It is related to the vol- 
energy for simple compressible systems. Internal energy rep- ume flow rate V, which is the volume of a fluid flowing 


resents the molecular energy of a system and may exist in through a cross section per unit time, by 


sensible, latent, chemical, and nuclear forms. : . 
m = pV = pAV wg 


The energy flow rate associated with a fluid flowing at a rate 
of mis 

È = me 
which is analogous to E = me. 

The mechanical energy is defined as the form of energy 
that can be converted to mechanical work completely and 
directly by a mechanical device such as an ideal turbine. It is 
expressed on a unit mass basis and rate form as 

P Vv? 


Emech T — + + EZ 
P 2 


and 


. f fh V? 
E mech = Memeh ZT M + F &% 
p 2 


where P/p is the flow energy, V?/2 is the kinetic energy, and 
gz is the potential energy of the fluid per unit mass. 

Energy can cross the boundaries of a closed system in the 
form of heat or work. For control volumes, energy can also 
be transported by mass. If the energy transfer is due to a tem- 
perature difference between a closed system and its surround- 
ings, it is heat; otherwise, it is work. 

Work is the energy transferred as a force acts on a system 
through a distance. Various forms of work are expressed as 
follows: 


Electrical work: W, = VI At 


Shaft work: Wp = 2anT 
. 1 2 2 
Spring work: — Weying = 5 k(x3 = x7) 


The first law of thermodynamics is essentially an expres- 
sion of the conservation of energy principle, also called the 
energy balance. The general mass and energy balances for 
any system undergoing any process can be expressed as 
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out = AE sim (kJ) 


Net energy transfer 
by heat, work, and mass 


Ea- E 


in 
Change in internal, kinetic, 
potential, etc., energies 
It can also be expressed in the rate form as 
Fa Fou = dE system/ dt 
CO 


Rate of net energy transfer 
by heat, work, and mass 


(kW) 


in 


Rate of change in internal, 
kinetic, potential, etc., energies 


The efficiencies of various devices are defined as 


AE mech,fluid Wpump,u 
N pump — š a 
Whatt,in Wpump 
Wonattout Warbine 
N turbine = 


| AE mech,fluid | Winibinee 


Mechanical power output = Weharrout 
Nmotor = : : = 
aii Electric power input Woeii 
Electric power output Werect,out 
N generator — . : ~ a 
senat Mechanical power input W patin 
_ AE mech,ftuid 
T pump—motor T N pump motor = B 
Watectin 
Watectout 
N turbine-gen T Nturbine generator — : 
| AE ech fluid | 


The conversion of energy from one form to another is often 
associated with adverse effects on the environment, and envi- 
ronmental impact should be an important consideration in the 
conversion and utilization of energy. 
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PROBLEMS * 


Forms of Energy 


2-1C Portable electric heaters are commonly used to heat 
small rooms. Explain the energy transformation involved dur- 
ing this heating process. 


2-2C Consider the process of heating water on top of an elec- 
tric range. What are the forms of energy involved during this 
process? What are the energy transformations that take place? 


2-3C What is the difference between the macroscopic and 
microscopic forms of energy? 


2-4C What is total energy? Identify the different forms of 
energy that constitute the total energy. 


2-5C List the forms of energy that contribute to the internal 
energy of a system. 


2-6C How are heat, internal energy, and thermal energy 
related to each other? 


2-7C What is mechanical energy? How does it differ from 
thermal energy? What are the forms of mechanical energy of 
a fluid stream? 


2-8 Consider a river flowing toward a lake at an average 
velocity of 3 m/s at a rate of 500 m*/s at a location 90 m 
above the lake surface. Determine the total mechanical 
energy of the river water per unit mass and the power genera- 
tion potential of the entire river at that location. 


River =——> 3 m/s 


FIGURE P2-8 


2-9 Electric power is to be generated by installing a 
hydraulic turbine—generator at a site 120 m below the free sur- 
face of a large water reservoir that can supply water at a rate of 
1500 kg/s steadily. Determine the power generation potential. 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems with 
a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


2-10 Ata certain location, wind is blowing steadily at 10 m/s. 
Determine the mechanical energy of air per unit mass and the 
power generation potential of a wind turbine with 60-m-diame- 
ter blades at that location. Take the air density to be 1.25 kg/m’. 


2-11 A water jet that leaves a nozzle at 60 m/s at a flow 
rate of 120 kg/s is to be used to generate power by striking 
the buckets located on the perimeter of a wheel. Determine 
the power generation potential of this water jet. 


2-12 Two sites are being considered for wind power gener- 
ation. In the first site, the wind blows steadily at 7 m/s for 
3000 hours per year, whereas in the second site the wind 
blows at 10 m/s for 2000 hours per year. Assuming the wind 
velocity is negligible at other times for simplicity, determine 
which is a better site for wind power generation. Hint: Note 
that the mass flow rate of air is proportional to wind velocity. 


2-13 A river flowing steadily at a rate of 240 m*/s is con- 
sidered for hydroelectric power generation. It is determined 
that a dam can be built to collect water and release it from an 
elevation difference of 50 m to generate power. Determine 
how much power can be generated from this river water after 
the dam is filled. 


2-14 A person gets into an elevator at the lobby level of a 
hotel together with his 30-kg suitcase, and gets out at the 
10th floor 35 m above. Determine the amount of energy con- 
sumed by the motor of the elevator that is now stored in the 
suitcase. 


Energy Transfer by Heat and Work 


2-15C In what forms can energy cross the boundaries of a 
closed system? 


2-16C When is the energy crossing the boundaries of a 
closed system heat and when is it work? 


2-17C What is an adiabatic process? What is an adiabatic 
system? 


2-18C A gas in a piston—cylinder device is compressed, 
and as a result its temperature rises. Is this a heat or work 
interaction? 


2-19C_ A room is heated by an iron that is left plugged in. 
Is this a heat or work interaction? Take the entire room, 
including the iron, as the system. 


2-20C A room is heated as a result of solar radiation com- 
ing in through the windows. Is this a heat or work interaction 
for the room? 


2-21C An insulated room is heated by burning candles. Is 
this a heat or work interaction? Take the entire room, includ- 
ing the candles, as the system. 


2-22C What are point and path functions? Give some 
examples. 


2-23C What is the caloric theory? When and why was it 
abandoned? 


Mechanical Forms of Work 


2-24C A car is accelerated from rest to 85 km/h in 10 s. 
Would the energy transferred to the car be different if it were 
accelerated to the same speed in 5 s? 


2-25C Lifting a weight to a height of 20 m takes 20 s for 
one crane and 10 s for another. Is there any difference in the 
amount of work done on the weight by each crane? 


2-26 Determine the energy required to accelerate an 800- 
kg car from rest to 100 km/h on a level road. Answer: 309 kJ 


2-27 Determine the energy required to accelerate a 1300- 
kg car from 10 to 60 km/h on an uphill road with a vertical 
rise of 40 m. 


2-28E Determine the torque applied to the shaft of a car 
that transmits 450 hp and rotates at a rate of 3000 rpm. 


2-29 Determine the work required to deflect a linear spring 
with a spring constant of 70 kN/m by 20 cm from its rest 
position. 


2-30 The engine of a 1500-kg automobile has a power rat- 
ing of 75 kW. Determine the time required to accelerate this 
car from rest to a speed of 100 km/h at full power on a level 
road. Is your answer realistic? 


2-31 A ski lift has a one-way length of 1 km and a vertical 
rise of 200 m. The chairs are spaced 20 m apart, and each 
chair can seat three people. The lift is operating at a steady 
speed of 10 km/h. Neglecting friction and air drag and assum- 
ing that the average mass of each loaded chair is 250 kg, 
determine the power required to operate this ski lift. Also esti- 
mate the power required to accelerate this ski lift in 5 s to its 
operating speed when it is first turned on. 


2-32 Determine the power required for a 2000-kg car to 
climb a 100-m-long uphill road with a slope of 30° (from 
horizontal) in 10 s (a) at a constant velocity, (b) from rest to 


FIGURE P2-32 
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a final velocity of 30 m/s, and (c) from 35 m/s to a final 
velocity of 5 m/s. Disregard friction, air drag, and rolling 
resistance. Answers: (a) 98.1 kW, (b) 188 kW, (c) —21.9 kW 


2-33 A damaged 1200-kg car is being towed by a truck. 
Neglecting the friction, air drag, and rolling resistance, deter- 
mine the extra power required (a) for constant velocity on a 
level road, (b) for constant velocity of 50 km/h on a 30° 
(from horizontal) uphill road, and (c) to accelerate on a level 
road from stop to 90 km/h in 12 s. Answers: (a) O, (b) 81.7 
kW, (c) 31.3 kW 


The First Law of Thermodynamics 


2-34C For a cycle, is the net work necessarily zero? For 
what kind of systems will this be the case? 


2-35C On a hot summer day, a student turns his fan on 
when he leaves his room in the morning. When he returns in 
the evening, will the room be warmer or cooler than the 
neighboring rooms? Why? Assume all the doors and win- 
dows are kept closed. 


2-36C What are the different mechanisms for transferring 
energy to or from a control volume? 


2-37 Water is being heated in a closed pan on top of a 
range while being stirred by a paddle wheel. During the 
process, 30 kJ of heat is transferred to the water, and 5 kJ of 
heat is lost to the surrounding air. The paddle-wheel work 
amounts to 500 N - m. Determine the final energy of the sys- 
tem if its initial energy is 10 kJ. Answer: 35.5 kJ 


SkJ 


4 


Nou 


500 N-m 


FIGURE P2-37 


2-38E A vertical piston—cylinder device contains water and 
is being heated on top of a range. During the process, 65 Btu 


100 | 


of heat is transferred to the water, and heat losses from the 
side walls amount to 8 Btu. The piston rises as a result of 
evaporation, and 5 Btu of work is done by the vapor. Deter- 
mine the change in the energy of the water for this process. 
Answer: 52 Btu 


2-39 A classroom that normally contains 40 people is to 
be air-conditioned with window air-conditioning units of 5- 
kW cooling capacity. A person at rest may be assumed to 
dissipate heat at a rate of about 360 kJ/h. There are 10 light- 
bulbs in the room, each with a rating of 100 W. The rate of 
heat transfer to the classroom through the walls and the win- 
dows is estimated to be 15,000 kJ/h. If the room air is to be 
maintained at a constant temperature of 21°C, determine the 
number of window air-conditioning units required. Answer: 
2 units 


Thermodynamics 


2-40 The lighting requirements of an industrial facility are 
being met by 700 40-W standard fluorescent lamps. The 
lamps are close to completing their service life and are to be 
replaced by their 34-W high-efficiency counterparts that oper- 
ate on the existing standard ballasts. The standard and high- 
efficiency fluorescent lamps can be purchased in quantity at a 
cost of $1.77 and $2.26 each, respectively. The facility operates 
2800 hours a year, and all of the lamps are kept on during 
operating hours. Taking the unit cost of electricity to be 
$0.08/kWh and the ballast factor to be 1.1 (i.e., ballasts con- 
sume 10 percent of the rated power of the lamps), determine 
how much energy and money will be saved per year as a 
result of switching to the high-efficiency fluorescent lamps. 
Also, determine the simple payback period. 


2-41 The lighting needs of a storage room are being met by 
6 fluorescent light fixtures, each fixture containing four 
lamps rated at 60 W each. All the lamps are on during operat- 
ing hours of the facility, which are 6 AM to 6 PM 365 days a 
year. The storage room is actually used for an average of 3 h 
a day. If the price of electricity is $0.08/kWh, determine the 
amount of energy and money that will be saved as a result of 
installing motion sensors. Also, determine the simple pay- 
back period if the purchase price of the sensor is $32 and it 
takes 1 hour to install it at a cost of $40. 


2-42 A university campus has 200 classrooms and 400 fac- 
ulty offices. The classrooms are equipped with 12 fluorescent 
tubes, each consuming 110 W, including the electricity used 
by the ballasts. The faculty offices, on average, have half as 
many tubes. The campus is open 240 days a year. The class- 
rooms and faculty offices are not occupied an average of 4 h 
a day, but the lights are kept on. If the unit cost of electricity 
is $0.082/kWh, determine how much the campus will save a 
year if the lights in the classrooms and faculty offices are 
turned off during unoccupied periods. 


2-43 Consider a room that is initially at the outdoor tem- 
perature of 20°C. The room contains a 100-W lightbulb, a 
110-W TV set, a 200-W refrigerator, and a 1000-W iron. 


Assuming no heat transfer through the walls, determine the 
rate of increase of the energy content of the room when all of 
these electric devices are on. 


2-44 A fan is to accelerate quiescent air to a velocity of 10 
m/s at a rate of 4 m*/s. Determine the minimum power that 
must be supplied to the fan. Take the density of air to be 1.18 
kg/m’. Answer: 236 W 


2-45E Consider a fan located in a 3 ft X 3 ft square duct. 
Velocities at various points at the outlet are measured, and 
the average flow velocity is determined to be 22 ft/s. Taking 
the air density to 0.075 lbm/ft?, estimate the minimum elec- 
tric power consumption of the fan motor. 


2-46 A water pump that consumes 2 kW of electric power 
when operating is claimed to take in water from a lake and 
pump it to a pool whose free surface is 30 m above the free 
surface of the lake at a rate of 50 L/s. Determine if this claim 
is reasonable. 


2-47 a 4 The driving force for fluid flow is the pressure 

> difference, and a pump operates by raising the 
pressure of a fluid (by converting the mechanical shaft work 
to flow energy). A gasoline pump is measured to consume 
5.2 kW of electric power when operating. If the pressure dif- 
ferential between the outlet and inlet of the pump is mea- 
sured to be 5 kPa and the changes in velocity and elevation 
are negligible, determine the maximum possible volume flow 
rate of gasoline. 


AP =5 kPa 
— 
i 
Pump 
FIGURE P2—47 


2-48 The 60-W fan of a central heating system is to circu- 
late air through the ducts. The analysis of the flow shows that 
the fan needs to raise the pressure of air by 50 Pa to maintain 
flow. The fan is located in a horizontal flow section whose 
diameter is 30 cm at both the inlet and the outlet. Determine 
the highest possible average flow velocity in the duct. 


2-49E At winter design conditions, a house is projected to 
lose heat at a rate of 60,000 Btu/h. The internal heat gain 
from people, lights, and appliances is estimated to be 6000 
Btu/h. If this house is to be heated by electric resistance 
heaters, determine the required rated power of these heaters 
in kW to maintain the house at constant temperature. 


2-50 An escalator in a shopping center is designed to move 
30 people, 75 kg each, at a constant speed of 0.8 m/s at 45° 
slope. Determine the minimum power input needed to drive 


this escalator. What would your answer be if the escalator 
velocity were to be doubled? 


2-51 Consider a 1400-kg car cruising at constant speed of 70 
km/h. Now the car starts to pass another car, by accelerating to 
110 km/h in 5 s. Determine the additional power needed to 
achieve this acceleration. What would your answer be if the 
total mass of the car were only 700 kg? Answers: 77.8 kW, 
38.9 kW 


Energy Conversion Efficiencies 


2-52C What is mechanical efficiency? What does a 
mechanical efficiency of 100 percent mean for a hydraulic 
turbine? 


2-53C How is the combined pump-motor efficiency of a 
pump and motor system defined? Can the combined 
pump-—motor efficiency be greater than either the pump or the 
motor efficiency? 


2-54C Define turbine efficiency, generator efficiency, and 
combined turbine—generator efficiency. 


2-55C Can the combined turbine-generator efficiency be 
greater than either the turbine efficiency or the generator effi- 
ciency? Explain. 


2-56 Consider a 3-kW hooded electric open burner in an 
area where the unit costs of electricity and natural gas are 
$0.07/kWh and $1.20/therm, respectively. The efficiency of 
open burners can be taken to be 73 percent for electric burn- 
ers and 38 percent for gas burners. Determine the rate of 
energy consumption and the unit cost of utilized energy for 
both electric and gas burners. 


2-57 A 75-hp (shaft output) motor that has an efficiency of 
91.0 percent is worn out and is replaced by a high-efficiency 
75-hp motor that has an efficiency of 95.4 percent. Determine 
the reduction in the heat gain of the room due to higher effi- 
ciency under full-load conditions. 


2-58 A 90-hp (shaft output) electric car is powered by an 
electric motor mounted in the engine compartment. If the 
motor has an average efficiency of 91 percent, determine the 
rate of heat supply by the motor to the engine compartment 
at full load. 


2-59 A 75-hp (shaft output) motor that has an efficiency 
of 91.0 percent is worn out and is to be replaced by a high- 
efficiency motor that has an efficiency of 95.4 percent. The 
motor operates 4368 hours a year at a load factor of 0.75. 
Taking the cost of electricity to be $0.08/kWh, determine the 
amount of energy and money saved as a result of installing 
the high-efficiency motor instead of the standard motor. Also, 
determine the simple payback period if the purchase prices of 
the standard and high-efficiency motors are $5449 and 
$5520, respectively. 
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2-60E The steam requirements of a manufacturing facility 
are being met by a boiler whose rated heat input is 3.6 X 10° 
Btu/h. The combustion efficiency of the boiler is measured to 
be 0.7 by a hand-held flue gas analyzer. After tuning up the 
boiler, the combustion efficiency rises to 0.8. The boiler oper- 
ates 1500 hours a year intermittently. Taking the unit cost of 
energy to be $4.35/10° Btu, determine the annual energy and 
cost savings as a result of tuning up the boiler. 


2-61E Reconsider Prob. 2—60E. Using EES (or other) 

SS software, study the effects of the unit cost of 
energy and combustion efficiency on the annual energy used 
and the cost savings. Let the efficiency vary from 0.6 to 0.9, 
and the unit cost to vary from $4 to $6 per million Btu. Plot 
the annual energy used and the cost savings against the effi- 
ciency for unit costs of $4, $5, and $6 per million Btu, and 
discuss the results. 


2-62 An exercise room has eight weight-lifting machines 
that have no motors and four treadmills each equipped with a 
2.5-hp (shaft output) motor. The motors operate at an average 
load factor of 0.7, at which their efficiency is 0.77. During 
peak evening hours, all 12 pieces of exercising equipment are 
used continuously, and there are also two people doing light 
exercises while waiting in line for one piece of the equip- 
ment. Assuming the average rate of heat dissipation from 
people in an exercise room is 525 W, determine the rate of 
heat gain of the exercise room from people and the equip- 
ment at peak load conditions. 


2-63 Consider a classroom for 55 students and one instruc- 
tor, each generating heat at a rate of 100 W. Lighting is pro- 
vided by 18 fluorescent lightbulbs, 40 W each, and the 
ballasts consume an additional 10 percent. Determine the rate 
of internal heat generation in this classroom when it is fully 
occupied. 


2-64 A room is cooled by circulating chilled water through 
a heat exchanger located in a room. The air is circulated 
through the heat exchanger by a 0.25-hp (shaft output) fan. 
Typical efficiency of small electric motors driving 0.25-hp 
equipment is 54 percent. Determine the rate of heat supply by 
the fan—motor assembly to the room. 


2-65 Electric power is to be generated by installing a 
hydraulic turbine—generator at a site 70 m below the free sur- 
face of a large water reservoir that can supply water at a rate 
of 1500 kg/s steadily. If the mechanical power output of the 
turbine is 800 kW and the electric power generation is 750 
kW, determine the turbine efficiency and the combined tur- 
bine—generator efficiency of this plant. Neglect losses in the 
pipes. 

2-66 At a certain location, wind is blowing steadily at 12 
m/s. Determine the mechanical energy of air per unit mass 
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and the power generation potential of a wind turbine with 50- 
m-diameter blades at that location. Also determine the actual 
electric power generation assuming an overall efficiency of 
30 percent. Take the air density to be 1.25 kg/m°. 


2-67 Reconsider Prob. 2—66. Using EES (or other) 

SS software, investigate the effect of wind velocity 
and the blade span diameter on wind power generation. Let 
the velocity vary from 5 to 20 m/s in increments of 5 m/s, 
and the diameter vary from 20 to 80 m in increments of 20 
m. Tabulate the results, and discuss their significance. 


Thermodynamics 


2-68 A wind turbine is rotating at 15 rpm under steady 
winds flowing through the turbine at a rate of 42,000 kg/s. 
The tip velocity of the turbine blade is measured to be 250 
km/h. If 180 kW power is produced by the turbine, determine 
(a) the average velocity of the air and (b) the conversion effi- 
ciency of the turbine. Take the density of air to be 1.31 
kg/m?. 

2-69 Water is pumped from a lake to a storage tank 20 m 
above at a rate of 70 L/s while consuming 20.4 kW of elec- 
tric power. Disregarding any frictional losses in the pipes and 
any changes in kinetic energy, determine (a) the overall effi- 
ciency of the pump—motor unit and (b) the pressure differ- 
ence between the inlet and the exit of the pump. 


Storage tank 


FIGURE P2-69 


2-70 A geothermal pump is used to pump brine whose den- 
sity is 1050 kg/m? at a rate of 0.3 m*/s from a depth of 200 
m. For a pump efficiency of 74 percent, determine the 
required power input to the pump. Disregard frictional losses 
in the pipes, and assume the geothermal water at 200 m depth 
to be exposed to the atmosphere. 


2-71 Consider an electric motor with a shaft power output of 
20 kW and an efficiency of 88 percent. Determine the rate at 
which the motor dissipates heat to the room it is in when the 
motor operates at full load. In winter, this room is normally 
heated by a 2-kW resistance heater. Determine if it is neces- 
sary to turn the heater on when the motor runs at full load. 


2-72 Large wind turbines with blade span diameters of 
over 100 m are available for electric power generation. Con- 
sider a wind turbine with a blade span diameter of 100 m 
installed at a site subjected to steady winds at 8 m/s. Taking 
the overall efficiency of the wind turbine to be 32 percent and 
the air density to be 1.25 kg/m’, determine the electric power 
generated by this wind turbine. Also, assuming steady winds 
of 8 m/s during a 24-hour period, determine the amount of 
electric energy and the revenue generated per day for a unit 
price of $0.06/kWh for electricity. 


2-73E A water pump delivers 3 hp of shaft power when 
operating. If the pressure differential between the outlet and 
the inlet of the pump is measured to be 1.2 psi when the flow 
rate is 8 ft?/s and the changes in velocity and elevation are 
negligible, determine the mechanical efficiency of this pump. 


2-74 Water is pumped from a lower reservoir to a higher 
reservoir by a pump that provides 20 kW of shaft power. The 
free surface of the upper reservoir is 45 m higher than that of 
the lower reservoir. If the flow rate of water is measured to 
be 0.03 m?/s, determine mechanical power that is converted 
to thermal energy during this process due to frictional effects. 


Control surface 


FIGURE P2-74 


2-75 A 7-hp (shaft) pump is used to raise water to an eleva- 
tion of 15 m. If the mechanical efficiency of the pump is 82 
percent, determine the maximum volume flow rate of water. 


2-76 A hydraulic turbine has 85 m of elevation difference 
available at a flow rate of 0.25 m/s, and its overall turbine— 
generator efficiency is 91 percent. Determine the electric 
power output of this turbine. 


2-77 An oil pump is drawing 35 kW of electric power 
while pumping oil with p = 860 kg/m? at a rate of 0.1 m*/s. 
The inlet and outlet diameters of the pipe are 8 cm and 12 cm, 


respectively. If the pressure rise of oil in the pump is mea- 
sured to be 400 kPa and the motor efficiency is 90 percent, 
determine the mechanical efficiency of the pump. 


35 kW 


12cm 
Pump - dil 
pan cn 
oif AP = 400 kPa 
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FIGURE P2-77 


2-78E A 73-percent efficient pump with a power input of 
12 hp is pumping water from a lake to a nearby pool at a rate 
of 1.2 ft?/s through a constant-diameter pipe. The free surface 
of the pool is 35 ft above that of the lake. Determine the 
mechanical power used to overcome frictional effects in 
piping. Answer: 4.0 hp 


Energy and Environment 


2-79C How does energy conversion affect the environ- 
ment? What are the primary chemicals that pollute the air? 
What is the primary source of these pollutants? 


2-80C What is smog? What does it consist of? How does 
ground-level ozone form? What are the adverse effects of 
ozone on human health? 


2-81C What is acid rain? Why is it called a “rain”? How 
do the acids form in the atmosphere? What are the adverse 
effects of acid rain on the environment? 


2-82C What is the greenhouse effect? How does the excess 
CO, gas in the atmosphere cause the greenhouse effect? 
What are the potential long-term consequences of greenhouse 
effect? How can we combat this problem? 


2-83C Why is carbon monoxide a dangerous air pollutant? 
How does it affect human health at low and at high levels? 


2-84E A Ford Taurus driven 15,000 miles a year will use 
about 715 gallons of gasoline compared to a Ford Explorer 
that would use 940 gallons. About 19.7 Ibm of CO,, which 
causes global warming, is released to the atmosphere when a 
gallon of gasoline is burned. Determine the extra amount of 
CO, production a man is responsible for during a 5-year 
period if he trades his Taurus for an Explorer. 


2-85 When a hydrocarbon fuel is burned, almost all of the 
carbon in the fuel burns completely to form CO, (carbon 
dioxide), which is the principal gas causing the greenhouse 
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effect and thus global climate change. On average, 0.59 kg of 
CO, is produced for each kWh of electricity generated from a 
power plant that burns natural gas. A typical new household 
refrigerator uses about 700 kWh of electricity per year. 
Determine the amount of CO, production that is due to the 
refrigerators in a city with 200,000 households. 


2-86 Repeat Prob. 2-85 assuming the electricity is pro- 
duced by a power plant that burns coal. The average produc- 
tion of CO, in this case is 1.1 kg per kWh. 


2-87E Consider a household that uses 11,000 kWh of elec- 
tricity per year and 1500 gallons of fuel oil during a heating 
season. The average amount of CO, produced is 26.4 
Ibm/gallon of fuel oil and 1.54 lbm/kWh of electricity. If this 
household reduces its oil and electricity usage by 15 percent 
as a result of implementing some energy conservation mea- 
sures, determine the reduction in the amount of CO, emis- 
sions by that household per year. 


2-88 A typical car driven 12,000 miles a year emits to the 
atmosphere about 11 kg per year of NO, (nitrogen oxides), 
which cause smog in major population areas. Natural gas 
burned in the furnace emits about 4.3 g of NO, per therm, and 
the electric power plants emit about 7.1 g of NO, per kWh of 
electricity produced. Consider a household that has two cars 
and consumes 9000 kWh of electricity and 1200 therms of 
natural gas. Determine the amount of NO, emission to the 
atmosphere per year for which this household is responsible. 


11 kg NO, 
—— een per year 


1O @ 


FIGURE P2-88 


Special Topic: Mechanisms of Heat Transfer 
2-89C What are the mechanisms of heat transfer? 


2-90C Does any of the energy of the sun reach the earth by 
conduction or convection? 


2-91C Which is a better heat conductor, diamond or silver? 


2-92C How does forced convection differ from natural 
convection? 


2-93C Define emissivity and absorptivity. What is Kirch- 
hoff’s law of radiation? 


2-94C What is blackbody? How do real bodies differ from 
a blackbody? 
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2-95 The inner and outer surfaces of a 5-m X 6-m brick wall 
of thickness 30 cm and thermal conductivity 0.69 W/m - °C are 
maintained at temperatures of 20°C and 5°C, respectively. 
Determine the rate of heat transfer through the wall, in W. 


Thermodynamics 


FIGURE P2-95 


2-96 The inner and outer surfaces of a 0.5-cm-thick 2-m X 
2-m window glass in winter are 10°C and 3°C, respectively. 
If the thermal conductivity of the glass is 0.78 W/m - °C, 
determine the amount of heat loss, in kJ, through the glass 
over a period of 5 h. What would your answer be if the glass 
were 1-cm thick? 


2-97 Reconsider Problem 2—96. Using EES (or other) 

SS software, investigate the effect of glass thickness 
on heat loss for the specified glass surface temperatures. Let 
the glass thickness vary from 0.2 to 2 cm. Plot the heat loss 
versus the glass thickness, and discuss the results. 


2-98 An aluminum pan whose thermal conductivity is 
237 W/m - °C has a flat bottom whose diameter is 20 cm 
and thickness 0.4 cm. Heat is transferred steadily to boiling 
water in the pan through its bottom at a rate of 500 W. If 
the inner surface of the bottom of the pan is 105°C, deter- 
mine the temperature of the outer surface of the bottom of 
the pan. 


2-99 For heat transfer purposes, a standing man can be 
modeled as a 30-cm diameter, 170-cm long vertical cylinder 
with both the top and bottom surfaces insulated and with the 
side surface at an average temperature of 34°C. For a convec- 
tion heat transfer coefficient of 15 W/m? - °C, determine the 
rate of heat loss from this man by convection in an environ- 
ment at 20°C. Answer: 336 W 


2-100 A 5-cm-diameter spherical ball whose surface is 
maintained at a temperature of 70°C is suspended in the mid- 
dle of a room at 20°C. If the convection heat transfer coeffi- 
cient is 15 W/m? - C and the emissivity of the surface is 0.8, 
determine the total rate of heat transfer from the ball. 


2-101 Reconsider Problem 2-100. Using EES (or 
SS other) software, investigate the effect of the 


convection heat transfer coefficient and surface emissivity on 
the heat transfer rate from the ball. Let the heat transfer coef- 
ficient vary from 5 to 30 W/m? - °C. Plot the rate of heat 
transfer against the convection heat transfer coefficient for 
the surface emissivities of 0.1, 0.5, 0.8, and 1, and discuss the 
results. 


2-102 Hot air at 80°C is blown over a 2-m X 4-m flat sur- 
face at 30°C. If the convection heat transfer coefficient is 55 
W/m? - °C, determine the rate of heat transfer from the air to 
the plate, in kW. 


2-103 A 1000-W iron is left on the ironing board with its 
base exposed to the air at 20°C. The convection heat transfer 
coefficient between the base surface and the surrounding air 
is 35 W/m? - °C. If the base has an emissivity of 0.6 and a 
surface area of 0.02 m°, determine the temperature of the 
base of the iron. 


FIGURE P2-103 


2-104 A thin metal plate is insulated on the back and 
exposed to solar radiation on the front surface. The exposed 
surface of the plate has an absorptivity of 0.6 for solar radia- 
tion. If solar radiation is incident on the plate at a rate of 
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FIGURE P2-104 


700 W/m? and the surrounding air temperature is 25°C, deter- 
mine the surface temperature of the plate when the heat loss 
by convection equals the solar energy absorbed by the plate. 
Assume the convection heat transfer coefficient to be 
50 W/m? - °C, and disregard heat loss by radiation. 


2-105 Reconsider Problem 2-104. Using EES (or 
SS other) software, investigate the effect of the 
convection heat transfer coefficient on the surface tempera- 
ture of the plate. Let the heat transfer coefficient vary from 
10 to 90 W/m? - °C. Plot the surface temperature against the 
convection heat transfer coefficient, and discuss the results. 


2-106 A 5-cm-external-diameter, 10-m-long hot-water pipe 
at 80°C is losing heat to the surrounding air at 5°C by natural 
convection with a heat transfer coefficient of 25 W/m? - °C. 
Determine the rate of heat loss from the pipe by natural con- 
vection, in kW. 


2-107 The outer surface of a spacecraft in space has an 
emissivity of 0.8 and an absorptivity of 0.3 for solar radia- 
tion. If solar radiation is incident on the spacecraft at a rate of 
1000 W/m?, determine the surface temperature of the space- 
craft when the radiation emitted equals the solar energy 
absorbed. 


2-108 Reconsider Problem 2-107. Using EES (or 

SS other) software, investigate the effect of the 
surface emissivity and absorptivity of the spacecraft on the 
equilibrium surface temperature. Plot the surface temperature 
against emissivity for solar absorbtivities of 0.1, 0.5, 0.8, and 
1, and discuss the results. 


2-109 A hollow spherical iron container whose outer diam- 
eter is 20 cm and thickness is 0.4 cm is filled with iced water 
at 0°C. If the outer surface temperature is 5°C, determine the 
approximate rate of heat loss from the sphere, and the rate at 
which ice melts in the container. 


FIGURE P2-109 


2-110 The inner and outer glasses of a 2-m X 2-m double 
pane window are at 18°C and 6°C, respectively. If the 1-cm 
space between the two glasses is filled with still air, deter- 
mine the rate of heat transfer through the window, in kW. 
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2-111 Two surfaces of a 2-cm-thick plate are maintained at 
0°C and 100°C, respectively. If it is determined that heat is 
transferred through the plate at a rate of 500 W/m’, determine 
its thermal conductivity. 


Review Problems 


2-112 Consider a vertical elevator whose cabin has a total 
mass of 800 kg when fully loaded and 150 kg when empty. 
The weight of the elevator cabin is partially balanced by a 
400-kg counterweight that is connected to the top of the cabin 
by cables that pass through a pulley located on top of the ele- 
vator well. Neglecting the weight of the cables and assuming 
the guide rails and the pulleys to be frictionless, determine 
(a) the power required while the fully loaded cabin is rising at 
a constant speed of 1.2 m/s and (b) the power required while 
the empty cabin is descending at a constant speed of 1.2 m/s. 
What would your answer be to (a) if no counterweight 
were used? What would your answer be to (b) if a friction force 
of 800 N has developed between the cabin and the guide rails? 


2-113 Consider a homeowner who is replacing his 25-year- 
old natural gas furnace that has an efficiency of 55 percent. 
The homeowner is considering a conventional furnace that 
has an efficiency of 82 percent and costs $1600 and a high- 
efficiency furnace that has an efficiency of 95 percent and 
costs $2700. The homeowner would like to buy the high- 
efficiency furnace if the savings from the natural gas pay for 
the additional cost in less than 8 years. If the homeowner 
presently pays $1200 a year for heating, determine if he 
should buy the conventional or high-efficiency model. 


2-114 Wind energy has been used since 4000 BC to power 
sailboats, grind grain, pump water for farms, and, more recently, 
generate electricity. In the United States alone, more than 
6 million small windmills, most of them under 5 hp, have 
been used since the 1850s to pump water. Small windmills 
have been used to generate electricity since 1900, but the 
development of modern wind turbines occurred only recently 
in response to the energy crises in the early 1970s. The cost 
of wind power has dropped an order of magnitude from about 
$0.50/kWh in the early 1980s to about $0.05/kWh in 
the mid-1990s, which is about the price of electricity gener- 
ated at coal-fired power plants. Areas with an average wind 
speed of 6 m/s (or 14 mph) are potential sites for economical 
wind power generation. Commercial wind turbines generate 
from 100 kW to 3.2 MW of electric power each at peak 
design conditions. The blade span (or rotor) diameter of the 
3.2 MW wind turbine built by Boeing Engineering is 320 ft 
(97.5 m). The rotation speed of rotors of wind turbines is 
usually under 40 rpm (under 20 rpm for large turbines). Alta- 
mont Pass in California is the world’s largest wind farm with 
15,000 modern wind turbines. This farm and two others in 
California produced 2.8 billion kWh of electricity in 1991, 
which is enough power to meet the electricity needs of San 
Francisco. 
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Thermodynamics 


FIGURE P2-114 
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In 2003, 8133 MW of new wind energy generating 
capacity were installed worldwide, bringing the world’s total 
wind energy capacity to 39,294 MW. The United States, Ger- 
many, Denmark, and Spain account for over 75 percent of cur- 
rent wind energy generating capacity worldwide. Denmark uses 
wind turbines to supply 10 percent of its national electricity. 

Many wind turbines currently in operation have just 
two blades. This is because at tip speeds of 100 to 200 mph, 
the efficiency of the two-bladed turbine approaches the theo- 
retical maximum, and the increase in the efficiency by adding 
a third or fourth blade is so little that they do not justify the 
added cost and weight. 

Consider a wind turbine with an 80-m-diameter rotor 
that is rotating at 20 rpm under steady winds at an average 
velocity of 30 km/h. Assuming the turbine has an efficiency 
of 35 percent (i.e., it converts 35 percent of the kinetic energy 
of the wind to electricity), determine (a) the power produced, 
in kW; (b) the tip speed of the blade, in km/h; and (c) the 
revenue generated by the wind turbine per year if the electric 
power produced is sold to the utility at $0.06/kWh. Take the 
density of air to be 1.20 kg/m?. 


2-115 Repeat Prob. 2-114 for an average wind velocity of 
25 km/h. 


2-116E The energy contents, unit costs, and typical conver- 
sion efficiencies of various energy sources for use in water 
heaters are given as follows: 1025 Btu/ft*, $0.012/ft?, and 55 
percent for natural gas; 138,700 Btu/gal, $1.15/gal, and 55 
percent for heating oil; and 1 kWh/kWh, $0.084/kWh, and 
90 percent for electric heaters, respectively. Determine the 
lowest-cost energy source for water heaters. 


2-117 A homeowner is considering these heating systems for 
heating his house: Electric resistance heating with $0.09/kWh 


and 1 kWh = 3600 kJ, gas heating with $1.24/therm and 1 
therm = 105,500 kJ, and oil heating with $1.25/gal and 1 gal 
of oil = 138,500 kJ. Assuming efficiencies of 100 percent for 
the electric furnace and 87 percent for the gas and oil furnaces, 
determine the heating system with the lowest energy cost. 


2-118 A typical household pays about $1200 a year on 
energy bills, and the U.S. Department of Energy estimates 
that 46 percent of this energy is used for heating and cooling, 
15 percent for heating water, 15 percent for refrigerating and 
freezing, and the remaining 24 percent for lighting, cooking, 
and running other appliances. The heating and cooling costs 
of a poorly insulated house can be reduced by up to 30 per- 
cent by adding adequate insulation. If the cost of insulation is 
$200, determine how long it will take for the insulation to 
pay for itself from the energy it saves. 


2-119 The U.S. Department of Energy estimates that up to 10 
percent of the energy use of a house can be saved by caulking 
and weatherstripping doors and windows to reduce air leaks at 
a cost of about $50 for materials for an average home with 12 
windows and 2 doors. Caulking and weatherstripping every 
gas-heated home properly would save enough energy to heat 
about 4 million homes. The savings can be increased by 
installing storm windows. Determine how long it will take for 
the caulking and weatherstripping to pay for itself from the 
energy they save for a house whose annual energy use is $1100. 


2-120 The U.S. Department of Energy estimates that 
570,000 barrels of oil would be saved per day if every house- 
hold in the United States lowered the thermostat setting in 
winter by 6°F (3.3°C). Assuming the average heating season 
to be 180 days and the cost of oil to be $40/barrel, determine 
how much money would be saved per year. 


2-121 Consider a TV set that consumes 120 W of electric 
power when it is on and is kept on for an average of 6 hours per 
day. For a unit electricity cost of 8 cents per kWh, determine 
the cost of electricity this TV consumes per month (30 days). 


2-122 The pump of a water distribution system is powered 
by a 15-kW electric motor whose efficiency is 90 percent. 


Water 


Nmotor = 90% 


100 kPa 


FIGURE P2-122 


The water flow rate through the pump is 50 L/s. The diame- 
ters of the inlet and outlet pipes are the same, and the eleva- 
tion difference across the pump is negligible. If the pressures 
at the inlet and outlet of the pump are measured to be 100 
kPa and 300 kPa (absolute), respectively, determine the 
mechanical efficiency of the pump. Answer: 74.1 percent 


2-123 Ina hydroelectric power plant, 100 m*/s of water flows 
from an elevation of 120 m to a turbine, where electric power is 
generated. The overall efficiency of the turbine—generator is 80 
percent. Disregarding frictional losses in piping, estimate the 
electric power output of this plant. Answer: 94.2 MW 


Generator Turbine 


N turbine-gen = 80% 


FIGURE P2-123 


2-124 The demand for electric power is usually much 
higher during the day than it is at night, and utility companies 
often sell power at night at much lower prices to encourage 
consumers to use the available power generation capacity and 
to avoid building new expensive power plants that will be 
used only a short time during peak periods. Utilities are also 
willing to purchase power produced during the day from pri- 
vate parties at a high price. 

Suppose a utility company is selling electric power for 
$0.03/kWh at night and is willing to pay $0.08/kWh for 
power produced during the day. To take advantage of this 
opportunity, an entrepreneur is considering building a large 
reservoir 40 m above the lake level, pumping water from the 
lake to the reservoir at night using cheap power, and letting 
the water flow from the reservoir back to the lake during the 
day, producing power as the pump—motor operates as a tur- 
bine—generator during reverse flow. Preliminary analysis 
shows that a water flow rate of 2 m?/s can be used in either 
direction. The combined pump-—motor and turbine—generator 
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efficiencies are expected to be 75 percent each. Disregarding 
the frictional losses in piping and assuming the system oper- 
ates for 10 h each in the pump and turbine modes during a 
typical day, determine the potential revenue this pump-turbine 
system can generate per year. 


Reservoir 


Om 


Lake 


FIGURE P2-124 


2-125 A diesel engine with an engine volume of 4.0 L and 
an engine speed of 2500 rpm operates on an air-fuel ratio of 
18 kg air/kg fuel. The engine uses light diesel fuel that con- 
tains 750 ppm (parts per million) of sulfur by mass. All of 
this sulfur is exhausted to the environment where the sulfur is 
converted to sulfurous acid (H,SO;). If the rate of the air 
entering the engine is 336 kg/h, determine the mass flow rate 
of sulfur in the exhaust. Also, determine the mass flow rate of 
sulfurous acid added to the environment if for each kmol of 
sulfur in the exhaust, one kmol sulfurous acid will be added 
to the environment. The molar mass of the sulfur is 32 
kg/kmol. 


2-126 Leaded gasoline contains lead that ends up in the 
engine exhaust. Lead is a very toxic engine emission. The use 
of leaded gasoline in the United States has been unlawful for 
most vehicles since the 1980s. However, leaded gasoline is 
still used in some parts of the world. Consider a city with 
10,000 cars using leaded gasoline. The gasoline contains 0.15 
g/L of lead and 35 percent of lead is exhausted to the envi- 
ronment. Assuming that an average car travels 15,000 km per 
year with a gasoline consumption of 10 L/100 km, determine 
the amount of lead put into the atmosphere per year in that 
city. Answer: 788 kg 
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2-127 A 2-kW electric resistance heater in a room is turned 
on and kept on for 30 min. The amount of energy transferred 
to the room by the heater is 


(a) 1 kJ (b) 60 kJ 
(e) 7200 kJ 


2-128 On a hot summer day, the air in a well-sealed room 
is circulated by a 0.50-hp fan driven by a 65 percent efficient 
motor. (Note that the motor delivers 0.50 hp of net shaft 
power to the fan.) The rate of energy supply from the fan- 
motor assembly to the room is 


(a) 0.769 kJ/s (b) 0.325 KJ/s 
(d) 0.373 kJ/s (e) 0.242 KJ/s 


2-129 A fan is to accelerate quiescent air to a velocity to 12 
m/s at a rate of 3 m*/min. If the density of air is 1.15 kg/m’, 
the minimum power that must be supplied to the fan is 


(c) 1800 kJ (d) 3600 kJ 


(c) 0.574 kJ/s 


(a) 248 W (b) 72 W (c) 497 W (d) 216 W 
(e) 162 W 
2-130 A 900-kg car cruising at a constant speed of 60 km/s 


is to accelerate to 100 km/h in 6 s. The additional power 
needed to achieve this acceleration is 


(a) 41 kW (b) 222 kW (c) 1.7 kW (d) 26 kW 
(e) 37 kW 
2-131 The elevator of a large building is to raise a net mass 


of 400 kg at a constant speed of 12 m/s using an electric 
motor. Minimum power rating of the motor should be 


(a) 0 kW (b) 4.8 kW (c) 47 kW (d) 12 kW 
(e) 36 kW 
2-132 Electric power is to be generated in a hydroelectric 


power plant that receives water at a rate of 70 m?/s from an 
elevation of 65 m using a turbine—-generator with an effi- 
ciency of 85 percent. When frictional losses in piping are dis- 
regarded, the electric power output of this plant is 


(a) 3.9 MW (b) 38 MW (c) 45 MW 
(e) 65 MW 


2-133 A 75-hp compressor in a facility that operates at full 
load for 2500 h a year is powered by an electric motor that 
has an efficiency of 88 percent. If the unit cost of electricity 
is $0.06/kWh, the annual electricity cost of this compressor is 


(a) $7382 (b) $9900 (c) $12,780 (d) $9533 
(e) $8389 


2-134 Consider a refrigerator that consumes 320 W of elec- 
tric power when it is running. If the refrigerator runs only 
one quarter of the time and the unit cost of electricity is 
$0.09/kWh, the electricity cost of this refrigerator per month 
(30 days) is 


(a) $3.56 
(e) $20.74 


(d) 53 MW 


(b) $5.18 (c) $8.54 (d) $9.28 


2-135 A 2-kW pump is used to pump kerosene (p = 0.820 
kg/L) from a tank on the ground to a tank at a higher eleva- 
tion. Both tanks are open to the atmosphere, and the elevation 
difference between the free surfaces of the tanks is 30 m. The 
maximum volume flow rate of kerosene is 


(a) 8.3 L/s (b) 7.2 L/s (c) 6.8 L/s 
(d) 12.1 L/s (e) 17.8 L/s 
2-136 A glycerin pump is powered by a 5-kW electric 


motor. The pressure differential between the outlet and the 
inlet of the pump at full load is measured to be 211 kPa. If 
the flow rate through the pump is 18 L/s and the changes in 
elevation and the flow velocity across the pump are negligi- 
ble, the overall efficiency of the pump is 


(b) 72 percent 
(e) 82 percent 


(a) 69 percent 
(d) 79 percent 


(c) 76 percent 


The Following Problems Are Based on the Optional 
Special Topic of Heat Transfer 


2-137 A 10-cm high and 20-cm wide circuit board houses 
on its surface 100 closely spaced chips, each generating heat 
at a rate of 0.08 W and transferring it by convection to the 
surrounding air at 40°C. Heat transfer from the back surface 
of the board is negligible. If the convection heat transfer 
coefficient on the surface of the board is 10 W/m? - °C and 
radiation heat transfer is negligble, the average surface tem- 
perature of the chips is 


(a) 80°C (b) 54°C (c) 41°C (d) 72°C 
(e) 60°C 
2-138 A 50-cm-long, 0.2-cm-diameter electric resistance 


wire submerged in water is used to determine the boiling heat 
transfer coefficient in water at 1 atm experimentally. The sur- 
face temperature of the wire is measured to be 130°C when a 
wattmeter indicates the electric power consumption to be 4.1 
kW. Then the heat transfer coefficient is 


(a) 43,500 W/m? - °C (b) 137 W/m? - °C 
(c) 68,330 W/m? - °C (d) 10,038 W/m? - °C 
(e) 37,540 W/m? - °C 


2-139 A 3-m° hot black surface at 80°C is losing heat to 
the surrounding air at 25°C by convection with a convection 
heat transfer coefficient of 12 W/m? - °C, and by radiation to 
the surrounding surfaces at 15°C. The total rate of heat loss 
from the surface is 


(a) 1987 W (b) 2239 W 
(e) 3811 W 


2-140 Heat is transferred steadily through a 0.2-m thick 8 
m X 4 m wall at a rate of 1.6 kW. The inner and outer sur- 
face temperatures of the wall are measured to be 15°C to 
5°C. The average thermal conductivity of the wall is 


(a) 0.001 W/m -°C (b) 0.5 W/m - °C (c) 1.0 W/m - °C 
(d) 2.0 W/m - °C (e) 5.0 W/m - °C 


(c) 2348 W (d) 3451 W 


2-141 The roof of an electrically heated house is 7-m long, 
10-m wide, and 0.25-m thick. It is made of a flat layer of 
concrete whose thermal conductivity is 0.92 W/m - °C. Dur- 
ing a certain winter night, the temperatures of the inner and 
outer surfaces of the roof are measured to be 15°C and 4°C, 
respectively. The average rate of heat loss through the roof 
that night was 


(a) 41 W 
(e) 2834 W 


(b) 177 W (c) 4894 W (d) 5567 W 


Design and Essay Problems 


2-142 An average vehicle puts out nearly 20 lbm of carbon 
dioxide into the atmosphere for every gallon of gasoline it 
burns, and thus one thing we can do to reduce global warm- 
ing is to buy a vehicle with higher fuel economy. A U.S. gov- 
ernment publication states that a vehicle that gets 25 rather 
than 20 miles per gallon will prevent 10 tons of carbon diox- 
ide from being released over the lifetime of the vehicle. Mak- 
ing reasonable assumptions, evaluate if this is a reasonable 
claim or a gross exaggeration. 


2-143 Solar energy reaching the earth is about 1350 W/m? 
outside the earth’s atmosphere, and 950 W/m? on earth’s sur- 
face normal to the sun on a clear day. Someone is marketing 
2m X 3 m photovoltaic cell panels with the claim that a sin- 
gle panel can meet the electricity needs of a house. How do 
you evaluate this claim? Photovoltaic cells have a conversion 
efficiency of about 15 percent. 


2-144 Find out the prices of heating oil, natural gas, and 
electricity in your area, and determine the cost of each per 
kWh of energy supplied to the house as heat. Go through 
your utility bills and determine how much money you spent 
for heating last January. Also determine how much your Jan- 
uary heating bill would be for each of the heating systems if 
you had the latest and most efficient system installed. 


2-145 Prepare a report on the heating systems available in 
your area for residential buildings. Discuss the advantages 
and disadvantages of each system and compare their initial 
and operating costs. What are the important factors in the 
selection of a heating system? Give some guidelines. Identify 
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the conditions under which each heating system would be the 
best choice in your area. 


2-146 The performance of a device is defined as the ratio 
of the desired output to the required input, and this definition 
can be extended to nontechnical fields. For example, your 
performance in this course can be viewed as the grade you 
earn relative to the effort you put in. If you have been invest- 
ing a lot of time in this course and your grades do not reflect 
it, you are performing poorly. In that case, perhaps you 
should try to find out the underlying cause and how to correct 
the problem. Give three other definitions of performance 
from nontechnical fields and discuss them. 


2-147 Your neighbor lives in a 2500-square-foot (about 250 
m?) older house heated by natural gas. The current gas heater 
was installed in the early 1970s and has an efficiency (called 
the Annual Fuel Utilization Efficiency rating, or AFUE) of 65 
percent. It is time to replace the furnace, and the neighbor is 
trying to decide between a conventional furnace that has 
an efficiency of 80 percent and costs $1500 and a high- 
efficiency furnace that has an efficiency of 95 percent and 
costs $2500. Your neighbor offered to pay you $100 if you 
help him make the right decision. Considering the weather 
data, typical heating loads, and the price of natural gas in 
your area, make a recommendation to your neighbor based 
on a convincing economic analysis. 


2-148 The roofs of many homes in the United States are 
covered with photovoltaic (PV) solar cells that resemble roof 
tiles, generating electricity quietly from solar energy. An arti- 
cle stated that over its projected 30-year service life, a 4-kW 
roof PV system in California will reduce the production of 
CO, that causes global warming by 433,000 Ibm, sulfates 
that cause acid rain by 2900 Ibm, and nitrates that cause 
smog by 1660 lbm. The article also claims that a PV roof 
will save 253,000 Ibm of coal, 21,000 gallons of oil, and 27 
million ft? of natural gas. Making reasonable assumptions for 
incident solar radiation, efficiency, and emissions, evaluate 
these claims and make corrections if necessary. 


Chapter 3 


PROPERTIES OF PURE SUBSTANCES 


e start this chapter with the introduction of the con- 

cept of a pure substance and a discussion of the 

physics of phase-change processes. We then illus- 
trate the various property diagrams and P-v-T surfaces of 
pure substances. After demonstrating the use of the property 
tables, the hypothetical substance ideal gas and the /deal-gas 
equation of state are discussed. The compressibility factor, 
which accounts for the deviation of real gases from ideal-gas 
behavior, is introduced, and some of the best-known equa- 
tions of state such as the van der Waals, Beattie-Bridgeman, 
and Benedict-Webb-Rubin equations are presented. 


Objectives 


The objectives of Chapter 3 are to: 


Introduce the concept of a pure substance. 
Discuss the physics of phase-change processes. 


Illustrate the P-v, T-v, and P-T property diagrams and P-v-T 
surfaces of pure substances. 

Demonstrate the procedures for determining 
thermodynamic properties of pure substances from tables 
of property data. 

Describe the hypothetical substance “ideal gas” and the 
ideal-gas equation of state. 

Apply the ideal-gas equation of state in the solution of 
typical problems. 

Introduce the compressibility factor, which accounts for the 
deviation of real gases from ideal-gas behavior. 


Present some of the best-known equations of state. 
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FIGURE 3-1 


Nitrogen and gaseous air are pure 
substances. 
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FIGURE 3-2 


A mixture of liquid and gaseous water 
is a pure substance, but a mixture of 


liquid and gaseous air is not. 
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The molecules in a solid are kept at 
their positions by the large springlike 


intermolecular forces. 
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3-1 = PURE SUBSTANCE 


A substance that has a fixed chemical composition throughout is called a 
pure substance. Water, nitrogen, helium, and carbon dioxide, for example, 
are all pure substances. 

A pure substance does not have to be of a single chemical element or 
compound, however. A mixture of various chemical elements or compounds 
also qualifies as a pure substance as long as the mixture is homogeneous. 
Air, for example, is a mixture of several gases, but it is often considered to 
be a pure substance because it has a uniform chemical composition 
(Fig. 3—1). However, a mixture of oil and water is not a pure substance. 
Since oil is not soluble in water, it will collect on top of the water, forming 
two chemically dissimilar regions. 

A mixture of two or more phases of a pure substance is still a pure sub- 
stance as long as the chemical composition of all phases is the same 
(Fig. 3-2). A mixture of ice and liquid water, for example, is a pure sub- 
stance because both phases have the same chemical composition. A mixture 
of liquid air and gaseous air, however, is not a pure substance since the 
composition of liquid air is different from the composition of gaseous air, 
and thus the mixture is no longer chemically homogeneous. This is due 
to different components in air condensing at different temperatures at a 
specified pressure. 


3-2 = PHASES OF A PURE SUBSTANCE 


We all know from experience that substances exist in different phases. At 
room temperature and pressure, copper is a solid, mercury is a liquid, and 
nitrogen is a gas. Under different conditions, each may appear in a different 
phase. Even though there are three principal phases—solid, liquid, and 
gas—a substance may have several phases within a principal phase, each 
with a different molecular structure. Carbon, for example, may exist as 
graphite or diamond in the solid phase. Helium has two liquid phases; iron 
has three solid phases. Ice may exist at seven different phases at high pres- 
sures. A phase is identified as having a distinct molecular arrangement that 
is homogeneous throughout and separated from the others by easily identifi- 
able boundary surfaces. The two phases of H,O in iced water represent a 
good example of this. 

When studying phases or phase changes in thermodynamics, one does not 
need to be concerned with the molecular structure and behavior of different 
phases. However, it is very helpful to have some understanding of the molec- 
ular phenomena involved in each phase, and a brief discussion of phase 
transformations follows. 

Intermolecular bonds are strongest in solids and weakest in gases. One 
reason is that molecules in solids are closely packed together, whereas in 
gases they are separated by relatively large distances. 

The molecules in a solid are arranged in a three-dimensional pattern (lat- 
tice) that is repeated throughout (Fig. 3-3). Because of the small distances 
between molecules in a solid, the attractive forces of molecules on each 
other are large and keep the molecules at fixed positions (Fig. 3—4). Note 
that the attractive forces between molecules turn to repulsive forces as the 


= 
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distance between the molecules approaches zero, thus preventing the mole- 
cules from piling up on top of each other. Even though the molecules in a 
solid cannot move relative to each other, they continually oscillate about 
their equilibrium positions. The velocity of the molecules during these oscil- 
lations depends on the temperature. At sufficiently high temperatures, the 
velocity (and thus the momentum) of the molecules may reach a point 
where the intermolecular forces are partially overcome and groups of mole- 
cules break away (Fig. 3-5). This is the beginning of the melting process. 

The molecular spacing in the liquid phase is not much different from that 
of the solid phase, except the molecules are no longer at fixed positions rel- 
ative to each other and they can rotate and translate freely. In a liquid, the 
intermolecular forces are weaker relative to solids, but still relatively strong 
compared with gases. The distances between molecules generally experi- 
ence a slight increase as a solid turns liquid, with water being a notable 
exception. 

In the gas phase, the molecules are far apart from each other, and a molec- 
ular order is nonexistent. Gas molecules move about at random, continually 
colliding with each other and the walls of the container they are in. Particu- 
larly at low densities, the intermolecular forces are very small, and colli- 
sions are the only mode of interaction between the molecules. Molecules in 
the gas phase are at a considerably higher energy level than they are in the 
liquid or solid phases. Therefore, the gas must release a large amount of its 
energy before it can condense or freeze. 


3-3 = PHASE-CHANGE PROCESSES 
OF PURE SUBSTANCES 


There are many practical situations where two phases of a pure substance 
coexist in equilibrium. Water exists as a mixture of liquid and vapor in the 
boiler and the condenser of a steam power plant. The refrigerant turns from 
liquid to vapor in the freezer of a refrigerator. Even though many home 
owners consider the freezing of water in underground pipes as the most 
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FIGURE 3-4 


In a solid, the attractive and repulsive 
forces between the molecules tend to 
maintain them at relatively constant 
distances from each other. 


© Reprinted with special permission of King 
Features Syndicate. 
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FIGURE 3-5 


The arrangement of atoms in different phases: (a) molecules are at relatively fixed positions in a solid, 
(b) groups of molecules move about each other in the liquid phase, and (c) molecules move about at random 


in the gas phase. 


= 


cen84959 ch03.qxd 4/1/05 12:31 PM Page 114 


114 Thermodynamics 


STATE 1 


FIGURE 3-6 


At 1 atm and 20°C, water exists in the 
liquid phase (compressed liquid). 


STATE 2 


FIGURE 3-7 


At | atm pressure and 100°C, water 
exists as a liquid that is ready to 
vaporize (saturated liquid). 


STATE 3 


FIGURE 3-8 


As more heat is transferred, part of the 
saturated liquid vaporizes (saturated 
liquid—vapor mixture). 


important phase-change process, attention in this section is focused on the 
liquid and vapor phases and their mixture. As a familiar substance, water is 
used to demonstrate the basic principles involved. Remember, however, that 
all pure substances exhibit the same general behavior. 


Compressed Liquid and Saturated Liquid 


Consider a piston—cylinder device containing liquid water at 20°C and 1 atm 
pressure (state 1, Fig. 3-6). Under these conditions, water exists in the liq- 
uid phase, and it is called a compressed liquid, or a subcooled liquid, 
meaning that it is not about to vaporize. Heat is now transferred to the water 
until its temperature rises to, say, 40°C. As the temperature rises, the liquid 
water expands slightly, and so its specific volume increases. To accommo- 
date this expansion, the piston moves up slightly. The pressure in the cylin- 
der remains constant at 1 atm during this process since it depends on the 
outside barometric pressure and the weight of the piston, both of which are 
constant. Water is still a compressed liquid at this state since it has not 
started to vaporize. 

As more heat is transferred, the temperature keeps rising until it reaches 
100°C (state 2, Fig. 3-7). At this point water is still a liquid, but any heat 
addition will cause some of the liquid to vaporize. That is, a phase-change 
process from liquid to vapor is about to take place. A liquid that is about to 
vaporize is called a saturated liquid. Therefore, state 2 is a saturated liquid 
state. 


Saturated Vapor and Superheated Vapor 


Once boiling starts, the temperature stops rising until the liquid is com- 
pletely vaporized. That is, the temperature will remain constant during the 
entire phase-change process if the pressure is held constant. This can easily 
be verified by placing a thermometer into boiling pure water on top of a 
stove. At sea level (P = 1 atm), the thermometer will always read 100°C if 
the pan is uncovered or covered with a light lid. During a boiling process, 
the only change we will observe is a large increase in the volume and a 
steady decline in the liquid level as a result of more liquid turning to vapor. 

Midway about the vaporization line (state 3, Fig. 3—8), the cylinder contains 
equal amounts of liquid and vapor. As we continue transferring heat, the 
vaporization process continues until the last drop of liquid is vaporized (state 
4, Fig. 3-9). At this point, the entire cylinder is filled with vapor that is on the 
borderline of the liquid phase. Any heat loss from this vapor will cause some 
of the vapor to condense (phase change from vapor to liquid). A vapor that is 
about to condense is called a saturated vapor. Therefore, state 4 is a satu- 
rated vapor state. A substance at states between 2 and 4 is referred to as a sat- 
urated liquid-vapor mixture since the liquid and vapor phases coexist in 
equilibrium at these states. 

Once the phase-change process is completed, we are back to a single- 
phase region again (this time vapor), and further transfer of heat results in 
an increase in both the temperature and the specific volume (Fig. 3—10). At 
state 5, the temperature of the vapor is, let us say, 300°C; and if we transfer 
some heat from the vapor, the temperature may drop somewhat but no con- 
densation will take place as long as the temperature remains above 100°C 
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(for P = 1 atm). A vapor that is not about to condense (i.e., not a saturated 
vapor) is called a superheated vapor. Therefore, water at state 5 is a 
superheated vapor. This constant-pressure phase-change process is illus- 
trated on a T-v diagram in Fig. 3-11. 

If the entire process described here is reversed by cooling the water while 
maintaining the pressure at the same value, the water will go back to state 1, 
retracing the same path, and in so doing, the amount of heat released will 
exactly match the amount of heat added during the heating process. 

In our daily life, water implies liquid water and steam implies water 
vapor. In thermodynamics, however, both water and steam usually mean 
only one thing: H,O. 


Saturation Temperature and Saturation Pressure 


It probably came as no surprise to you that water started to boil at 100°C. 
Strictly speaking, the statement “water boils at 100°C” is incorrect. The cor- 
rect statement is “water boils at 100°C at 1 atm pressure.” The only reason 
water started boiling at 100°C was because we held the pressure constant at 
1 atm (101.325 kPa). If the pressure inside the cylinder were raised to 500 
kPa by adding weights on top of the piston, water would start boiling at 
151.8°C. That is, the temperature at which water starts boiling depends on 
the pressure; therefore, if the pressure is fixed, so is the boiling temperature. 

At a given pressure, the temperature at which a pure substance changes 
phase is called the saturation temperature T „ Likewise, at a given tem- 
perature, the pressure at which a pure substance changes phase is called the 
saturation pressure P „ At a pressure of 101.325 kPa, T,,, is 99.97°C. 
Conversely, at a temperature of 99.97°C, P „is 101.325 kPa. (At 100.00°C, 
P „1s 101.42 kPa in the ITS-90 discussed in Chap. 1.) 

Saturation tables that list the saturation pressure against the tempera- 
ture (or the saturation temperature against the pressure) are available for 
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FIGURE 3-11 


T-v diagram for the heating process of water at constant pressure. 
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STATE 4 


P=1 atm 


F=100°€ 


g Heat 


FIGURE 3-9 


At 1 atm pressure, the temperature 
remains constant at 100°C until the 
last drop of liquid is vaporized 
(saturated vapor). 


STATE 5 


g Heat 


FIGURE 3-10 


As more heat is transferred, the 
temperature of the vapor starts to rise 
(superheated vapor). 
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O EXPERIMENT 


Use actual data from the experiment 
shown here to obtain the latent heat 
of fusion of water. See end-of-chapter 
problem 3-146. 


© Ronald Mullisen 


TABLE 3-1 


Saturation (boiling) pressure of 
water at various temperatures 


Saturation 
Temperature, pressure, 
T, °C Pa KPa 
—10 0.26 
-5 0.40 
(0) 0.61 
5 0.87 
10 1.23 
15 1.71 
20 2.34 
25 38:17 
30 4.25 
40 7.39 
50 12.35 
100 101.4 
150 476.2 
200 1555 
250 3976 
300 8588 


FIGURE 3-12 

The liquid—vapor saturation curve of a 
pure substance (numerical values are 
for water). 


practically all substances. A partial listing of such a table is given in 
Table 3—1 for water. This table indicates that the pressure of water changing 
phase (boiling or condensing) at 25°C must be 3.17 kPa, and the pressure of 
water must be maintained at 3976 kPa (about 40 atm) to have it boil at 
250°C. Also, water can be frozen by dropping its pressure below 0.61 kPa. 

It takes a large amount of energy to melt a solid or vaporize a liquid. The 
amount of energy absorbed or released during a phase-change process is 
called the latent heat. More specifically, the amount of energy absorbed 
during melting is called the latent heat of fusion and is equivalent to the 
amount of energy released during freezing. Similarly, the amount of energy 
absorbed during vaporization is called the latent heat of vaporization and 
is equivalent to the energy released during condensation. The magnitudes of 
the latent heats depend on the temperature or pressure at which the phase 
change occurs. At 1 atm pressure, the latent heat of fusion of water is 333.7 
kJ/kg and the latent heat of vaporization is 2256.5 kJ/kg. 

During a phase-change process, pressure and temperature are obviously 
dependent properties, and there is a definite relation between them, that is, 
Tyr = f(Poa)- A plot of T versus P.a such as the one given for water in 
Fig. 3-12, is called a liquid—vapor saturation curve. A curve of this kind 
is characteristic of all pure substances. 

It is clear from Fig. 3-12 that T,,, increases with P,,,. Thus, a substance 
at higher pressures boils at higher temperatures. In the kitchen, higher boil- 
ing temperatures mean shorter cooking times and energy savings. A beef 
stew, for example, may take 1 to 2 h to cook in a regular pan that operates 
at 1 atm pressure, but only 20 min in a pressure cooker operating at 3 atm 
absolute pressure (corresponding boiling temperature: 134°C). 

The atmospheric pressure, and thus the boiling temperature of water, 
decreases with elevation. Therefore, it takes longer to cook at higher alti- 
tudes than it does at sea level (unless a pressure cooker is used). For exam- 
ple, the standard atmospheric pressure at an elevation of 2000 m is 79.50 
kPa, which corresponds to a boiling temperature of 93.3°C as opposed to 
100°C at sea level (zero elevation). The variation of the boiling temperature 
of water with altitude at standard atmospheric conditions is given in 
Table 3-2. For each 1000 m increase in elevation, the boiling temperature 
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drops by a little over 3°C. Note that the atmospheric pressure at a location, 
and thus the boiling temperature, changes slightly with the weather condi- 
tions. But the corresponding change in the boiling temperature is no more 
than about 1°C. 


Some Consequences of 7,,, and P,,, Dependence 


We mentioned earlier that a substance at a specified pressure boils at the 
saturation temperature corresponding to that pressure. This phenomenon 
allows us to control the boiling temperature of a substance by simply con- 
trolling the pressure, and it has numerous applications in practice. Below we 
give some examples. The natural drive to achieve phase equilibrium by 
allowing some liquid to evaporate is at work behind the scenes. 

Consider a sealed can of liquid refrigerant-134a in a room at 25°C. If the 
can has been in the room long enough, the temperature of the refrigerant in 
the can is also 25°C. Now, if the lid is opened slowly and some refrigerant 
is allowed to escape, the pressure in the can will start dropping until it 
reaches the atmospheric pressure. If you are holding the can, you will notice 
its temperature dropping rapidly, and even ice forming outside the can if the 
air is humid. A thermometer inserted in the can will register —26°C when 
the pressure drops to 1 atm, which is the saturation temperature of refriger- 
ant-134a at that pressure. The temperature of the liquid refrigerant will 
remain at —26°C until the last drop of it vaporizes. 

Another aspect of this interesting physical phenomenon is that a liquid can- 
not vaporize unless it absorbs energy in the amount of the latent heat of vapor- 
ization, which is 217 kJ/kg for refrigerant-134a at 1 atm. Therefore, the rate of 
vaporization of the refrigerant depends on the rate of heat transfer to the can: 
the larger the rate of heat transfer, the higher the rate of vaporization. The rate 
of heat transfer to the can and thus the rate of vaporization of the refrigerant 
can be minimized by insulating the can heavily. In the limiting case of no heat 
transfer, the refrigerant will remain in the can as a liquid at —26°C indefinitely. 

The boiling temperature of nitrogen at atmospheric pressure is —196°C 
(see Table A—3a). This means the temperature of liquid nitrogen exposed to 
the atmosphere must be —196°C since some nitrogen will be evaporating. 
The temperature of liquid nitrogen remains constant at —196°C until it is 
depleted. For this reason, nitrogen is commonly used in low-temperature 
scientific studies (such as superconductivity) and cryogenic applications to 
maintain a test chamber at a constant temperature of —196°C. This is done 
by placing the test chamber into a liquid nitrogen bath that is open to the 
atmosphere. Any heat transfer from the environment to the test section is 
absorbed by the nitrogen, which evaporates isothermally and keeps the test 
chamber temperature constant at —196°C (Fig. 3-13). The entire test sec- 
tion must be insulated heavily to minimize heat transfer and thus liquid 
nitrogen consumption. Liquid nitrogen is also used for medical purposes to 
burn off unsightly spots on the skin. This is done by soaking a cotton swap 
in liquid nitrogen and wetting the target area with it. As the nitrogen evapo- 
rates, it freezes the affected skin by rapidly absorbing heat from it. 

A practical way of cooling leafy vegetables is vacuum cooling, which is 
based on reducing the pressure of the sealed cooling chamber to the satura- 
tion pressure at the desired low temperature, and evaporating some water 
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TABLE 3-2 


Variation of the standard 
atmospheric pressure and the 
boiling (saturation) temperature of 
water with altitude 


Atmospheric Boiling 


Elevation, pressure, tempera- 
m kPa ture, °C 
O 101.33 100.0 
1,000 89.55 96.5 
2,000 79.50 93.3 
5,000 54.05 83.3 
10,000 26.50 66.3 
20,000 5.53 34.7 
N> vapor 
-196°C 
25°C 
Liquid N, 
-196°C 
Insulation 
FIGURE 3-13 


The temperature of liquid nitrogen 
exposed to the atmosphere remains 
constant at — 196°C, and thus it 
maintains the test chamber at — 196°C. 
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Temperature 
eC $ 
Start of cooling 
(25°C, 100 kPa) 
25 Asana 


End of cooling 
(0°C, 0.61 kPa) 
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FIGURE 3-14 


The variation of the temperature of 
fruits and vegetables with pressure 
during vacuum cooling from 25°C to 
0°c. 
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FIGURE 3-15 


In 1775, ice was made by evacuating 
the air space in a water tank. 


& 


SEE TUTORIAL CH. 3, SEC. 4 ON THE DVD. 


INTERACTIVE 
TUTORIAL 


4/25/05 2:47 PM Page 118 


—$— 


from the products to be cooled. The heat of vaporization during evaporation 
is absorbed from the products, which lowers the product temperature. The 
saturation pressure of water at 0°C is 0.61 kPa, and the products can be 
cooled to 0°C by lowering the pressure to this level. The cooling rate can be 
increased by lowering the pressure below 0.61 kPa, but this is not desirable 
because of the danger of freezing and the added cost. 

In vacuum cooling, there are two distinct stages. In the first stage, the 
products at ambient temperature, say at 25°C, are loaded into the chamber, 
and the operation begins. The temperature in the chamber remains constant 
until the saturation pressure is reached, which is 3.17 kPa at 25°C. In the 
second stage that follows, saturation conditions are maintained inside at pro- 
gressively lower pressures and the corresponding lower temperatures until 
the desired temperature is reached (Fig. 3-14). 

Vacuum cooling is usually more expensive than the conventional refriger- 
ated cooling, and its use is limited to applications that result in much faster 
cooling. Products with large surface area per unit mass and a high tendency 
to release moisture such as lettuce and spinach are well-suited for vacuum 
cooling. Products with low surface area to mass ratio are not suitable, espe- 
cially those that have relatively impervious peels such as tomatoes and 
cucumbers. Some products such as mushrooms and green peas can be vac- 
uum cooled successfully by wetting them first. 

The vacuum cooling just described becomes vacuum freezing if the vapor 
pressure in the vacuum chamber is dropped below 0.61 kPa, the saturation 
pressure of water at 0°C. The idea of making ice by using a vacuum pump 
is nothing new. Dr. William Cullen actually made ice in Scotland in 1775 by 
evacuating the air in a water tank (Fig. 3-15). 

Package icing is commonly used in small-scale cooling applications to 
remove heat and keep the products cool during transit by taking advantage 
of the large latent heat of fusion of water, but its use is limited to products 
that are not harmed by contact with ice. Also, ice provides moisture as well 
as refrigeration. 


3—4 = PROPERTY DIAGRAMS FOR PHASE-CHANGE 
PROCESSES 


The variations of properties during phase-change processes are best studied 
and understood with the help of property diagrams. Next, we develop and 
discuss the T-v, P-v, and P-T diagrams for pure substances. 


1 The 7-v Diagram 


The phase-change process of water at 1 atm pressure was described in detail 
in the last section and plotted on a T-v diagram in Fig. 3—11. Now we repeat 
this process at different pressures to develop the 7-v diagram. 

Let us add weights on top of the piston until the pressure inside the cylin- 
der reaches 1 MPa. At this pressure, water has a somewhat smaller specific 
volume than it does at 1 atm pressure. As heat is transferred to the water at 
this new pressure, the process follows a path that looks very much like the 
process path at 1 atm pressure, as shown in Fig. 3—16, but there are some 
noticeable differences. First, water starts boiling at a much higher tempera- 
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Saturated Saturated 
liquid vapor 


> 
0.003106 v, m3/kg 
FIGURE 3-16 
T-v diagram of constant-pressure phase-change processes of a pure substance at various pressures (numerical values are 
for water). 
TA 


ture (179.9°C) at this pressure. Second, the specific volume of the saturated 
liquid is larger and the specific volume of the saturated vapor is smaller 
than the corresponding values at 1 atm pressure. That is, the horizontal line 
that connects the saturated liquid and saturated vapor states is much shorter. 

As the pressure is increased further, this saturation line continues to 
shrink, as shown in Fig. 3-16, and it becomes a point when the pressure 
reaches 22.06 MPa for the case of water. This point is called the critical 
point, and it is defined as the point at which the saturated liquid and satu- 
rated vapor states are identical. 

The temperature, pressure, and specific volume of a substance at the criti- 
cal point are called, respectively, the critical temperature T.,, critical pres- 
sure P „ and critical specific volume V„ The critical-point properties of 
water are P„ = 22.06 MPa, T., = 373.95°C, and v„ = 0.003106 m*/kg. 
For helium, they are 0.23 MPa, —267.85°C, and 0.01444 m*/kg. The critical 
properties for various substances are given in Table A-1 in the appendix. 

At pressures above the critical pressure, there is not a distinct phase- FIGURE 3-17 
change process (Fig. 3—17). Instead, the specific volume of the substance At supercritical pressures (P > P), 
continually increases, and at all times there is only one phase present. there is no distinct phase-change 
Eventually, it resembles a vapor, but we can never tell when the change (boiling) process. 
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FIGURE 3-18 


T-v diagram of a pure substance. 
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has occurred. Above the critical state, there is no line that separates the 
compressed liquid region and the superheated vapor region. However, it is 
customary to refer to the substance as superheated vapor at temperatures 
above the critical temperature and as compressed liquid at temperatures 
below the critical temperature. 

The saturated liquid states in Fig. 3-16 can be connected by a line called 
the saturated liquid line, and saturated vapor states in the same figure can 
be connected by another line, called the saturated vapor line. These two 
lines meet at the critical point, forming a dome as shown in Fig. 3-18. All 
the compressed liquid states are located in the region to the left of the satu- 
rated liquid line, called the compressed liquid region. All the superheated 
vapor states are located to the right of the saturated vapor line, called the 
superheated vapor region. In these two regions, the substance exists in a 
single phase, a liquid or a vapor. All the states that involve both phases in 
equilibrium are located under the dome, called the saturated liquid—vapor 
mixture region, or the wet region. 


2 The P-v Diagram 


The general shape of the P-v diagram of a pure substance is very much like 
the 7-v diagram, but the T = constant lines on this diagram have a down- 
ward trend, as shown in Fig. 3-19. 

Consider again a piston—cylinder device that contains liquid water at 1 
MPa and 150°C. Water at this state exists as a compressed liquid. Now the 
weights on top of the piston are removed one by one so that the pressure 
inside the cylinder decreases gradually (Fig. 3—20). The water is allowed to 
exchange heat with the surroundings so its temperature remains constant. As 
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the pressure decreases, the volume of the water increases slightly. When the 
pressure reaches the saturation-pressure value at the specified temperature 
(0.4762 MPa), the water starts to boil. During this vaporization process, 
both the temperature and the pressure remain constant, but the specific vol- 
ume increases. Once the last drop of liquid is vaporized, further reduction in 
pressure results in a further increase in specific volume. Notice that during 
the phase-change process, we did not remove any weights. Doing so would 
cause the pressure and therefore the temperature to drop [since T,,, = 
F (Pq)], and the process would no longer be isothermal. 

When the process is repeated for other temperatures, similar paths are 
obtained for the phase-change processes. Connecting the saturated liquid 
and the saturated vapor states by a curve, we obtain the P-v diagram of a 
pure substance, as shown in Fig. 3-19. 


Extending the Diagrams to Include 
the Solid Phase 


The two equilibrium diagrams developed so far represent the equilibrium 
states involving the liquid and the vapor phases only. However, these dia- 
grams can easily be extended to include the solid phase as well as the 
solid—liquid and the solid—vapor saturation regions. The basic principles dis- 
cussed in conjunction with the liquid—vapor phase-change process apply 
equally to the solid—liquid and solid—vapor phase-change processes. Most 
substances contract during a solidification (i.e., freezing) process. Others, 
like water, expand as they freeze. The P-v diagrams for both groups of sub- 
stances are given in Figs. 3—21 and 3-22. These two diagrams differ only in 
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FIGURE 3-19 


P-v diagram of a pure substance. 


FIGURE 3-20 


The pressure in a piston—cylinder 
device can be reduced by reducing the 
weight of the piston. 
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FIGURE 3-21 


P-v diagram of a substance that 
contracts on freezing. 


FIGURE 3-22 


P-v diagram of a substance that 
expands on freezing (such as water) 
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the solid—liquid saturation region. The T-v diagrams look very much like the 
P-v diagrams, especially for substances that contract on freezing. 


The fact that water expands upon freezing has vital consequences in 
nature. If water contracted on freezing as most other substances do, the ice 
formed would be heavier than the liquid water, and it would settle to the 
bottom of rivers, lakes, and oceans instead of floating at the top. The sun’s 
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rays would never reach these ice layers, and the bottoms of many rivers, 
lakes, and oceans would be covered with ice at times, seriously disrupting 
marine life. 

We are all familiar with two phases being in equilibrium, but under some 
conditions all three phases of a pure substance coexist in equilibrium 
(Fig. 3-23). On P-v or T-v diagrams, these triple-phase states form a line 
called the triple line. The states on the triple line of a substance have the 
same pressure and temperature but different specific volumes. The triple KE 
line appears as a point on the P-T diagrams and, therefore, is often called oj A 
the triple point. The triple-point temperatures and pressures of various sub- 
stances are given in Table 3—3. For water, the triple-point temperature and FIGURE 3-23 
pressure are 0.01°C and 0.6117 kPa, respectively. That is, all three phases of At triple-point pressure and 
water coexist in equilibrium only if the temperature and pressure have pre- temperature, a substance exists in 
cisely these values. No substance can exist in the liquid phase in stable three phases in equilibrium. 
equilibrium at pressures below the triple-point pressure. The same can 
be said for temperature for substances that contract on freezing. However, 


LIQUID 


TABLE 3—3 


Triple-point temperatures and pressures of various substances 


Substance Formula Tip, K Pr, kPa 
Acetylene C,H, 192.4 120 

Ammonia NH3 195.40 6.076 
Argon A 83.81 68.9 

Carbon (graphite) C 3900 10,100 

Carbon dioxide CO, 216.55 517 

Carbon monoxide CO 68.10 15.37 
Deuterium D, 18.63 17.1 

Ethane C2H6 89.89 8 x 1074 
Ethylene C2H4 104.0 0.12 
Helium 4 (A point) He 2.19 5.1 
Hydrogen H3 13.84 7.04 
Hydrogen chloride HCI 158.96 13.9 
Mercury Hg 234.2 1.65 x 1077 
Methane CH, 90.68 11.7 

Neon Ne 24.57 43.2 

Nitric oxide NO 109.50 21.92 
Nitrogen N3 63.18 12.6 

Nitrous oxide N50 182.34 87.85 
Oxygen O, 54.36 0.152 
Palladium Pd 1825 3.5 x 1073 
Platinum Pt 2045 2.0 x 1074 
Sulfur dioxide SO, 197:69 1.67 
Titanium Ti 1941 5.3 x 107 
Uranium hexafluoride UFę 337-17 151.7 

Water H,0 273.16 0.61 

Xenon Xe 161.3 81.5 

Zinc Zn 692.65 0.065 


Source: Data from National Bureau of Standards (U.S.) Circ., 500 (1952). 
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FIGURE 3-24 


At low pressures (below the triple- 
point value), solids evaporate without 
melting first (sublimation). 


FIGURE 3-25 


P-T diagram of pure substances. 
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substances at high pressures can exist in the liquid phase at temperatures 
below the triple-point temperature. For example, water cannot exist in liquid 
form in equilibrium at atmospheric pressure at temperatures below 0°C, but 
it can exist as a liquid at —20°C at 200 MPa pressure. Also, ice exists at 
seven different solid phases at pressures above 100 MPa. 

There are two ways a substance can pass from the solid to vapor phase: 
either it melts first into a liquid and subsequently evaporates, or it evaporates 
directly without melting first. The latter occurs at pressures below the triple- 
point value, since a pure substance cannot exist in the liquid phase at those 
pressures (Fig. 3—24). Passing from the solid phase directly into the vapor 
phase is called sublimation. For substances that have a triple-point pres- 
sure above the atmospheric pressure such as solid CO, (dry ice), sublima- 
tion is the only way to change from the solid to vapor phase at atmospheric 
conditions. 


3 The P-T Diagram 


Figure 3-25 shows the P-T diagram of a pure substance. This diagram is 
often called the phase diagram since all three phases are separated from 
each other by three lines. The sublimation line separates the solid and vapor 
regions, the vaporization line separates the liquid and vapor regions, and the 
melting (or fusion) line separates the solid and liquid regions. These three 
lines meet at the triple point, where all three phases coexist in equilibrium. 
The vaporization line ends at the critical point because no distinction can be 
made between liquid and vapor phases above the critical point. Substances 
that expand and contract on freezing differ only in the melting line on the 
P-T diagram. 
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The P-v-T Surface 


The state of a simple compressible substance is fixed by any two indepen- 
dent, intensive properties. Once the two appropriate properties are fixed, all 
the other properties become dependent properties. Remembering that any 
equation with two independent variables in the form z = z(x, y) represents a 
surface in space, we can represent the P-v-T behavior of a substance as a 
surface in space, as shown in Figs. 3—26 and 3-27. Here T and v may be 
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FIGURE 3-26 


P-v-T surface of a substance that 
contracts on freezing. 


FIGURE 3-27 


P-v-T surface of a substance that 
expands on freezing (like water). 
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FIGURE 3-28 


The combination u + Pv is frequently 
encountered in the analysis of control 
volumes. 


viewed as the independent variables (the base) and P as the dependent vari- 
able (the height). 

All the points on the surface represent equilibrium states. All states along 
the path of a quasi-equilibrium process lie on the P-v-T surface since such a 
process must pass through equilibrium states. The single-phase regions 
appear as curved surfaces on the P-v-T surface, and the two-phase regions 
as surfaces perpendicular to the P-T plane. This is expected since the pro- 
jections of two-phase regions on the P-T plane are lines. 

All the two-dimensional diagrams we have discussed so far are merely pro- 
jections of this three-dimensional surface onto the appropriate planes. A P-v 
diagram is just a projection of the P-v-T surface on the P-v plane, and a T-v 
diagram is nothing more than the bird’s-eye view of this surface. The P-v-T 
surfaces present a great deal of information at once, but in a thermodynamic 
analysis it is more convenient to work with two-dimensional diagrams, such 
as the P-v and T-v diagrams. 


3-5 " PROPERTY TABLES 


For most substances, the relationships among thermodynamic properties are 
too complex to be expressed by simple equations. Therefore, properties are 
frequently presented in the form of tables. Some thermodynamic properties 
can be measured easily, but others cannot and are calculated by using the 
relations between them and measurable properties. The results of these mea- 
surements and calculations are presented in tables in a convenient format. In 
the following discussion, the steam tables are used to demonstrate the use of 
thermodynamic property tables. Property tables of other substances are used 
in the same manner. 

For each substance, the thermodynamic properties are listed in more than 
one table. In fact, a separate table is prepared for each region of interest 
such as the superheated vapor, compressed liquid, and saturated (mixture) 
regions. Property tables are given in the appendix in both SI and English 
units. The tables in English units carry the same number as the correspond- 
ing tables in SI, followed by an identifier E. Tables A-6 and A-6E, for 
example, list properties of superheated water vapor, the former in SI and the 
latter in English units. Before we get into the discussion of property tables, 
we define a new property called enthalpy. 


Enthalpy—A Combination Property 


A person looking at the tables will notice two new properties: enthalpy 
h and entropy s. Entropy is a property associated with the second law of 
thermodynamics, and we will not use it until it is properly defined in Chap. 
7. However, it is appropriate to introduce enthalpy at this point. 

In the analysis of certain types of processes, particularly in power genera- 
tion and refrigeration (Fig. 3—28), we frequently encounter the combination 
of properties u + Pv. For the sake of simplicity and convenience, this com- 
bination is defined as a new property, enthalpy, and given the symbol h: 


h=u+Pv (kJ/kg) (3-1) 
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or, 


H=U+PV (KJ) (3-2) 


Both the total enthalpy H and specific enthalpy h are simply referred to 
as enthalpy since the context clarifies which one is meant. Notice that 
the equations given above are dimensionally homogeneous. That is, the unit 
of the pressure-volume product may differ from the unit of the internal 
energy by only a factor (Fig. 3-29). For example, it can be easily shown 
that 1 kPa - m? = 1 kJ. In some tables encountered in practice, the internal 
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kPa - m?=kJ 
kPa - m?/kg = kJ/kg 
bar - m? = 100 kJ 


MPa - m? = 1000 kJ 


energy u is frequently not listed, but it can always be determined from psi: fê = 0.18505 Btu | 


u = h — Pv. 

The widespread use of the property enthalpy is due to Professor Richard 
Mollier, who recognized the importance of the group u + Pv in the analysis 
of steam turbines and in the representation of the properties of steam in tab- 
ular and graphical form (as in the famous Mollier chart). Mollier referred to 
the group u + Pv as heat content and total heat. These terms were not quite 
consistent with the modern thermodynamic terminology and were replaced 
in the 1930s by the term enthalpy (from the Greek word enthalpien, which 
means to heat). 


1a Saturated Liquid and Saturated Vapor States 


The properties of saturated liquid and saturated vapor for water are listed in 


FIGURE 3-29 


The product pressure x volume has 


energy units. 


Tables A-4 and A-5. Both tables give the same information. The only dif- ae 
g : A ; A Specific volume 
ference is that in Table A—4 properties are listed under temperature and in K. 
Table A-5 under pressure. Therefore, it is more convenient to use Table A—4 Sat. 
hent t ee d Table A-5 whi da Aas Th Temp. press. | Sat. Sat. 
when temperature is given and Table A-5 when pressure is given. The use SC kbs iial on 
of Table A—4 is illustrated in Fig. 3-30. T Peat Up Vg 
The subscript fis used to denote properties of a saturated liquid, and the E E e ea 
subscript g to denote the properties of saturated vapor. These symbols are 90 70.183 10.001036 2.3593 
commonly used in thermodynamics and originated from German. Another 95 84.609 |0.001040 1.9808 
subscript commonly used is fg, which denotes the difference between f 
the saturated vapor and saturated liquid values of the same property. For  şpecific Specific 
example, temperature volume of 
saturated 
V; = specific volume of saturated liquid liquid 
ig C di Specifi 
V, = specific volume of saturated vapor EHA SE E aus ae 
; : d 
Vg = difference between v, and v; (that is, Vg = V, — Vy) pressus oi 
The quantity hg is called the enthalpy of vaporization (or latent heat FIGURE 3-30 


of vaporization). It represents the amount of energy needed to vaporize a 
unit mass of saturated liquid at a given temperature or pressure. It decreases 
as the temperature or pressure increases and becomes zero at the critical 
point. 


A partial list of Table A—4. 
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Example 3-1. 
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Schematic and P-V diagram for 
Example 3-2. 
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EXAMPLE 3-1 Pressure of Saturated Liquid in a Tank 


A rigid tank contains 50 kg of saturated liquid water at 90°C. Determine the 
pressure in the tank and the volume of the tank. 


Solution A rigid tank contains saturated liquid water. The pressure and vol- 
ume of the tank are to be determined. 

Analysis The state of the saturated liquid water is shown on a T-v diagram 
in Fig. 3-31. Since saturation conditions exist in the tank, the pressure 
must be the saturation pressure at 90°C: 


P = Py @90°c = 70.183 kPa (Table A-4) 
The specific volume of the saturated liquid at 90°C is 
V = Wac = 0.001036 m3/kg (Table A-4) 
Then the total volume of the tank becomes 
V = mv = (50 kg) (0.001036 m?/kg) = 0.0518 m°? 


EXAMPLE 3-2 Temperature of Saturated Vapor in a Cylinder 


A piston—cylinder device contains 2 ft? of saturated water vapor at 50-psia 
pressure. Determine the temperature and the mass of the vapor inside the 
cylinder. 


Solution A cylinder contains saturated water vapor. The temperature and 
the mass of vapor are to be determined. 

Analysis The state of the saturated water vapor is shown on a P-v diagram 
in Fig. 3-32. Since the cylinder contains saturated vapor at 50 psia, the 
temperature inside must be the saturation temperature at this pressure: 


T = Tiat @ 50 psia = 280.99°F (Table A-SE) 
The specific volume of the saturated vapor at 50 psia is 
V = Vy @ s0psia = 8.5175 ft*/Ibm (Table A-5E) 
Then the mass of water vapor inside the cylinder becomes 
V DRE 
vV 8.5175 ft?/Ibm 


= 0.235 Ibm 


EXAMPLE 3-3 Volume and Energy Change during Evaporation 


A mass of 200 g of saturated liquid water is completely vaporized at a con- 
stant pressure of 100 kPa. Determine (a) the volume change and (b) the 
amount of energy transferred to the water. 


Solution Saturated liquid water is vaporized at constant pressure. The vol- 
ume change and the energy transferred are to be determined. 

Analysis (a) The process described is illustrated on a P-v diagram in Fig. 3-33. 
The volume change per unit mass during a vaporization process is Vj, which 
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is the difference between v, and v, Reading these values from Table A-5 at 
100 kPa and substituting yield 


Ve = Vp — Vp = 1.6941 — 0.001043 = 1.6931 m°/kg 


Thus, 
AV = mvg = (0.2 kg) (1.6931 m?/kg) = 0.3386 m° 


(b) The amount of energy needed to vaporize a unit mass of a substance at a 
given pressure is the enthalpy of vaporization at that pressure, which is h = 
2257.5 kJ/kg for water at 100 kPa. Thus, the amount of energy transferred is 


mhg = (0.2 kg) (2257.5 kJ/kg) = 451.5 kJ 


Discussion Note that we have considered the first four decimal digits of vig 
and disregarded the rest. This is because v, has significant numbers to the 
first four decimal places only, and we do not know the numbers in the other 
decimal places. Copying all the digits from the calculator would mean that 
we are assuming V = 1.694100, which is not necessarily the case. It could 
very well be that v, = 1.694138 since this number, too, would truncate to 
1.6941. All the digits in our result (1.6931) are significant. But if we did 
not truncate the result, we would obtain Vy = 1.693057, which falsely 
implies that our result is accurate to the sixth decimal place. 


1b Saturated Liquid—Vapor Mixture 


During a vaporization process, a substance exists as part liquid and part 
vapor. That is, it is a mixture of saturated liquid and saturated vapor 
(Fig. 3-34). To analyze this mixture properly, we need to know the propor- 
tions of the liquid and vapor phases in the mixture. This is done by defining 
a new property called the quality x as the ratio of the mass of vapor to the 
total mass of the mixture: 


(3-3) 


where 


| 
Miiquid T Myapor 


i 
Metal = = m; + m 


Quality has significance for saturated mixtures only. It has no meaning in 
the compressed liquid or superheated vapor regions. Its value is between 0 
and 1. The quality of a system that consists of saturated liquid is 0 (or 0 
percent), and the quality of a system consisting of saturated vapor is 1 (or 
100 percent). In saturated mixtures, quality can serve as one of the two 
independent intensive properties needed to describe a state. Note that the 
properties of the saturated liquid are the same whether it exists alone or in 
a mixture with saturated vapor. During the vaporization process, only the 
amount of saturated liquid changes, not its properties. The same can be said 
about a saturated vapor. 

A saturated mixture can be treated as a combination of two subsystems: 
the saturated liquid and the saturated vapor. However, the amount of mass 
for each phase is usually not known. Therefore, it is often more convenient 
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FIGURE 3-33 


Schematic and P-v diagram for 
Example 3-3. 


Critical point 


FIGURE 3-34 


The relative amounts of liquid and 
vapor phases in a saturated mixture are 
specified by the quality x. 
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FIGURE 3-35 


A two-phase system can be treated as a 
homogeneous mixture for convenience. 
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FIGURE 3-36 


Quality is related to the horizontal 
distances on P-v and T-v diagrams. 


to imagine that the two phases are mixed well, forming a homogeneous 
mixture (Fig. 3-35). Then the properties of this “mixture” will simply be 
the average properties of the saturated liquid—vapor mixture under consider- 
ation. Here is how it is done. 

Consider a tank that contains a saturated liquid—vapor mixture. The vol- 
ume occupied by saturated liquid is V, and the volume occupied by satu- 
rated vapor is V,. The total volume V is the sum of the two: 


V= y + Ve 
J 
V= mv > M Vayg = MfVf T MgVg 
m; = m, — m; > MVayg = (Mm, — mM) VY + MV 


Dividing by m, yields 
Vag = (1 — x) y + xv, 
since x = m,/m,. This relation can also be expressed as 
Vag = Yt XVe (m’/kg) (3-4) 
where V, = V, — Vp Solving for quality, we obtain 
x= ba i (3-5) 


Vig 


Based on this equation, quality can be related to the horizontal distances 
on a P-v or T-v diagram (Fig. 3—36). At a given temperature or pressure, the 
numerator of Eq. 3-5 is the distance between the actual state and the satu- 
rated liquid state, and the denominator is the length of the entire horizontal 
line that connects the saturated liquid and saturated vapor states. A state of 
50 percent quality lies in the middle of this horizontal line. 

The analysis given above can be repeated for internal energy and enthalpy 
with the following results: 


Uayg = Up + Xli (kJ/kg) (3-6) 


hag = hy + alig (kJ/kg) (3-7) 


All the results are of the same format, and they can be summarized in a sin- 
gle equation as 


Yavg = yy a XV fg 


where y is v, u, or h. The subscript “avg” (for “average’’) is usually dropped 
for simplicity. The values of the average properties of the mixtures are 
always between the values of the saturated liquid and the saturated vapor 
properties (Fig. 3-37). That is, 


Ye = avg = Ve 


Finally, all the saturated-mixture states are located under the saturation 
curve, and to analyze saturated mixtures, all we need are saturated liquid 
and saturated vapor data (Tables A-4 and A-5 in the case of water). 
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EXAMPLE 3-4 Pressure and Volume of a Saturated Mixture Pone 
A rigid tank contains 10 kg of water at 90°C. If 8 kg of the water is in the Sat. liquid 
liquid form and the rest is in the vapor form, determine (a) the pressure in Vg 


the tank and (b) the volume of the tank. Sat. liquid 
V, 
fi 


Solution A rigid tank contains saturated mixture. The pressure and the vol- 
ume of the tank are to be determined. 

Analysis (a) The state of the saturated liquid—vapor mixture is shown in 
Fig. 3-38. Since the two phases coexist in equilibrium, we have a satu- 
rated mixture, and the pressure must be the saturation pressure at the 
given temperature: 


P = P.ne@orc = 70.183 kPa (Table A-4) 


(b) At 90°C, we have v; = 0.001036 m°/kg and v, = 2.3593 m?/kg (Table 
A-4). One way of finding the volume of the tank is to determine the volume 
occupied by each phase and then add them: FIGURE 3-37 


V= V+ V, = my + mV, The v value of a saturated 


= (8 kg) (0.001036 m?/kg) + (2 kg) (2.3593 m?/kg) liquid—vapor mixture lies between the 
; v,and v, values at the specified T or P. 
= 4.73 m 


Another way is to first determine the quality x, then the average specific vol- 
ume v, and finally the total volume: 


ih Pea K 
m 10kg 
Y= Va ae 
= 0.001036 m3/kg + (0.2)[ (2.3593 — 0.001036) m3/kg] 
= 0.473 m3/kg 
and 
V = mv = (10 kg) (0.473 m*/kg) = 4.73 m° 


Discussion The first method appears to be easier in this case since the 
masses of each phase are given. In most cases, however, the masses of each 
phase are not available, and the second method becomes more convenient. 


FIGURE 3-38 


Schematic and T-v diagram for 


EXAMPLE 3-5 Properties of Saturated Liquid—Vapor Mixture Example 3-4. 


An 80-L vessel contains 4 kg of refrigerant-134a at a pressure of 160 kPa. 
Determine (a) the temperature, (b) the quality, (c) the enthalpy of the refrig- 
erant, and (d) the volume occupied by the vapor phase. 


Solution A vessel is filled with refrigerant-134a. Some properties of the 
refrigerant are to be determined. 

Analysis (a) The state of the saturated liquid—-vapor mixture is shown in 
Fig. 3-39. At this point we do not know whether the refrigerant is in the 
compressed liquid, superheated vapor, or saturated mixture region. This can 


aoa 
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R-134a 
P=160 kPa 
m=A4kg 


T= —15.60°C 


> 


v= 0.0007437 v, = 0.12348 v, m*/kg 


hp= 31.21 h,=241.11 h, kJ/kg 
FIGURE 3-39 
Schematic and P-v diagram for 
Example 3-5. 
© 
© 
v u h 
T, C| m/kg kJ/kg kJ/kg 
P = 0.1 MPa (99.61°C) 
Sat.| 1.6941 2505.6 2675.0 
100] 1.6959 2506.2 2675.8 
C 150 1.9367 2582.9 2776.6 
1300| 7.2605 4687.2 5413.3 
P = 0.5 MPa (151.83°C) 
Sat. | 0.37483 2560.7 2748.1 
200 | 0.42503 2643.3 2855.8 
© 250 | 0.47443 2723.8 2961.0 


FIGURE 3-40 
A partial listing of Table A—6. 


-$ 


be determined by comparing a suitable property to the saturated liquid and 
saturated vapor values. From the information given, we can determine the 
specific volume: 
_ V _ 0.080 m° 
m 4kg 


= 0.02 m?/kg 


At 160 kPa, we read 
v; = 0.0007437 m*/kg 
(Table A-12) 
Vz, = 0.12348 m°*/kg 


Obviously, v; < V < v,, and, the refrigerant is in the saturated mixture 
region. Thus, the temperature must be the saturation temperature at the 
specified pressure: 


T = Tear @ 160 kPa = —15.60°C 
(b) Quality can be determined from 


0.02 — 0.0007437 
Vg 0.12348 — 0.0007437 


(c) At 160 kPa, we also read from Table A-12 that h; = 31.21 kJ/kg and hig = 
209.90 kJ/kg. Then, 


h = hy + xh 
= 31.21 kJ/kg + (0.157) (209.90 kJ/kg) 
= 64.2 kJ/kg 


V— VY 


x= = 0.157 


(d) The mass of the vapor is 
m, = xm, = (0.157) (4kg) = 0.628 kg 
and the volume occupied by the vapor phase is 
V, = MV; = (0.628 kg) (0.12348 m*/kg) = 0.0775 m° (or 77.5 L) 
The rest of the volume (2.5 L) is occupied by the liquid. 


Property tables are also available for saturated solid—vapor mixtures. 
Properties of saturated ice—water vapor mixtures, for example, are listed in 
Table A-8. Saturated solid—vapor mixtures can be handled just as saturated 
liquid—vapor mixtures. 


2 Superheated Vapor 


In the region to the right of the saturated vapor line and at temperatures 
above the critical point temperature, a substance exists as superheated vapor. 
Since the superheated region is a single-phase region (vapor phase only), 
temperature and pressure are no longer dependent properties and they can 
conveniently be used as the two independent properties in the tables. The 
format of the superheated vapor tables is illustrated in Fig. 3—40. 

In these tables, the properties are listed against temperature for selected 
pressures starting with the saturated vapor data. The saturation temperature 
is given in parentheses following the pressure value. 
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Compared to saturated vapor, superheated vapor is characterized by 
Lower pressures (P < P „w at a given T) 
Higher tempreatures (T > T,,, at a given P) 
Higher specific volumes (v > v, at a given P or T) 
Higher internal energies (u > u, at a given P or T) 
Higher enthalpies (h > h, at a given P or T) 


EXAMPLE 3-6 Internal Energy of Superheated Vapor 


Determine the internal energy of water at 20 psia and 400°F. 


Solution The internal energy of water at a specified state is to be deter- 
mined. 

Analysis At 20 psia, the saturation temperature is 227.92°F. Since T > 
Tau the water is in the superheated vapor region. Then the internal energy at 
the given temperature and pressure is determined from the superheated 


vapor table (Table A-6E) to be 
u = 1145.1 Btu/Ibm 


EXAMPLE 3-7 Temperature of Superheated Vapor 


Determine the temperature of water at a state of P = 0.5 MPa and h = 
2890 kJ/kg. 


Solution The temperature of water at a specified state is to be determined. 
Analysis At 0.5 MPa, the enthalpy of saturated water vapor is hg = 2748.1 
kJ/kg. Since h > h, as shown in Fig. 3-41, we again have superheated 
vapor. Under 0.5 MPa in Table A-6 we read 


1, C h, kJ/kg 


200 2855.8 
250 2961.0 


Obviously, the temperature is between 200 and 250°C. By linear interpola- 
tion it is determined to be 


T = 216.3°C 


3 Compressed Liquid 


Compressed liquid tables are not as commonly available, and Table A-7 is 
the only compressed liquid table in this text. The format of Table A-7 is very 
much like the format of the superheated vapor tables. One reason for the lack 
of compressed liquid data is the relative independence of compressed liquid 
properties from pressure. Variation of properties of compressed liquid with 
pressure is very mild. Increasing the pressure 100 times often causes proper- 
ties to change less than 1 percent. 
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FIGURE 3-41 

At a specified P, superheated vapor 
exists at a higher A than the saturated 
vapor (Example 3-7). 
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Given: P and T 


V =VF@r 
u=U; @T 


FIGURE 3-42 

A compressed liquid may be 
approximated as a saturated liquid at 
the given temperature. 


TC 
Ray 
X 
80F =A 
I/I 
1 
l 
Li 
u= uf @ 80°C u 
FIGURE 3-43 
Schematic and T-u diagram for 
Example 3-8. 
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In the absence of compressed liquid data, a general approximation is to treat 
compressed liquid as saturated liquid at the given temperature (Fig. 3—42). 
This is because the compressed liquid properties depend on temperature 
much more strongly than they do on pressure. Thus, 


Y=Yer (3-8) 


for compressed liquids, where y is v, u, or h. Of these three properties, the 
property whose value is most sensitive to variations in the pressure is the 
enthalpy h. Although the above approximation results in negligible error in 
v and u, the error in h may reach undesirable levels. However, the error in h 
at low to moderate pressures and temperatures can be reduced significantly 
by evaluating it from 


h=hert Yer? Paer) (3-9) 


instead of taking it to be just hy. Note, however, that the approximation in 
Eq. 3-9 does not yield any significant improvement at moderate to high 
temperatures and pressures, and it may even backfire and result in greater 
error due to overcorrection at very high temperatures and pressures (see 
Kostic, Ref. 4). 

In general, a compressed liquid is characterized by 


Higher pressures (P > P „at a given T) 


sat 


Lower tempreatures (T < T, „at a given P) 


sat 
Lower specific volumes (v < v,at a given P or T) 
Lower internal energies (u < ușat a given P or T) 
Lower enthalpies (h < h, at a given P or T) 


But unlike superheated vapor, the compressed liquid properties are not 
much different from the corresponding saturated liquid values. 


EXAMPLE 3-8 Approximating Compressed Liquid 


as Saturated Liquid 


Determine the internal energy of compressed liquid water at 80°C and 5 
MPa, using (a) data from the compressed liquid table and (b) saturated liq- 
uid data. What is the error involved in the second case? 


Solution The exact and approximate values of the internal energy of liquid 
water are to be determined. 
Analysis At 80°C, the saturation pressure of water is 47.416 kPa, and since 
5 MPa > Pa we obviously have compressed liquid, as shown in Fig. 3-43. 
(a) From the compressed liquid table (Table A-7) 

P = 5 MPa 

T = 80°C 
(b) From the saturation table (Table A-4), we read 

u = ufe soc = 334.97 kJ/kg 


\ u = 333.82 kJ/kg 


The error involved is 


334.97 — 333.82 
333.82 


which is less than 1 percent. 


x 100 = 0.34% 


= 
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Reference State and Reference Values 


The values of u, h, and s cannot be measured directly, and they are calcu- 
lated from measurable properties using the relations between thermody- 
namic properties. However, those relations give the changes in properties, 
not the values of properties at specified states. Therefore, we need to choose 
a convenient reference state and assign a value of zero for a convenient 
property or properties at that state. For water, the state of saturated liquid at 
0.01°C is taken as the reference state, and the internal energy and entropy 
are assigned zero values at that state. For refrigerant-134a, the state of satu- 
rated liquid at —40°C is taken as the reference state, and the enthalpy and 
entropy are assigned zero values at that state. Note that some properties may 
have negative values as a result of the reference state chosen. 

It should be mentioned that sometimes different tables list different values 
for some properties at the same state as a result of using a different reference 
state. However, in thermodynamics we are concerned with the changes in 
properties, and the reference state chosen is of no consequence in calcula- 
tions as long as we use values from a single consistent set of tables or charts. 


EXAMPLE 3-9 The Use of Steam Tables to Determine Properties 


Determine the missing properties and the phase descriptions in the following 
table for water: 


i, G P, kPa u, kJ/kg X Phase description 
(a) 200 0.6 
(b) 125 1600 
(c) 1000 2950 
(d) 15 500 
(e) 850 0.0 


Solution Properties and phase descriptions of water are to be determined 
at various states. 

Analysis (a) The quality is given to be x = 0.6, which implies that 60 per- 
cent of the mass is in the vapor phase and the remaining 40 percent is in 
the liquid phase. Therefore, we have saturated liquid-vapor mixture at a 
pressure of 200 kPa. Then the temperature must be the saturation tempera- 
ture at the given pressure: 


T = Tx @2004ra = 120.21°C —S (Table A-5) 


At 200 kPa, we also read from Table A-5 that up = 504.50 kJ/kg and ug = 
2024.6 kJ/kg. Then the average internal energy of the mixture is 


u = Uy t Xup 
= 504.50 kJ/kg + (0.6) (2024.6 kJ/kg) 
= 1719.26 kJ/kg 


(b) This time the temperature and the internal energy are given, but we do 
not know which table to use to determine the missing properties because we 
have no clue as to whether we have saturated mixture, compressed liquid, 
or superheated vapor. To determine the region we are in, we first go to the 
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GC 


151.83 


u= Uf @ 15°C u 


FIGURE 3-44 


At a given P and T, a pure substance 
will exist as a compressed liquid if 
T< Toat @ P: 


—$— 


saturation table (Table A-4) and determine the u; and u, values at the given 
temperature. At 125°C, we read up = 524.83 kJ/kg and u, = 2534.3 kJ/kg. 
Next we compare the given u value to these upand Ug values, keeping in 
mind that 


if u < uy we have compressed liquid 
if Dp E US Wy we have saturated mixture 
if > hy we have superheated vapor 


In our case the given u value is 1600, which falls between the u; and u, val- 
ues at 125°C. Therefore, we have saturated liquid—vapor mixture. Then the 
pressure must be the saturation pressure at the given temperature: 


P = Pyar @ psc = 232.23 kPa (Table A-4) 
The quality is determined from 


u— up 1600 — 524.83 
Ure 2009.5 


x= = 0.535 

The criteria above for determining whether we have compressed liquid, 
saturated mixture, or superheated vapor can also be used when enthalpy h or 
specific volume v is given instead of internal energy u, or when pressure is 
given instead of temperature. 


(c) This is similar to case (b), except pressure is given instead of tempera- 
ture. Following the argument given above, we read the u; and u, values at the 
specified pressure. At 1 MPa, we have u; = 761.39 kJ/kg and u, = 2582.8 
kJ/kg. The specified u value is 2950 kJ/kg, which is greater than the u, value 
at 1 MPa. Therefore, we have superheated vapor, and the temperature at this 
state is determined from the superheated vapor table by interpolation to be 


T = 395.2°C (Table A-6) 


We would leave the quality column blank in this case since quality has no 
meaning for a superheated vapor. 


(d) In this case the temperature and pressure are given, but again we cannot 
tell which table to use to determine the missing properties because we do 
not know whether we have saturated mixture, compressed liquid, or super- 
heated vapor. To determine the region we are in, we go to the saturation 
table (Table A-5) and determine the saturation temperature value at the 
given pressure. At 500 kPa, we have Tea = 151.83°C. We then compare the 
given T value to this 7, value, keeping in mind that 


if US Wen @ pte E we have compressed liquid 
if T= agnar we have saturated mixture 
if US Tos @piven 2 we have superheated vapor 


In our case, the given T value is 75°C, which is less than the 7,,, value at 
the specified pressure. Therefore, we have compressed liquid (Fig. 3-44), 
and normally we would determine the internal energy value from the com- 
pressed liquid table. But in this case the given pressure is much lower than 
the lowest pressure value in the compressed liquid table (which is 5 MPa), 
and therefore we are justified to treat the compressed liquid as saturated liq- 
uid at the given temperature (not pressure): 


u = use 75c = 313.99 kJ/kg (Table A-4) 


= 
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We would leave the quality column blank in this case since quality has no 
meaning in the compressed liquid region. 


(e) The quality is given to be x = O, and thus we have saturated liquid at the 
specified pressure of 850 kPa. Then the temperature must be the saturation 
temperature at the given pressure, and the internal energy must have the 
saturated liquid value: 


T = Tea @ ssoxpa = 172.94°C 
u = Upe ssokpa = 731.00 kJ/kg (Table A-5) 


3-6 = THE IDEAL-GAS EQUATION OF STATE Q INTERACTIVE 


Property tables provide very accurate information about the properties, but TUTORIAL 
they are bulky and vulnerable to typographical errors. A more practical and SEE TUTORIAL CH. 3, SEC. 6 ON THE DVD. 
desirable approach would be to have some simple relations among the prop- 
erties that are sufficiently general and accurate. 
Any equation that relates the pressure, temperature, and specific volume 
of a substance is called an equation of state. Property relations that involve 
other properties of a substance at equilibrium states are also referred to as 
equations of state. There are several equations of state, some simple and 
others very complex. The simplest and best-known equation of state for 
substances in the gas phase is the ideal-gas equation of state. This equation 
predicts the P-v-T behavior of a gas quite accurately within some properly 
selected region. 
Gas and vapor are often used as synonymous words. The vapor phase of a 
substance is customarily called a gas when it is above the critical tempera- 
ture. Vapor usually implies a gas that is not far from a state of condensation. 
In 1662, Robert Boyle, an Englishman, observed during his experiments 
with a vacuum chamber that the pressure of gases is inversely proportional 
to their volume. In 1802, J. Charles and J. Gay-Lussac, Frenchmen, experi- 
mentally determined that at low pressures the volume of a gas is propor- 
tional to its temperature. That is, 


r-a) 


or 

Pv = RT (3-10) Substance R, kI/kg-K 
where the constant of proportionality R is called the gas constant. Equation Air 0.2870 
3-10 is called the ideal-gas equation of state, or simply the ideal-gas rela- Helium 2.0769 
tion, and a gas that obeys this relation is called an ideal gas. In this equa- ee Ree 
tion, P is the absolute pressure, T is the absolute temperature, and v is the Pie ; 
specific volume. 


The gas constant R is different for each gas (Fig. 3—45) and is determined 
from 


FIGURE 3-45 


R= Ru (kJ/kg - K or kPa < m3/kg + K) Different substances have different gas 
M constants. 


where R, is the universal gas constant and M is the molar mass (also 


e 
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Per unit mass Per unit mole | 


V, m/kg V, m3/kmol 
u, kJ/kg , kJ/kmol | 
h, kJ/kg , kJ/kmol | 


a 


FIGURE 3-46 


Properties per unit mole are denoted 
with a bar on the top. 


ST 
REALLY? 


FIGURE 3-47 


The ideal-gas relation often is not 
applicable to real gases; thus, care 
should be exercised when using it. 


© Reprinted with special permission of King 
Features Syndicate. 


called molecular weight) of the gas. The constant R, is the same for all sub- 
stances, and its value is 


8.31447 kJ/kmol - K 
8.31447 kPa- m°/kmol + K 
0.0831447 bar - m?/kmol - K 
R,= ) 1.98588 Btu/Ibmol-R 
10.7316 psia - ft?/Ibmol - R 
1545.37 ft - Ibf/Ibmol-R 


(3-11) 


The molar mass M can simply be defined as the mass of one mole (also 
called a gram-mole, abbreviated gmol) of a substance in grams, or the mass 
of one kmol (also called a kilogram-mole, abbreviated kgmol) in kilograms. 
In English units, it is the mass of 1 Ibmol in Ibm. Notice that the molar 
mass of a substance has the same numerical value in both unit systems 
because of the way it is defined. When we say the molar mass of nitrogen is 
28, it simply means the mass of 1 kmol of nitrogen is 28 kg, or the mass of 
1 lbmol of nitrogen is 28 Ibm. That is, M = 28 kg/kmol = 28 Ibm/lbmol. 
The mass of a system is equal to the product of its molar mass M and the 
mole number N: 


m = MN (kg) (3-12) 


The values of R and M for several substances are given in Table A-1. 
The ideal-gas equation of state can be written in several different forms: 


V = mv —> PV = mRT (3-13) 
mR = (MN)R = NR, > PV = NR,T (3-14) 
V= NV —> PV=R,T (3-15) 


where V is the molar specific volume, that is, the volume per unit mole (in 
m?/kmol or ft?/Ibmol). A bar above a property denotes values on a unit-mole 
basis throughout this text (Fig. 3—46). 
By writing Eq. 3-13 twice for a fixed mass and simplifying, the proper- 
ties of an ideal gas at two different states are related to each other by 
P 1 Vi P 2 V; 


= 3-16 
3 a (3-16) 


An ideal gas is an imaginary substance that obeys the relation Pv = RT 
(Fig. 3—47). It has been experimentally observed that the ideal-gas relation 
given closely approximates the P-v-T behavior of real gases at low densi- 
ties. At low pressures and high temperatures, the density of a gas decreases, 
and the gas behaves as an ideal gas under these conditions. What constitutes 
low pressure and high temperature is explained later. 

In the range of practical interest, many familiar gases such as air, nitro- 
gen, oxygen, hydrogen, helium, argon, neon, krypton, and even heavier 
gases such as carbon dioxide can be treated as ideal gases with negligible 
error (often less than 1 percent). Dense gases such as water vapor in steam 
power plants and refrigerant vapor in refrigerators, however, should not be 
treated as ideal gases. Instead, the property tables should be used for these 
substances. 
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EXAMPLE 3-10 Mass of Air in a Room 6m 


Determine the mass of the air in a room whose dimensions are 4 m X 5m X 
6 m at 100 kPa and 25°C. 


AIR 


P = 100 kPa 
T= 25°C 5m 
mest 


Solution The mass of air in a room is to be determined. 

Analysis A sketch of the room is given in Fig. 3-48. Air at specified condi- 
tions can be treated as an ideal gas. From Table A-1, the gas constant of air 
is R = 0.287 kPa - m%/kg - K, and the absolute temperature is T = 25°C + 
273 = 298 K. The volume of the room is 


V= (4m)(5m)(6m) = 120 m’ 


The mass of air in the room is determined from the ideal-gas relation to be FIGURE 3-48 


PV (100 kPa) (120 m°) mak Schematic for Example 3-10. 
RT (0.287 kPa- m°/kg-K)(298 K) © 


m= 


Is Water Vapor an Ideal Gas? 


This question cannot be answered with a simple yes or no. The error 
involved in treating water vapor as an ideal gas is calculated and plotted in 
Fig. 3—49. It is clear from this figure that at pressures below 10 kPa, water 
vapor can be treated as an ideal gas, regardless of its temperature, with neg- 
ligible error (less than 0.1 percent). At higher pressures, however, the ideal- 
gas assumption yields unacceptable errors, particularly in the vicinity of the 
critical point and the saturated vapor line (over 100 percent). Therefore, in 
air-conditioning applications, the water vapor in the air can be treated as an 
ideal gas with essentially no error since the pressure of the water vapor 
is very low. In steam power plant applications, however, the pressures 
involved are usually very high; therefore, ideal-gas relations should not be 
used. 


INTERACTIVE 
TUTORIAL 


3-7 = COMPRESSIBILITY FACTOR—A MEASURE © 
OF DEVIATION FROM IDEAL-GAS BEHAVIOR 


The ideal-gas equation is very simple and thus very convenient to use. How- SEE TUTORIAL CH. 3, SEC. 7 ON THE DVD. 
ever, as illustrated in Fig. 3-49, gases deviate from ideal-gas behavior sig- 

nificantly at states near the saturation region and the critical point. This 

deviation from ideal-gas behavior at a given temperature and pressure can 

accurately be accounted for by the introduction of a correction factor called 

the compressibility factor Z defined as 


Py 
Z = — (3-17) 
RT 
or 
Pv = ZRT (3-18) 
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FIGURE 3-49 


Percentage of error 

([lv table Vigeal!/ Viable] x 100) 
involved in assuming steam to be an 
ideal gas, and the region where 
steam can be treated as an ideal gas 
with less than | percent error. 


D REA 
GASES 
=] 
Z = 
FIGURE 3-50 


The compressibility factor is unity for 
ideal gases. 
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It can also be expressed as 


Z=— (3-19) 
Vv. 


ideal 


where Vide = RT/P. Obviously, Z = 1 for ideal gases. For real gases Z can 
be greater than or less than unity (Fig. 3-50). The farther away Z is from 
unity, the more the gas deviates from ideal-gas behavior. 

We have said that gases follow the ideal-gas equation closely at low pres- 
sures and high temperatures. But what exactly constitutes low pressure or 
high temperature? Is —100°C a low temperature? It definitely is for most 
substances but not for air. Air (or nitrogen) can be treated as an ideal gas at 
this temperature and atmospheric pressure with an error under 1 percent. 
This is because nitrogen is well over its critical temperature (— 147°C) and 
away from the saturation region. At this temperature and pressure, however, 
most substances would exist in the solid phase. Therefore, the pressure or 
temperature of a substance is high or low relative to its critical temperature 
or pressure. 
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Gases behave differently at a given temperature and pressure, but they 
behave very much the same at temperatures and pressures normalized with 
respect to their critical temperatures and pressures. The normalization is 
done as 
P, a d 7, a (3-20) 
P Ta 
Here Pp is called the reduced pressure and 7; the reduced temperature. 
The Z factor for all gases is approximately the same at the same reduced 
pressure and temperature. This is called the principle of corresponding 
states. In Fig. 3-51, the experimentally determined Z values are plotted 
against Pp and T, for several gases. The gases seem to obey the principle of 
corresponding states reasonably well. By curve-fitting all the data, we 
1.1 
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FIGURE 3-51 


Comparison of Z factors for various gases. 


Source: Gour-Jen Su, “Modified Law of Corresponding States,” Ind. Eng. Chem. (international ed.) 38 (1946), p. 803. 
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obtain the generalized compressibility chart that can be used for all gases 
as (Fig. A-15). 
PO The following observations can be made from the generalized compress- 


ibility chart: 


1. At very low pressures (Pp < 1), gases behave as an ideal gas regard- 
FIGURE 3-52 less of temperature (Fig. 3-52), 
2. At high temperatures (Tę > 2), ideal-gas behavior can be assumed with 
good accuracy regardless of pressure (except when Pp > 1). 
3. The deviation of a gas from ideal-gas behavior is greatest in the vicinity 
of the critical point (Fig. 3-53). 


At very low pressures, all gases 
approach ideal-gas behavior 
(regardless of their temperature). 


TA 
Ideal-gas EXAMPLE 3-11 The Use of Generalized Charts 
Nonideal-gas venavioi 
behavior Determine the specific volume of refrigerant-134a at 1 MPa and 50°C, using 
(a) the ideal-gas equation of state and (b) the generalized compressibility 
chart. Compare the values obtained to the actual value of 0.021796 m3/kg 
and determine the error involved in each case. 
Ideal-gas Solution The specific volume of refrigerant-134a is to be determined 
behavior assuming ideal- and nonideal-gas behavior. 
Analysis The gas constant, the critical pressure, and the critical tempera- 
` ture of refrigerant-134a are determined from Table A-1 to be 
“ R = 0.0815 kPa - m3/kg+K 
FIGURE 3-53 P,, = 4.059 MPa 
Gases deviate from the ideal-gas T = 374.2 K 
behavior the most in the neighborhood 
of the critical point. (a) The specific volume of refrigerant-134a under the ideal-gas assumption 
is 


RT (0.0815 kPa: m;/kg - K) (323 K) 
po 1000 kPa 


y= = 0.026325 m*/kg 
Therefore, treating the refrigerant-134a vapor as an ideal gas would result in 
an error of (0.026325 — 0.021796)/0.021796 = 0.208, or 20.8 percent in 
this case. 

(b) To determine the correction factor Z from the compressibility chart, we 
first need to calculate the reduced pressure and temperature: 


pE a er 
RP, 4.059MPa 
Z = 0.84 
pe ee) Se a 
ae ak ee 
Thus 
V = ZVideat = (0.84) (0.026325 m?/kg) = 0.022113 m*/kg 


Discussion The error in this result is less than 2 percent. Therefore, in the 
absence of tabulated data, the generalized compressibility chart can be used 
with confidence. 
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When P and v, or T and v, are given instead of P and T, the generalized 
compressibility chart can still be used to determine the third property, but it | © 
would involve tedious trial and error. Therefore, it is necessary to define one 
more reduced property called the pseudo-reduced specific volume vp as 


V, 


actual 


== (3-21) Laas 
ü Rigi Ps Vv 


B RT or [Poy 


Up (Fig. A-15) 
Note that vp is defined differently from Px and Tp. It is related to T,. and Po 
instead of v,,. Lines of constant Vg are also added to the compressibility 
charts, and this enables one to determine T or P without having to resort to 


time-consuming iterations (Fig. 3-54). 


FIGURE 3-54 
The compressibility factor can also be 


EXAMPLE 3-12 Using Generalized Charts to Determine Pressure determined from a knowledge of Pg 


and Vp. 
Determine the pressure of water vapor at 600°F and 0.51431 ft/lbm, using i 


(a) the steam tables, (b) the ideal-gas equation, and (c) the generalized com- 
pressibility chart. 


Solution The pressure of water vapor is to be determined in three different 
ways. 

Analysis A sketch of the system is given in Fig. 3-55. The gas constant, 
the critical pressure, and the critical temperature of steam are determined 
from Table A-1E to be 


R = 0.5956 psia » ft/lbm - R 
P.. = 3200 psia 


T., = 1164.8 R H,O 
(a) The pressure at the specified state is determined from Table A-6E to be T = 600°F 
= 0.51431 ft3/lbm 
v = 0.51431 a A 
P = 1000 psi E? 
T = 600°F a 


This is the experimentally determined value, and thus it is the most 
accurate. FIGURE 3-55 


(b) The pressure of steam under the ideal-gas assumption is determined Schematic for Example 3-12. 
from the ideal-gas relation to be 


RT (0.5956 psia- ft?/Ibm - R) (1060 R) 
vo 0.51431 ft’ /lbm 


P= = 1228 psia 
Therefore, treating the steam as an ideal gas would result in an error of 
(1228 — 1000)/1000 = 0.228, or 22.8 percent in this case. 

(c) To determine the correction factor Z from the compressibility chart (Fig. 
A-15), we first need to calculate the pseudo-reduced specific volume and 
the reduced temperature: 


v, (0.51431 ft*/Ibm) (3200 psia) 


actual 


VE = = = 232 
R RT,/P., (0.5956 psia- ft/Ibm - R) (1164.8 R) 

Pr = 0.33 
ea 
eO m MEBR ~ 


cen84959 ch03.qxd 4/25/05 2:47 PM Page 144 


144 Thermodynamics 
© 
O 
P, psia 
Exact 1000 
Z chart 1056 


Ideal gas 1228 


© (from Example 3-12) 


FIGURE 3-56 


Results obtained by using the 
compressibility chart are usually 


within a few percent of actual values. 


H INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 3, SEC. 8 ON THE DVD. 


van der Waals 
Berthelet 
Redlich-Kwang 
Beattie-Bridgeman 
Benedict-Webb-Rubin 


Strobridge 
Virial 


FIGURE 3-57 


Several equations of state have been 
proposed throughout history. 


Thus, 
P = P,P. = (0.33) (3200 psia) = 1056 psia 


Discussion Using the compressibility chart reduced the error from 22.8 to 
5.6 percent, which is acceptable for most engineering purposes (Fig. 3-56). 
A bigger chart, of course, would give better resolution and reduce the read- 
ing errors. Notice that we did not have to determine Z in this problem since 
we could read Pp directly from the chart. 


3-8 = OTHER EQUATIONS OF STATE 


The ideal-gas equation of state is very simple, but its range of applicability 
is limited. It is desirable to have equations of state that represent the P-v-T 
behavior of substances accurately over a larger region with no limitations. 
Such equations are naturally more complicated. Several equations have been 
proposed for this purpose (Fig. 3-57), but we shall discuss only three: the 
van der Waals equation because it is one of the earliest, the Beattie-Bridge- 
man equation of state because it is one of the best known and is reasonably 
accurate, and the Benedict-Webb-Rubin equation because it is one of the 
more recent and is very accurate. 


Van der Waals Equation of State 


The van der Waals equation of state was proposed in 1873, and it has two 
constants that are determined from the behavior of a substance at the critical 
point. It is given by 


(r a al — b) = RT (3-22) 


Van der Waals intended to improve the ideal-gas equation of state by 
including two of the effects not considered in the ideal-gas model: the inter- 
molecular attraction forces and the volume occupied by the molecules them- 
selves. The term a/v? accounts for the intermolecular forces, and b accounts 
for the volume occupied by the gas molecules. In a room at atmospheric 
pressure and temperature, the volume actually occupied by molecules is 
only about one-thousandth of the volume of the room. As the pressure 
increases, the volume occupied by the molecules becomes an increasingly 
significant part of the total volume. Van der Waals proposed to correct this 
by replacing v in the ideal-gas relation with the quantity v — b, where b 
represents the volume occupied by the gas molecules per unit mass. 

The determination of the two constants appearing in this equation is based 
on the observation that the critical isotherm on a P-v diagram has a horizon- 
tal inflection point at the critical point (Fig. 3-58). Thus, the first and the 
second derivatives of P with respect to v at the critical point must be zero. 


That is, 
ðP oP 
— =0 and EY =0 
ðv T=T,,=const ð v T=T,,=const 
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By performing the differentiations and eliminating v,,, the constants a andb p4 


are determined to be 


T? 


IR y pt 
A ae 


(3-23) 


The constants a and b can be determined for any substance from the critical- 
point data alone (Table A-1). 

The accuracy of the van der Waals equation of state is often inadequate, 
but it can be improved by using values of a and b that are based on the 
actual behavior of the gas over a wider range instead of a single point. 
Despite its limitations, the van der Waals equation of state has a historical 
value in that it was one of the first attempts to model the behavior of real 
gases. The van der Waals equation of state can also be expressed on a unit- 
mole basis by replacing the v in Eq. 3-22 by V and the R in Eqs. 3-22 and 
3-23 by Rp 


Critical point 


<7 


à A z FIGURE 3-58 
Beattie-Bridgeman Equation of State Critical isotherm of a pure substance 


The Beattie-Bridgeman equation, proposed in 1928, is an equation of state has an inflection point at the critical 


based on five experimentally determined constants. It is expressed as state. 
P Rei 2 Je B- (3-24) 
= vc = 
y? vr? y? 
where 
a b 
A = Ao 1 aai and B = B 1 SS (3-25) 
V V 


The constants appearing in the above equation are given in Table 3—4 for 
various substances. The Beattie-Bridgeman equation is known to be reason- 
ably accurate for densities up to about 0.89,,, where p, is the density of the 
substance at the critical point. 


Benedict-Webb-Rubin Equation of State 


Benedict, Webb, and Rubin extended the Beattie-Bridgeman equation in 
1940 by raising the number of constants to eight. It is expressed as 


R,T Co \ 1 bR,T-—a_ aa c Yy ) až 
P = —— + | BR,T— A | | | 14 ie 
V ( oR, =| y vo ( vyf 


The values of the constants appearing in this equation are given in 
Table 3—4. This equation can handle substances at densities up to about 
2.5p,,. In 1962, Strobridge further extended this equation by raising the 
number of constants to 16 (Fig. 3-59). 


Virial Equation of State 


The equation of state of a substance can also be expressed in a series form 
as 
RT al) D(T) 


P= + F t t at ao (3-27) 
V V 
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TABLE 3—4 


Constants that appear in the Beattie-Bridgeman and the Benedict-Webb-Rubin equations of state 


(a) When Pis in kPa, V is in mŝ/kmol, Tis in K, and R, = 8.314 kPa - m?/kmol - K, the five constants in the Beattie- 
Bridgeman equation are as follows: 


Gas Ao a Bo b c 

Air 131.8441 0.01931 0.04611 —0.001101 4.34 x 104 
Argon, Ar 130.7802 0.02328 0.03931 0.0 5.99 x 104 
Carbon dioxide, CO, 507.2836 0.07132 0.10476 0.07235 6.60 x 10° 
Helium, He 2.1886 0.05984 0.01400 0.0 40 
Hydrogen, H3 20.0117 —0.00506 0.02096 —0.04359 504 
Nitrogen, N3 136.2315 0.02617 0.05046 —0.00691 4.20 x 104 
Oxygen, O, 151.0857 0.02562 0.04624 0.004208 4.80 x 104 


Source: Gordon J. Van Wylen and Richard E. Sonntag, Fundamentals of Classical Thermodynamics, English/SI Version, 3rd ed. (New York: John Wiley & Sons, 
1986), p. 46, table 3.3. 


(b) When Pis in kPa, V is in m?/kmol, Tis in K, and R, = 8.314 kPa - m%/kmol - K, the eight constants in the Benedict- 
Webb-Rubin equation are as follows: 


Gas a Ao b Bo c Co a y 
n-Butane, 190.68 1021.6 0.039998 0.12436 3.205 x 107 1.006 x 108 1.101 x 1078 0.0340 
CyHi9 

Carbon 

dioxide, CO, 13.86 277.30 0.007210 0.04991 1.511 x 10€ 1.404 x 107 8.470 x 1075 0.00539 
Carbon 


monoxide, CO 3.71 135.87 0.002632 0.05454 1.054 x 10° 8.673 x 10° 1.350 Xx 1074 0.0060 
Methane, CH, 5.00 187.91 0.003380 0.04260 2.578 x 10° 2.286 Xx 10° 1.244 x 1074 0.0060 
Nitrogen, N3 2.54 106.73 0.002328 0.04074 7.379 x 10% 8.164 Xx 10° 1.272 x 1074 0.0053 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), p. 815, table A-21M. Originally published in H. W. Cooper and J. C. 
Goldfrank, Hydrocarbon Processing 46, no. 12 (1967), p. 141. 


van der Waals: 2 constants. 

Accurate over a limited range. This and similar equations are called the virial equations of state, and the 
Beattie-Bridgeman A coefficients a(T), p(T), c(T), and so on, that are functions of temperature 
Accurate for P < 0.8p¢y. alone are called virial coefficients. These coefficients can be determined 
experimentally or theoretically from statistical mechanics. Obviously, as the 
Benedict-Webb-Rubin: 8 constants. pressure approaches zero, all the virial coefficients will vanish and the equa- 
Accurate for P < 2.5p¢r. tion will reduce to the ideal-gas equation of state. The P-v-T behavior of a 
Strobridge: 16 constants. substance can be represented accurately with the virial equation of state 
More suitable for over a wider range by including a sufficient number of terms. The equations 
computer calsa of state discussed here are applicable to the gas phase of the substances 

Virial: may vary. only, and thus should not be used for liquids or liquid—vapor mixtures. 
Accuracy depends on the Complex equations represent the P-v-T behavior of substances reasonably 
number of aa ae well and are very suitable for digital computer applications. For hand calcu- 


lations, however, it is suggested that the reader use the property tables or the 
simpler equations of state for convenience. This is particularly true for 
FIGURE 3-59 specific-volume calculations since all the earlier equations are implicit in v 


, and require a trial-and-error approach. The accuracy of the van der Waals, 
Complex equations of state represent 


the P-v-T behavior of gases more 
accurately over a wider range. 


p 
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Percentage of error involved in various equations of state for nitrogen (% error = [(lVjanie — 


Beattie-Bridgeman, and Benedict-Webb-Rubin equations of state is illus- 
trated in Fig. 3—60. It is apparent from this figure that the Benedict-Webb- 
Rubin equation of state is usually the most accurate. 


EXAMPLE 3-13 Different Methods of Evaluating Gas Pressure 


Predict the pressure of nitrogen gas at T = 175 K and v = 0.00375 m°/kg 
on the basis of (a) the ideal-gas equation of state, (b) the van der Waals 
equation of state, (c) the Beattie-Bridgeman equation of state, and (d) the 
Benedict-Webb-Rubin equation of state. Compare the values obtained to the 
experimentally determined value of 10,000 kPa. 


Solution The pressure of nitrogen gas is to be determined using four differ- 
ent equations of state. 


aoa 
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Properties The gas constant of nitrogen gas is 0.2968 kPa- m3/kg : K 
(Table A-1). 
Analysis (a) Using the ideal-gas equation of state, the pressure is found to be 
RT (0.2968 kPa- m*/kg- K) (175 K) 
V 0.00375 m?/kg 


P= = 13,851 kPa 


which is in error by 38.5 percent. 


(b) The van der Waals constants for nitrogen are determined from Eq. 3-23 


to be 
a = 0.175 m°- kPa/kg” 
b = 0.00138 m3/kg 
From Eq. 3-22, 
RT a 
P= yon y as, 


which is in error by 5.3 percent. 


(c) The constants in the Beattie-Bridgeman equation are determined from 
Table 3-4 to be 


A = 10228 
B = 0.05378 
e HAD x I0 


Also, V = Mv = (28.013 kg/mol)(0.00375 m3/kg) = 0.10505 m°/kmol. Sub- 
stituting these values into Eq. 3-24, we obtain 


IRAP G = A 
p= z IEZ Ir (V + B) oer 10,110 kPa 


which is in error by 1.1 percent. 


(d) The constants in the Benedict-Webb-Rubin equation are determined from 
Table 3-4 to be 


a = 2.54 Ay = 10673 
b = 0.002328 By = 0.04074 

c = 7.379 X 10° CE 8.164 X 10° 
a= 1272 105 y= 00053 


Substituting these values into Eq. 3-26 gives 


RI Co\ 1 bRT-a 
im | Ry - 


T 
y? V 


aa C M w/o 
+= + t+, je 
ve "i z) 


= 10,009 kPa 


which is in error by only 0.09 percent. Thus, the accuracy of the Benedict- 
Webb-Rubin equation of state is rather impressive in this case. 


p 
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TOPIC OF SPECIAL INTEREST* Vapor Pressure and Phase Equilibrium 


The pressure in a gas container is due to the individual molecules striking 
the wall of the container and exerting a force on it. This force is proportional 
to the average velocity of the molecules and the number of molecules per 
unit volume of the container (i.e., molar density). Therefore, the pressure 
exerted by a gas is a strong function of the density and the temperature of the 
gas. For a gas mixture, the pressure measured by a sensor such as a trans- 
ducer is the sum of the pressures exerted by the individual gas species, called 
the partial pressure. It can be shown (see Chap. 13) that the partial pressure 
of a gas in a mixture is proportional to the number of moles (or the mole 
fraction) of that gas. 


Atmospheric air can be viewed as a mixture of dry air (air with zero mois- 
ture content) and water vapor (also referred to as moisture), and the atmo- o looo, o® ® 
spheric pressure is the sum of the pressure of dry air P, and the pressure of P00 9 : Me “oH Water 
water vapor, called the vapor pressure P, (Fig. 3—61). That is, ie a 008 o|| vapor 

Eam = Pa t P; (3-28) o on. s69 oe 
© oo 2%°% of 
(Note that in some applications, the phrase “vapor pressure” is used to indi- AE 
cate saturation pressure.) The vapor pressure constitutes a small fraction 
FIGURE 3-61 


(usually under 3 percent) of the atmospheric pressure since air is mostly 
nitrogen and oxygen, and the water molecules constitute a small fraction Atmospheric pressure is the sum of 
(usually under 3 percent) of the total molecules in the air. However, the the dry air pressure P, and the vapor 
amount of water vapor in the air has a major impact on thermal comfort and pressure P,. 
many processes such as drying. 

Air can hold a certain amount of moisture only, and the ratio of the actual 
amount of moisture in the air at a given temperature to the maximum amount 
air can hold at that temperature is called the relative humidity ¢. The relative 
humidity ranges from 0 for dry air to 100 percent for saturated air (air that 
cannot hold any more moisture). The vapor pressure of saturated air at a given 
temperature is equal to the saturation pressure of water at that temperature. 
For example, the vapor pressure of saturated air at 25°C is 3.17 kPa. 

The amount of moisture in the air is completely specified by the tempera- 
ture and the relative humidity, and the vapor pressure is related to relative 
humidity @ by 

E T Pou @T (3-29) 


where P a @ 7 is the saturation pressure of water at the specified temperature. 
For example, the vapor pressure of air at 25°C and 60 percent relative 
humidity is 

P, = Py @ 25°c = 0.6 X (3.17 kPa) = 1.90 kPa 


The desirable range of relative humidity for thermal comfort is 40 to 60 percent. 

Note that the amount of moisture air can hold is proportional to the satura- 
tion pressure, which increases with temperature. Therefore, air can hold 
more moisture at higher temperatures. Dropping the temperature of moist air 
reduces its moisture capacity and may result in the condensation of some of 
the moisture in the air as suspended water droplets (fog) or as a liquid film 
on cold surfaces (dew). So it is no surprise that fog and dew are common 
occurrences at humid locations especially in the early morning hours when 


*This section can be skipped without a loss in continuity. 
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yani Salty 
water 
(a) Before (b) After 
FIGURE 3-62 


Whenever there is a concentration 
difference of a physical quantity in a 
medium, nature tends to equalize 
things by forcing a flow from the high 
to the low concentration region. 


Liquid water 
JE 


FIGURE 3-63 


When open to the atmosphere, water is 
in phase equilibrium with the vapor in 
the air if the vapor pressure is equal to 
the saturation pressure of water. 
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the temperatures are the lowest. Both fog and dew disappear (evaporate) as 
the air temperature rises shortly after sunrise. You also may have noticed that 
electronic devices such as camcorders come with warnings against bringing 
them into moist indoors when the devices are cold to avoid moisture conden- 
sation on the sensitive electronics of the devices. 

It is a common observation that whenever there is an imbalance of a com- 
modity in a medium, nature tends to redistribute it until a “balance” or 
“equality” is established. This tendency is often referred to as the driving 
force, which is the mechanism behind many naturally occurring transport 
phenomena such as heat transfer, fluid flow, electric current, and mass trans- 
fer. If we define the amount of a commodity per unit volume as the concen- 
tration of that commodity, we can say that the flow of a commodity is 
always in the direction of decreasing concentration, that is, from the region 
of high concentration to the region of low concentration (Fig. 3-62). The 
commodity simply creeps away during redistribution, and thus the flow is a 
diffusion process. 

We know from experience that a wet T-shirt hanging in an open area even- 
tually dries, a small amount of water left in a glass evaporates, and the after- 
shave in an open bottle quickly disappears. These and many other similar 
examples suggest that there is a driving force between the two phases of a 
substance that forces the mass to transform from one phase to another. The 
magnitude of this force depends on the relative concentrations of the two 
phases. A wet T-shirt dries much faster in dry air than it would in humid air. 
In fact, it does not dry at all if the relative humidity of the environment is 
100 percent and thus the air is saturated. In this case, there is no transforma- 
tion from the liquid phase to the vapor phase, and the two phases are in 
phase equilibrium. For liquid water that is open to the atmosphere, the cri- 
terion for phase equilibrium can be expressed as follows: The vapor pressure 
in the air must be equal to the saturation pressure of water at the water tem- 
perature. That is (Fig. 3—63), 


(3-30) 


Phase equilibrium criterion for water exposed to air: P, = Pater 


Therefore, if the vapor pressure in the air is less than the saturation pressure 
of water at the water temperature, some liquid will evaporate. The larger the 
difference between the vapor and saturation pressures, the higher the rate of 
evaporation. The evaporation has a cooling effect on water, and thus reduces 
its temperature. This, in turn, reduces the saturation pressure of water and thus 
the rate of evaporation until some kind of quasi-steady operation is reached. 
This explains why water is usually at a considerably lower temperature than 
the surrounding air, especially in dry climates. It also suggests that the rate 
of evaporation of water can be increased by increasing the water temperature 
and thus the saturation pressure of water. 

Note that the air at the water surface is always saturated because of the 
direct contact with water, and thus the vapor pressure. Therefore, the vapor 
pressure at the lake surface is the saturation pressure of water at the tempera- 
ture of the water at the surface. If the air is not saturated, then the vapor 
pressure decreases to the value in the air at some distance from the water 
surface, and the difference between these two vapor pressures is the driving 
force for the evaporation of water. 

The natural tendency of water to evaporate in order to achieve phase equi- 
librium with the water vapor in the surrounding air forms the basis for the 


= 
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operation of the evaporative coolers (also called the swamp coolers). In 
such coolers, hot and dry outdoor air is forced to flow through a wet cloth 
before entering a building. Some of the water evaporates by absorbing heat 
from the air, and thus cooling it. Evaporative coolers are commonly used in 
dry climates and provide effective cooling. They are much cheaper to run 
than air conditioners since they are inexpensive to buy, and the fan of an 
evaporative cooler consumes much less power than the compressor of an air 
conditioner. 

Boiling and evaporation are often used interchangeably to indicate phase 
change from liquid to vapor. Although they refer to the same physical 
process, they differ in some aspects. Evaporation occurs at the liqguid—vapor 
interface when the vapor pressure is less than the saturation pressure of the 
liquid at a given temperature. Water in a lake at 20°C, for example, evaporates 
to air at 20°C and 60 percent relative humidity since the saturation pressure 
of water at 20°C is 2.34 kPa, and the vapor pressure of air at 20°C and 60 
percent relative humidity is 1.4 kPa. Other examples of evaporation are the 
drying of clothes, fruits, and vegetables; the evaporation of sweat to cool the 
human body; and the rejection of waste heat in wet cooling towers. Note that 
evaporation involves no bubble formation or bubble motion (Fig. 3-64). 

Boiling, on the other hand, occurs at the solid—liquid interface when a liq- 
uid is brought into contact with a surface maintained at a temperature T, suf- 
ficiently above the saturation temperature T,,, of the liquid. At 1 atm, for 
example, liquid water in contact with a solid surface at 110°C boils since the 
saturation temperature of water at 1 atm is 100°C. The boiling process is 
characterized by the rapid motion of vapor bubbles that form at the solid— 
liquid interface, detach from the surface when they reach a certain size, and 
attempt to rise to the free surface of the liquid. When cooking, we do not say 
water is boiling unless we see the bubbles rising to the top. 


“h 
\ 
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FIGURE 3-64 


A liquid-to-vapor phase change process is called evaporation if it occurs at a liquid—vapor interface, and boiling if it 
occurs at a solid—liquid interface. 
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Schematic for Example 3-14. 
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EXAMPLE 3-14 Temperature Drop of a Lake Due to Evaporation 


On a summer day, the air temperature over a lake is measured to be 25°C. 
Determine water temperature of the lake when phase equilibrium conditions 
are established between the water in the lake and the vapor in the air for rel- 
ative humidities of 10, 80, and 100 percent for the air (Fig. 3-65). 


Solution Air at a specified temperature is blowing over a lake. The equilib- 
rium temperatures of water for three different cases are to be determined. 
Analysis The saturation pressure of water at 25°C, from Table 3-1, is 3.17 
kPa. Then the vapor pressures at relative humidities of 10, 80, and 100 per- 
cent are determined from Eq. 3-29 to be 


Relative humidity = 10%: Pa = @1Peat @ 25° = 0.1 X (3.17 kPa) 
= 0.317 kPa 


Relative humidity = 80%: P, = Psar @ 25°C = 0.8 X (3.17 kPa) 
= 2.536 kPa 


Relative humidity = 100%: P3 = b3Psat @25°c = 1.0 X (3.17 kPa) 
= 3.17 kPa 


The saturation temperatures corresponding to these pressures are deter- 
mined from Table 3-1 (or Table A-5) by interpolation to be 


T, = —8.0°C %=212°C and T, = 25°C 


Therefore, water will freeze in the first case even though the surrounding air 
is hot. In the last case the water temperature will be the same as the sur- 
rounding air temperature. 

Discussion You are probably skeptical about the lake freezing when the air 
is at 25°C, and you are right. The water temperature drops to —8°C in the 
limiting case of no heat transfer to the water surface. In practice the water 
temperature drops below the air temperature, but it does not drop to —8°C 
because (1) it is very unlikely for the air over the lake to be so dry (a relative 
humidity of just 10 percent) and (2) as the water temperature near the sur- 
face drops, heat transfer from the air and the lower parts of the water body 
will tend to make up for this heat loss and prevent the water temperature 
from dropping too much. The water temperature stabilizes when the heat 
gain from the surrounding air and the water body equals the heat loss by 
evaporation, that is, when a dynamic balance is established between heat 
and mass transfer instead of phase equilibrium. If you try this experiment 
using a shallow layer of water in a well-insulated pan, you can actually freeze 
the water if the air is very dry and relatively cool. 
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SUMMARY 


A substance that has a fixed chemical composition through- 
out is called a pure substance. A pure substance exists in dif- 
ferent phases depending on its energy level. In the liquid 
phase, a substance that is not about to vaporize is called a 
compressed or subcooled liquid. In the gas phase, a substance 
that is not about to condense is called a superheated vapor. 
During a phase-change process, the temperature and pressure 
of a pure substance are dependent properties. At a given pres- 
sure, a substance changes phase at a fixed temperature, called 
the saturation temperature. Likewise, at a given temperature, 
the pressure at which a substance changes phase is called the 
saturation pressure. During a boiling process, both the liquid 
and the vapor phases coexist in equilibrium, and under this 
condition the liquid is called saturated liquid and the vapor 
saturated vapor. 

In a saturated liquid—vapor mixture, the mass fraction of 
vapor is called the quality and is expressed as 


My anor 


x= 
Miotal 

Quality may have values between O (saturated liquid) and 1 

(saturated vapor). It has no meaning in the compressed liquid 

or superheated vapor regions. In the saturated mixture region, 

the average value of any intensive property y is determined 

from 


Y = Ve + Dye 


where f stands for saturated liquid and g for saturated vapor. 

In the absence of compressed liquid data, a general approx- 
imation is to treat a compressed liquid as a saturated liquid at 
the given temperature, 


y= yer 


where y stands for v, u, or h. 

The state beyond which there is no distinct vaporization 
process is called the critical point. At supercritical pressures, 
a substance gradually and uniformly expands from the liquid 
to vapor phase. All three phases of a substance coexist in 
equilibrium at states along the triple line characterized by 
triple-line temperature and pressure. The compressed liquid 
has lower v, u, and h values than the saturated liquid at the 
same T or P. Likewise, superheated vapor has higher v, u, 
and h values than the saturated vapor at the same T or P. 

Any relation among the pressure, temperature, and specific 
volume of a substance is called an equation of state. The sim- 
plest and best-known equation of state is the ideal-gas equa- 
tion of state, given as 


Pv = RT 


where R is the gas constant. Caution should be exercised in 
using this relation since an ideal gas is a fictitious substance. 


Real gases exhibit ideal-gas behavior at relatively low pres- 
sures and high temperatures. 

The deviation from ideal-gas behavior can be properly 
accounted for by using the compressibility factor Z, defined 
as 


Pv Vactual 
= or =. —_ —— 


Z = — 
RT Videal 


The Z factor is approximately the same for all gases at the 
same reduced temperature and reduced pressure, which are 
defined as 


T P 
Tr = 7 and = p 


where P., and T, are the critical pressure and temperature, 
respectively. This is known as the principle of corresponding 
states. When either P or T is unknown, it can be determined 
from the compressibility chart with the help of the pseudo- 
reduced specific volume, defined as 


V, 


actual 


R Tej. Po 


Vp = 
The P-v-T behavior of substances can be represented more 


accurately by more complex equations of state. Three of the 
best known are 


van der Waals: G + s) — b) = RT 
v 


where 
_ 21 Th Pa RT., 
OS OP, 0 O BP 
Beattie-Brid P Ri c )e pes 
eattie- an: = V4 
le-bridgem y? UT? y2 


where 


Benedict-Webb-Rubin: 
+ (Brr Ao 


Cc Y a fae 
1+ =z Je” 
l 2) 


where R, is the universal gas constant and V is the molar spe- 
cific volume. 


u 


P= 


Co\ 1 bR,T — a _ aa 
T? y2 3 " 56 


H 


p 
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PROBLEMS * 


Pure Substances, Phase-Change Processes, Property 
Diagrams 


3-1C Is iced water a pure substance? Why? 


3-2C What is the difference between saturated liquid and 
compressed liquid? 


3-3C What is the difference between saturated vapor and 
superheated vapor? 


3-4C Is there any difference between the intensive proper- 
ties of saturated vapor at a given temperature and the vapor 
of a saturated mixture at the same temperature? 


3-5C Is there any difference between the intensive proper- 
ties of saturated liquid at a given temperature and the liquid 
of a saturated mixture at the same temperature? 


3-6C Is it true that water boils at higher temperatures at 
higher pressures? Explain. 


3-7C_ If the pressure of a substance is increased during a 
boiling process, will the temperature also increase or will it 
remain constant? Why? 


3-8C Why are the temperature and pressure dependent 
properties in the saturated mixture region? 


3-9C What is the difference between the critical point and 
the triple point? 


3-10C Is it possible to have water vapor at — 10°C? 


3-11C A househusband is cooking beef stew for his family 
in a pan that is (a) uncovered, (b) covered with a light lid, 
and (c) covered with a heavy lid. For which case will the 
cooking time be the shortest? Why? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon œ are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


3-12C How does the boiling process at supercritical pres- 
sures differ from the boiling process at subcritical pressures? 


Property Tables 


3-13C In what kind of pot will a given volume of water 
boil at a higher temperature: a tall and narrow one or a short 
and wide one? Explain. 


3-14C A perfectly fitting pot and its lid often stick after 
cooking, and it becomes very difficult to open the lid when 
the pot cools down. Explain why this happens and what you 
would do to open the lid. 


3-15C Itis well known that warm air in a cooler environ- 
ment rises. Now consider a warm mixture of air and gasoline 
on top of an open gasoline can. Do you think this gas mixture 
will rise in a cooler environment? 


3-16C In 1775, Dr. William Cullen made ice in Scotland 
by evacuating the air in a water tank. Explain how that device 
works, and discuss how the process can be made more effi- 
cient. 


3-17C Does the amount of heat absorbed as 1 kg of satu- 
rated liquid water boils at 100°C have to be equal to the 
amount of heat released as | kg of saturated water vapor con- 
denses at 100°C? 


3-18C Does the reference point selected for the properties 
of a substance have any effect on thermodynamic analysis? 
Why? 

3-19C What is the physical significance of h,,? Can it be 
obtained from a knowledge of h, and h,? How? 

3-20C Is it true that it takes more energy to vaporize 1 kg 
of saturated liquid water at 100°C than it would at 120°C? 
3-21C What is quality? Does it have any meaning in the 
superheated vapor region? 


3-22C Which process requires more energy: completely 
vaporizing 1 kg of saturated liquid water at 1 atm pressure or 
completely vaporizing | kg of saturated liquid water at 8 atm 
pressure? 


3-23C Does h change with pressure? How? 


aoa 
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3-24C Can quality be expressed as the ratio of the volume 
occupied by the vapor phase to the total volume? Explain. 


3-25C In the absence of compressed liquid tables, how is 
the specific volume of a compressed liquid at a given P and T 
determined? 


3-26 $ Complete this table for H,O: 
p. 2 


°C P kPa v, m3/kg Phase description 
50 4.16 
200 Saturated vapor 
250 400 
110 600 
3-27 Reconsider Prob. 3—26. Using EES (or other) 


SS software, determine the missing properties of 
water. Repeat the solution for refrigerant-134a, refrigerant- 
22, and ammonia. 


3-28E Complete this table for H,O: 
TSF P, psia u, Btu/Ibm Phase description 
300 782 
40 Saturated liquid 
500 120 
400 400 
3-29E Reconsider Prob. 3—28E. Using EES (or other) 


SS software, determine the missing properties of 
water. Repeat the solution for refrigerant-134a, refrigerant- 
22, and ammonia. 


3-30 Complete this table for H,O: 


T, °C P kPa h, kJ/kg X Phase description 
200 0.7 
140 1800 
950 0.0 
80 500 
800 3162.2 
3-31 Complete this table for refrigerant-134a: 
°C P kPa v, m3/kg Phase description 
-8 320 
30 0.015 
180 Saturated vapor 
80 600 
3-32 Complete this table for refrigerant-134a: 
7, °C P kPa u, kJ/kg Phase description 
20 95 
—12 Saturated liquid 
400 300 
8 600 


—$— 
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3-33E Complete this table for refrigerant-134a: 
T, °F P, psia h, Btu/Ibm X Phase description 
80 78 
15 0.6 
10 70 
180 129.46 
110 1.0 
3-34 Complete this table for H,O: 
T,” P kPa v, m3/kg Phase description 
140 0.05 
550 Saturated liquid 
125 750 
500 0.140 
3-35 Complete this table for H,O: 


7, °C P kPa u, kJ/kg Phase description 
400 1450 
220 Saturated vapor 
190 2500 
4000 3040 


3-36 A 1.8-m° rigid tank contains steam at 220°C. One- 
third of the volume is in the liquid phase and the rest is in the 
vapor form. Determine (a) the pressure of the steam, (b) the 
quality of the saturated mixture, and (c) the density of the 
mixture. 


FIGURE P3-36 


3-37 A piston-cylinder device contains 0.85 kg of refrigerant- 
134a at — 10°C. The piston that is free to move has a mass of 
12 kg and a diameter of 25 cm. The local atmospheric pres- 
sure is 88 kPa. Now, heat is transferred to refrigerant-134a 


FIGURE P3-37 
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until the temperature is 15°C. Determine (a) the final pres- 
sure, (b) the change in the volume of the cylinder, and (c) the 
change in the enthalpy of the refrigerant-134a. 


Thermodynamics 


3-38E The temperature in a pressure cooker during cooking 
at sea level is measured to be 250°F. Determine the absolute 
pressure inside the cooker in psia and in atm. Would you 
modify your answer if the place were at a higher elevation? 


Pressure 
cooker 
250°F 


FIGURE P3-38E 


3-39E The atmospheric pressure at a location is usually spec- 
ified at standard conditions, but it changes with the weather 
conditions. As the weather forecasters frequently state, the 
atmospheric pressure drops during stormy weather and it rises 
during clear and sunny days. If the pressure difference between 
the two extreme conditions is given to be 0.3 in of mercury, 
determine how much the boiling temperatures of water will 
vary as the weather changes from one extreme to the other. 


3-40 A person cooks a meal in a 30-cm-diameter pot that is 
covered with a well-fitting lid and lets the food cool to the 
room temperature of 20°C. The total mass of the food and the 
pot is 8 kg. Now the person tries to open the pan by lifting 
the lid up. Assuming no air has leaked into the pan during 
cooling, determine if the lid will open or the pan will move 
up together with the lid. 


3-41 Water is to be boiled at sea level in a 30-cm-diameter 
stainless steel pan placed on top of a 3-kW electric burner. If 


FIGURE P3-41 
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60 percent of the heat generated by the burner is transferred 
to the water during boiling, determine the rate of evaporation 
of water. 


3-42 Repeat Prob. 3—41 for a location at an elevation of 
1500 m where the atmospheric pressure is 84.5 kPa and thus 
the boiling temperature of water is 95°C. 


3-43 Water is boiled at 1 atm pressure in a 25-cm-internal- 
diameter stainless steel pan on an electric range. If it is 
observed that the water level in the pan drops by 10 cm in 45 
min, determine the rate of heat transfer to the pan. 


3-44 Repeat Prob. 3—43 for a location at 2000-m elevation 
where the standard atmospheric pressure is 79.5 kPa. 


3-45 Saturated steam coming off the turbine of a steam 
power plant at 30°C condenses on the outside of a 3-cm- 
outer-diameter, 35-m-long tube at a rate of 45 kg/h. Deter- 
mine the rate of heat transfer from the steam to the cooling 
water flowing through the pipe. 


3-46 The average atmospheric pressure in Denver (eleva- 
tion = 1610 m) is 83.4 kPa. Determine the temperature at 
which water in an uncovered pan boils in Denver. 

Answer: 94.6°C. 


3-47 Water in a 5-cm-deep pan is observed to boil at 98°C. 
At what temperature will the water in a 40-cm-deep pan boil? 
Assume both pans are full of water. 


3-48 A cooking pan whose inner diameter is 20 cm is filled 
with water and covered with a 4-kg lid. If the local atmo- 
spheric pressure is 101 kPa, determine the temperature at 
which the water starts boiling when it is heated. 

Answer: 100.2°C 


Pime O1 kPa 


atm 


mig = 4 kg 


FIGURE P3-48 


3-49 Reconsider Prob. 3-48. Using EES (or other) 

<= software, investigate the effect of the mass of the 
lid on the boiling temperature of water in the pan. Let the 
mass vary from | kg to 10 kg. Plot the boiling temperature 
against the mass of the lid, and discuss the results. 


3-50 Water is being heated in a vertical piston—cylinder 
device. The piston has a mass of 20 kg and a cross-sectional 
area of 100 cm?. If the local atmospheric pressure is 100 kPa, 
determine the temperature at which the water starts boiling. 
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3-51 A rigid tank with a volume of 2.5 m? contains 15 kg 
of saturated liquid—vapor mixture of water at 75°C. Now the 
water is slowly heated. Determine the temperature at which 
the liquid in the tank is completely vaporized. Also, show the 
process on a T-v diagram with respect to saturation lines. 
Answer: 187.0°C 


3-52 A rigid vessel contains 2 kg of refrigerant-134a at 800 
kPa and 120°C. Determine the volume of the vessel and the 
total internal energy. Answers: 0.0753 m°, 655.7 kJ 


3-53E A 5-ft* rigid tank contains 5 lbm of water at 20 psia. 
Determine (a) the temperature, (b) the total enthalpy, and (c) 
the mass of each phase of water. 


3-54 A 0.5-m? vessel contains 10 kg of refrigerant-134a at 
—20°C. Determine (a) the pressure, (b) the total internal 
energy, and (c) the volume occupied by the liquid phase. 
Answers: (a) 132.82 kPa, (b) 904.2 kJ, (c) 0.00489 m? 


3-55 A piston—cylinder device contains 0.1 m° of liq- 

& uid water and 0.9 m° of water vapor in equilib- 
rium at 800 kPa. Heat is transferred at constant pressure until 
the temperature reaches 350°C. 


(a) What is the initial temperature of the water? 

(b) Determine the total mass of the water. 

(c) Calculate the final volume. 

(d) Show the process on a P-v diagram with respect to 
saturation lines. 


H,O 
P = 800 kPa 


FIGURE P3-55 


3-56 Reconsider Prob. 3-55. Using EES (or other) 

SS software, investigate the effect of pressure on the 
total mass of water in the tank. Let the pressure vary from 0.1 
MPa to 1 MPa. Plot the total mass of water against pressure, 
and discuss the results. Also, show the process in Prob. 3—55 
on a P-v diagram using the property plot feature of EES. 


3-57E Superheated water vapor at 180 psia and 500°F is 
allowed to cool at constant volume until the temperature 
drops to 250°F. At the final state, determine (a) the pressure, 
(b) the quality, and (c) the enthalpy. Also, show the process 
on a T-v diagram with respect to saturation lines. Answers: 
(a) 29.84 psia, (b) 0.219, (c) 426.0 Btu/lbm 
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3-58E Reconsider Prob. 3—57E. Using EES (or other) 

SS software, investigate the effect of initial pres- 
sure on the quality of water at the final state. Let the pressure 
vary from 100 psi to 300 psi. Plot the quality against initial 
pressure, and discuss the results. Also, show the process in 
Prob. 3-57E on a T-v diagram using the property plot feature 
of EES. 


3-59 A piston—cylinder device initially contains 50 L of 
liquid water at 40°C and 200 kPa. Heat is transferred to the 
water at constant pressure until the entire liquid is vaporized. 


(a) What is the mass of the water? 

(b) What is the final temperature? 

(c) Determine the total enthalpy change. 

(d) Show the process on a T-v diagram with respect to 
saturation lines. 

Answers: (a) 49.61 kg, (b) 120.21°C, (c) 125,943 kJ 


3-60 A 0.3-m? rigid vessel initially contains saturated liquid- 
vapor mixture of water at 150°C. The water is now heated 
until it reaches the critical state. Determine the mass of the 
liquid water and the volume occupied by the liquid at the ini- 
tial state. Answers: 96.10 kg, 0.105 m? 


3-61 Determine the specific volume, internal energy, and 
enthalpy of compressed liquid water at 100°C and 15 
MPa using the saturated liquid approximation. Compare these 
values to the ones obtained from the compressed liquid 
tables. 


3-62 Reconsider Prob. 3-61. Using EES (or other) 

SS software, determine the indicated properties of 
compressed liquid, and compare them to those obtained using 
the saturated liquid approximation. 


3-63E A 15-fť rigid tank contains a saturated mixture of 
refrigerant-134a at 50 psia. If the saturated liquid occupies 20 
percent of the volume, determine the quality and the total 
mass of the refrigerant in the tank. 


3-64 A piston—cylinder device contains 0.8 kg of steam at 
300°C and 1 MPa. Steam is cooled at constant pressure until 
one-half of the mass condenses. 


(a) Show the process on a T-v diagram. 
(b) Find the final temperature. 
(c) Determine the volume change. 


3-65 A rigid tank contains water vapor at 250°C and an 
unknown pressure. When the tank is cooled to 150°C, the 
vapor starts condensing. Estimate the initial pressure in the 
tank. Answer: 0.60 MPa 


3-66 Water is boiled in a pan covered with a poorly fitting lid 
at a specified location. Heat is supplied to the pan by a 2-kW 
resistance heater. The amount of water in the pan is observed to 
decrease by 1.19 kg in 30 minutes. If it is estimated that 75 
percent of electricity consumed by the heater is transferred to 
the water as heat, determine the local atmospheric pressure in 
that location. Answer: 85.4 kPa 
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3-67 A rigid tank initially contains 1.4-kg saturated liquid 
water at 200°C. At this state, 25 percent of the volume is 
occupied by water and the rest by air. Now heat is supplied to 
the water until the tank contains saturated vapor only. Deter- 
mine (a) the volume of the tank, (b) the final temperature and 
pressure, and (c) the internal energy change of the water. 


Thermodynamics 


FIGURE P3-67 


3-68 A piston—cylinder device initially contains steam at 
3.5 MPa, superheated by 5°C. Now, steam loses heat to the 
surroundings and the piston moves down hitting a set of stops 
at which point the cylinder contains saturated liquid water. 
The cooling continues until the cylinder contains water at 
200°C. Determine (a) the initial temperature, (b) the enthalpy 
change per unit mass of the steam by the time the piston first 
hits the stops, and (c) the final pressure and the quality (if 
mixture). 


FIGURE P3-68 


Ideal Gas 


3-69C Propane and methane are commonly used for heat- 
ing in winter, and the leakage of these fuels, even for short 
periods, poses a fire danger for homes. Which gas leakage do 
you think poses a greater risk for fire? Explain. 


3-70C Under what conditions is the ideal-gas assumption 
suitable for real gases? 


3-71C What is the difference between R and R,? How are 
these two related? 


3-72C What is the difference between mass and molar 
mass? How are these two related? 


3-73 A spherical balloon with a diameter of 6 m is filled 
with helium at 20°C and 200 kPa. Determine the mole num- 
ber and the mass of the helium in the balloon. Answers: 9.28 
kmol, 37.15 kg 


-$ 


3-74 Reconsider Prob. 3-73. Using EES (or other) 

SS software, investigate the effect of the balloon 
diameter on the mass of helium contained in the balloon for 
the pressures of (a) 100 kPa and (b) 200 kPa. Let the diame- 
ter vary from 5 m to 15 m. Plot the mass of helium against 
the diameter for both cases. 


3-75 The pressure in an automobile tire depends on the 
temperature of the air in the tire. When the air temperature is 
25°C, the pressure gage reads 210 kPa. If the volume of the 
tire is 0.025 m°, determine the pressure rise in the tire when 
the air temperature in the tire rises to 50°C. Also, determine 
the amount of air that must be bled off to restore pressure to 
its original value at this temperature. Assume the atmospheric 
pressure is 100 kPa. 


V= 0.025 m? 
T=25°C 
P, =210 kPa 


7 


AIR 


FIGURE P3-75 


3-76E The air in an automobile tire with a volume of 0.53 
ft is at 90°F and 20 psig. Determine the amount of air that 
must be added to raise the pressure to the recommended 
value of 30 psig. Assume the atmospheric pressure to be 14.6 
psia and the temperature and the volume to remain constant. 
Answer: 0.0260 Ibm 


3-77 The pressure gage on a 2.5-m? oxygen tank reads 500 
kPa. Determine the amount of oxygen in the tank if the tem- 
perature is 28°C and the atmospheric pressure is 97 kPa. 


P = 500 kPa 
O, 
V= 2.5m? 
T = 28°C 
FIGURE P3-77 
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3-78E A rigid tank contains 20 lbm of air at 20 psia and 
70°F. More air is added to the tank until the pressure and 
temperature rise to 35 psia and 90°F, respectively. Determine 
the amount of air added to the tank. Answer: 13.73 Ibm 


3-79 A 400-L rigid tank contains 5 kg of air at 25°C. 
Determine the reading on the pressure gage if the atmo- 
spheric pressure is 97 kPa. 


3-80 A 1l-m° tank containing air at 25°C and 500 kPa is 
connected through a valve to another tank containing 5 kg of 
air at 35°C and 200 kPa. Now the valve is opened, and the 
entire system is allowed to reach thermal equilibrium with 
the surroundings, which are at 20°C. Determine the volume 
of the second tank and the final equilibrium pressure of air. 
Answers: 2.21 m, 284.1 kPa 


Compressibility Factor 


3-81C What is the physical significance of the compress- 
ibility factor Z? 


3-82C What is the principle of corresponding states? 


3-83C How are the reduced pressure and reduced tempera- 
ture defined? 


3-84 Determine the specific volume of superheated water 
vapor at 10 MPa and 400°C, using (a) the ideal-gas equation, 
(b) the generalized compressibility chart, and (c) the steam 
tables. Also determine the error involved in the first two cases. 
Answers: (a) 0.03106 m3/kg, 17.6 percent; (b) 0.02609 m%/kg, 
1.2 percent; (c) 0.02644 m%/kg 


3-85 Reconsider Prob. 3-84. Solve the problem using 

SS the generalized compressibility factor feature of 
the EES software. Again using EES, compare the specific 
volume of water for the three cases at 10 MPa over the tem- 
perature range of 325 to 600°C in 25°C intervals. Plot the 
percent error involved in the ideal-gas approximation against 
temperature, and discuss the results. 


3-86 Determine the specific volume of refrigerant-134a 
vapor at 0.9 MPa and 70°C based on (a) the ideal-gas equa- 
tion, (b) the generalized compressibility chart, and (c) data 
from tables. Also, determine the error involved in the first 
two cases. 


3-87 Determine the specific volume of nitrogen gas at 
10 MPa and 150 K based on (a) the ideal-gas equation and 
(b) the generalized compressibility chart. Compare these results 
with the experimental value of 0.002388 m*/kg, and determine 
the error involved in each case. Answers: (a) 0.004452 m°/kg, 
86.4 percent; (b) 0.002404 m°/kg, 0.7 percent 


3-88 Determine the specific volume of superheated water 
vapor at 3.5 MPa and 450°C based on (a) the ideal-gas equa- 
tion, (b) the generalized compressibility chart, and (c) the 
steam tables. Determine the error involved in the first two 
cases. 
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3-89E  Refrigerant-134a at 400 psia has a specific volume 
of 0.13853 ft?/Ibm. Determine the temperature of the refriger- 
ant based on (a) the ideal-gas equation, (b) the generalized 
compressibility chart, and (c) the refrigerant tables. 


3-90 A 0.016773-m? tank contains 1 kg of refrigerant-134a 
at 110°C. Determine the pressure of the refrigerant, using 
(a) the ideal-gas equation, (b) the generalized compressibility 
chart, and (c) the refrigerant tables. Answers: (a) 1.861 MPa, 
(b) 1.583 MPa, (c) 1.6 MPa 


3-91 Somebody claims that oxygen gas at 160 K and 
3 MPa can be treated as an ideal gas with an error of less 
than 10 percent. Is this claim valid? 


3-92 What is the percentage of error involved in treating 
carbon dioxide at 3 MPa and 10°C as an ideal gas? 
Answer: 25 percent 


3-93 What is the percentage of error involved in treating 
carbon dioxide at 7 MPa and 380 K as an ideal gas? 


3-94 Carbon dioxide gas enters a pipe at 3 MPa and 500 K 
at a rate of 2 kg/s. CO, is cooled at constant pressure as it 
flows in the pipe and the temperature CO, drops to 450 K at 
the exit. Determine the volume flow rate and the density of 
carbon dioxide at the inlet and the volume flow rate at the 
exit of the pipe using (a) the ideal-gas equation and (b) the 
generalized compressibility chart. Also, determine (c) the 
error involved in each case. 


3 MPa 
500 K 
2 kg/s 


co, ——> 450 K 


FIGURE P3-94 


Other Equations of State 


3-95C What is the physical significance of the two con- 
stants that appear in the van der Waals equation of state? On 
what basis are they determined? 


3-96 A 3.27-m° tank contains 100 kg of nitrogen at 175 K. 
Determine the pressure in the tank, using (a) the ideal-gas 
equation, (b) the van der Waals equation, and (c) the Beattie- 
Bridgeman equation. Compare your results with the actual 
value of 1505 kPa. 


3-97 A 1-m’ tank contains 2.841 kg of steam at 0.6 MPa. 
Determine the temperature of the steam, using (a) the ideal- 
gas equation, (b) the van der Waals equation, and (c) the 
steam tables. Answers: (a) 457.6 K, (b) 465.9 K, (c) 473 K 


3-98 Reconsider Prob. 3—97. Solve the problem using 

SS EES (or other) software. Again using the EES, 
compare the temperature of water for the three cases at con- 
stant specific volume over the pressure range of 0.1 MPa to 


= 
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1 MPa in 0.1 MPa increments. Plot the percent error involved 
in the ideal-gas approximation against pressure, and discuss 
the results. 


Thermodynamics 


3-99E Refrigerant-134a at 100 psia has a specific volume 
of 0.54022 ft?/Ibm. Determine the temperature of the refriger- 
ant based on (a) the ideal-gas equation, (b) the van der Waals 
equation, and (c) the refrigerant tables. 


3-100 (a », Nitrogen at 150 K has a specific volume of 

& 0.041884 m*/kg. Determine the pressure of the 
nitrogen, using (a) the ideal-gas equation and (b) the Beattie- 
Bridgeman equation. Compare your results to the experimen- 
tal value of 1000 kPa. Answers: (a) 1063 kPa, (b) 1000.4 kPa 


3-101 Reconsider Prob. 3-100. Using EES (or other) 

SS software, compare the pressure results of the 
ideal-gas and Beattie-Bridgeman equations with nitrogen data 
supplied by EES. Plot temperature versus specific volume for 
a pressure of 1000 kPa with respect to the saturated 
liquid and saturated vapor lines of nitrogen over the range of 
110 K < T< 150K. 


Special Topic: Vapor Pressure and Phase Equilibrium 


3-102 Consider a glass of water in a room that is at 20°C 
and 60 percent relative humidity. If the water temperature is 
15°C, determine the vapor pressure (a) at the free surface of 
the water and (b) at a location in the room far from the glass. 


3-103 During a hot summer day at the beach when the air 
temperature is 30°C, someone claims the vapor pressure in 
the air to be 5.2 kPa. Is this claim reasonable? 


3-104 On a certain day, the temperature and relative 
humidity of air over a large swimming pool are measured to 
be 20°C and 40 percent, respectively. Determine the water 
temperature of the pool when phase equilibrium conditions 
are established between the water in the pool and the vapor in 
the air. 


3-105 Consider two rooms that are identical except that 
one is maintained at 30°C and 40 percent relative humidity 
while the other is maintained at 20°C and 70 percent relative 
humidity. Noting that the amount of moisture is proportional 
to the vapor pressure, determine which room contains more 
moisture. 


3-106E A thermos bottle is half-filled with water and is left 
open to the atmospheric air at 70°F and 35 percent relative 
humidity. If heat transfer to the water through the thermos 
walls and the free surface is negligible, determine the temper- 
ature of water when phase equilibrium is established. 


3-107 During a hot summer day when the air temperature 
is 35°C and the relative humidity is 70 percent, you buy a 
supposedly “cold? canned drink from a store. The store 
owner claims that the temperature of the drink is below 10°C. 
Yet the drink does not feel so cold and you are skeptical 


—$— 


since you notice no condensation forming outside the can. 
Can the store owner be telling the truth? 


Review Problems 


3-108 The combustion in a gasoline engine may be approx- 
imated by a constant volume heat addition process. There 
exists the air-fuel mixture in the cylinder before the combus- 
tion and the combustion gases after it, and both may be 
approximated as air, an ideal gas. In a gasoline engine, the 
cylinder conditions are 1.8 MPa and 450°C before the com- 
bustion and 1300°C after it. Determine the pressure at the 
end of the combustion process. Answer: 3916 kPa 


Combustion 
chamber 
1.8 MPa 


450°C 


FIGURE P3-108 


3-109 A rigid tank contains an ideal gas at 300 kPa and 
600 K. Now half of the gas is withdrawn from the tank and 
the gas is found at 100 kPa at the end of the process. 
Determine (a) the final temperature of the gas and (b) the 
final pressure if no mass was withdrawn from the tank and 
the same final temperature was reached at the end of the 
process. 


Ideal gas 


300 kPa 
600 K 


FIGURE P3-109 


3-110 Carbon-dioxide gas at 3 MPa and 500 K flows 
steadily in a pipe at a rate of 0.4 kmol/s. Determine 
(a) the volume and mass flow rates and the density of carbon 
dioxide at this state. If CO, is cooled at constant pressure as 


3 MPa 
500 K 
0.4 kmol/s 


co, —> 450K 


FIGURE P3-110 
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it flows in the pipe so that the temperature of CO, drops to 
450 K at the exit of the pipe, determine (b) the volume flow 
rate at the exit of the pipe. 


3-111 A piston—cylinder device initially contains 0.2 kg of 
steam at 200 kPa and 300°C. Now, the steam is cooled at 
constant pressure until it is at 150°C. Determine the volume 
change of the cylinder during this process using the com- 
pressibility factor and compare the result to the actual value. 


FIGURE P3-111 


3-112 Combustion in a diesel engine may be modeled as a 
constant-pressure heat addition process with air in the cylinder 
before and after combustion. Consider a diesel engine with 
cylinder conditions of 950 K and 75 cm? before combustion, 
and 150 cm? after it. The engine operates with an air-fuel ratio 
of 22 kg air/kg fuel (the mass of the air divided by the mass of 
the fuel). Determine the temperature after the combustion 
process. 


Combustion 
chamber 
950K 
75 cm? 


as i 


FIGURE P3-112 


3-113 On the property diagrams indicated below, sketch 
(not to scale) with respect to the saturated liquid and satu- 
rated vapor lines and label the following processes and states 
for steam. Use arrows to indicate the direction of the process, 
and label the initial and final states: 

(a) On the P-v diagram sketch the constant temperature 
process through the state P = 300 kPa, v = 0.525 m°/kg as 
pressure changes from P} = 200 kPa to P, = 400 kPa. 
Place the value of the temperature on the process curve on the 
P-v diagram. 


-$ 
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(b) On the T-v diagram sketch the constant specific vol- 
ume process through the state T = 120°C, v = 0.7163 m*/kg 
from P, = 100 kPa to P, = 300 kPa. For this data set place 
the temperature values at states 1 and 2 on its axis. Place the 
value of the specific volume on its axis. 


3-114 The gage pressure of an automobile tire is measured 
to be 200 kPa before a trip and 220 kPa after the trip at a 
location where the atmospheric pressure is 90 kPa. Assuming 
the volume of the tire remains constant at 0.035 mô, deter- 
mine the percent increase in the absolute temperature of the 
air in the tire. 


3-115 Although balloons have been around since 1783 when 
the first balloon took to the skies in France, a real breakthrough 
in ballooning occurred in 1960 with the design of the modern 
hot-air balloon fueled by inexpensive propane and constructed 
of lightweight nylon fabric. Over the years, ballooning has 
become a sport and a hobby for many people around the world. 
Unlike balloons filled with the light helium gas, hot-air balloons 
are open to the atmosphere. Therefore, the pressure in the bal- 
loon is always the same as the local atmospheric pressure, and 
the balloon is never in danger of exploding. 

Hot-air balloons range from about 15 to 25 m in diameter. 
The air in the balloon cavity is heated by a propane burner 
located at the top of the passenger cage. The flames from the 
burner that shoot into the balloon heat the air in the balloon 
cavity, raising the air temperature at the top of the balloon 
from 65°C to over 120°C. The air temperature is maintained 
at the desired levels by periodically firing the propane burner. 


FIGURE P3-115 
© Vol. 1/PhotoDisc 
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The buoyancy force that pushes the balloon upward is propor- 
tional to the density of the cooler air outside the balloon and 
the volume of the balloon, and can be expressed as 


Thermodynamics 


F B — Peoolair& Vpalloon 


where g is the gravitational acceleration. When air resistance 
is negligible, the buoyancy force is opposed by (1) the weight 
of the hot air in the balloon, (2) the weight of the cage, 
the ropes, and the balloon material, and (3) the weight of 
the people and other load in the cage. The operator of the 
balloon can control the height and the vertical motion of 
the balloon by firing the burner or by letting some hot air in 
the balloon escape, to be replaced by cooler air. The forward 
motion of the balloon is provided by the winds. 

Consider a 20-m-diameter hot-air balloon that, together 
with its cage, has a mass of 80 kg when empty. This balloon 
is hanging still in the air at a location where the atmospheric 
pressure and temperature are 90 kPa and 15°C, respectively, 
while carrying three 65-kg people. Determine the average 
temperature of the air in the balloon. What would your 
response be if the atmospheric air temperature were 30°C? 


3-116 Reconsider Prob. 3-115. Using EES (or other) 

<S software, investigate the effect of the environ- 
ment temperature on the average air temperature in the bal- 
loon when the balloon is suspended in the air. Assume the 
environment temperature varies from —10 to 30°C. Plot the 
average air temperature in the balloon versus the environment 
temperature, and discuss the results. Investigate how the 
number of people carried affects the temperature of the air in 
the balloon. 


3-117 Consider an 18-m-diameter hot-air balloon that, 
together with its cage, has a mass of 120 kg when empty. The 
air in the balloon, which is now carrying two 70-kg people, is 
heated by propane burners at a location where the atmospheric 
pressure and temperature are 93 kPa and 12°C, respectively. 
Determine the average temperature of the air in the balloon 
when the balloon first starts rising. What would your response 
be if the atmospheric air temperature were 25°C? 


3-118E Water in a pressure cooker is observed to boil at 
260°F. What is the absolute pressure in the pressure cooker, 
in psia? 

3-119 A rigid tank with a volume of 0.117 m? contains 
1 kg of refrigerant-134a vapor at 240 kPa. The refrigerant 
is now allowed to cool. Determine the pressure when the 
refrigerant first starts condensing. Also, show the process on 
a P-v diagram with respect to saturation lines. 


3-120 A 4-L rigid tank contains 2 kg of saturated 
liquid—vapor mixture of water at 50°C. The water is now 
slowly heated until it exists in a single phase. At the final 
state, will the water be in the liquid phase or the vapor 
phase? What would your answer be if the volume of the tank 
were 400 L instead of 4 L? 


-$ 


H,O 
V=4L 
m= 2kg 
T = 50°C 


FIGURE P3—120 


3-121 A 10-kg mass of superheated refrigerant-134a at 1.2 
MPa and 70°C is cooled at constant pressure until it exists as 
a compressed liquid at 20°C. 


(a) Show the process on a T-v diagram with respect to satu- 
ration lines. 

(b) Determine the change in volume. 

(c) Find the change in total internal energy. 


Answers: (b) —0.187 m3, (c) —1984 kJ 


3-122 A 0.5-m} rigid tank containing hydrogen at 20°C 
and 600 kPa is connected by a valve to another 0.5-m? rigid 
tank that holds hydrogen at 30°C and 150 kPa. Now the valve 
is opened and the system is allowed to reach thermal equilib- 
rium with the surroundings, which are at 15°C. Determine 
the final pressure in the tank. 


FIGURE P3-122 


3-123 Reconsider Prob. 3-122. Using EES (or other) 
SS software, investigate the effect of the surround- 
ings temperature on the final equilibrium pressure in the 
tanks. Assume the surroundings temperature to vary from 
—10 to 30°C. Plot the final pressure in the tanks versus the 
surroundings temperature, and discuss the results. 


3-124 A 20-m° tank contains nitrogen at 23°C and 600 kPa. 
Some nitrogen is allowed to escape until the pressure in the 
tank drops to 400 kPa. If the temperature at this point is 
20°C, determine the amount of nitrogen that has escaped. 
Answer: 44.6 kg 


3-125 Steam at 400°C has a specific volume of 0.02 m*/kg. 
Determine the pressure of the steam based on (a) the ideal- 
gas equation, (b) the generalized compressibility chart, and 
(c) the steam tables. Answers: (a) 15,529 kPa, (b) 12,576 kPa, 
(c) 12,500 kPa 


3-126 A tank whose volume is unknown is divided into 
two parts by a partition. One side of the tank contains 0.01 m? 


aoa 
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of refrigerant-134a that is a saturated liquid at 0.8 MPa, while 
the other side is evacuated. The partition is now removed, 
and the refrigerant fills the entire tank. If the final state of the 
refrigerant is 20°C and 400 kPa, determine the volume of the 
tank. 


Evacuated 


FIGURE P3-126 


3-127 Reconsider Prob. 3-126. Using EES (or other) 

<= software, investigate the effect of the initial 
pressure of refrigerant-134a on the volume of the tank. 
Let the initial pressure vary from 0.5 to 1.5 MPa. Plot the 
volume of the tank versus the initial pressure, and discuss 
the results. 


3-128 Liquid propane is commonly used as a fuel for heat- 
ing homes, powering vehicles such as forklifts, and filling 
portable picnic tanks. Consider a propane tank that initially 
contains 5 L of liquid propane at the environment tempera- 
ture of 20°C. If a hole develops in the connecting tube of a 
propane tank and the propane starts to leak out, determine the 
temperature of propane when the pressure in the tank drops 
to 1 atm. Also, determine the total amount of heat transfer 
from the environment to the tank to vaporize the entire 
propane in the tank. 


il 


Leak Propane 


FIGURE P3-128 


3-129 Repeat Prob. 3-128 for isobutane. 


3-130 A tank contains helium at 100°C and 10 kPa gage. 
The helium is heated in a process by heat transfer from the 
surroundings such that the helium reaches a final equilibrium 
state at 300°C. Determine the final gage pressure of the 
helium. Assume atmospheric pressure is 100 kPa. 


—$— 


Chapter 3 | 163 


3-131 A tank contains argon at 600°C and 200 kPa gage. 
The argon is cooled in a process by heat transfer to the sur- 
roundings such that the argon reaches a final equilibrium 
state at 300°C. Determine the final gage pressure of the 
argon. Assume atmospheric pressure is 100 kPa. 


3-132 Complete the blank cells in the following table of 
properties of steam. In the last column describe the condition 
of steam as compressed liquid, saturated mixture, super- 
heated vapor, or insufficient information; and, if applicable, 
give the quality. 


Condition description 


P kPa 7,°C v,m%kg  u, kJ/kg and quality (if applicable) 
200 30 
270.3 130 
400 1.5493 
300 0.500 
500 3084 


3-133 Complete the blank cells in the following table of 
properties of refrigerant-134a. In the last column describe the 
condition of refrigerant-134a as compressed liquid, saturated 
mixture, superheated vapor, or insufficient information; and, 
if applicable, give the quality. 


Condition description 


P kPa EC v, m3/kg u, kJ/kg and quality (if applicable) 
320 -12 
1000 39.37 
40 0.17794 
180 0.0700 
200 249 


3-134 On the property diagrams indicated below, sketch 
(not to scale) with respect to the saturated liquid and satu- 
rated vapor lines and label the following processes and states 
for refrigerant-134a. Use arrows to indicate the direction of 
the process, and label the initial and final states: 

(a) On the P-v diagram sketch the constant temperature 
process through the state P = 280 kPa, v = 0.06 m°/kg as 
pressure changes from P, = 400 kPa to P, = 200 kPa. 
Place the value of the temperature on the process curve on 
the P-v diagram. 

(b) On the T-v diagram sketch the constant specific volume 
process through the state T = 20°C, v = 0.02 m*/kg from 
P, = 1200 kPa to P, = 300 kPa. For this data set place the 
temperature values at states 1 and 2 on its axis. Place the 
value of the specific volume on its axis. 
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Thermodynamics 


3-135 A rigid tank contains 6 kg of an ideal gas at 3 atm 
and 40°C. Now a valve is opened, and half of mass of the 
gas is allowed to escape. If the final pressure in the tank is 
2.2 atm, the final temperature in the tank is 

(a) 186°C (b)59° (c)—43°C (d)20°C (e)230°C 


3-136 The pressure of an automobile tire is measured to be 
190 kPa (gage) before a trip and 215 kPa (gage) after the trip 
at a location where the atmospheric pressure is 95 kPa. If the 
temperature of air in the tire before the trip is 25°C, the air 
temperature after the trip is 

(a) 51.1°C (b) 64.2°C (c)27.2°C (d)28.3°C (e) 25.0°C 


3-137 A 300-m rigid tank is filled with saturated liquid- 
vapor mixture of water at 200 kPa. If 25 percent of the mass 
is liquid and 75 percent of the mass is vapor, the total mass in 
the tank is 

(a) 451 kg (b) 556kg (c)300kg (d)331 kg (e)195 kg 


3-138 Water is boiled at 1 atm pressure in a coffee maker 
equipped with an immersion-type electric heating element. 
The coffee maker initially contains 1 kg of water. Once boil- 
ing started, it is observed that half of the water in the coffee 
maker evaporated in 18 minutes. If the heat loss from the cof- 
fee maker is negligible, the power rating of the heating ele- 
ment is 


(a) 0.90 kW (d) 1.05 kW 

(b) 1.52 kW (e) 1.24 kW 

(c) 2.09 kW 

3-139 A l-m° rigid tank contains 10 kg of water (in any 
phase or phases) at 160°C. The pressure in the tank is 

(a) 738 kPa (d) 2000 MPa 

(b) 618 kPa (e) 1618 kPa 

(c) 370 kPa 


3-140 Water is boiling at 1 atm pressure in a stainless steel 
pan on an electric range. It is observed that 2 kg of liquid 
water evaporates in 30 min. The rate of heat transfer to the 
water is 


(a) 2.51 KW (d) 0.47 KW 
(b) 2.32 KW (e) 3.12 kW 
(c) 2.97 kW 


3-141 Water is boiled in a pan on a stove at sea level. Dur- 
ing 10 min of boiling, it is observed that 200 g of water has 
evaporated. Then the rate of heat transfer to the water is 

(a) 0.84 kJ/min (d) 53.5 kJ/min 

(b) 45.1 kJ/min (e) 225.7 kJ/min 

(c) 41.8 kJ/min 
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3-142 A 3-m° rigid vessel contains steam at 10 MPa and 
500°C. The mass of the steam is 


(a) 3.0kg (b) 19kg (c)84kg (d) 91 kg (e)130 kg 


3-143 Consider a sealed can that is filled with refrigerant- 
134a. The contents of the can are at the room temperature of 
25°C. Now a leak develops, and the pressure in the can drops 
to the local atmospheric pressure of 90 kPa. The temperature 
of the refrigerant in the can is expected to drop to (rounded to 
the nearest integer) 

(a) 0°C (b)—29°C (c) — 16°C 


(d) 5°C  (e)25°C 


Design, Essay, and Experiment Problems 


3-144 A solid normally absorbs heat as it melts, but there 
is a known exception at temperatures close to absolute zero. 
Find out which solid it is and give a physical explanation 
for it. 


3-145 Itis well known that water freezes at 0°C at atmo- 
spheric pressure. The mixture of liquid water and ice at 0°C 
is said to be at stable equilibrium since it cannot undergo any 
changes when it is isolated from its surroundings. However, 
when water is free of impurities and the inner surfaces of the 
container are smooth, the temperature of water can be low- 
ered to —2°C or even lower without any formation of ice at 
atmospheric pressure. But at that state even a small distur- 
bance can initiate the formation of ice abruptly, and the water 
temperature stabilizes at 0°C following this sudden change. 
The water at —2°C is said to be in a metastable state. Write 
an essay on metastable states and discuss how they differ 
from stable equilibrium states. 


3-146 Enthalpy of Fusion for Water Experiment. The 
enthalpy of fusion for water (also known as latent heat of 
fusion) is obtained with an ice calorimeter that is constructed 
from a copper tube with closed ends and two access ports. 
Inside the calorimeter is coiled thermocouple wire that serves 
as electric heater wire. The calorimeter is filled with water, 
placed in a freezer and removed after the water is frozen. The 
calorimeter is insulated with Styrofoam and placed in a 
chamber with double walls that hold crushed ice and water 
providing a 0°C air environment. Electrical power input into 
the heater causes the solid ice at 0°C to melt to liquid water 
at 0°C — the energy supplied for this phase-change is the 
enthalpy of fusion. Obtain the enthalpy of fusion for water 
using the video clip, the complete write-up, and the data pro- 
vided on the DVD accompanying this book. 


Chapter 4 


ENERGY ANALYSIS OF CLOSED SYSTEMS 


n Chap. 2, we considered various forms of energy and 

energy transfer, and we developed a general relation for 

the conservation of energy principle or energy balance. 
Then in Chap. 3, we learned how to determine the thermody- 
namics properties of substances. In this chapter, we apply 
the energy balance relation to systems that do not involve any 
mass flow across their boundaries; that is, closed systems. 

We start this chapter with a discussion of the moving 
boundary work or P dV work commonly encountered in recip- 
rocating devices such as automotive engines and compres- 
sors. We continue by applying the general energy balance 
relation, which is simply expressed as En — Eour = AE system: tO 
systems that involve pure substance. Then we define specific 
heats, obtain relations for the internal energy and enthalpy of 
ideal gases in terms of specific heats and temperature 
changes, and perform energy balances on various systems 
that involve ideal gases. We repeat this for systems that 
involve solids and liquids, which are approximated as incom- 
pressible substances. 


Objectives 


The objectives of Chapter 4 are to: 


e Examine the moving boundary work or P dV work 
commonly encountered in reciprocating devices such as 
automotive engines and compressors. 


e Identify the first law of thermodynamics as simply a 
statement of the conservation of energy principle for closed 
(fixed mass) systems. 


e Develop the general energy balance applied to closed 
systems. 


e Define the specific heat at constant volume and the specific 
heat at constant pressure. 


e Relate the specific heats to the calculation of the changes 
in internal energy and enthalpy of ideal gases. 


e Describe incompressible substances and determine the 
changes in their internal energy and enthalpy. 


e Solve energy balance problems for closed (fixed mass) 
systems that involve heat and work interactions for general 
pure substances, ideal gases, and incompressible 
substances. 
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O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 4, SEC. 1 ON THE DVD. 


The moving 
boundary 


FIGURE 4-1 


The work associated with a moving 
boundary is called boundary work. 


FIGURE 4-2 

A gas does a differential amount of 
work ôW, as it forces the piston to 
move by a differential amount ds. 


4-1 = MOVING BOUNDARY WORK 


One form of mechanical work frequently encountered in practice is associ- 
ated with the expansion or compression of a gas in a piston—cylinder device. 
During this process, part of the boundary (the inner face of the piston) moves 
back and forth. Therefore, the expansion and compression work is often 
called moving boundary work, or simply boundary work (Fig. 4-1). 
Some call it the P dV work for reasons explained later. Moving boundary 
work is the primary form of work involved in automobile engines. During 
their expansion, the combustion gases force the piston to move, which in turn 
forces the crankshaft to rotate. 

The moving boundary work associated with real engines or compressors 
cannot be determined exactly from a thermodynamic analysis alone because 
the piston usually moves at very high speeds, making it difficult for the gas 
inside to maintain equilibrium. Then the states through which the system 
passes during the process cannot be specified, and no process path can be 
drawn. Work, being a path function, cannot be determined analytically with- 
out a knowledge of the path. Therefore, the boundary work in real engines 
or compressors is determined by direct measurements. 

In this section, we analyze the moving boundary work for a quasi- 
equilibrium process, a process during which the system remains nearly in 
equilibrium at all times. A quasi-equilibrium process, also called a quasi- 
static process, is closely approximated by real engines, especially when the 
piston moves at low velocities. Under identical conditions, the work output 
of the engines is found to be a maximum, and the work input to the com- 
pressors to be a minimum when quasi-equilibrium processes are used in 
place of nonquasi-equilibrium processes. Below, the work associated with a 
moving boundary is evaluated for a quasi-equilibrium process. 

Consider the gas enclosed in the piston—cylinder device shown in Fig. 4-2. 
The initial pressure of the gas is P, the total volume is V, and the cross- 
sectional area of the piston is A. If the piston is allowed to move a distance ds 
in a quasi-equilibrium manner, the differential work done during this process is 


dW, = F ds = PA ds = P dV (4-1) 


That is, the boundary work in the differential form is equal to the product of 
the absolute pressure P and the differential change in the volume dV of the 
system. This expression also explains why the moving boundary work is 
sometimes called the P dV work. 

Note in Eq. 4-1 that P is the absolute pressure, which is always positive. 
However, the volume change dV is positive during an expansion process 
(volume increasing) and negative during a compression process (volume 
decreasing). Thus, the boundary work is positive during an expansion 
process and negative during a compression process. Therefore, Eq. 4—1 can 
be viewed as an expression for boundary work output, W; ouw A negative 
result indicates boundary work input (compression). 

The total boundary work done during the entire process as the piston 
moves is obtained by adding all the differential works from the initial state 
to the final state: 


2 
W, = | PdV (K) (4-2) 
Í 


This integral can be evaluated only if we know the functional relationship 
between P and V during the process. That is, P = f(V) should be 
available. Note that P = f(V) is simply the equation of the process path on 
a P-V diagram. 

The quasi-equilibrium expansion process described is shown on a P-V 
diagram in Fig. 4-3. On this diagram, the differential area dA is equal to 
P dV, which is the differential work. The total area A under the process 
curve 1—2 is obtained by adding these differential areas: 

2 2 
Area = A = | dA = | PdV (4-3) 
1 1 

A comparison of this equation with Eq. 4-2 reveals that the area under 
the process curve on a P-V diagram is equal, in magnitude, to the work 
done during a quasi-equilibrium expansion or compression process of a 
closed system. (On the P-v diagram, it represents the boundary work done 
per unit mass.) 

A gas can follow several different paths as it expands from state 1 to state 
2. In general, each path will have a different area underneath it, and since 
this area represents the magnitude of the work, the work done will be differ- 
ent for each process (Fig. 4—4). This is expected, since work is a path func- 
tion (i.e., it depends on the path followed as well as the end states). If work 
were not a path function, no cyclic devices (car engines, power plants) 
could operate as work-producing devices. The work produced by these 
devices during one part of the cycle would have to be consumed during 
another part, and there would be no net work output. The cycle shown in 
Fig. 4-5 produces a net work output because the work done by the system 
during the expansion process (area under path A) is greater than the work 
done on the system during the compression part of the cycle (area under 
path B), and the difference between these two is the net work done during 
the cycle (the colored area). 

If the relationship between P and V during an expansion or a compression 
process is given in terms of experimental data instead of in a functional 
form, obviously we cannot perform the integration analytically. But we can 
always plot the P-V diagram of the process, using these data points, and cal- 
culate the area underneath graphically to determine the work done. 

Strictly speaking, the pressure P in Eq. 4-2 is the pressure at the inner 
surface of the piston. It becomes equal to the pressure of the gas in the 
cylinder only if the process is quasi-equilibrium and thus the entire gas in 
the cylinder is at the same pressure at any given time. Equation 4—2 can 
also be used for nonquasi-equilibrium processes provided that the pressure 
at the inner face of the piston is used for P. (Besides, we cannot speak of 
the pressure of a system during a nonquasi-equilibrium process since prop- 
erties are defined for equilibrium states only.) Therefore, we can generalize 
the boundary work relation by expressing it as 

2 
W, = | P,dV (4-4) 
1 
where P; is the pressure at the inner face of the piston. 

Note that work is a mechanism for energy interaction between a system 
and its surroundings, and W, represents the amount of energy transferred 
from the system during an expansion process (or to the system during a 
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FIGURE 4-3 

The area under the process curve on a 
P-V diagram represents the boundary 
work. 
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The net work done during a cycle is 
the difference between the work done 
by the system and the work done on 
the system. 
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FIGURE 4-6 


Schematic and P-V diagram for 
Example 4-1. 


compression process). Therefore, it has to appear somewhere else and we 
must be able to account for it since energy is conserved. In a car engine, for 
example, the boundary work done by the expanding hot gases is used to 
overcome friction between the piston and the cylinder, to push atmospheric 
air out of the way, and to rotate the crankshaft. Therefore, 


2 
W, = Wrriction + Warm + Worank B | (Friction T PamA + Foa) dx (4-5) 
1 


Of course the work used to overcome friction appears as frictional heat and 
the energy transmitted through the crankshaft is transmitted to other compo- 
nents (such as the wheels) to perform certain functions. But note that the 
energy transferred by the system as work must equal the energy received by 
the crankshaft, the atmosphere, and the energy used to overcome friction. 

The use of the boundary work relation is not limited to the quasi-equilibrium 
processes of gases only. It can also be used for solids and liquids. 


EXAMPLE 4-1 Boundary Work for a Constant-Volume Process 


A rigid tank contains air at 500 kPa and 150°C. As a result of heat transfer 
to the surroundings, the temperature and pressure inside the tank drop to 
65°C and 400 kPa, respectively. Determine the boundary work done during 
this process. 


Solution Air in a rigid tank is cooled, and both the pressure and tempera- 
ture drop. The boundary work done is to be determined. 

Analysis A sketch of the system and the P-V diagram of the process 
are shown in Fig. 4-6. The boundary work can be determined from Eq. 4-2 
to be 


2 0 
w= | Pav =0 
1 


Discussion This is expected since a rigid tank has a constant volume and 
dV = O in this equation. Therefore, there is no boundary work done during 
this process. That is, the boundary work done during a constant-volume 
process is always zero. This is also evident from the P-V diagram of the 
process (the area under the process curve is zero). 


P, kPa 
AIR Heat 500 F ------- l 
P =500kPa > 
T, = 150°C 
P, = 400 kPa 400 -}------- 2 
T, = 65°C 


EXAMPLE 4-2 Boundary Work for a Constant-Pressure Process 


A frictionless piston—cylinder device contains 10 Ibm of steam at 60 psia 
and 320°F. Heat is now transferred to the steam until the temperature 
reaches 400°F. If the piston is not attached to a shaft and its mass is con- 
stant, determine the work done by the steam during this process. 


Solution Steam in a piston cylinder device is heated and the temperature 
rises at constant pressure. The boundary work done is to be determined. 
Analysis A sketch of the system and the P-v diagram of the process are 
shown in Fig. 4-7. 

Assumption The expansion process is quasi-equilibrium. 

Analysis Even though it is not explicitly stated, the pressure of the steam 
within the cylinder remains constant during this process since both the 
atmospheric pressure and the weight of the piston remain constant. There- 
fore, this is a constant-pressure process, and, from Eq. 4-2 


2 2 
W, = | PdV = P, | dV = Py(V; — V) (4-6) 
1 1 


or 
W, = mPo(v = vi) 


since V = mv. From the superheated vapor table (Table A-6E), the specific 
volumes are determined to be v, = 7.4863 ft?/lbm at state 1 (60 psia, 
320°F) and v, = 8.3548 ft?/Ibm at state 2 (60 psia, 400°F). Substituting 
these values yields 


1 Btu 
= (101 i 3548 — 7.4863) ft /1bm\|| —————— 
W, = (10 lbm) (60 psia)[ (8.3548 — 7.4863) ft’/ ———) 


= 96.4 Btu 


Discussion The positive sign indicates that the work is done by the 
system. That is, the steam used 96.4 Btu of its energy to do this work. The 
magnitude of this work could also be determined by calculating the area under 
the process curve on the P-V diagram, which is simply Pp AV for this case. 
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FIGURE 4-7 


Schematic and P-v diagram for 
Example 4-2. 
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EXAMPLE 4-3 Isothermal Compression of an Ideal Gas 


A piston-cylinder device initially contains 0.4 m° of air at 100 kPa and 80°C. 
The air is now compressed to 0.1 m? in such a way that the temperature 
inside the cylinder remains constant. Determine the work done during this 
process. 


Solution Air in a piston-cylinder device is compressed isothermally. The 
boundary work done is to be determined. 

Analysis A sketch of the system and the P-V diagram of the process are 
shown in Fig. 4-8. 

Assumptions 1 The compression process is quasi-equilibrium. 2 At specified 
conditions, air can be considered to be an ideal gas since it is at a high tem- 
perature and low pressure relative to its critical-point values. 

Analysis For an ideal gas at constant temperature To, 


PV=mRT,=C or P= 
where C is a constant. Substituting this into Eq. 4-2, we have 


2 2E z V V 
W, = | PdV= dV = C =C 1 = PV In — 4-7 
p | [5 7 ay i i y (4-7) 


1 1 1 


In Eq. 4-7, PV can be replaced by PV or mMRTp. Also, V/V, can be 
replaced by P,/P. for this case since P V; = PoV>. 
Substituting the numerical values into Eq. 4-7 yields 


0.1 1kJ 
W, = (100 kPa) (0.4 m*){ In — || ————~ 
| aN m)(in2+) (i) 
= —55.5 kJ 


Discussion The negative sign indicates that this work is done on the system 
(a work input), which is always the case for compression processes. 


Ty = 80°C = const. 


AIR 
V, =0.4 m° 


P, = 100 kPa 
Ty = 80°C = const. 


et eee E e 


0.1 0.4 V, m3 


FIGURE 4-8 
Schematic and P-V diagram for Example 4-3. 
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polytropic process. 


Polytropic Process 


During actual expansion and compression processes of gases, pressure and 
volume are often related by PV” = C, where n and C are constants. A 
process of this kind is called a polytropic process (Fig. 4-9). Below we 
develop a general expression for the work done during a polytropic process. 
The pressure for a polytropic process can be expressed as O ald Madey 


P=cV" (4-8) 
Substituting this relation into Eq. 4-2, we obtain 


Ven = Veo _ PV — P\V, 
—n+1 l-n 


2 2 
W, = | PdV= | C= a =e 
1 il 


since C = P, Vf = P,V;'. For an ideal gas (PV = mRT), this equation can 
also be written as 
mR(T, — T) 
WwW, =— ~ n# 1 (kJ) (4-10) 


t= 


Use actual data from the experiment 
shown here to find the polytropic 
v exponent for expanding air. See 

V, end-of-chapter problem 4-174. 


For the special case of n = 1 the boundary work becomes 


1 


2 2 
W, = | PdV= | CV dV = Pvin( 
1 1 


i : : i ; , © Ronald Mulli 
For an ideal gas this result is equivalent to the isothermal process discussed eee 


in the previous example. 


EXAMPLE 4-4 Expansion of a Gas against a Spring 


A piston-cylinder device contains 0.05 mê of a gas initially at 200 kPa. At 
this state, a linear spring that has a spring constant of 150 kN/m is touching 
the piston but exerting no force on it. Now heat is transferred to the gas, 
causing the piston to rise and to compress the spring until the volume inside 
the cylinder doubles. If the cross-sectional area of the piston is 0.25 m2, 
determine (a) the final pressure inside the cylinder, (b) the total work done by 
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FIGURE 4-10 


Schematic and P-V diagram for 
Example 4-4. 


the gas, and (c) the fraction of this work done against the spring to 
compress it. 


Solution A gas in a piston-cylinder device equipped with a linear spring 
expands as a result of heating. The final gas pressure, the total work done, and 
the fraction of the work done to compress the spring are to be determined. 
Assumptions 1 The expansion process is quasi-equilibrium. 2 The spring is 
linear in the range of interest. 

Analysis A sketch of the system and the P-V diagram of the process are 
shown in Fig. 4-10. 


(a) The enclosed volume at the final state is 
V = 2 = 200 m = ON: 
Then the displacement of the piston (and of the spring) becomes 
F AV (0.1 — 0.05) m? 
A 0.25 m? 
The force applied by the linear spring at the final state is 
F = kx = (150 kN/m) (0.2 m) = 30 kN 


= 0.2m 


The additional pressure applied by the spring on the gas at this state is 


F 30 kN 
P=—= 5 
A 0.25 m 
Without the spring, the pressure of the gas would remain constant at 
200 kPa while the piston is rising. But under the effect of the spring, the 
pressure rises linearly from 200 kPa to 


200 + 120 = 320 kPa 


= 120 kPa 


at the final state. 


(b) An easy way of finding the work done is to plot the process on a 
P-V diagram and find the area under the process curve. From Fig. 4-10 the 
area under the process curve (a trapezoid) is determined to be 


(200 + 320) kPa . 1kJ 
W = area = 2 [ (0.1 0.05) m ] Tsao = 13 kJ 
k = 150 kN/m 
P, kPa 
320 
200 
i | 
i 1 i 
| | 
| | . 
0.05 0.1 V, m? 


Note that the work is done by the system. 


(c) The work represented by the rectangular area (region |) is done against 
the piston and the atmosphere, and the work represented by the triangular 
area (region II) is done against the spring. Thus, 


1kJ 
W,pring = 3 (320 — 200) kPa](0.05 w(i) =3kJ 


Discussion This result could also be obtained from 


1kJ 
Woprng = (G — 29) = $(150 KN/m)[ (0.2 m)? o( - a = 3k) 


4-2 = ENERGY BALANCE FOR CLOSED SYSTEMS 


Energy balance for any system undergoing any kind of process was 
expressed as (see Chap. 2) 


En Fi Eut = AE system (kJ) (4-11) 
ey 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


or, in the rate form, as 


Ein = Eoi = dE systemn/ at (kW) (4-12) 
Rate of net energy transfer Rate of change in internal, 
by heat, work, and mass kinetic, potential, etc., energies 


For constant rates, the total quantities during a time interval Aż are related to 
the quantities per unit time as 


Q=QAt, W=WAt, and AE = (dE/dt)At (KJ) (4-13) 
The energy balance can be expressed on a per unit mass basis as 
Cin ~ Pout — Aegystem (kJ/kg) (4-14) 


which is obtained by dividing all the quantities in Eq. 4-11 by the mass m 
of the system. Energy balance can also be expressed in the differential 
form as 


6E i, — ÔE out = dE system or bein m bout = dey stem (4-15) 


in 
For a closed system undergoing a cycle, the initial and final states are iden- 
tical, and thus AE, ..., = E, — E, = 0. Then the energy balance for a cycle 
simplifies to E,, — Eou = 0 or Ein = E,,. Noting that a closed system does 
not involve any mass flow across its boundaries, the energy balance for a 
cycle can be expressed in terms of heat and work interactions as 

Waetout = Onis or Waet out = O iit (for a cycle) (4-1 6) 


That is, the net work output during a cycle is equal to net heat input 
(Fig. 4-11). 
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O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 4, SEC. 2 ON THE DVD. 
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FIGURE 4-11 
For a cycle AE = 0, thus Q = W. 
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General Q- W= AE 
Stationary systems Q -W= AU 


Per unit mass q- w = Ae 


Differential form ôq — ðw = de 


FIGURE 4-12 


Various forms of the first-law relation 
for closed systems. 


O EXPERIMENT 


Use actual data from the experiment 
shown here to verify the first law of 
thermodynamics. See end-of-chapter 
problem 4-175. 
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The energy balance (or the first-law) relations already given are intuitive 
in nature and are easy to use when the magnitudes and directions of heat 
and work transfers are known. However, when performing a general analyt- 
ical study or solving a problem that involves an unknown heat or work 
interaction, we need to assume a direction for the heat or work interactions. 
In such cases, it is common practice to use the classical thermodynamics 
sign convention and to assume heat to be transferred into the system (heat 
input) in the amount of Q and work to be done by the system (work output) 
in the amount of W, and then to solve the problem. The energy balance rela- 
tion in that case for a closed system becomes 


Ones = Wiston = AE syam or Q -W= AE (4-17) 


where Q = Qrein = Qin — Qou 18 the net heat input and W = Wreon = 
Wut — Wa is the net work output. Obtaining a negative quantity for Q or W 
simply means that the assumed direction for that quantity is wrong and 
should be reversed. Various forms of this “traditional” first-law relation for 
closed systems are given in Fig. 4-12. 

The first law cannot be proven mathematically, but no process in nature is 
known to have violated the first law, and this should be taken as sufficient 
proof. Note that if it were possible to prove the first law on the basis of 
other physical principles, the first law then would be a consequence of those 
principles instead of being a fundamental physical law itself. 

As energy quantities, heat and work are not that different, and you proba- 
bly wonder why we keep distinguishing them. After all, the change in the 
energy content of a system is equal to the amount of energy that crosses the 
system boundaries, and it makes no difference whether the energy crosses 
the boundary as heat or work. It seems as if the first-law relations would be 
much simpler if we had just one quantity that we could call energy interac- 
tion to represent both heat and work. Well, from the first-law point of view, 
heat and work are not different at all. From the second-law point of view, 
however, heat and work are very different, as is discussed in later chapters. 


EXAMPLE 4-5 Electric Heating of a Gas at Constant Pressure 


A piston-cylinder device contains 25 g of saturated water vapor that is main- 
tained at a constant pressure of 300 kPa. A resistance heater within the 
cylinder is turned on and passes a current of 0.2 A for 5 min from a 120-V 
source. At the same time, a heat loss of 3.7 kJ occurs. (a) Show that for a 
closed system the boundary work W, and the change in internal energy AU 
in the first-law relation can be combined into one term, AH, for a constant- 
pressure process. (b) Determine the final temperature of the steam. 


Solution Saturated water vapor in a piston—cylinder device expands at con- 
stant pressure as a result of heating. It is to be shown that AU + W, = AH, 
and the final temperature is to be determined. 

Assumptions 1 The tank is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O. Therefore, AE = AU and internal 
energy is the only form of energy of the system that may change during this 
process. 2 Electrical wires constitute a very small part of the system, and 
thus the energy change of the wires can be neglected. 


P, kPa} 
! , 
| HO 300 L 
l 
l m= 2S 
| P, =P, =300 kPa 
l 
| Sat. vapor 


FIGURE 4-13 
Schematic and P-v diagram for Example 4-5. 


Analysis We take the contents of the cylinder, including the resistance wires, 
as the system (Fig. 4-13). This is a closed system since no mass crosses the 
system boundary during the process. We observe that a piston-cylinder device 
typically involves a moving boundary and thus boundary work W,. The pres- 
sure remains constant during the process and thus P, = P}. Also, heat is lost 
from the system and electrical work W, is done on the system. 


(a) This part of the solution involves a general analysis for a closed system 
undergoing a quasi-equilibrium constant-pressure process, and thus we con- 
sider a general closed system. We take the direction of heat transfer Q to be 
to the system and the work W to be done by the system. We also express the 
work as the sum of boundary and other forms of work (such as electrical and 
shaft). Then the energy balance can be expressed as 


lee, — fe, AE 


O es 
Change in internal, kinetic, 
potential, etc., energies 


in out system 


— m 
Net energy transfer 
by heat, work, and mass 


(0) 0 
Q — W = AU + AKE + APE 
Q Wother W, = U> U; 


For a constant-pressure process, the boundary work is given as W, = 
P (V> — V,). Substituting this into the preceding relation gives 


O = Wie = Pos = V) = U = U 
However, 
P = P) = P; > OF Wane = (Gh ar PWS) = (Gh ae 2M) 
Also H = U + PV, and thus 
O = Whig = 2b = 12h (kJ) (4-18) 


which is the desired relation (Fig. 4-14). This equation is very convenient to 
use in the analysis of closed systems undergoing a constant-pressure quasi- 
equilibrium process since the boundary work is automatically taken care of 
by the enthalpy terms, and one no longer needs to determine it separately. 
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O EXPERIMENT 


Use actual data from the experiment 
shown here to verify the first law of 
thermodynamics. See end-of-chapter 
problem 4-176. 
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O EXPERIMENT 


Use actual data from the experiment 
shown here to verify the first law of 
thermodynamics. See end-of-chapter 
problem 4-177. 
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O EXPERIMENT 


Use actual data from the experiment 
shown here to verify the first law of 
thermodynamics. See end-of-chapter 
problem 4-178. 
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Q-W 


= AH 


other 


FIGURE 4-14 

For a closed system undergoing a 
quasi-equilibrium, P = constant 
process, AU + W, = AH. 


(b) The only other form of work in this case is the electrical work, which can 
be determined from 


kJ/s 


Sane |S Ue 
1000 a x 


W, = VI At = (120 V) (0.2 A) (300 9( 


P, = 300 kPa 
sat. vapor 


State 1: \ hy = h, @300kpa = 2724.9 kJ/kg (Table A-5) 
The enthalpy at the final state can be determined directly from Eq. 4-18 by 
expressing heat transfer from the system and work done on the system as 
negative quantities (since their directions are opposite to the assumed direc- 
tions). Alternately, we can use the general energy balance relation with the 
simplification that the boundary work is considered automatically by replac- 
ing AU by AH for a constant-pressure expansion or compression process: 


Bi im Eo = AE en 
ae, 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wom = Om = W = AU 
Win — Qon = AH = m(h, — h) (since P = constant) 
7.2 KJ — 3.7 KJ = (0.025 kg) (h, — 2724.9) kJ/kg 
h, = 2864.9 kJ/kg 


Now the final state is completely specified since we know both the pressure 
and the enthalpy. The temperature at this state is 


P, = 300 kPa 


State 2: 
5 hy = 2864.9 kJ/kg 


\ T, = 200°C (Table A-6) 
Therefore, the steam will be at 200°C at the end of this process. 

Discussion Strictly speaking, the potential energy change of the steam is 
not zero for this process since the center of gravity of the steam rose some- 
what. Assuming an elevation change of 1 m (which is rather unlikely), the 
change in the potential energy of the steam would be 0.0002 kJ, which is 
very small compared to the other terms in the first-law relation. Therefore, in 
problems of this kind, the potential energy term is always neglected. 


EXAMPLE 4-6 Unrestrained Expansion of Water 


A rigid tank is divided into two equal parts by a partition. Initially, one side of 
the tank contains 5 kg of water at 200 kPa and 25°C, and the other side is 
evacuated. The partition is then removed, and the water expands into the entire 
tank. The water is allowed to exchange heat with its surroundings until the tem- 
perature in the tank returns to the initial value of 25°C. Determine (a) the vol- 
ume of the tank, (b) the final pressure, and (c) the heat transfer for this process. 


Solution One half of a rigid tank is filled with liquid water while the other 
side is evacuated. The partition between the two parts is removed and 
water is allowed to expand and fill the entire tank while the temperature is 
maintained constant. The volume of tank, the final pressure, and the heat 
transfer are to be to determined. 
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Assumptions 1 The system is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O and AE = AU. 2 The direction of 
heat transfer is to the system (heat gain, Qn). A negative result for Q, indi- 
cates the assumed direction is wrong and thus it is a heat loss. 3 The vol- 
ume of the rigid tank is constant, and thus there is no energy transfer as 
boundary work. 4 The water temperature remains constant during the 
process. 5 There is no electrical, shaft, or any other kind of work involved. 
Analysis We take the contents of the tank, including the evacuated space, as 
the system (Fig. 4-15). This is a closed system since no mass crosses the 
system boundary during the process. We observe that the water fills the entire 
tank when the partition is removed (possibly as a liquid—vapor mixture). 


(a) Initially the water in the tank exists as a compressed liquid since its pres- 
sure (200 kPa) is greater than the saturation pressure at 25°C (3.1698 kPa). 
Approximating the compressed liquid as a saturated liquid at the given tem- 
perature, we find 


Vi = Yre@ asc = 0.001003 m*/kg = 0.001 m*/kg (Table A-4) 
Then the initial volume of the water is 
Vi = mv, = (5 kg)(0.001 m?/kg) = 0.005 m’? 
The total volume of the tank is twice this amount: 
Vink = (2)(0.005 m*) = 0.01 m? 
(b) At the final state, the specific volume of the water is 
V 0.01 m? 
v, = = 
m 5 kg 
which is twice the initial value of the specific volume. This result is expected 
since the volume doubles while the amount of mass remains constant. 


At 25°C: vy = 0.001003 m3/kg and v, = 43.340 m°/kg (Table A-4) 


= 0.002 m*/kg 


Since v, < v < v,, the water is a saturated liquid—vapor mixture at the final 
state, and thus the pressure is the saturation pressure at 25°C: 


P, = Peo 25° = 3.1698 kPa (Table A-4) 


P, kPa4 
System boundary 


Evacuated 


space Partition 200 L 


H,O 
m= 5kg 
P, =200 kPa 
T, =25°C Qin 


< 


FIGURE 4-15 
Schematic and P-v diagram for Example 4-6. 
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Vacuum 
P=0 
Ww=0 


Heat 


FIGURE 4-16 


Expansion against a vacuum involves 
no work and thus no energy transfer. 


lkg 1kg 
IRON WATER 
2020C 2030C 
4.5 KJ 41.8 kJ 
FIGURE 4-17 


It takes different amounts of energy to 
raise the temperature of different 
substances by the same amount. 


m=1kg 
INPSAE 


Specific heat = 5 kJ/kg -°C 


A 


SkJ 


FIGURE 4-18 


Specific heat is the energy required to 
raise the temperature of a unit mass of 
a substance by one degree in a 
specified way. 


O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 4, SEC. 3 ON THE DVD. 


(c) Under stated assumptions and observations, the energy balance on the 
system can be expressed as 


Lr Eon a DE iar 
— I A 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Q;,, = AU = m(u, — a) 
Notice that even though the water is expanding during this process, the sys- 
tem chosen involves fixed boundaries only (the dashed lines) and therefore 
the moving boundary work is zero (Fig. 4-16). Then W = O since the system 
does not involve any other forms of work. (Can you reach the same conclu- 
sion by choosing the water as our system?) Initially, 


u; = Ue@rsc = 104.83 kJ/kg 
The quality at the final state is determined from the specific volume 
information: 
Wo = MY a 0.002 — 0.001 
Vp 43.34 — 0.001 


8 


= 93 x O” 


3k = 


Then 
Uy = Up + XqUyy 
= 104.83 kJ/kg + (2.3 X 107°) (2304.3 kJ/kg) 
= 104.88 kJ/kg 
Substituting yields 
Qin = (5 kg)[ (104.88 — 104.83) kIkg] = 0.25 kJ 


Discussion The positive sign indicates that the assumed direction is correct, 
and heat is transferred to the water. 


4-3 = SPECIFIC HEATS 


We know from experience that it takes different amounts of energy to raise 
the temperature of identical masses of different substances by one degree. 
For example, we need about 4.5 kJ of energy to raise the temperature of | kg 
of iron from 20 to 30°C, whereas it takes about 9 times this energy (41.8 kJ 
to be exact) to raise the temperature of 1 kg of liquid water by the same 
amount (Fig. 4—17). Therefore, it is desirable to have a property that will 
enable us to compare the energy storage capabilities of various substances. 
This property is the specific heat. 

The specific heat is defined as the energy required to raise the temperature 
of a unit mass of a substance by one degree (Fig. 4-18). In general, this 
energy depends on how the process is executed. In thermodynamics, we are 
interested in two kinds of specific heats: specific heat at constant volume c, 
and specific heat at constant pressure c,,. 

Physically, the specific heat at constant volume c, can be viewed as the 
energy required to raise the temperature of the unit mass of a substance 
by one degree as the volume is maintained constant. The energy required to 


do the same as the pressure is maintained constant is the specific heat at 
constant pressure c,. This is illustrated in Fig. 4-19. The specific heat 
at constant pressure c, is always greater than c, because at constant pressure 
the system is allowed to expand and the energy for this expansion work 
must also be supplied to the system. 

Now we attempt to express the specific heats in terms of other thermody- 
namic properties. First, consider a fixed mass in a stationary closed system 
undergoing a constant-volume process (and thus no expansion or compression 
work is involved). The conservation of energy principle ei — Eou = Aegystem 
for this process can be expressed in the differential form as 


6€in — S€oy = du 


The left-hand side of this equation represents the net amount of energy 
transferred to the system. From the definition of c,, this energy must be 
equal to c, dT, where dT is the differential change in temperature. Thus, 


c, dT = du at constant volume 


Fr) 
Cre E 
if aT), 


Similarly, an expression for the specific heat at constant pressure c, can be 
obtained by considering a constant-pressure expansion or compression 


process. It yields 
( oh ) 
c =| 
aT /, 


Equations 4—19 and 4-20 are the defining equations for c, and c,, and their 
interpretation is given in Fig. 4—20. 

Note that c, and c, are expressed in terms of other properties; thus, they 
must be properties themselves. Like any other property, the specific heats of 
a substance depend on the state that, in general, is specified by two indepen- 
dent, intensive properties. That is, the energy required to raise the tempera- 
ture of a substance by one degree is different at different temperatures and 
pressures (Fig. 4—21). But this difference is usually not very large. 

A few observations can be made from Eqs. 4-19 and 4-20. First, these 
equations are property relations and as such are independent of the type of 
processes. They are valid for any substance undergoing any process. The 
only relevance c, has to a constant-volume process is that c, happens to be 
the energy transferred to a system during a constant-volume process per unit 
mass per unit degree rise in temperature. This is how the values of c, are 
determined. This is also how the name specific heat at constant volume 
originated. Likewise, the energy transferred to a system per unit mass per 
unit temperature rise during a constant-pressure process happens to be equal 
to c,. This is how the values of c, can be determined and also explains the 
origin of the name specific heat at constant pressure. 

Another observation that can be made from Eqs. 4—19 and 4-20 is that c, 
is related to the changes in internal energy and c, to the changes in 
enthalpy. In fact, it would be more proper to define c, as the change in the 
internal energy of a substance per unit change in temperature at constant 


or 


(4-19) 


(4-20) 
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V = constant P = constant 


m=i kg 
AT = 1°C 


kJ 


cy=3.12 Fag 


3.12 kJ 5.19 kJ 


FIGURE 4-19 


Constant-volume and constant- 


pressure specific heats c, and c, 


(values given are for helium gas). 


= the change in internal energy 
with temperature at 
& constant volume 


% 


= the change in enthalpy with 
temperature at constant 
pressure 


FIGURE 4-20 


Formal definitions of c, and c,,. 
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FIGURE 4-21 


The specific heat of a substance 
changes with temperature. 
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Thermometer 


AIR Evacuated 
(high pressure) 


FIGURE 4-22 


Schematic of the experimental 
apparatus used by Joule. 


volume. Likewise, c, can be defined as the change in the enthalpy of a sub- 
stance per unit change in temperature at constant pressure. In other words, 
c, is a measure of the variation of internal energy of a substance with tem- 
perature, and c, is a measure of the variation of enthalpy of a substance with 
temperature. 

Both the internal energy and enthalpy of a substance can be changed 
by the transfer of energy in any form, with heat being only one of them. 
Therefore, the term specific energy is probably more appropriate than the 
term specific heat, which implies that energy is transferred (and stored) in 
the form of heat. 

A common unit for specific heats is kJ/kg - °C or kJ/kg - K. Notice that 
these two units are identical since AT(°C) = AT(K), and 1°C change in 
temperature is equivalent to a change of 1 K. The specific heats are some- 
times given on a molar basis. They are then denoted by c, and G, and have 
the unit kJ/kmol - °C or kJ/kmol - K. 


4—4 = INTERNAL ENERGY, ENTHALPY, 
AND SPECIFIC HEATS OF IDEAL GASES 


We defined an ideal gas as a gas whose temperature, pressure, and specific 
volume are related by 


Pv = RT 


It has been demonstrated mathematically (Chap. 12) and experimentally 
(Joule, 1843) that for an ideal gas the internal energy is a function of the 
temperature only. That is, 


u = u(T) (4-21) 


In his classical experiment, Joule submerged two tanks connected with a 
pipe and a valve in a water bath, as shown in Fig. 4-22. Initially, one tank 
contained air at a high pressure and the other tank was evacuated. When 
thermal equilibrium was attained, he opened the valve to let air pass from 
one tank to the other until the pressures equalized. Joule observed no 
change in the temperature of the water bath and assumed that no heat was 
transferred to or from the air. Since there was also no work done, he con- 
cluded that the internal energy of the air did not change even though the 
volume and the pressure changed. Therefore, he reasoned, the internal 
energy is a function of temperature only and not a function of pressure or 
specific volume. (Joule later showed that for gases that deviate significantly 
from ideal-gas behavior, the internal energy is not a function of temperature 
alone.) 

Using the definition of enthalpy and the equation of state of an ideal gas, 
we have 


h=u+ Pv 


\ h= u+ RT 
Pv = RT 


Since R is constant and u = u(T), it follows that the enthalpy of an ideal gas 
is also a function of temperature only: 


h = N(T) (4-22) 


Since u and h depend only on temperature for an ideal gas, the specific 
heats c, and c, also depend, at most, on temperature only. Therefore, at a 
given temperature, u, h, c,, and c, of an ideal gas have fixed values regard- 
less of the specific volume or pressure (Fig. 4-23). Thus, for ideal gases, 
the partial derivatives in Eqs. 4-19 and 4-20 can be replaced by ordinary 
derivatives. Then the differential changes in the internal energy and enthalpy 
of an ideal gas can be expressed as 


du = c,(T) dT (4-23) 
and 
dh = c,(T) aT (4-24) 


The change in internal energy or enthalpy for an ideal gas during a process 
from state 1 to state 2 is determined by integrating these equations: 


2 
Au = u, — uy = | c(T) dT (kJ/kg) (4-25) 
1 
and 
2 
Ah=h—-h= | c,(T) dT  (KJ/kg) (4-26) 
1 


To carry out these integrations, we need to have relations for c, and c, as 
functions of temperature. 

At low pressures, all real gases approach ideal-gas behavior, and therefore 
their specific heats depend on temperature only. The specific heats of real 
gases at low pressures are called ideal-gas specific heats, or zero-pressure 
specific heats, and are often denoted c,9 and cyo. Accurate analytical expres- 
sions for ideal-gas specific heats, based on direct measurements or calcula- 
tions from statistical behavior of molecules, are available and are given as 
third-degree polynomials in the appendix (Table A—2c) for several gases. A 
plot of G(T) data for some common gases is given in Fig. 4—24. 

The use of ideal-gas specific heat data is limited to low pressures, but these 
data can also be used at moderately high pressures with reasonable accuracy 
as long as the gas does not deviate from ideal-gas behavior significantly. 

The integrations in Eqs. 4-25 and 4-26 are straightforward but rather 
time-consuming and thus impractical. To avoid these laborious calculations, 
u and h data for a number of gases have been tabulated over small tempera- 
ture intervals. These tables are obtained by choosing an arbitrary reference 
point and performing the integrations in Eqs. 4-25 and 4-26 by treating 
state 1 as the reference state. In the ideal-gas tables given in the appendix, 
zero kelvin is chosen as the reference state, and both the enthalpy and the 
internal energy are assigned zero values at that state (Fig. 4—25). The choice 
of the reference state has no effect on Au or Ah calculations. The u and h 
data are given in kJ/kg for air (Table A—-17) and usually in kJ/kmol for other 
gases. The unit kJ/kmol is very convenient in the thermodynamic analysis of 
chemical reactions. 

Some observations can be made from Fig. 4—24. First, the specific heats 
of gases with complex molecules (molecules with two or more atoms) are 
higher and increase with temperature. Also, the variation of specific heats 
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FIGURE 4-23 


For ideal gases, u, h, c 
with temperature only. 


v and c, vary 


Ar, He, Ne, Kr, Xe, Rn 
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FIGURE 4-24 

Ideal-gas constant-pressure specific 
heats for some gases (see Table A—2c 
for c, equations). 
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FIGURE 4-25 


In the preparation of ideal-gas tables, 
0 K is chosen as the reference 
temperature. 


Approximation 


Cp, avg 


FIGURE 4-26 


For small temperature intervals, the 
specific heats may be assumed to vary 
linearly with temperature. 


with temperature is smooth and may be approximated as linear over small 
temperature intervals (a few hundred degrees or less). Therefore the specific 
heat functions in Eqs. 4-25 and 4-26 can be replaced by the constant average 
specific heat values. Then the integrations in these equations can be per- 
formed, yielding 


Uy ~ Uy = al aa Tı) (kJ/kg) (4-27) 
and 
hy — hy = Crp a Ti) (kJ/kg) (4-28) 


The specific heat values for some common gases are listed as a function of 
temperature in Table A-2b. The average specific heats c, and Cy ve are 
evaluated from this table at the average temperature (7, + T,)/2, as shown in 
Fig. 4-26. If the final temperature T, is not known, the specific heats may 
be evaluated at T, or at the anticipated average temperature. Then T, can be 
determined by using these specific heat values. The value of T, can be 
refined, if necessary, by evaluating the specific heats at the new average 
temperature. 

Another way of determining the average specific heats is to evaluate them 
at T, and T, and then take their average. Usually both methods give reason- 
ably good results, and one is not necessarily better than the other. 

Another observation that can be made from Fig. 4—24 is that the ideal-gas 
specific heats of monatomic gases such as argon, neon, and helium remain 
constant over the entire temperature range. Thus, Au and Ah of monatomic 
gases can easily be evaluated from Eqs. 4-27 and 4-28. 

Note that the Au and Ah relations given previously are not restricted to 
any kind of process. They are valid for all processes. The presence of the 
constant-volume specific heat c, in an equation should not lead one to 
believe that this equation is valid for a constant-volume process only. On the 
contrary, the relation Au = cyvg AT is valid for any ideal gas undergoing 
any process (Fig. 4-27). A similar argument can be given for c, and Ah. 

To summarize, there are three ways to determine the internal energy and 
enthalpy changes of ideal gases (Fig. 4—28): 


1. By using the tabulated u and h data. This is the easiest and most accu- 
rate way when tables are readily available. 

2. By using the c, or c, relations as a function of temperature and per- 
forming the integrations. This is very inconvenient for hand calculations 
but quite desirable for computerized calculations. The results obtained 
are very accurate. 

3. By using average specific heats. This is very simple and certainly very 
convenient when property tables are not available. The results obtained 
are reasonably accurate if the temperature interval is not very large. 


Specific Heat Relations of Ideal Gases 


A special relationship between c, and c, for ideal gases can be obtained by 
differentiating the relation h = u + RT, which yields 


dh = du + R dT 
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Replacing dh by c, dT and du by c, dT and dividing the resulting expression 
by dT, we obtain 


C= cy tR (kJ/kg: K) (4-29) 

This is an important relationship for ideal gases since it enables us to deter- AIR 
mine c, from a knowledge of c, and the gas constant R. V= constant AIR 

When the specific heats are given on a molar basis, R in the above equa- Tyma E P = constant 
tion should be replaced by the universal gas constant R, (Fig. 4-29). Q; A =BG p ai 

T,=, +R,  (KJ/kmol-K) (4-30) : 

At this point, we introduce another ideal-gas property called the specific A= Gy AL Au = cy AT 

heat ratio k, defined as =7.18 kJ/kg =7.18 kJ/kg 
jaa (4-31) FIGURE 4-27 
Cy 


The relation Au = c, AT is valid for 
The specific ratio also varies with temperature, but this variation is very any kind of process, constant-volume 
mild. For monatomic gases, its value is essentially constant at 1.667. Many OF not. 

diatomic gases, including air, have a specific heat ratio of about 1.4 at room 
temperature. 


EXAMPLE 4-7 Evaluation of the Au of an Ideal Gas 


Air at 300 K and 200 kPa is heated at constant pressure to 600 K. Determine 
the change in internal energy of air per unit mass, using (a) data from the air N -fi (T) dT 
table (Table A-17), (b) the functional form of the specific heat (Table A-2c), la 

and (c) the average specific heat value (Table A-2 b). 


Au= u, —Uy (table) 


Au = Cy avg AT 


Solution The internal energy change of air is to be determined in three differ- 
ent ways. 

Assumptions At specified conditions, air can be considered to be an ideal 
gas since it is at a high temperature and low pressure relative to its critical- 
point values. 

Analysis The internal energy change Au of ideal gases depends on the ini- 
tial and final temperatures only, and not on the type of process. Thus, the 
following solution is valid for any kind of process. FIGURE 4-28 


(a) One way of determining the change in internal energy of air is to read the Three ways of calculating Au. 
u values at 7, and T, from Table A-17 and take the difference: 


uy = Ue 30K = 214.07 kJ/kg 
Uy = Ue sox = 434.78 kJ/kg 
Thus, 
Au = uy — u = (434.78 — 214.07) kJ/kg = 220.71 kJ/kg 
(b) The ¢,(7) of air is given in Table A-2c in the form of a third-degree poly- 
nomial expressed as 


Ci) =a bh teh dr” 
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cy = 0.718 kJ/kg - K a i 
R =0.287 kJ/kg» K cp = 1.005 kJ/kg -K 


or 


Cy = 20.80 kJ/kmol - K 


T, = 29.114 KJ/kmol : K 
R, = 8.314 kJ/kmol - K } a a 


FIGURE 4-29 


The c, of an ideal gas can be 


determined from a knowledge of 
c,and R. 


where a= 28.11, b= 0.1967 x 10-2, c= 0.4802 x 10-5, and 
ad= = 1.966 x 10°”. From Eq. 4-30, 


C(t) = T= R, = (a = R) + OF el ar 
From Eq. 4-25, 


2 To 

AZ = | El) Gir = | [(@—R,) + bT + cT? + dT?| dT 

1 T 

Performing the integration and substituting the values, we obtain 
Au = 6447 kJ/kmol 


The change in the internal energy on a unit-mass basis is determined by 
dividing this value by the molar mass of air (Table A-1): 


An 6447 kJ/kmol 


A = 
“O M 28.97 kg/kmol 


= 222.5 kJ/kg 


which differs from the tabulated value by 0.8 percent. 


(c) The average value of the constant-volume specific heat C, ag is determined 
from Table A-2b at the average temperature of (7, + T,)/2 = 450 K to be 


Cian = Crease = 0 oo ly kee 
Thus, 
Au = Cyvg(T, — Tı) = (0.733 kJ/kg - K)[ (600 — 300)K] 
= 220 kJ/kg 


Discussion This answer differs from the tabulated value (220.71 kJ/kg) by 
only 0.4 percent. This close agreement is not surprising since the assump- 
tion that c, varies linearly with temperature is a reasonable one at tempera- 
ture intervals of only a few hundred degrees. If we had used the c, value at 
T, = 300 K instead of at Tag, the result would be 215.4 kJ/kg, which is in 
error by about 2 percent. Errors of this magnitude are acceptable for most 
engineering purposes. 


EXAMPLE 4-8 


An insulated rigid tank initially contains 1.5 Ibm of helium at 80°F and 
50 psia. A paddle wheel with a power rating of 0.02 hp is operated within 
the tank for 30 min. Determine (a) the final temperature and (b) the final 
pressure of the helium gas. 


Heating of a Gas in a Tank by Stirring 


Solution Helium gas in an insulated rigid tank is stirred by a paddle wheel. 
The final temperature and pressure of helium are to be determined. 
Assumptions 1 Helium is an ideal gas since it is at a very high temperature 
relative to its critical-point value of —451°F. 2 Constant specific heats can be 
used for helium. 3 The system is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O and AE = AU. 4 The volume of 
the tank is constant, and thus there is no boundary work. 5 The system is adi- 
abatic and thus there is no heat transfer. 
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Analysis \We take the contents of the tank as the system (Fig. 4-30). This is 
a closed system since no mass crosses the system boundary during the 
process. We observe that there is shaft work done on the system. 


(a) The amount of paddle-wheel work done on the system is 
2545 Btu/h 


We, = Wan At = (0.02 hp) (0.5 m ite 


) = 25.45 Btu 


Under the stated assumptions and observations, the energy balance on the 
system can be expressed as 


Ein Fou = NER sem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wina = AU = mol = m) = MCyave( Tr =i) 


As we pointed out earlier, the ideal-gas specific heats of monatomic gases 
(helium being one of them) are constant. The c, value of helium is deter- 
mined from Table A-2Ea to be c, = 0.753 Btu/lbm - °F. Substituting this 
and other known quantities into the above equation, we obtain 


25.45 Btu = (1.5 Ibm) (0.753 Btu/Ibm - °F) (T, — 80°F) 


T, = 102.5°F 
(b) The final pressure is determined from the ideal-gas relation 
PV, mt PV 
E 


where V, and V, are identical and cancel out. Then the final pressure 
becomes 


50 psia P, 
(80 + 460)R (102.5 + 460)R 
P, = 52.1 psia 


Discussion Note that the pressure in the ideal-gas relation is always the 
absolute pressure. 


P, psia 
_ pl- 7 
He 
m= 1.5 lbm 
T, = 80°F 
P, =50 psia 


sh 50 pa 1 
ic | FIGURE 4-30 
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EXAMPLE 4-9 Heating of a Gas by a Resistance Heater 


A piston—cylinder device initially contains 0.5 m? of nitrogen gas at 400 kPa 
and 27°C. An electric heater within the device is turned on and is allowed to 
pass a current of 2 A for 5 min from a 120-V source. Nitrogen expands at 
constant pressure, and a heat loss of 2800 J occurs during the process. 
Determine the final temperature of nitrogen. 


Solution Nitrogen gas in a piston-cylinder device is heated by an electric 
resistance heater. Nitrogen expands at constant pressure while some heat is 
lost. The final temperature of nitrogen is to be determined. 
Assumptions 1 Nitrogen is an ideal gas since it is at a high temperature and 
low pressure relative to its critical-point values of —147°C, and 3.39 MPa. 
2 The system is stationary and thus the kinetic and potential energy changes 
are zero, AKE = APE = O and AE = AU. 3 The pressure remains constant 
during the process and thus P, = P,. 4 Nitrogen has constant specific heats 
at room temperature. 
Analysis We take the contents of the cylinder as the system (Fig. 4-31). 
This is a closed system since no mass crosses the system boundary during 
the process. We observe that a piston-cylinder device typically involves a 
moving boundary and thus boundary work, W,. Also, heat is lost from the 
system and electrical work W, is done on the system. 

First, let us determine the electrical work done on the nitrogen: 


1kJ/s 
= VI At = (120 V)(2A x —— || = 72 
W, = VI At = (120 V)(2 A)(5 ovh) kJ 
The mass of nitrogen is determined from the ideal-gas relation: 
Bi Vi (400 kPa) (0.5 m’) 


= = 2.245 k 
RT, (0.297 kPa: m°/kg - K) (300 K) 8 


Under the stated assumptions and observations, the energy balance on the 
system can be expressed as 


En z Fou AE 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wein A Dern = W, out = AU 
Wein Onn z= AH — m(h, hı) - me, (TD = T,) 


since AU + W, = AH for a closed system undergoing a quasi-equilibrium 
expansion or compression process at constant pressure. From Table A-2a, 
Cp = 1.039 kJ/kg - K for nitrogen at room temperature. The only unknown 
quantity in the previous equation is 75, and it is found to be 


72 kJ — 2.8 kJ = (2.245 kg) (1.039 kJ/kg - K)(T> — 27°C) 
T, = 56.7°C 


Discussion Note that we could also solve this problem by determining the 
boundary work and the internal energy change rather than the enthalpy 
change. 


P, kPa 4 
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FIGURE 4-31 
Schematic and P-V diagram for Example 4-9. 


EXAMPLE 4-10 Heating of a Gas at Constant Pressure 


A piston—cylinder device initially contains air at 150 kPa and 27°C. At this 
state, the piston is resting on a pair of stops, as shown in Fig. 4-32, and the 
enclosed volume is 400 L. The mass of the piston is such that a 350-kPa 
pressure is required to move it. The air is now heated until its volume has 
doubled. Determine (a) the final temperature, (b) the work done by the air, 
and (c) the total heat transferred to the air. 


Solution Air in a piston-cylinder device with a set of stops is heated until 
its volume is doubled. The final temperature, work done, and the total heat 
transfer are to be determined. 

Assumptions 1 Air is an ideal gas since it is at a high temperature and low 
pressure relative to its critical-point values. 2 The system is stationary and 
thus the kinetic and potential energy changes are zero, AKE = APE = O and 
AE = AU. 3 The volume remains constant until the piston starts moving, 
and the pressure remains constant afterwards. 4 There are no electrical, 
shaft, or other forms of work involved. 

Analysis \We take the contents of the cylinder as the system (Fig. 4-32). 
This is a closed system since no mass crosses the system boundary during 
the process. We observe that a piston-cylinder device typically involves a 
moving boundary and thus boundary work, W,. Also, the boundary work is 
done by the system, and heat is transferred to the system. 


(a) The final temperature can be determined easily by using the ideal-gas 
relation between states 1 and 3 in the following form: 
PUTER V ? (150 kPa)(V,) (350 kPa) (2V,) 


T T 300 K T 
T; = 1400 K 
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Schematic and P-V diagram for 
Example 4-10. 


O EXPERIMENT 


Use actual data from the experiment 
shown here to obtain the specific heat 
of aluminum. See end-of-chapter 
problem 4-179. 
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O EXPERIMENT 


Use actual data from the experiment 
shown here to obtain the specific heat 
of aluminum. See end-of-chapter 
problem 4-180. 
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P, kPa 4 
2 3 
350 |--———- 
A 

P, = 150 kPa 1 
150 === 
T,=27°C 3 
Q 
| 

L > 

0.4 0.8 V, m3 


(b) The work done could be determined by integration, but for this case 
it is much easier to find it from the area under the process curve on a P-V 
diagram, shown in Fig. 4-32: 
A = (V, — ua = (0.4 m’)(350 kPa) = 140 m*-kPa 
Therefore, 
Wis = 140 kJ 


The work is done by the system (to raise the piston and to push the atmo- 
spheric air out of the way), and thus it is work output. 


(c) Under the stated assumptions and observations, the energy balance on 
the system between the initial and final states (process 1-3) can be 
expressed as 


Ein im Eo z AE 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Oin Wei = AU = m(u3 u) 
The mass of the system can be determined from the ideal-gas relation: 


PV, (150 kPa) (0.4 m°) 
© RT, (0.287 kPa- m3/kg + K) (300 K) 


= 0.697 kg 


The internal energies are determined from the air table (Table A-17) to be 
uy = Ue@x:0K = 214.07 kJ/kg 
Uz = U ẹ@ 140x = 1113.52 kJ/kg 
Thus, 
Qin — 140 KJ = (0.697 kg)[ (1113.52 — 214.07) kJ/kg] 
Qin = 767 kJ 


Discussion The positive sign verifies that heat is transferred to the system. 


4-5 = INTERNAL ENERGY, ENTHALPY, AND 
SPECIFIC HEATS OF SOLIDS AND LIQUIDS 


A substance whose specific volume (or density) is constant is called an 
incompressible substance. The specific volumes of solids and liquids 
essentially remain constant during a process (Fig. 4—33). Therefore, liquids 
and solids can be approximated as incompressible substances without sacri- 
ficing much in accuracy. The constant-volume assumption should be taken 
to imply that the energy associated with the volume change is negligible 
compared with other forms of energy. Otherwise, this assumption would be 
ridiculous for studying the thermal stresses in solids (caused by volume 
change with temperature) or analyzing liquid-in-glass thermometers. 

It can be mathematically shown that (see Chap. 12) the constant-volume 
and constant-pressure specific heats are identical for incompressible sub- 
stances (Fig. 4-34). Therefore, for solids and liquids, the subscripts on c, 
and c, can be dropped, and both specific heats can be represented by a sin- 
gle symbol c. That is, 


C= ty = € (4-32) 


This result could also be deduced from the physical definitions of constant- 


volume and constant-pressure specific heats. Specific heat values for several 
common liquids and solids are given in Table A-3. 


Internal Energy Changes 


Like those of ideal gases, the specific heats of incompressible substances 
depend on temperature only. Thus, the partial differentials in the defining 


equation of c, can be replaced by ordinary differentials, which yield 
du = c, dT = c(T) dT (4-33) 


The change in internal energy between states 1 and 2 is then obtained by 
integration: 


2 
Au = uy — uy = | c(T) dT (kJ/kg) (4-34) 
1 
The variation of specific heat c with temperature should be known before 
this integration can be carried out. For small temperature intervals, a c value 
at the average temperature can be used and treated as a constant, yielding 


Aw = tyli= T (kJ/kg) (4-35) 
Enthalpy Changes 


Using the definition of enthalpy h = u + Pv and noting that v = constant, 
the differential form of the enthalpy change of incompressible substances can 


be determined by differentiation to be 0 
dh = du + vdP + P dv = du + vdP (4-36) 
Integrating, 
Ah = Au + v AP = c,,, AT + v AP (kJ/kg) (4-37) 
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Vv, = constant 
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v, = constan 
FIGURE 4-33 


The specific volumes of 
incompressible substances remain 
constant during a process. 


IRON 
PES, 
c=Cy=Cy 


= 0.45 kJ/kg - °C 


FIGURE 4-34 


The c, and c, values of incompressible 
substances are identical and are 
denoted by c. 
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For solids, the term v AP is insignificant and thus Ah = Au = CAT. For 
liquids, two special cases are commonly encountered: 


1. Constant-pressure processes, as in heaters (AP = 0): Ah = Au = c,,,AT 
2. Constant-temperature processes, as in pumps (AT = 0): Ah = v AP 


For a process between states 1 and 2, the last relation can be expressed as 
h, — h, = UP, — P,). By taking state 2 to be the compressed liquid state at 
a given T and P and state 1 to be the saturated liquid state at the same tem- 
perature, the enthalpy of the compressed liquid can be expressed as 


herr = hrer + Ye T(P — Parer) (4-38) 


as discussed in Chap. 3. This is an improvement over the assumption that 
the enthalpy of the compressed liquid could be taken as h, at the given tem- 
perature (that is, h@ pr = hy @ r). However, the contribution of the last term is 
often very small, and is neglected. (Note that at high temperature and pres- 
sures, Eq. 4-38 may overcorrect the enthalpy and result in a larger error 
than the approximation h = h; @ r-) 


EXAMPLE 4-11 Enthalpy of Compressed Liquid 


Determine the enthalpy of liquid water at 100°C and 15 MPa (a) by using 
compressed liquid tables, (b) by approximating it as a saturated liquid, and 
(c) by using the correction given by Eq. 4-38. 


Solution The enthalpy of liquid water is to be determined exactly and 
approximately. 

Analysis At 100°C, the saturation pressure of water is 101.42 kPa, and 
since P > Pa the water exists as a compressed liquid at the specified state. 


(a) From compressed liquid tables, we read 
P = 15 MPa 
T = 100°C 


This is the exact value. 


\ h = 430.39kJ/kg (Table A-7) 


(b) Approximating the compressed liquid as a saturated liquid at 100°C, as 
is commonly done, we obtain 


h = hje src = 419.17 kJ/kg 
This value is in error by about 2.6 percent. 
(c) From Eq. 4-38, 


herr = hrer t Ye TE Paer) 
: 1 kJ 
= (419.17 kJ/kg) + (0.001 m° kg)[(15,000 — 101.42) kPa]{ ————, 
1 kPa- m 
= 434.07 kJ/kg 


Discussion Note that the correction term reduced the error from 2.6 to 
about 1 percent in this case. However, this improvement in accuracy is often 
not worth the extra effort involved. 


EXAMPLE 4-12 Cooling of an Iron Block by Water 


A 50-kg iron block at 80°C is dropped into an insulated tank that contains 
0.5 mê of liquid water at 25°C. Determine the temperature when thermal 
equilibrium is reached. 


Solution An iron block is dropped into water in an insulated tank. The final 
temperature when thermal equilibrium is reached is to be determined. 
Assumptions 1 Both water and the iron block are incompressible sub- 
stances. 2 Constant specific heats at room temperature can be used for 
water and the iron. 3 The system is stationary and thus the kinetic and 
potential energy changes are zero, AKE = APE = O and AE = AU. 
4 There are no electrical, shaft, or other forms of work involved. 5 The sys- 
tem is well-insulated and thus there is no heat transfer. 

Analysis \Ne take the entire contents of the tank as the system (Fig. 4-35). 
This is a closed system since no mass crosses the system boundary during 
the process. We observe that the volume of a rigid tank is constant, and 
thus there is no boundary work. The energy balance on the system can be 
expressed as 


Ein z Ecu = INE a 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
0 = AU 


The total internal energy U is an extensive property, and therefore it can be 
expressed as the sum of the internal energies of the parts of the system. 
Then the total internal energy change of the system becomes 


AU. = AU ar INST = 0 


sys 
gt 16) ee eo = Te = 
The specific volume of liquid water at or about room temperature can be 
taken to be 0.001 m/kg. Then the mass of the water is 
V 0.5 m? 
war y 0.001 m;/kg 


The specific heats of iron and liquid water are determined from Table A-3 to 
be Cion = 0.45 kJ/kg - °C and c, = 4.18 kJ/kg - °C. Substituting these val- 


iron i water i 
ues into the energy equation, we obtain 


m = 500 kg 


(50 kg) (0.45 kJ/kg - °C) (T, — 80°C) + (500 kg) (4.18 kJ/kg - °C) (T, — 25°C) = 0 


T, = 25.6°C 


Therefore, when thermal equilibrium is established, both the water and iron 
will be at 25.6°C. 
Discussion The small rise in water temperature is due to its large mass and 
large specific heat. 
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Schematic for Example 4-12. 
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FIGURE 4-36 
Schematic for Example 4-13. 


EXAMPLE 4-13 Temperature Rise due to Slapping 


If you ever slapped someone or got slapped yourself, you probably remember 
the burning sensation. Imagine you had the unfortunate occasion of being 
slapped by an angry person, which caused the temperature of the affected 
area of your face to rise by 1.8°C (ouch!). Assuming the slapping hand has a 
mass of 1.2 kg and about 0.150 kg of the tissue on the face and the hand 
is affected by the incident, estimate the velocity of the hand just before 
impact. Take the specific heat of the tissue to be 3.8 kJ/kg - °C. 


Solution The face of a person is slapped. For the specified temperature 
rise of the affected part, the impact velocity of the hand is to be determined. 
Assumptions 1 The hand is brought to a complete stop after the impact. 
2 The face takes the blow without significant movement. 3 No heat is trans- 
ferred from the affected area to the surroundings, and thus the process is 
adiabatic. 4 No work is done on or by the system. 5 The potential energy 
change is zero, APE = O and AE = AU + AKE. 
Analysis \We analyze this incident in a professional manner without involving 
any emotions. First, we identify the system, draw a sketch of it, and state 
our observations about the specifics of the problem. We take the hand and 
the affected portion of the face as the system (Fig. 4-36). This is a closed 
system since it involves a fixed amount of mass (no mass transfer). We 
observe that the kinetic energy of the hand decreases during the process, as 
evidenced by a decrease in velocity from initial value to zero, while the inter- 
nal energy of the affected area increases, as evidenced by an increase in the 
temperature. There seems to be no significant energy transfer between the sys- 
tem and its surroundings during this process. 

Under the stated assumptions and observations, the energy balance on the 
system can be expressed as 


Ein = Fou INE sain 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
— m N 


Q= AU affected tissue ap AKE nana 
Q= (INI a T [m(0 z YY 2l 


That is, the decrease in the kinetic energy of the hand must be equal to the 
increase in the internal energy of the affected area. Solving for the velocity 
and substituting the given quantities, the impact velocity of the hand is 
determined to be 


2 (mcA T) affected tissue 
Vhand = : 


Mband 


Pe kg) (3.8 kJ/kg «°C)(1.8°C) / 1000 m?/s? 
= 1.2 kg ( 1 kJ/kg ) 


= 41.4 m/s (or 149 km/h) 


Discussion Reconstruction of events such as this by making appropriate 
assumptions are commonly used in forensic engineering. 
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TOPIC OF SPECIAL INTEREST* Thermodynamic Aspects of Biological Systems 


An important and exciting application area of thermodynamics is biological 
systems, which are the sites of rather complex and intriguing energy transfer 
and transformation processes. Biological systems are not in thermodynamic 
equilibrium, and thus they are not easy to analyze. Despite their complexity, 
biological systems are primarily made up of four simple elements: hydrogen, 
oxygen, carbon, and nitrogen. In the human body, hydrogen accounts for 
63 percent, oxygen 25.5 percent, carbon 9.5 percent, and nitrogen 1.4 percent of 
all the atoms. The remaining 0.6 percent of the atoms comes from 20 other ele- 
ments essential for life. By mass, about 72 percent of the human body is water. 

The building blocks of living organisms are cells, which resemble miniature 
factories performing functions that are vital for the survival of organisms. A 
biological system can be as simple as a single cell. The human body contains 
about 100 trillion cells with an average diameter of 0.01 mm. The membrane 
of the cell is a semipermeable wall that allows some substances to pass 
through it while excluding others. 

In a typical cell, thousands of chemical reactions occur every second during 
which some molecules are broken down and energy is released and some new 
molecules are formed. This high level of chemical activity in the cells, which 
maintains the human body at a temperature of 37°C while performing the 
necessary bodily tasks, is called metabolism. In simple terms, metabolism 
refers to the burning of foods such as carbohydrates, fat, and protein. The rate 
of metabolism in the resting state is called the basal metabolic rate, which is 
the rate of metabolism required to keep a body performing the necessary 
functions (such as breathing and blood circulation) at zero external activity 
level. The metabolic rate can also be interpreted as the energy consumption 
rate for a body. For an average male (30 years old, 70 kg, 1.8-m? body surface 
area), the basal metabolic rate is 84 W. That is, the body dissipates energy to 
the environment at a rate of 84 W, which means that the body is converting 
chemical energy of the food (or of the body fat if the person has not eaten) 
into thermal energy at a rate of 84 W (Fig. 4-37). The metabolic rate 
increases with the level of activity, and it may exceed 10 times the basal 
metabolic rate when a body is doing strenuous exercise. That is, two people 
doing heavy exercising in a room may be supplying more energy to the room 
than a 1-kW electrical resistance heater (Fig. 4-38). The fraction of sensible 
heat varies from about 40 percent in the case of heavy work to about 70 per- 
cent in the case of light work. The rest of the energy is rejected from the body 
by perspiration in the form of latent heat. 

The basal metabolic rate varies with sex, body size, general health conditions, 
and so forth, and decreases considerably with age. This is one of the reasons 
people tend to put on weight in their late twenties and thirties even though they 
do not increase their food intake. The brain and the liver are the major sites of 
metabolic activity. These two organs are responsible for almost 50 percent of 
the basal metabolic rate of an adult human body although they constitute only 
about 4 percent of the body mass. In small children, it is remarkable that about 
half of the basal metabolic activity occurs in the brain alone. 


*This section can be skipped without a loss in continuity. 


FIGURE 4-37 


An average person dissipates energy to 
the surroundings at a rate of 84 W 
when resting. 
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FIGURE 4-38 


Two fast-dancing people supply more 
energy to a room than a 1-kW electric 
resistance heater. 
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Three light bulbs, 
100 W each 


A 100-W computer 
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FIGURE 4-39 


Some arrangements that supply 
a room the same amount of energy as 
a 300-W electric resistance heater. 
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FIGURE 4-40 


Schematic of a bomb calorimeter used 
to determine the energy content of 
food samples. 


The biological reactions in cells occur essentially at constant temperature, 
pressure, and volume. The temperature of the cell tends to rise when some 
chemical energy is converted to heat, but this energy is quickly transferred to 
the circulatory system, which transports it to outer parts of the body and 
eventually to the environment through the skin. 

The muscle cells function very much like an engine, converting the chemi- 
cal energy into mechanical energy (work) with a conversion efficiency of 
close to 20 percent. When the body does no net work on the environment 
(such as moving some furniture upstairs), the entire work is also converted to 
heat. In that case, the entire chemical energy in the food released during 
metabolism in the body is eventually transferred to the environment. A TV set 
that consumes electricity at a rate of 300 W must reject heat to its environment 
at a rate of 300 W in steady operation regardless of what goes on in the set. 
That is, turning on a 300-W TV set or three 100-W light bulbs will produce 
the same heating effect in a room as a 300-W resistance heater (Fig. 4-39). 
This is a consequence of the conservation of energy principle, which requires 
that the energy input into a system must equal the energy output when the 
total energy content of a system remains constant during a process. 


Food and Exercise 


The energy requirements of a body are met by the food we eat. The nutrients 
in the food are considered in three major groups: carbohydrates, proteins, 
and fats. Carbohydrates are characterized by having hydrogen and oxygen 
atoms in a 2:1 ratio in their molecules. The molecules of carbohydrates range 
from very simple (as in plain sugar) to very complex or large (as in starch). 
Bread and plain sugar are the major sources of carbohydrates. Proteins are 
very large molecules that contain carbon, hydrogen, oxygen, and nitrogen, 
and they are essential for the building and repairing of the body tissues. Pro- 
teins are made up of smaller building blocks called amino acids. Complete 
proteins such as meat, milk, and eggs have all the amino acids needed to 
build body tissues. Plant source proteins such as those in fruits, vegetables, 
and grains lack one or more amino acids, and are called incomplete proteins. 
Fats are relatively small molecules that consist of carbon, hydrogen, and 
oxygen. Vegetable oils and animal fats are major sources of fats. Most foods 
we eat contain all three nutrition groups at varying amounts. The typical 
average American diet consists of 45 percent carbohydrate, 40 percent fat, 
and 15 percent protein, although it is recommended that in a healthy diet less 
than 30 percent of the calories should come from fat. 

The energy content of a given food is determined by burning a small sam- 
ple of the food in a device called a bomb calorimeter, which is basically a 
well-insulated rigid tank (Fig. 4-40). The tank contains a small combustion 
chamber surrounded by water. The food is ignited and burned in the combus- 
tion chamber in the presence of excess oxygen, and the energy released is 
transferred to the surrounding water. The energy content of the food is calcu- 
lated on the basis of the conservation of energy principle by measuring the 
temperature rise of the water. The carbon in the food is converted into CO, 
and hydrogen into H,O as the food burns. The same chemical reactions 
occur in the body, and thus the same amount of energy is released. 

Using dry (free of water) samples, the average energy contents of the three 
basic food groups are determined by bomb calorimeter measurements to be 


18.0 MJ/kg for carbohydrates, 22.2 MJ/kg for proteins, and 39.8 MJ/kg for 
fats. These food groups are not entirely metabolized in the human body, 
however. The fraction of metabolizable energy contents are 95.5 percent for 
carbohydrates, 77.5 percent for proteins, and 97.7 percent for fats. That is, 
the fats we eat are almost entirely metabolized in the body, but close to one 
quarter of the protein we eat is discarded from the body unburned. This cor- 
responds to 4.1 Calories/g for proteins and carbohydrates and 9.3 Calories/g 
for fats (Fig. 4-41) commonly seen in nutrition books and on food labels. 
The energy contents of the foods we normally eat are much lower than the 
values above because of the large water content (water adds bulk to the food 
but it cannot be metabolized or burned, and thus it has no energy value). 
Most vegetables, fruits, and meats, for example, are mostly water. The aver- 
age metabolizable energy contents of the three basic food groups are 4.2 
MJ/kg for carbohydrates, 8.4 MJ/kg for proteins, and 33.1 MJ/kg for fats. 
Note that 1 kg of natural fat contains almost 8 times the metabolizable 
energy of | kg of natural carbohydrates. Thus, a person who fills his stomach 
with fatty foods is consuming much more energy than a person who fills his 
stomach with carbohydrates such as bread or rice. 

The metabolizable energy content of foods is usually expressed by nutri- 
tionists in terms of the capitalized Calories. One Calorie is equivalent to one 
kilocalorie (1000 calories), which is equivalent to 4.1868 kJ. That is, 


1 Cal (Calorie) = 1000 calories = 1 kcal (kilocalorie) = 4.1868 kJ 


The calorie notation often causes confusion since it is not always followed in 
the tables or articles on nutrition. When the topic is food or fitness, a calorie 
normally means a kilocalorie whether it is capitalized or not. 

The daily calorie needs of people vary greatly with age, gender, the state 
of health, the activity level, the body weight, and the composition of the 
body as well as other factors. A small person needs fewer calories than a 
larger person of the same sex and age. An average man needs about 2400 to 
2700 Calories a day. The daily need of an average woman varies from 1800 
to 2200 Calories. The daily calorie needs are about 1600 for sedentary 
women and some older adults; 2000 for sedentary men and most older 
adults; 2200 for most children, teenage girls, and active women; 2800 for 
teenage boys, active men, and some very active women; and above 3000 for 
very active men. The average value of calorie intake is usually taken to be 
2000 Calories per day. The daily calorie needs of a person can be determined 
by multiplying the body weight in pounds (which is 2.205 times the 
body weight in kg) by 11 for a sedentary person, 13 for a moderately active 
person, 15 for a moderate exerciser or physical laborer, and 18 for an 
extremely active exerciser or physical laborer. The extra calories a body 
consumes are usually stored as fat, which serves as the spare energy of the 
body for use when the energy intake of the body is less than the needed 
amount. 

Like other natural fat, 1 kg of human body fat contains about 33.1 MJ of 
metabolizable energy. Therefore, a starving person (zero energy intake) who 
uses up 2200 Calories (9211 kJ) a day can meet his daily energy intake 
requirements by burning only 9211/33,100 = 0.28 kg of body fat. So it is no 
surprise that people are known to survive over 100 days without eating. 
(They still need to drink water, however, to replenish the water lost through 
the lungs and the skin to avoid the dehydration that may occur in just a few 
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FIGURE 4-41 


Evaluating the calorie content of one 
serving of chocolate chip cookies 
(values are for Chips Ahoy cookies 
made by Nabisco). 
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days.) Although the desire to get rid of the excess fat in a thin world may be 
overwhelming at times, starvation diets are not recommended because the 
body soon starts to consume its own muscle tissue in addition to fat. A 
healthy diet should involve regular exercise while allowing a reasonable 
amount of calorie intake. 

The average metabolizable energy contents of various foods and the 
energy consumption during various activities are given in Tables 4—1 and 
4-2. Considering that no two hamburgers are alike, and that no two people 
walk exactly the same way, there is some uncertainty in these values, as you 
would expect. Therefore, you may encounter somewhat different values in 
other books or magazines for the same items. 

The rates of energy consumption listed in Table 4—2 during some activities 
are for a 68-kg adult. The energy consumed for smaller or larger adults can 
be determined using the proportionality of the metabolism rate and the body 
size. For example, the rate of energy consumption by a 68-kg bicyclist is 
listed in Table 4-2 to be 639 Calories/h. Then the rate of energy consump- 
tion by a 50-kg bicyclist is 
639 Cal/h 

68 kg 


For a 100-kg person, it would be 940 Cal/h. 

The thermodynamic analysis of the human body is rather complicated 
since it involves mass transfer (during breathing, perspiring, etc.) as well as 
energy transfer. As such, it should be treated as an open system. However, 
the energy transfer with mass is difficult to quantify. Therefore, the human 
body is often modeled as a closed system for simplicity by treating energy 
transported with mass as just energy transfer. For example, eating is modeled 
as the transfer of energy into the human body in the amount of the metabo- 
lizable energy content of the food. 


(50 kg) = 470 Cal/h 


Dieting 
Most diets are based on calorie counting; that is, the conservation of energy 
principle: a person who consumes more calories than his or her body burns 


TABLE 4-1 


Approximate metabolizable energy content of some common foods 


(1 Calorie = 4.1868 kJ = 


3.968 Btu) 

Food Calories Food Calories Food Calories 
Apple (one, medium) 70 Fish sandwich 450 Milk (skim, 200 ml) 76 
Baked potato (plain) 250 French fries (regular) 250 Milk (whole, 200 ml) 136 
Baked potato with cheese 550 Hamburger 275 Peach (one, medium) 65 
Bread (white, one slice) 70 Hot dog 300 Pie (oneéslice, 23 cm 

Butter (one teaspoon) 35 Ice cream (100 ml, diameter) 300 
Cheeseburger 325 10% fat) 110 Pizza (large, cheese, 

Chocolate candy bar (20 g) 105 Lettuce salad with one slice) 350 
Cola (200 ml) 87 French dressing 150 

Egg (one) 80 


will gain weight whereas a person who consumes less calories than his or her 
body burns will lose weight. Yet, people who eat whatever they want when- 
ever they want without gaining any weight are living proof that the calorie- 
counting technique alone does not work in dieting. Obviously there is more to 
dieting than keeping track of calories. It should be noted that the phrases 
weight gain and weight loss are misnomers. The correct phrases should be 
mass gain and mass loss. A man who goes to space loses practically all of his 
weight but none of his mass. When the topic is food and fitness, weight is 
understood to mean mass, and weight is expressed in mass units. 

Researchers on nutrition proposed several theories on dieting. One theory 
suggests that some people have very “food efficient” bodies. These people 
need fewer calories than other people do for the same activity, just like a 
fuel-efficient car needing less fuel for traveling a given distance. It is inter- 
esting that we want our cars to be fuel efficient but we do not want the same 
high efficiency for our bodies. One thing that frustrates the dieters is that the 
body interprets dieting as starvation and starts using the energy reserves of 
the body more stringently. Shifting from a normal 2000-Calorie daily diet to 
an 800-Calorie diet without exercise is observed to lower the basal metabolic 
rate by 10 to 20 percent. Although the metabolic rate returns to normal once 
the dieting stops, extended periods of low-calorie dieting without adequate 
exercise may result in the loss of considerable muscle tissue together with 
fat. With less muscle tissue to burn calories, the metabolic rate of the body 
declines and stays below normal even after a person starts eating normally. 
As a result, the person regains the weight he or she has lost in the form of 
fat, plus more. The basal metabolic rate remains about the same in people 
who exercise while dieting. 

Regular moderate exercise is part of any healthy dieting program for good 
reason: it builds or preserves muscle tissue that burns calories much faster 
than the fat tissue does. It is interesting that aerobic exercise continues burn- 
ing calories for several hours after the workout, raising the overall metabolic 
rate considerably. 

Another theory suggests that people with too many fat cells developed dur- 
ing childhood or adolescence are much more likely to gain weight. Some 
people believe that the fat content of the bodies is controlled by the setting of 
a “fat control” mechanism, much like the temperature of a house is con- 
trolled by the thermostat setting. 

Some people put the blame for weight problems simply on the genes. Con- 
sidering that 80 percent of the children of overweight parents are also over- 
weight, heredity may indeed play an important role in the way a body stores 
fat. Researchers from the University of Washington and the Rockefeller Uni- 
versity have identified a gene, called the RIIbeta, that seems to control the 
rate of metabolism. The body tries to keep the body fat at a particular level, 
called the set point, that differs from person to person (Fig. 4—42). This is 
done by speeding up the metabolism and thus burning extra calories much 
faster when a person tends to gain weight and by slowing down the metabo- 
lism and thus burning calories at a slower rate when a person tends to lose 
weight. Therefore, a person who just became slim burns fewer calories than 
does a person of the same size who has always been slim. Even exercise 
does not seem to change that. Then to keep the weight off, the newly slim 
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TABLE 4-2 


Approximate energy consumption of 
a 68-kg adult during some activities 


(1 Calorie = 4.1868 kJ = 


3.968 Btu) 
Activity Calories/h 
Basal metabolism 72 
Basketball 550 
Bicycling (21 km/h) 639 
Cross-country skiing 

(13 km/h) 936 
Driving a car 180 
Eating 99 
Fast dancing 600 
Fast running (13 km/h) 936 
Jogging (8 km/h) 540 
Swimming (fast) 860 
Swimming (slow) 288 
Tennis (advanced) 480 
Tennis (beginner) 288 
Walking (7.2 km/h) 432 
Watching TV 72 

4 Body 
fat 
level 
SO 
| 
Set 
point 
| 
New 
set point 
FIGURE 4-42 


The body tends to keep the body fat 
level at a set point by speeding up 
metabolism when a person splurges 
and by slowing it down when the 
person starves. 
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TABLE 4-3 


The range of healthy weight for 
adults of various heights (Source: 


National Institute of Health) 


English Units SI Units 
Healthy Healthy 
Height, weight, Height, weight, 
in. lbm* m kg* 
58 91-119 1.45 40-53 
60 97-127 1.50 43-56 
62 103-136 1.55 46-60 
64 111-146 1.60 49-64 
66 118-156 1.65 52-68 
68 125-165 1.70 55-72 
70 133-175 1.75 58-77 
72 140-185 1.80 62-81 
74 148-195 1.85 65-86 
76 156-205 1.90 69-90 


*The upper and lower limits of healthy range 
correspond to mass body indexes of 19 and 25, 
respectively. 


person should consume no more calories than he or she can burn. Note that 
in people with high metabolic rates, the body dissipates the extra calories as 
body heat instead of storing them as fat, and thus there is no violation of the 
conservation of energy principle. 

In some people, a genetic flaw is believed to be responsible for the 
extremely low rates of metabolism. Several studies concluded that losing 
weight for such people is nearly impossible. That is, obesity is a biological 
phenomenon. However, even such people will not gain weight unless they eat 
more than their body can burn. They just must learn to be content with little 
food to remain slim, and forget about ever having a normal “eating” life. For 
most people, genetics determine the range of normal weights. A person may 
end up at the high or low end of that range, depending on eating and exercise 
habits. This also explains why some genetically identical twins are not so iden- 
tical when it comes to body weight. Hormone imbalance is also believed to 
cause excessive weight gain or loss. 

Based on his experience, the first author of this book has also developed a 
diet called the “sensible diet.” It consists of two simple rules: eat whatever 
you want whenever you want as much as you want provided that (1) you do 
not eat unless you are hungry and (2) you stop eating before you get stuffed. 
In other words, listen to your body and don’t impose on it. Don’t expect to 
see this unscientific diet advertised anywhere since there is nothing to be 
sold and thus no money to be made. Also, it is not as easy as it sounds since 
food is at the center stage of most leisure activities in social life, and eating 
and drinking have become synonymous with having a good time. However, it 
is comforting to know that the human body is quite forgiving of occasional 
impositions. 

Being overweight is associated with a long list of health risks from high 
blood pressure to some forms of cancer, especially for people who have a 
weight-related medical condition such as diabetes, hypertension, and heart 
disease. Therefore, people often wonder if their weight is in the proper 
range. Well, the answer to this question is not written in stone, but if you 
cannot see your toes or you can pinch your love handles more than an inch, 
you don’t need an expert to tell you that you went over your range. On the 
other hand, some people who are obsessed with the weight issue try to lose 
more weight even though they are actually underweight. Therefore, it is use- 
ful to have a scientific criterion to determine physical fitness. The range of 
healthy weight for adults is usually expressed in terms of the body mass 
index (BMI), defined, in SI units, as 
W (kg) 

2 


BMI = 
H 


BMI < 19 underweight 
yoy With «Ss 19 S| BMI = 25 healthy weight (4-39) 
= BMI > 25 overweight 


where W is the weight (actually, the mass) of the person in kg and H is the 
height in m. Therefore, a BMI of 25 is the upper limit for the healthy weight 
and a person with a BMI of 27 is 8 percent overweight. It can be shown that 
the formula above is equivalent in English units to BMI = 705 W/H? where 
W is in pounds and H is in inches. The proper range of weight for adults of 
various heights is given in Table 4-3 in both SI and English units. 


EXAMPLE 4-14 Burning Off Lunch Calories 


A 90-kg man had two hamburgers, a regular serving of french fries, and a 
200-ml Coke for lunch (Fig. 4-43). Determine how long it will take for him 
to burn the lunch calories off (a) by watching TV and (b) by fast swimming. 
What would your answers be for a 45-kg man? 


Solution A man had lunch at a restaurant. The times it will take for him to 
burn the lunch calories by watching TV and by fast swimming are to be 
determined. 

Assumptions The values in Tables 4-1 and 4-2 are applicable for food and 
exercise. 

Analysis (a) We take the human body as our system and treat it as a closed 
system whose energy content remains unchanged during the process. Then 
the conservation of energy principle requires that the energy input into the 
body must be equal to the energy output. The net energy input in this case 
is the metabolizable energy content of the food eaten. It is determined from 
Table 4-1 to be 


Ein = 2x L aF es aF Eo 
= 2 X 275 + 250 + 87 
= 887 Cal 


The rate of energy output for a 68-kg man watching TV is given in Table 4-2 
to be 72 Calories/h. For a 90-kg man it becomes 


E oy = (90k Bee = 95.3 Cal/h 
out ~ ( g) 68 kg a : al/ 
Therefore, it will take 
887 Cal 
At = ———— = 93h 
95.3 Cal/h 


to burn the lunch calories off by watching TV. 


(b) It can be shown in a similar manner that it takes only 47 min to burn the 
lunch calories off by fast swimming. 

Discussion The 45-kg man is half as large as the 90-kg man. Therefore, 
expending the same amount of energy takes twice as long in each case: 
18.6 h by watching TV and 94 min by fast swimming. 


EXAMPLE 4-15 Losing Weight by Switching to Fat-Free Chips 


The fake fat olestra passes through the body undigested, and thus adds zero 
calorie to the diet. Although foods cooked with olestra taste pretty good, they 
may cause abdominal discomfort and the long-term effects are unknown. A 
l-oz (28.3-g) serving of regular potato chips has 10 g of fat and 150 Calo- 
ries, whereas 1 oz of the so-called fat-free chips fried in olestra has only 75 
Calories. Consider a person who eats 1 oz of regular potato chips every day at 
lunch without gaining or losing any weight. Determine how much weight this 
person will lose in one year if he or she switches to fat-free chips (Fig. 4-44). 
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FIGURE 4-43 


A typical lunch discussed in 
Example 4-14. 
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FIGURE 4-44 
Schematic for Example 4-15. 
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Solution A person switches from regular potato chips to fat-free ones. The 
weight the person loses in one year is to be determined. 

Assumptions Exercising and other eating habits remain the same. 

Analysis The person who switches to the fat-free chips consumes 75 fewer 
Calories a day. Then the annual reduction in calories consumed becomes 


Exeducea = (75 Cal/day) (365 day/year) = 27,375 Cal/year 


The metabolizable energy content of 1 kg of body fat is 33,100 kJ. There- 
fore, assuming the deficit in the calorie intake is made up by burning body 
fat, the person who switches to fat-free chips will lose 
Ed 2 BS Call ( 4.1868 kJ 
Energy content of fat 33,100 kJ/kg 1 Cal 


Meat 


) = 3.46 kg 


(about 7.6 pounds) of body fat that year. 


SUMMARY 


Work is the energy transferred as a force acts on a system E 
through a distance. The most common form of mechanical 
work is the boundary work, which is the work associated 


ŠE = AE 


out 


system (kJ) 


es Sy, 
Change in internal, kinetic, 
potential, etc., energies 


in 
m. 
Net energy transfer 
by heat, work, and mass 


with the expansion and compression of substances. On a P-V 
diagram, the area under the process curve represents the 
boundary work for a quasi-equilibrium process. Various 
forms of boundary work are expressed as follows: 


2 
(1) General W, = | P dV 
1 


(2) Isobaric process 
W, = Po(V, — Vi) (P, = P, = Po = constant) 


(3) Polytropic process 


PV — PV 
wW, = = = = L (n#1) (PV" = constant) 
(4) Isothernal process of an ideal gas 


v V 
W, = P,V, In v = mRT) In y 


(PV = mRT) = constant) 


The first law of thermodynamics is essentially an expression 
of the conservation of energy principle, also called the energy 
balance. The general energy balances for any system under- 
going any process can be expressed as 


It can also be expressed in the rate form as 


Éin T By dE system/ dt (kW) 


—— a 
Rate of net energy transfer Rate of change in internal, 
by heat, work, and mass kinetic, potential, etc., energies 


Taking heat transfer to the system and work done by the 
system to be positive quantities, the energy balance for a 
closed system can also be expressed as 


Q-W=AU+AKE+ APE (kJ) 


where 
W = Womer + Wp 
AU = m(u, — u) 
AKE = 3m(V3— Vj) 
APE = mg(z3 — zı) 
For a constant-pressure process, W, + AU = AH. Thus, 
Q — Winer = AH + AKE + APE (kJ) 


The amount of energy needed to raise the temperature of a 
unit mass of a substance by one degree is called the specific 
heat at constant volume c, for a constant-volume process and 
the specific heat at constant pressure c, for a constant- 
pressure process. They are defined as 


For ideal gases u, h, c,, and c, are functions of temperature 
alone. The Au and Ah of ideal gases are expressed as 


2 
Au = Uy ~ Uy = | cy(T) dT = Cuag T Tı) 
1 


2 
Ah = hy ~ hy = | c,(T) dT = pave (D ~ Tı) 
1 
For ideal gases, c, and c, are related by 
Cp = Cy HR (kJ/kg - K) 
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where R is the gas constant. The specific heat ratio k is 
defined as 


For incompressible substances (liquids and solids), both the 
constant-pressure and constant-volume specific heats are 
identical and denoted by c: 


Cp 


=cy=c (kJ/kg + K) 


The Au and Ah of imcompressible substances are given by 
2 
au= | ear = cal) ke) 
1 


Ah=Au+vAP (kJ/kg) 
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PROBLEMS* 


Moving Boundary Work 


4-1C On a P-v diagram, what does the area under the 
process curve represent? 


4-2C Is the boundary work associated with constant-vol- 
ume systems always zero? 


4-3C An ideal gas at a given state expands to a fixed final 
volume first at constant pressure and then at constant temper- 
ature. For which case is the work done greater? 


4-4C Show that 1 kPa- m? = 1 KJ. 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


4-5 A piston—-cylinder device initially contains 0.07 m° of 
nitrogen gas at 130 kPa and 120°C. The nitrogen is now 
expanded polytropically to a state of 100 kPa and 100°C. 
Determine the boundary work done during this process. 


4-6 A piston—cylinder device with a set of stops initially 
contains 0.3 kg of steam at 1.0 MPa and 400°C. The location 
of the stops corresponds to 60 percent of the initial volume. 
Now the steam is cooled. Determine the compression work if 
the final state is (a) 1.0 MPa and 250°C and (b) 500 kPa. 
(c) Also determine the temperature at the final state in part (b). 


FIGURE P4-6 
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4-7 A piston—cylinder device initially contains 0.07 m°? of 
nitrogen gas at 130 kPa and 120°C. The nitrogen is now 
expanded to a pressure of 100 kPa polytropically with a poly- 
tropic exponent whose value is equal to the specific heat ratio 
(called isentropic expansion). Determine the final temperature 
and the boundary work done during this process. 


Thermodynamics 


4-8 A mass of 5 kg of saturated water vapor at 300 kPa is 
heated at constant pressure until the temperature reaches 
200°C. Calculate the work done by the steam during this 
process. Answer: 165.9 kJ 


4-9 A frictionless piston—cylinder device initially contains 
200 L of saturated liquid refrigerant-134a. The piston is free 
to move, and its mass is such that it maintains a pressure of 
900 kPa on the refrigerant. The refrigerant is now heated 
until its temperature rises to 70°C. Calculate the work done 
during this process. Answer: 5571 kJ 


FIGURE P4-9 


4-10 Reconsider Prob. 4-9. Using EES (or other) 

SS software, investigate the effect of pressure on 
the work done. Let the pressure vary from 400 kPa to 1200 
kPa. Plot the work done versus the pressure, and discuss the 
results. Explain why the plot is not linear. Also plot the 
process described in Prob. 4—9 on the P-v diagram. 


4-11E A frictionless piston—cylinder device contains 16 lbm 
of superheated water vapor at 40 psia and 600°F. Steam is 
now cooled at constant pressure until 70 percent of it, by mass, 
condenses. Determine the work done during this process. 


4-12 A mass of 2.4 kg of air at 150 kPa and 12°C is con- 
tained in a gas-tight, frictionless piston—cylinder device. The 
air is now compressed to a final pressure of 600 kPa. During 
the process, heat is transferred from the air such that the tem- 
perature inside the cylinder remains constant. Calculate the 
work input during this process. Answer: 272 kJ 


4-13 Nitrogen at an initial state of 300 K, 150 kPa, and 
0.2 m° is compressed slowly in an isothermal process to a 
final pressure of 800 kPa. Determine the work done during 
this process. 


4-14 A gas is compressed from an initial volume of 0.42 m° 
to a final volume of 0.12 m°. During the quasi-equilibrium 


process, the pressure changes with volume according to the 
relation P = aV + b, where a = —1200 kPa/m? and b = 
600 kPa. Calculate the work done during this process (a) by plot- 
ting the process on a P-V diagram and finding the area under the 
process curve and (b) by performing the necessary integrations. 


GAS 


P=aV+b 


FIGURE P4-14 


4-15E During an expansion process, the pressure of a gas 
changes from 15 to 100 psia according to the relation P = 
aV + b, where a = 5 psia/ft? and b is a constant. If the initial 
volume of the gas is 7 ft’, calculate the work done during the 
process. Answer: 181 Btu 


4-16 During some actual expansion and compression 

<éés” processes in piston—cylinder devices, the gases 
have been observed to satisfy the relationship PV” = C, 
where n and C are constants. Calculate the work done when a 
gas expands from 150 kPa and 0.03 m° to a final volume of 
0.2 m? for the case of n = 1.3. 


4-17 Reconsider Prob. 4-16. Using the EES (or 
SS other) software, plot the process described in the 
problem on a P-V diagram, and investigate the effect of the 
polytropic exponent n on the boundary work. Let the poly- 
tropic exponent vary from 1.1 to 1.6. Plot the boundary work 
versus the polytropic exponent, and discuss the results. 


4-18 A frictionless piston—cylinder device contains 2 kg of 
nitrogen at 100 kPa and 300 K. Nitrogen is now compressed 
slowly according to the relation PV'*+ = constant until it 
reaches a final temperature of 360 K. Calculate the work 
input during this process. Answer: 89 kJ 


FIGURE P4-18 


4-19 «2 The equation of state of a gas is given as V(P + 

€ 10/V*) = R,T, where the units of V and P are 
m?/kmol and kPa, respectively. Now 0.5 kmol of this gas is 
expanded in a quasi-equilibrium manner from 2 to 4 m° at a 
constant temperature of 300 K. Determine (a) the unit of the 
quantity 10 in the equation and (b) the work done during this 
isothermal expansion process. 


4-20 Reconsider Prob. 4-19. Using the integration 
<S feature of the EES software, calculate the work 
done, and compare your result with the “hand-calculated” 
result obtained in Prob. 4—19. Plot the process described in 


the problem on a P-v diagram. 


4-21 Carbon dioxide contained in a piston—cylinder device 
is compressed from 0.3 to 0.1 m°. During the process, 
the pressure and volume are related by P = aV~?, where a = 
8 kPa - mê. Calculate the work done on the carbon dioxide 
during this process. Answer: 53.3 kJ 


4-22E Hydrogen is contained in a piston—cylinder device 
at 14.7 psia and 15 ft. At this state, a linear spring (F « x) 
with a spring constant of 15,000 Ibf/ft is touching the piston 
but exerts no force on it. The cross-sectional area of the pis- 
ton is 3 ft”. Heat is transferred to the hydrogen, causing it to 
expand until its volume doubles. Determine (a) the final pres- 
sure, (b) the total work done by the hydrogen, and (c) the 
fraction of this work done against the spring. Also, show the 
process on a P-V diagram. 


4-23 A piston—cylinder device contains 50 kg of water at 
250 kPa and 25°C. The cross-sectional area of the piston is 
0.1 m°. Heat is now transferred to the water, causing part of it 
to evaporate and expand. When the volume reaches 0.2 m°, 
the piston reaches a linear spring whose spring constant is 
100 kN/m. More heat is transferred to the water until the pis- 
ton rises 20 cm more. Determine (a) the final pressure and 
temperature and (b) the work done during this process. Also, 
show the process on a P-V diagram. Answers: (a) 450 kPa, 
147.9°C, (b) 44.5 kJ 
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FIGURE P4—23 
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4-24 Reconsider Prob. 4—23. Using the EES software, 

SS investigate the effect of the spring constant on 
the final pressure in the cylinder and the boundary work done. 
Let the spring constant vary from 50 kN/m to 500 kN/m. Plot 
the final pressure and the boundary work against the spring 
constant, and discuss the results. 


4-25 Determine the boundary work done by a gas during 
an expansion process if the pressure and volume values at 
various states are measured to be 300 kPa, 1 L; 290 kPa, 
1.1 L; 270 kPa, 1.2 L; 250 kPa, 1.4 L; 220 kPa, 1.7 L; and 
200 kPa, 2 L. 


4-26 A piston-cylinder device initially contains 0.25 kg 
of nitrogen gas at 130 kPa and 120°C. The nitrogen is 
now expanded isothermally to a pressure of 100 kPa. 
Determine the boundary work done during this process. 
Answer: 7.65 kJ 


FIGURE P4-26 


4-27 A piston—cylinder device contains 0.15 kg of air ini- 
tially at 2 MPa and 350°C. The air is first expanded isother- 
mally to 500 kPa, then compressed polytropically with a 
polytropic exponent of 1.2 to the initial pressure, and finally 
compressed at the constant pressure to the initial state. Deter- 
mine the boundary work for each process and the net work of 
the cycle. 


Closed System Energy Analysis 


4-28 A 0.5-m? rigid tank contains refrigerant-134a initially 
at 160 kPa and 40 percent quality. Heat is now transferred to 
the refrigerant until the pressure reaches 700 kPa. Determine 
(a) the mass of the refrigerant in the tank and (b) the amount 
of heat transferred. Also, show the process on a P-v diagram 
with respect to saturation lines. 


4-29E A 20-fť rigid tank initially contains saturated refrig- 
erant-134a vapor at 160 psia. As a result of heat transfer from 
the refrigerant, the pressure drops to 50 psia. Show the 
process on a P-v diagram with respect to saturation lines, and 
determine (a) the final temperature, (b) the amount of refrig- 
erant that has condensed, and (c) the heat transfer. 
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4-30 A well-insulated rigid tank contains 5 kg of a 
saturated liquid—vapor mixture of water at 100 kPa. Initially, 
three-quarters of the mass is in the liquid phase. An electric 
resistor placed in the tank is connected to a 110-V source, 
and a current of 8 A flows through the resistor when the 
switch is turned on. Determine how long it will take to vapor- 
ize all the liquid in the tank. Also, show the process on a T-v 
diagram with respect to saturation lines. 


Thermodynamics 


H,O 


V = constant 


FIGURE P4-30 


4-31 Reconsider Prob. 4—30. Using EES (or other) 

SS software, investigate the effect of the initial 
mass of water on the length of time required to completely 
vaporize the liquid. Let the initial mass vary from 1 to 10 kg. 
Plot the vaporization time against the initial mass, and dis- 
cuss the results. 


4-32 An insulated tank is divided into two parts by a parti- 
tion. One part of the tank contains 2.5 kg of compressed liquid 
water at 60°C and 600 kPa while the other part is evacuated. 
The partition is now removed, and the water expands to fill the 
entire tank. Determine the final temperature of the water and 
the volume of the tank for a final pressure of 10 kPa. 


Evacuated 


Partition 


FIGURE P4—32 


4-33 Reconsider Prob. 4-32. Using EES (or other) 
SS software, investigate the effect of the initial 
pressure of water on the final temperature in the tank. Let the 
initial pressure vary from 100 to 600 kPa. Plot the final tem- 
perature against the initial pressure, and discuss the results. 


4-34 A piston-cylinder device contains 5 kg of refrigerant- 
134a at 800 kPa and 70°C. The refrigerant is now cooled at 
constant pressure until it exists as a liquid at 15°C. Determine 
the amount of heat loss and show the process on a T-v dia- 
gram with respect to saturation lines. Answer: 1173 kJ 


4-35E A piston—cylinder device contains 0.5 lbm of water 
initially at 120 psia and 2 ft?. Now 200 Btu of heat is trans- 
ferred to the water while its pressure is held constant. Deter- 
mine the final temperature of the water. Also, show the 
process on a T-v diagram with respect to saturation lines. 


4-36 An insulated piston—cylinder device contains 5 L of 
saturated liquid water at a constant pressure of 175 kPa. 
Water is stirred by a paddle wheel while a current of 8 A 
flows for 45 min through a resistor placed in the water. 
If one-half of the liquid is evaporated during this constant- 
pressure process and the paddle-wheel work amounts to 
400 kJ, determine the voltage of the source. Also, show the 
process on a P-v diagram with respect to saturation lines. 
Answer: 224 V 


FIGURE P4-36 


4-37 A piston—cylinder device contains steam initially at 1 
MPa, 450°C, and 2.5 m°. Steam is allowed to cool at constant 
pressure until it first starts condensing. Show the process on a 
T-v diagram with respect to saturation lines and determine 
(a) the mass of the steam, (b) the final temperature, and 
(c) the amount of heat transfer. 
4-38 ce Þ A piston—cylinder device initially contains 
és steam at 200 kPa, 200°C, and 0.5 m°. At this 
state, a linear spring (F œ x) is touching the piston but exerts 
no force on it. Heat is now slowly transferred to the steam, 
causing the pressure and the volume to rise to 500 kPa and 
0.6 m’, respectively. Show the process on a P-v diagram with 
respect to saturation lines and determine (a) the final temper- 
ature, (b) the work done by the steam, and (c) the total heat 
transferred. Answers: (a) 1132°C, (b) 35 kJ, (c) 808 kJ 


FIGURE P4-38 


4-39 Reconsider Prob. 4-38. Using EES (or other) 

SS software, investigate the effect of the initial tem- 
perature of steam on the final temperature, the work done, 
and the total heat transfer. Let the initial temperature vary 
from 150 to 250°C. Plot the final results against the initial 
temperature, and discuss the results. 


4-40 A piston—cylinder device initially contains 0.8 m° of 
saturated water vapor at 250 kPa. At this state, the piston is 
resting on a set of stops, and the mass of the piston is such 
that a pressure of 300 kPa is required to move it. Heat is now 
slowly transferred to the steam until the volume doubles. 
Show the process on a P-v diagram with respect to saturation 
lines and determine (a) the final temperature, (b) the work 
done during this process, and (c) the total heat transfer. 
Answers: (a) 662°C, (b) 240 kJ, (c) 1213 kJ 


4-41 Two tanks (Tank A and Tank B) are separated by a 
partition. Initially Tank A contains 2-kg steam at 1 MPa and 
300°C while Tank B contains 3-kg saturated liquid—vapor 
mixture with a vapor mass fraction of 50 percent. Now the 
partition is removed and the two sides are allowed to mix 
until the mechanical and thermal equilibrium are established. 
If the pressure at the final state is 300 kPa, determine (a) the 
temperature and quality of the steam (if mixture) at the final 
state and (b) the amount of heat lost from the tanks. 


e & 
o 


FIGURE P4—41 
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4-42 A 30-L electrical radiator containing heating oil is 
placed in a 50-m* room. Both the room and the oil in 
the radiator are initially at 10°C. The radiator with a rating 
of 1.8 kW is now turned on. At the same time, heat is lost 
from the room at an average rate of 0.35 kJ/s. After some 
time, the average temperature is measured to be 20°C for the 
air in the room, and 50°C for the oil in the radiator. Taking 
the density and the specific heat of the oil to be 950 kg/m? 
and 2.2 kJ/kg °C, respectively, determine how long the 
heater is kept on. Assume the room is well-sealed so that 
there are no air leaks. 


Room 
10°C 


Radiator 


FIGURE P4-42 


Specific Heats, Au, and Ah of Ideal Gases 
4-43C Is the relation Au = mc,..,AT restricted to constant- 


V, avg’ 


volume processes only, or can it be used for any kind of 
process of an ideal gas? 


4-44C Is the relation Ah = mc, wgAT restricted to constant- 


pressure processes only, or can it be used for any kind of 
process of an ideal gas? 


4-45C Show that for an ideal gas c, = c+ R, 


4-46C Is the energy required to heat air from 295 to 305 K 
the same as the energy required to heat it from 345 to 355 K? 
Assume the pressure remains constant in both cases. 


4-47C In the relation Au = mc, AT, what is the correct 
unit of c, — kJ/kg - °C or kJ/kg - K? 


4-48C A fixed mass of an ideal gas is heated from 50 to 
80°C at a constant pressure of (a) 1 atm and (b) 3 atm. For 
which case do you think the energy required will be greater? 
Why? 

4-49C A fixed mass of an ideal gas is heated from 50 to 
80°C at a constant volume of (a) 1 m? and (b) 3 m?. For which 
case do you think the energy required will be greater? Why? 


4-50C_ A fixed mass of an ideal gas is heated from 50 to 
80°C (a) at constant volume and (b) at constant pressure. For 
which case do you think the energy required will be greater? 
Why? 

4-51 Determine the enthalpy change Ah of nitrogen, in 
kJ/kg, as it is heated from 600 to 1000 K, using (a) the 
empirical specific heat equation as a function of temperature 


(Table A-2c), (b) the c, value at the average temperature 
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(Table A-2b), and (c) the Cp value at room temperature (Table 
A-2a). 
Answers: (b) 447.8 kJ/kg, (b) 448.4 kJ/kg, (c) 415.6 kJ/kg 


Thermodynamics 


4-52E Determine the enthalpy change Ah of oxygen, 
in Btu/lbm, as it is heated from 800 to 1500 R, using (a) 
the empirical specific heat equation as a function of tempera- 
ture (Table A—2Ec), (b) the Cy value at the average tempera- 
ture (Table A—2ED), and (c) the C, value at room temperature 
(Table A-2Ea). 


Answers: (a) 170.1 Btu/lbm, (b) 178.5 Btu/lbm, (c) 153.3 Btu/Ibm 


4-53 Determine the internal energy change Au of hydro- 
gen, in kJ/kg, as it is heated from 200 to 800 K, using (a) the 
empirical specific heat equation as a function of temperature 
(Table A-2c), (b) the c, value at the average temperature 
(Table A-2b), and (c) the c, value at room temperature (Table 
A-2a). 


Closed-System Energy Analysis: Ideal Gases 


4-54C Is it possible to compress an ideal gas isothermally 
in an adiabatic piston—cylinder device? Explain. 


4-55E A rigid tank contains 20 Ibm of air at 50 psia 
and 80°F. The air is now heated until its pressure doubles. 
Determine (a) the volume of the tank and (b) the amount of 
heat transfer. Answers: (a) 80 ft?, (b) 1898 Btu 


4-56 A 3-m’ rigid tank contains hydrogen at 250 kPa and 
550 K. The gas is now cooled until its temperature drops to 
350 K. Determine (a) the final pressure in the tank and 
(b) the amount of heat transfer. 


4-57 A 4-m X 5-m X 6-m room is to be heated by a base- 
board resistance heater. It is desired that the resistance heater 
be able to raise the air temperature in the room from 7 to 23°C 
within 15 min. Assuming no heat losses from the room and an 
atmospheric pressure of 100 kPa, determine the required power 
of the resistance heater. Assume constant specific heats at 
room temperature. Answer: 1.91 kW 


4-58 A4-m X 5-m X 7-m room is heated by the radiator 
of a steam-heating system. The steam radiator transfers heat 


5000 kJ/h 
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at a rate of 10,000 kJ/h, and a 100-W fan is used to distribute 
the warm air in the room. The rate of heat loss from the room 
is estimated to be about 5000 kJ/h. If the initial temperature 
of the room air is 10°C, determine how long it will take for 
the air temperature to rise to 20°C. Assume constant specific 
heats at room temperature. 


4-59 A student living in a 4-m X 6-m X 6-m dormitory 
room turns on her 150-W fan before she leaves the room on a 
summer day, hoping that the room will be cooler when she 
comes back in the evening. Assuming all the doors and win- 
dows are tightly closed and disregarding any heat transfer 
through the walls and the windows, determine the tempera- 
ture in the room when she comes back 10 h later. Use spe- 
cific heat values at room temperature, and assume the room 
to be at 100 kPa and 15°C in the morning when she leaves. 
Answer: 58.2°C 


ROOM 


4mx6mx6m 


Fan 


FIGURE P4-59 


4-60E A 10-ft? tank contains oxygen initially at 14.7 psia 
and 80°F. A paddle wheel within the tank is rotated until 
the pressure inside rises to 20 psia. During the process 
20 Btu of heat is lost to the surroundings. Determine the 
paddle-wheel work done. Neglect the energy stored in the 
paddle wheel. 


4-61 An insulated rigid tank is divided into two equal parts 
by a partition. Initially, one part contains 4 kg of an ideal gas 
at 800 kPa and 50°C, and the other part is evacuated. The par- 
tition is now removed, and the gas expands into the entire 
tank. Determine the final temperature and pressure in the tank. 


Evacuated 
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4-62 A piston—cylinder device whose piston is resting on 
top of a set of stops initially contains 0.5 kg of helium gas at 
100 kPa and 25°C. The mass of the piston is such that 500 
kPa of pressure is required to raise it. How much heat must 
be transferred to the helium before the piston starts rising? 
Answer: 1857 kJ 


4-63 An insulated piston—cylinder device contains 100 L of 
air at 400 kPa and 25°C. A paddle wheel within the cylinder 
is rotated until 15 kJ of work is done on the air while the 
pressure is held constant. Determine the final temperature of 
the air. Neglect the energy stored in the paddle wheel. 


4-64E A piston—cylinder device contains 25 ft? of nitrogen 
at 40 psia and 700°F. Nitrogen is now allowed to cool at con- 
stant pressure until the temperature drops to 200°F. Using 
specific heats at the average temperature, determine the 
amount of heat loss. 


4-65 A mass of 15 kg of air in a piston—cylinder device is 
heated from 25 to 77°C by passing current through a resistance 
heater inside the cylinder. The pressure inside the cylinder is 
held constant at 300 kPa during the process, and a heat loss of 
60 kJ occurs. Determine the electric energy supplied, in kWh. 
Answer: 0.235 kWh 


AIR 
P = constant 
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4-66 An insulated piston—cylinder device initially contains 
0.3 m? of carbon dioxide at 200 kPa and 27°C. An electric 
switch is turned on, and a 110-V source supplies current to a 
resistance heater inside the cylinder for a period of 10 min. 
The pressure is held constant during the process, while the 
volume is doubled. Determine the current that passes through 
the resistance heater. 


4-67 A piston-cylinder device contains 0.8 kg of nitrogen 
initially at 100 kPa and 27°C. The nitrogen is now com- 
pressed slowly in a polytropic process during which PV!3 = 
constant until the volume is reduced by one-half. Determine 
the work done and the heat transfer for this process. 


4-68 Reconsider Prob. 4-67. Using EES (or 

<= other) software, plot the process described in the 
problem on a P-V diagram, and investigate the effect of 
the polytropic exponent n on the boundary work and heat 
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transfer. Let the polytropic exponent vary from 1.1 to 
1.6. Plot the boundary work and the heat transfer versus the 
polytropic exponent, and discuss the results. 


4-69 A room is heated by a baseboard resistance heater. 
When the heat losses from the room on a winter day amount 
to 6500 kJ/h, the air temperature in the room remains constant 
even though the heater operates continuously. Determine the 
power rating of the heater, in kW. 
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4-70E A piston-cylinder device contains 3 ft? of air at 60 
psia and 150°F. Heat is transferred to the air in the amount of 
40 Btu as the air expands isothermally. Determine the amount 
of boundary work done during this process. 


4-71 A piston—cylinder device contains 4 kg of argon at 
250 kPa and 35°C. During a quasi-equilibrium, isothermal 
expansion process, 15 kJ of boundary work is done by the 
system, and 3 kJ of paddle-wheel work is done on the system. 
Determine the heat transfer for this process. 


4-72 A piston—cylinder device, whose piston is resting on a 
set of stops, initially contains 3 kg of air at 200 kPa and 
27°C. The mass of the piston is such that a pressure of 400 
kPa is required to move it. Heat is now transferred to the air 
until its volume doubles. Determine the work done by the air 
and the total heat transferred to the air during this process. 
Also show the process on a P-v diagram. Answers: 516 kJ, 
2674 kJ 


4-73 J > A piston—cylinder device, with a set of stops on 

& the top, initially contains 3 kg of air at 200 kPa 
and 27°C. Heat is now transferred to the air, and the piston 
rises until it hits the stops, at which point the volume is twice 
the initial volume. More heat is transferred until the pressure 
inside the cylinder also doubles. Determine the work done 
and the amount of heat transfer for this process. Also, show 
the process on a P-v diagram. 


Closed-System Energy Analysis: Solids and Liquids 


4-74 Ina manufacturing facility, 5-cm-diameter brass balls 
(p = 8522 kg/m? and c, = 0.385 kJ/kg - °C) initially at 120°C 
are quenched in a water bath at 50°C for a period of 2 min at 
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a rate of 100 balls per minute. If the temperature of the balls 
after quenching is 74°C, determine the rate at which heat 
needs to be removed from the water in order to keep its tem- 
perature constant at 50°C. 


Thermodynamics 


Brass balls 


Water bath 
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4-75 


4-76E During a picnic on a hot summer day, all the cold 
drinks disappeared quickly, and the only available drinks 
were those at the ambient temperature of 75°F. In an effort to 
cool a 12-fluid-oz drink in a can, a person grabs the can and 
starts shaking it in the iced water of the chest at 32°F. Using 
the properties of water for the drink, determine the mass of 
ice that will melt by the time the canned drink cools to 45°F. 


Repeat Prob. 4-74 for aluminum balls. 


4-77 Consider a 1000-W iron whose base plate is made 
of 0.5-cm-thick aluminum alloy 2024-T6 (p = 2770 kg/m? and 
c, = 875 J/kg - °C). The base plate has a surface area of 0.03 
m°. Initially, the iron is in thermal equilibrium with the ambient 
air at 22°C. Assuming 85 percent of the heat generated in the 
resistance wires is transferred to the plate, determine the mini- 
mum time needed for the plate temperature to reach 140°C. 


FIGURE P4-77 
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4-78 Stainless steel ball bearings (p = 8085 kg/m? and c= 
0.480 kJ/kg-°C) having a diameter of 1.2 cm are to be 
quenched in water at a rate of 800 per minute. The balls leave 
the oven at a uniform temperature of 900°C and are exposed to 
air at 25°C for a while before they are dropped into the water. 
If the temperature of the balls drops to 850°C prior to quench- 
ing, determine the rate of heat transfer from the balls to the air. 


4-79 Carbon steel balls (9 = 7833 kg/m? and c, = 0.465 
kJ/kg - °C) 8 mm in diameter are annealed by heating them 
first to 900°C in a furnace, and then allowing them to cool 
slowly to 100°C in ambient air at 35°C. If 2500 balls are to 
be annealed per hour, determine the total rate of heat transfer 
from the balls to the ambient air. Answer: 542 W 


Furnace Air, 35°C 
900°C Steel ball 100°C 
| 
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4-80 An electronic device dissipating 30 W has a mass of 
20 g and a specific heat of 850 J/kg - °C. The device is lightly 
used, and it is on for 5 min and then off for several hours, 
during which it cools to the ambient temperature of 25°C. 
Determine the highest possible temperature of the device at 
the end of the 5-min operating period. What would your 
answer be if the device were attached to a 0.2-kg aluminum 
heat sink? Assume the device and the heat sink to be nearly 
isothermal. 


4-81 Reconsider Prob. 4-80. Using EES (or other) 
<S software, investigate the effect of the mass of the 
heat sink on the maximum device temperature. Let the mass 
of heat sink vary from 0 to 1 kg. Plot the maximum tempera- 
ture against the mass of heat sink, and discuss the results. 


4-82 An ordinary egg can be approximated as a 5.5-cm- 
diameter sphere. The egg is initially at a uniform temperature 
of 8°C and is dropped into boiling water at 97°C. Taking the 
properties of the egg to be p = 1020 kg/m? and c, = 3.32 
kJ/kg - °C, determine how much heat is transferred to the egg 
by the time the average temperature of the egg rises to 80°C. 


4-83E In a production facility, 1.2-in-thick 2-ft X 2-ft 
square brass plates (9 = 532.5 Ibm/ft* and c, = 0.091 
Btu/lbm - °F) that are initially at a uniform temperature of 
75°F are heated by passing them through an oven at 1300°F 
at a rate of 300 per minute. If the plates remain in the oven 
until their average temperature rises to 1000°F, determine the 
rate of heat transfer to the plates in the furnace. 


Furnace, 1300°F 


1.2 in. 


Brass 
plate, 75°F 


FIGURE P4-83E 


4-84 Long cylindrical steel rods (9 = 7833 kg/m? and C= 
0.465 kJ/kg - °C) of 10-cm diameter are heat-treated by draw- 
ing them at a velocity of 3 m/min through an oven main- 
tained at 900°C. If the rods enter the oven at 30°C and leave 
at a mean temperature of 700°C, determine the rate of heat 
transfer to the rods in the oven. 


Special Topic: Biological Systems 


4-85C What is metabolism? What is basal metabolic rate? 
What is the value of basal metabolic rate for an average man? 


4-86C For what is the energy released during metabolism 
in humans used? 


4-87C Is the metabolizable energy content of a food the 
same as the energy released when it is burned in a bomb 
calorimeter? If not, how does it differ? 


4-88C Is the number of prospective occupants an impor- 
tant consideration in the design of heating and cooling sys- 
tems of classrooms? Explain. 


4-89C What do you think of a diet program that allows for 
generous amounts of bread and rice provided that no butter or 
margarine is added? 


4-90 Consider two identical rooms, one with a 2-kW elec- 
tric resistance heater and the other with three couples fast 
dancing. In which room will the air temperature rise faster? 


4-91 Consider two identical 80-kg men who are eating 
identical meals and doing identical things except that one of 
them jogs for 30 min every day while the other watches TV. 
Determine the weight difference between the two in a 
month. Answer: 1.045 kg 


4-92 Consider a classroom that is losing heat to the out- 
doors at a rate of 20,000 kJ/h. If there are 30 students in 
class, each dissipating sensible heat at a rate of 100 W, deter- 
mine if it is necessary to turn the heater in the classroom on 
to prevent the room temperature from dropping. 


4-93 A 68-kg woman is planning to bicycle for an hour. 
If she is to meet her entire energy needs while bicycling by 
eating 30-g chocolate candy bars, determine how many candy 
bars she needs to take with her. 
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4-94 A 55-kg man gives in to temptation and eats an entire 
1-L box of ice cream. How long does this man need to jog 
to burn off the calories he consumed from the ice cream? 
Answer: 2.52 h 


4-95 Consider a man who has 20 kg of body fat when he 
goes on a hunger strike. Determine how long he can survive 
on his body fat alone. 


4-96 Consider two identical 50-kg women, Candy and 
Wendy, who are doing identical things and eating identical 
food except that Candy eats her baked potato with four tea- 
spoons of butter while Wendy eats hers plain every evening. 
Determine the difference in the weights of Candy and Wendy 
after one year. Answer: 6.5 kg 


4-97 A woman who used to drink about one liter of regular 
cola every day switches to diet cola (zero calorie) and starts 
eating two slices of apple pie every day. Is she now consum- 
ing fewer or more calories? 


4-98 A 60-kg man used to have an apple every day after 
dinner without losing or gaining any weight. He now eats a 
200-ml serving of ice cream instead of an apple and walks 20 
min every day. On this new diet, how much weight will he 
lose or gain per month? Answer: 0.087-kg gain 


4-99 The average specific heat of the human body is 
3.6 kJ/kg - °C. If the body temperature of an 80-kg man rises 
from 37°C to 39°C during strenuous exercise, determine the 
increase in the thermal energy of the body as a result of this 
rise in body temperature. 


4-100E Alcohol provides 7 Calories per gram, but it pro- 
vides no essential nutrients. A 1.5 ounce serving of 80-proof 
liquor contains 100 Calories in alcohol alone. Sweet wines 
and beer provide additional calories since they also contain 
carbohydrates. About 75 percent of American adults drink 
some sort of alcoholic beverage, which adds an average of 
210 Calories a day to their diet. Determine how many pounds 
less an average American adult will weigh per year if he or 
she quit drinking alcoholic beverages and started drinking diet 
soda. 


4-101 A 12-oz serving of a regular beer contains 13 g of 
alcohol and 13 g of carbohydrates, and thus 150 Calories. A 
12-oz serving of a light beer contains 11 g of alcohol and 5 g 


Regular Light 
beer beer 


150 cal 
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of carbohydrates, and thus 100 Calories. An average person 
burns 700 Calories per hour while exercising on a treadmill. 
Determine how long it will take to burn the calories from a 
12-oz can of (a) regular beer and (b) light beer on a treadmill. 


Thermodynamics 


4-102 A 5-oz serving of a Bloody Mary contains 14 g of 
alcohol and 5 g of carbohydrates, and thus 116 Calories. A 
2.5-oz serving of a martini contains 22 g of alcohol and a neg- 
ligible amount of carbohydrates, and thus 156 Calories. An 
average person burns 600 Calories per hour while exercising 
on a cross-country ski machine. Determine how long it will 
take to burn the calories from one serving of (a) a Bloody 
Mary and (b) a martini on this cross-country ski machine. 


4-103E A 176-pound man and a 132-pound woman went 
to Burger King for lunch. The man had a BK Big Fish sand- 
wich (720 Cal), medium french fries (400 Cal), and a large 
Coke (225 Cal). The woman had a basic hamburger (330 
Cal), medium french fries (400 Cal), and a diet Coke (0 Cal). 
After lunch, they start shoveling snow and burn calories at a 
rate of 360 Cal/h for the woman and 480 Cal/h for the man. 
Determine how long each one of them needs to shovel snow 
to burn off the lunch calories. 


4-104 Consider two friends who go to Burger King every 
day for lunch. One of them orders a Double Whopper sand- 
wich, large fries, and a large Coke (total Calories = 1600) 
while the other orders a Whopper Junior, small fries, and a 
small Coke (total Calories = 800) every day. If these two 
friends are very much alike otherwise and they have the same 
metabolic rate, determine the weight difference between 
these two friends in a year. 


4-105E A 150-pound person goes to Hardee’s for dinner 
and orders a regular roast beef (270 Cal) and a big roast beef 
(410 Cal) sandwich together with a 12-oz can of Pepsi (150 
Cal). A 150-pound person burns 400 Calories per hour while 
climbing stairs. Determine how long this person needs to 
climb stairs to burn off the dinner calories. 


4-106 A person eats a McDonald’s Big Mac sandwich 
(530 Cal), a second person eats a Burger King Whopper 
sandwich (640 Cal), and a third person eats 50 olives with 
regular french fries (350 Cal) for lunch. Determine who con- 
sumes the most calories. An olive contains about 5 Calories. 


4-107 A 100-kg man decides to lose 5 kg without cutting 
down his intake of 3000 Calories a day. Instead, he starts fast 
swimming, fast dancing, jogging, and biking each for an hour 
every day. He sleeps or relaxes the rest of the day. Determine 
how long it will take him to lose 5 kg. 


4-108E The range of healthy weight for adults is usually 
expressed in terms of the body mass index (BMI), defined, in 
SI units, as 


W(kg) 


BMI = 
H’ (m?) 


where W is the weight (actually, the mass) of the person in kg 
and H is the height in m, and the range of healthy weight is 
19 < BMI = 25. Convert the previous formula to English 
units such that the weight is in pounds and the height in 
inches. Also, calculate your own BMI, and if it is not in the 
healthy range, determine how many pounds (or kg) you need 
to gain or lose to be fit. 


4-109 The body mass index (BMI) of a 1.7-m tall woman 
who normally has 3 large slices of cheese pizza and a 400-ml 
Coke for lunch is 30. She now decides to change her lunch to 
2 slices of pizza and a 200-ml Coke. Assuming that the deficit 
in the calorie intake is made up by burning body fat, deter- 
mine how long it will take for the BMI of this person to drop 
to 25. Use the data in the text for calories and take the metab- 
olizable energy content of 1 kg of body fat to be 33,100 KJ. 
Answer: 262 days 


Review Problems 


4-110 Consider a piston—cylinder device that contains 0.5 
kg air. Now, heat is transferred to the air at constant pressure 
and the air temperature increases by 5°C. Determine the 
expansion work done during this process. 


4-111 In solar-heated buildings, energy is often stored as 
sensible heat in rocks, concrete, or water during the day for 
use at night. To minimize the storage space, it is desirable to 
use a material that can store a large amount of heat while expe- 
riencing a small temperature change. A large amount of heat 
can be stored essentially at constant temperature during a 
phase change process, and thus materials that change phase at 
about room temperature such as glaubers salt (sodium sulfate 
decahydrate), which has a melting point of 32°C and a heat of 
fusion of 329 kJ/L, are very suitable for this purpose. Deter- 
mine how much heat can be stored in a 5-m° storage space 
using (a) glaubers salt undergoing a phase change, (b) granite 
rocks with a heat capacity of 2.32 kJ/kg - °C and a tempera- 
ture change of 20°C, and (c) water with a heat capacity of 
4.00 kJ/kg - °C and a temperature change of 20°C. 


4-112 A piston—cylinder device contains 0.8 kg of an ideal 
gas. Now, the gas is cooled at constant pressure until its tem- 
perature decreases by 10°C. If 16.6 kJ of compression work 


Ideal gas Q 
0.8 kg 
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is done during this process, determine the gas constant and 
the molar mass of the gas. Also, determine the constant- 
volume and constant-pressure specific heats of the gas if its 
specific heat ratio is 1.667. 


4-113 The temperature of air changes from 0 to 10°C 
while its velocity changes from zero to a final velocity, and 
its elevation changes from zero to a final elevation. At which 
values of final air velocity and final elevation will the internal, 
kinetic, and potential energy changes be equal? 

Answers: 119.8 m/s, 731.9 m 


4-114 A frictionless piston—cylinder device initially contains 
air at 200 kPa and 0.2 m°. At this state, a linear spring (F œ x) 
is touching the piston but exerts no force on it. The air is 
now heated to a final state of 0.5 m? and 800 kPa. Determine 
(a) the total work done by the air and (b) the work done 
against the spring. Also, show the process on a P-v diagram. 
Answers: (a) 150 kJ, (b) 90 kJ 


P, = 200 kPa 
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4-115 A mass of 5 kg of saturated liquid—vapor mixture of 
water is contained in a piston—cylinder device at 125 kPa. Ini- 
tially, 2 kg of the water is in the liquid phase and the rest is in 


FIGURE P4-115 
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the vapor phase. Heat is now transferred to the water, and the 
piston, which is resting on a set of stops, starts moving when 
the pressure inside reaches 300 kPa. Heat transfer continues 
until the total volume increases by 20 percent. Determine 
(a) the initial and final temperatures, (b) the mass of liquid 
water when the piston first starts moving, and (c) the work done 
during this process. Also, show the process on a P-v diagram. 


4-116E A spherical balloon contains 10 Ibm of air at 30 
psia and 800 R. The balloon material is such that the pressure 
inside is always proportional to the square of the diameter. 
Determine the work done when the volume of the balloon 
doubles as a result of heat transfer. Answer: 715 Btu 


4-117E Reconsider Prob. 4-116E. Using the integra- 

Sj tion feature of the EES software, determine 
the work done. Compare the result with your “hand- 
calculated” result. 


4-118 A mass of 12 kg of saturated refrigerant-134a vapor 
is contained in a piston—cylinder device at 240 kPa. Now 300 
kJ of heat is transferred to the refrigerant at constant pressure 
while a 110-V source supplies current to a resistor within the 
cylinder for 6 min. Determine the current supplied if the final 
temperature is 70°C. Also, show the process on a T-v dia- 
gram with respect to the saturation lines. Answer: 12.8 A 


R-134a 
P= constant 
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4-119 A mass of 0.2 kg of saturated refrigerant-134a 
is contained in a piston—cylinder device at 200 kPa. Initially, 
75 percent of the mass is in the liquid phase. Now heat 
is transferred to the refrigerant at constant pressure until the 
cylinder contains vapor only. Show the process on a P-v 
diagram with respect to saturation lines. Determine (a) the 
volume occupied by the refrigerant initially, (b) the work 
done, and (c) the total heat transfer. 


4-120 A piston—cylinder device contains helium gas ini- 
tially at 150 kPa, 20°C, and 0.5 m°. The helium is now com- 
pressed in a polytropic process (PV” = constant) to 400 kPa 
and 140°C. Determine the heat loss or gain during this 
process. Answer: 11.2 kJ loss 
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4-121 A frictionless piston—cylinder device and a rigid 
tank initially contain 12 kg of an ideal gas each at the same 
temperature, pressure, and volume. It is desired to raise the 
temperatures of both systems by 15°C. Determine the amount 
of extra heat that must be supplied to the gas in the cylinder 
which is maintained at constant pressure to achieve this 
result. Assume the molar mass of the gas is 25. 


4-122 A passive solar house that is losing heat to the out- 
doors at an average rate of 50,000 kJ/h is maintained at 22°C 
at all times during a winter night for 10 h. The house is to be 
heated by 50 glass containers each containing 20 L of water 
that is heated to 80°C during the day by absorbing solar 
energy. A thermostat-controlled 15-kW back-up electric resis- 
tance heater turns on whenever necessary to keep the house at 
22°C. (a) How long did the electric heating system run that 
night? (b) How long would the electric heater run that night if 
the house incorporated no solar heating? Answers: (a) 4.77 h, 
(b) 9.26 h 


Pump 
FIGURE P4-122 


4-123 An 1800-W electric resistance heating element is 
immersed in 40 kg of water initially at 20°C. Determine how 
long it will take for this heater to raise the water temperature 
to 80°C. 


4-124 One ton (1000 kg) of liquid water at 80°C is brought 
into a well-insulated and well-sealed 4-m X 5-m X 6-m room 
initially at 22°C and 100 kPa. Assuming constant specific heats 
for both air and water at room temperature, determine the final 
equilibrium temperature in the room. Answer: 78.6°C 


4-125 A 4-m X 5-m X 6-m room is to be heated by one 
ton (1000 kg) of liquid water contained in a tank that is 
placed in the room. The room is losing heat to the outside at 
an average rate of 8000 kJ/h. The room is initially at 20°C 
and 100 kPa and is maintained at an average temperature of 
20°C at all times. If the hot water is to meet the heating 
requirements of this room for a 24-h period, determine the 
minimum temperature of the water when it is first brought 
into the room. Assume constant specific heats for both air 
and water at room temperature. 


4-126 The energy content of a certain food is to be deter- 
mined in a bomb calorimeter that contains 3 kg of water by 
burning a 2-g sample of it in the presence of 100 g of air in 
the reaction chamber. If the water temperature rises by 3.2°C 
when equilibrium is established, determine the energy con- 
tent of the food, in kJ/kg, by neglecting the thermal energy 
stored in the reaction chamber and the energy supplied by the 
mixer. What is a rough estimate of the error involved in 
neglecting the thermal energy stored in the reaction chamber? 
Answer: 20,060 kJ/kg 


Reaction 
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4-127 A 68-kg man whose average body temperature is 
39°C drinks 1 L of cold water at 3°C in an effort to cool 
down. Taking the average specific heat of the human body to 
be 3.6 kJ/kg - °C, determine the drop in the average body 
temperature of this person under the influence of this cold 
water. 


4-128 A 0.2-L glass of water at 20°C is to be cooled with 
ice to 5°C. Determine how much ice needs to be added to the 
water, in grams, if the ice is at (a) 0°C and (b) —8°C. Also 
determine how much water would be needed if the cooling is 
to be done with cold water at 0°C. The melting temperature 
and the heat of fusion of ice at atmospheric pressure are 


0°C and 333.7 kJ/kg, respectively, and the density of water is 
1 kg/L. 


4-129 Reconsider Prob. 4-128. Using EES (or other) 
SS software, investigate the effect of the initial 
temperature of the ice on the final mass required. Let the ice 
temperature vary from —20 to 0°C. Plot the mass of ice 
against the initial temperature of ice, and discuss the results. 


4-130 In order to cool 1 ton of water at 20°C in an insu- 
lated tank, a person pours 80 kg of ice at —5°C into the 
water. Determine the final equilibrium temperature in the 
tank. The melting temperature and the heat of fusion of ice at 
atmospheric pressure are 0°C and 333.7 kJ/kg, respectively. 
Answer: 12.4°C 


4-131 An insulated piston—cylinder device initially contains 
0.01 m° of saturated liquid—vapor mixture with a quality of 
0.2 at 120°C. Now some ice at 0°C is added to the cylinder. If 
the cylinder contains saturated liquid at 120°C when thermal 
equilibrium is established, determine the amount of ice added. 
The melting temperature and the heat of fusion of ice at 
atmospheric pressure are 0°C and 333.7 kJ/kg, respectively. 


4-132 The early steam engines were driven by the atmo- 
spheric pressure acting on the piston fitted into a cylinder 
filled with saturated steam. A vacuum was created in the 
cylinder by cooling the cylinder externally with cold water, 
and thus condensing the steam. 

Consider a piston—cylinder device with a piston surface 
area of 0.1 m? initially filled with 0.05 m° of saturated water 
vapor at the atmospheric pressure of 100 kPa. Now cold 
water is poured outside the cylinder, and the steam inside 
starts condensing as a result of heat transfer to the cooling 
water outside. If the piston is stuck at its initial position, 
determine the friction force acting on the piston and the 
amount of heat transfer when the temperature inside the 
cylinder drops to 30°C. 


Cold 
water 


FIGURE P4-132 


4-133 Water is boiled at sea level in a coffee maker 
equipped with an immersion-type electric heating element. The 
coffee maker contains 1 L of water when full. Once boiling 
starts, it is observed that half of the water in the coffee maker 
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evaporates in 25 min. Determine the power rating of the elec- 
tric heating element immersed in water. Also, determine how 
long it will take for this heater to raise the temperature of 1 L 
of cold water from 18°C to the boiling temperature. 


1 atm 


Coffee 
maker 


FIGURE P4—133 


4-134 Two rigid tanks are connected by a valve. Tank A 
contains 0.2 m° of water at 400 kPa and 80 percent quality. 
Tank B contains 0.5 m° of water at 200 kPa and 250°C. The 
valve is now opened, and the two tanks eventually come to 
the same state. Determine the pressure and the amount of 
heat transfer when the system reaches thermal equilibrium 
with the surroundings at 25°C. Answers: 3.17 kPa, 2170 kJ 


H,O H,O 
200 kPa 


A B 


FIGURE P4-134 


4-135 Reconsider Prob. 4-134. Using EES (or other) 

SS software, investigate the effect of the environ- 
ment temperature on the final pressure and the heat transfer. 
Let the environment temperature vary from 0 to 50°C. 
Plot the final results against the environment temperature, 
and discuss the results. 


4-136 A rigid tank containing 0.4 m° of air at 400 kPa and 
30°C is connected by a valve to a piston—cylinder device with 
zero clearance. The mass of the piston is such that a pressure 
of 200 kPa is required to raise the piston. The valve is now 
opened slightly, and air is allowed to flow into the cylinder 
until the pressure in the tank drops to 200 kPa. During this 
process, heat is exchanged with the surroundings such that 
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the entire air remains at 30°C at all times. Determine the heat 
transfer for this process. 


Thermodynamics 


AIR 
T = const. 


al 


= 


FIGURE P4-136 


4-137 A well-insulated 4-m X 4-m X 5-m room initially at 
10°C is heated by the radiator of a steam heating system. The 
radiator has a volume of 15 L and is filled with superheated 
vapor at 200 kPa and 200°C. At this moment both the inlet 
and the exit valves to the radiator are closed. A 120-W fan is 
used to distribute the air in the room. The pressure of the 
steam is observed to drop to 100 kPa after 30 min as a result 
of heat transfer to the room. Assuming constant specific heats 
for air at room temperature, determine the average tempera- 
ture of air in 30 min. Assume the air pressure in the room 
remains constant at 100 kPa. 


10°C 


4mx4mx5m 


Steam 
radiator 


FIGURE P4-137 


4-138 Consider a well-insulated horizontal rigid cylinder 
that is divided into two compartments by a piston that is free to 
move but does not allow either gas to leak into the other side. 
Initially, one side of the piston contains 1 m° of N, gas at 500 
kPa and 80°C while the other side contains 1 m° of He gas at 
500 kPa and 25°C. Now thermal equilibrium is established in 
the cylinder as a result of heat transfer through the piston. 
Using constant specific heats at room temperature, determine 
the final equilibrium temperature in the cylinder. What would 
your answer be if the piston were not free to move? 


FIGURE P4—138 


4-139 Repeat Prob. 4-138 by assuming the piston is made 
of 5 kg of copper initially at the average temperature of the 
two gases on both sides. Answer: 56°C 


4-140 Reconsider Prob. 4-139. Using EES (or other) 

<= software, investigate the effect of the mass of 
the copper piston on the final equilibrium temperature. Let the 
mass of piston vary from | to 10 kg. Plot the final temperature 
against the mass of piston, and discuss the results. 


4-141 An insulated rigid tank initially contains 1.4-kg satu- 
rated liquid water and water vapor at 200°C. At this state, 25 
percent of the volume is occupied by liquid water and the rest 
by vapor. Now an electric resistor placed in the tank is turned 
on, and the tank is observed to contain saturated water vapor 
after 20 min. Determine (a) the volume of the tank, (b) the 
final temperature, and (c) the electric power rating of the 
resistor. Answers: (a) 0.00648 m3, (b) 371°C, (c) 1.58 kW 


Water 
1.4 kg, 200°C 


FIGURE P4-141 


4-142 A vertical 12-cm diameter piston—cylinder device 
contains an ideal gas at the ambient conditons of 1 bar and 
24°C. Initially, the inner face of the piston is 20 cm from the 
base of the cylinder. Now an external shaft connected to the 
piston exerts a force corresponding to a boundary work input 
of 0.1 kJ. The temperature of the gas remains constant during 
the process. Determine (a) the amount of heat transfer, 
(b) the final pressure in the cylinder, and (c) the distance that 
the piston is displaced. 


4-143 A piston—cylinder device initially contains 0.15-kg 
steam at 3.5 MPa, superheated by 5°C. Now the steam loses 
heat to the surroundings and the piston moves down, hitting a set 
of stops at which point the cylinder contains saturated liquid 
water. The cooling continues until the cylinder contains water at 
200°C. Determine (a) the final pressure and the quality (if mix- 


ture), (b) the boundary work, (c) the amount of heat transfer 
when the piston first hits the stops, (d) and the total heat transfer. 


FIGURE P4-143 


4-144 An insulated rigid tank is divided into two compart- 
ments of different volumes. Initially, each compartment con- 
tains the same ideal gas at identical pressure but at different 
temperatures and masses. The wall separating the two com- 
partments is removed and the two gases are allowed to mix. 
Assuming constant specific heats, find the simplest expres- 
sion for the mixture temperature written in the form 


_ fm m 
T} = f m ee T, T, 
3 


m, m 


where m, and T, are the mass and temperature of the final 
mixture, respectively. 


SIDE 1 


SIDE 2 
Mass = m, 
Temperature = 7, 


Mass = m; 
Temperature = T}, 


FIGURE P4-144 


4-145 Catastrophic explosions of steam boilers in the 
1800s and early 1900s resulted in hundreds of deaths, which 
prompted the development of the ASME Boiler and Pressure 
Vessel Code in 1915. Considering that the pressurized fluid 
in a vessel eventually reaches equilibrium with its surround- 
ings shortly after the explosion, the work that a pressurized 
fluid would do if allowed to expand adiabatically to the state 
of the surroundings can be viewed as the explosive energy of 
the pressurized fluid. Because of the very short time period 
of the explosion and the apparent stability afterward, the 
explosion process can be considered to be adiabatic with no 
changes in kinetic and potential energies. The closed-system 
conservation of energy relation in this case reduces to W,,, = 
m(u, — uy). Then the explosive energy E,,,, becomes 


Eexp = m(u; = Uy) 


where the subscripts 1 and 2 refer to the state of the fluid 
before and after the explosion, respectively. The specific 
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explosion energy esp is usually expressed per unit volume, 
and it is obtained by dividing the quantity above by the total 
V of the vessel: 


Uy — Ug 


Cexp E vi 
where v, is the specific volume of the fluid before the 
explosion. 

Show that the specific explosion energy of an ideal gas 
with constant specific heat is 


Also, determine the total explosion energy of 20 m° of air at 
5 MPa and 100°C when the surroundings are at 20°C. 


a 
as Š i A 
> NZ 


FIGURE P4-145 


4-146 Using the relations in Prob. 4-145, determine the 
explosive energy of 20 m° of steam at 10 MPa and 500°C 
assuming the steam condenses and becomes a liquid at 25°C 
after the explosion. To how many kilograms of TNT is this 
explosive energy equivalent? The explosive energy of TNT is 
about 3250 kJ/kg. 


Fundamentals of Engineering (FE) Exam Problems 


4-147 A room is filled with saturated steam at 100°C. Now 
a 5-kg bowling ball at 25°C is brought to the room. Heat is 
transferred to the ball from the steam, and the temperature of 
the ball rises to 100°C while some steam condenses on the 
ball as it loses heat (but it still remains at 100°C). The spe- 
cific heat of the ball can be taken to be 1.8 kJ/kg-C. The 
mass of steam that condensed during this process is 


(a)80g  (b) 128g (c)299g (d) 351g (e) 405g 


4-148 A frictionless piston—cylinder device and a rigid 
tank contain 2 kmol of an ideal gas at the same temperature, 
pressure, and volume. Now heat is transferred, and the tem- 
perature of both systems is raised by 10°C. The amount of 
extra heat that must be supplied to the gas in the cylinder that 
is maintained at constant pressure is 


(a) 0 KJ (d) 102 kJ 
(b) 42 kJ (e) 166 kJ 
(c) 83 kJ 
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4-149 The specific heat of a material is given in a strange 
unit to be c = 3.60 kJ/kg - °F. The specific heat of this mater- 
ial in the SI units of kJ/kg + °C is 


(a) 2.00 kI/kg - °C (d) 4.80 kI/kg - °C 
(b) 3.20 kI/kg - °C (e) 6.48 kI/kg - °C 
(c) 3.60 kI/kg - °C 


4-150 A 3-m’ rigid tank contains nitrogen gas at 500 kPa 
and 300 K. Now heat is transferred to the nitrogen in the tank 
and the pressure of nitrogen rises to 800 kPa. The work done 
during this process is 


Thermodynamics 


(a) 500 kJ (d) 900 kJ 
(b) 1500 kJ (e) 2400 kJ 
(c) OkJ 


4-151 A 0.8-m/ rigid tank contains nitrogen gas at 600 kPa 
and 300 K. Now the gas is compressed isothermally to a volume 
of 0.1 m°. The work done on the gas during this compression 
process is 


(a) 746 kJ (d) 998 kJ 
(b) OKJ (e) 1890 kJ 
(c) 420 kJ 


4-152 A well-sealed room contains 60 kg of air at 200 kPa 
and 25°C. Now solar energy enters the room at an average 
rate of 0.8 kJ/s while a 120-W fan is turned on to circulate 
the air in the room. If heat transfer through the walls is negli- 
gible, the air temperature in the room in 30 min will be 


(a) 25.6°C (d) 52.5°C 
(b) 49.8°C (e) 63.4°C 
(c) 53.4°C 


4-153 A 2-kW baseboard electric resistance heater in a 
vacant room is turned on and kept on for 15 min. The mass 
of the air in the room is 75 kg, and the room is tightly sealed 
so that no air can leak in or out. The temperature rise of air at 
the end of 15 min is 


(a) 8.5°C (d) 33.4°C 

(b) 12.4°C (e) 54.8°C 

(c) 24.0°C 

4-154 A room contains 60 kg of air at 100 kPa and 15°C. 


The room has a 250-W refrigerator (the refrigerator con- 
sumes 250 W of electricity when running), a 120-W TV, a 1- 
kW electric resistance heater, and a 50-W fan. During a cold 
winter day, it is observed that the refrigerator, the TV, the fan, 
and the electric resistance heater are running continuously but 
the air temperature in the room remains constant. The rate of 
heat loss from the room that day is 


(a) 3312 kJ/h (d) 2952 kJ/h 
(b) 4752 kJ/h (e) 4680 KJ/h 
(c) 5112 kJ/h 


4-155 A piston—cylinder device contains 5 kg of air at 400 
kPa and 30°C. During a quasi-equilibium isothermal expan- 
sion process, 15 kJ of boundary work is done by the system, 


and 3 kJ of paddle-wheel work is done on the system. The 
heat transfer during this process is 


(a) 12 kJ (d) 3.5 kJ 

(b) 18 kJ (e) 60 kJ 

(c) 2.4 kJ 

4-156 A container equipped with a resistance heater and a 


mixer is initially filled with 3.6 kg of saturated water vapor at 
120°C. Now the heater and the mixer are turned on; the steam 
is compressed, and there is heat loss to the surrounding air. At 
the end of the process, the temperature and pressure of steam 
in the container are measured to be 300°C and 0.5 MPa. The 
net energy transfer to the steam during this process is 


(a) 274 kJ (d) 988 kJ 
(b) 914 kJ (e) 1291 kJ 
(c) 1213 kJ 


4-157 A 6-pack canned drink is to be cooled from 25°C to 
3°C. The mass of each canned drink is 0.355 kg. The drinks 
can be treated as water, and the energy stored in the alu- 
minum can itself is negligible. The amount of heat transfer 
from the 6 canned drinks is 


(a) 33 kJ (d) 196 kJ 

(b) 37 kJ (e) 223 kJ 

(c) 47 kJ 

4-158 A glass of water with a mass of 0.45 kg at 20°C is 


to be cooled to 0°C by dropping ice cubes at 0°C into it. The 
latent heat of fusion of ice is 334 kJ/kg, and the specific heat 
of water is 4.18 kJ/kg - °C. The amount of ice that needs to 
be added is 


(a) 56 g (d) 224 g 

(b) 113 g (e) 450 g 

(c) 124g 

4-159 A 2-kW electric resistance heater submerged in 5-kg 


water is turned on and kept on for 10 min. During the 
process, 300 kJ of heat is lost from the water. The tempera- 
ture rise of water is 


(a) 0.4°C (d) 71.8°C 
(b) 43.1°C (e) 180.0°C 
(c) 57.4°C 


4-160 3 kg of liquid water initially at 12°C is to be heated 
at 95°C in a teapot equipped with a 1200-W electric heating 
element inside. The specific heat of water can be taken to be 
4.18 kJ/kg - °C, and the heat loss from the water during heat- 
ing can be neglected. The time it takes to heat water to the 
desired temperature is 


(a) 4.8 min (d) 9.0 min 
(b) 14.5 min (e) 18.6 min 
(c) 6.7 min 


4-161 An ordinary egg with a mass of 0.1 kg and a specific 
heat of 3.32 kJ/kg - °C is dropped into boiling water at 95°C. 


If the initial temperature of the egg is 5°C, the maximum 
amount of heat transfer to the egg is 


(a) 12 kJ (d) 18 kJ 
(b) 30 kJ (e) infinity 
(c) 24 kJ 


4-162 An apple with an average mass of 0.18 kg and aver- 
age specific heat of 3.65 kJ/kg - °C is cooled from 22°C to 
5°C. The amount of heat transferred from the apple is 


(a) 0.85 KJ (d) 11.2 kJ 
(b) 62.1 KJ (e) 7.1 kJ 
(c) 17.7 KJ 


4-163 The specific heat at constant pressure for an ideal gas 
is given by a= 0.9 + (2.7 X 10~4)T (kJ/kg - K) where T is in 
kelvin. The change in the enthalpy for this ideal gas under- 
going a process in which the temperature changes from 27 to 
127°C is most nearly 


(a) 90 kJ/kg 
(b) 92.1 KJ/kg 
(c) 99.5 kJ/kg 


4-164 The specific heat at constant volume for an ideal gas 
is given by c, = 0.7 + (2.7 X 107^)T (kJ/kg - K) where T is 
in kelvin. The change in the internal energy for this ideal gas 
undergoing a process in which the temperature changes from 
27 to 127°C is most nearly 


(a) 70 kJ/kg (d) 82.1 kJ/kg 
(b) 72.1 KJ/kg (e) 84.0 KJ/kg 
(c) 79.5 kI/kg 


4-165 A piston—cylinder device contains an ideal gas. The 
gas undergoes two successive cooling processes by rejecting 
heat to the surroundings. First the gas is cooled at constant 
pressure until T, = 37,. Then the piston is held stationary 
while the gas is further cooled to T} = 47,, where all temper- 
atures are in K. 


(d) 108.9 kJ/kg 
(e) 105.2 kJ/kg 


1. The ratio of the final volume to the initial volume of the 


gas is 

(a) 0.25 (d) 0.75 
(b) 0.50 (e) 1.0 
(c) 0.67 


2. The work done on the gas by the piston is 


(a) RT,/4 (d) (c, + c,)T/4 
(b) c T,/2 (e) cy (T, + T,)/2 
(c) c,T/2 


3. The total heat transferred from the gas is 


(a) RT,/4 (d) (ec, + c,)T/4 
(b) c T;/2 (e) c (T1 + T3)/2 
(c) c,T/2 


4-166 Saturated steam vapor is contained in a piston—cylin- 
der device. While heat is added to the steam, the piston is held 
stationary, and the pressure and temperature become 1.2 MPa 
and 700°C, respectively. Additional heat is added to the steam 
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until the temperature rises to 1200°C, and the piston moves to 
maintain a constant pressure. 


1. The initial pressure of the steam is most nearly 


(a) 250 kPa (d) 1000 kPa 
(b) 500 kPa (e) 1250 kPa 
(c) 750 kPa 


2. The work done by the steam on the piston is most nearly 
(a) 230 kJ/kg (d) 2340 kJ/kg 
(b) 1100 kJ/kg (e) 840 kJ/kg 
(c) 2140 kJ/kg 


3. The total heat transferred to the steam is most nearly 
(a) 230 kJ/kg (d) 2340 kJ/kg 
(b) 1100 kJ/kg (e) 840 kJ/kg 
(c) 2140 kJ/kg 


Design, Essay, and Experiment Problems 


4-167 Using a thermometer, measure the boiling tempera- 
ture of water and calculate the corresponding saturation pres- 
sure. From this information, estimate the altitude of your 
town and compare it with the actual altitude value. 


4-168 Find out how the specific heats of gases, liquids, and 
solids are determined in national laboratories. Describe the 
experimental apparatus and the procedures used. 


4-169 Design an experiment complete with instrumenta- 
tion to determine the specific heats of a gas using a resistance 
heater. Discuss how the experiment will be conducted, what 
measurements need to be taken, and how the specific heats 
will be determined. What are the sources of error in your sys- 
tem? How can you minimize the experimental error? 


4-170 Design an experiment complete with instrumenta- 
tion to determine the specific heats of a liquid using a resis- 
tance heater. Discuss how the experiment will be conducted, 
what measurements need to be taken, and how the specific 
heats will be determined. What are the sources of error in 
your system? How can you minimize the experimental error? 
How would you modify this system to determine the specific 
heat of a solid? 


4-171 You are asked to design a heating system for a 
swimming pool that is 2 m deep, 25 m long, and 25 m wide. 
Your client desires that the heating system be large enough to 
raise the water temperature from 20 to 30°C in 3 h. The rate 
of heat loss from the water to the air at the outdoor design 
conditions is determined to be 960 W/m?, and the heater must 
also be able to maintain the pool at 30°C at those conditions. 
Heat losses to the ground are expected to be small and can be 
disregarded. The heater considered is a natural gas furnace 
whose efficiency is 80 percent. What heater size (in kW 
input) would you recommend to your client? 


4-172 It is claimed that fruits and vegetables are cooled by 
6°C for each percentage point of weight loss as moisture 
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during vacuum cooling. Using calculations, demonstrate if 
this claim is reasonable. 


4-173 A 1982 U.S. Department of Energy article (FS 
#204) states that a leak of one drip of hot water per second 
can cost $1.00 per month. Making reasonable assumptions 
about the drop size and the unit cost of energy, determine if 
this claim is reasonable. 


Thermodynamics 


4-174 Polytropic Expansion of Air Experiment The expan- 
sion on compression of a gas can be described by the poly- 
tropic relation pv” = c, where p is pressure, v is specific 
volume, c is a constant and the exponent n depends on the 
thermodynamic process. In our experiment compressed air in 
a steel pressure vessel is discharged to the atmosphere while 
temperature and pressure measurements of the air inside the 
vessel are recorded. There measurements, along with the first 
law of thermodynamics, are used to produce the polytropic 
exponent n for the process. Obtain the polytropic exponent n 
for the process using the video clip, the complete write-up, 
and the data provided on the DVD accompanying this book. 


4-175 First Law of Thermodynamics—Lead Smashing 
Experiment The first law of thermodynamics is verified with 
a lead smashing experiment. A small piece of lead, instru- 
mented with a thermocouple, is smashed with two steel cylin- 
ders. The cylinders are suspended by nylon chords and swing 
as pendulums from opposite directions, simultaneously strik- 
ing the lead. The loss in gravitational potential energy of the 
cylinders is equated to the rise in internal energy of the lead. 
Verify the first law of thermodynamics using the video clip, 
the complete write-up, and the data provided on the DVD 
accompanying this book. 


4-176 First Law of Thermodynamics—Friction Bearing 
Experiment The first law of thermodynamics is verified with a 
friction bearing experiment. A copper friction bearing is 
attached to one end of a wood shaft that is driven in rotation 
with a falling weight turning a pulley attached to the shaft. 
Friction causes the bearing to heat up. Data reduction analysis 
accounts for gravitational potential energy, elastic potential 
energy, translational and rotational kinetic energy, internal 
energy, and heat loss from the bearing. Verify the first law of 
thermodynamics using the video clip, the complete write-up, 
and the data provided on the DVD accompanying this book. 


4-177 First Law of Thermodynamics—Copper Cold Work- 
ing Experiment The first law of thermodynamics is verified 
again, but this time with a copper hinge calorimeter that is 
“worked” by a swinging pendulum, which causes a rise in the 
hinge temperature. The loss in potential energy of the pendu- 
lum is equated to the rise in internal energy of the hinge, plus 


the heat unavoidably transferred into the hinge clamps. Verify 
the first law of thermodynamics using the video clip, the 
complete write-up, and the data provided on the DVD accom- 
panying this book. 


4-178 First Law of Thermodynamics—Bicycle Braking 
Experiment The first law of thermodynamics is verified yet 
again—this time with a bicycle. A bicycle front caliper brake is 
removed and replaced with a lever-mounted, copper calorime- 
ter friction pad. The calorimeter friction pad rubs on the front 
tire, heats up, brings the bicycle to a stop, and verifies the first 
law of thermodynamics. Used in the data reduction analysis 
are aerodynamics drag and rolling friction, which are obtained 
using bicycle coast-down data read into a cassette audio 
recorder by the bicycle rider. Verify the first law of thermody- 
namics using the video clip, the complete write-up, and the 
data provided on the DVD accompanying this book. 


4-179 Specific Heat of Aluminum—Electric Calorimeter 
Experiment The specific heat of aluminum is obtained with 
an electric calorimeter. The design consists of two individual 
calorimeters—each an assembly of 13 aluminum plates with 
electric resistance heater wires laced in-between the plates. 
The exterior surfaces of both calorimeters and the surround- 
ing insulation are identical. However, the interior plates are 
different—one calorimeter has solid interior plates and the 
other has perforated interior plates. By initially adjusting the 
electrical power into each calorimeter the temperature-versus- 
time curves for each calorimeter are matched. This curve 
match allows cancellation of the unknown heat loss from each 
calorimeter and cancellation of the unknown heater thermal 
capacity to deliver an accurate specific heat value. Obtain the 
specific heat of aluminum using the video clip, the complete 
write-up, and the data provided on the DVD accompanying 
this book. 


4-180 Specific Heat of Aluminum—Transient Cooling 
Experiment The specific heat of aluminum is obtained with an 
entirely different experiment than the one described in Prob. 
4-179. In the present experiment a hollow, aluminum cylinder 
calorimeter is fitted with a plug forming a watertight cavity. 
The calorimeter is heated with a hair drier and then allowed to 
cool in still air. Two tests are performed: one with water in the 
cavity and one without water in the cavity. Transient tempera- 
ture measurements from the two tests give different cooling 
rates characterized with Trendlines in EXCEL. These Trend- 
lines are used to compute the aluminum specific heat. Obtain 
the specific heat of aluminum using the video clip, the com- 
plete write-up, and the data provided on the DVD accompany- 
ing this book. 


Chapter 5 


MASS AND ENERGY ANALYSIS 


n Chap. 4, we applied the general energy balance relation 

expressed as En — Eut = AE a to closed systems. In 

this chapter, we extend the energy analysis to systems 
that involve mass flow across their boundaries i.e., control 
volumes, with particular emphasis to steady-flow systems. 

We start this chapter with the development of the general 
conservation of mass relation for control volumes, and we 
continue with a discussion of flow work and the energy of 
fluid streams. We then apply the energy balance to systems 
that involve steady-flow processes and analyze the common 
steady-flow devices such as nozzles, diffusers, compressors, 
turbines, throttling devices, mixing chambers, and heat 
exchangers. Finally, we apply the energy balance to general 
unsteady-flow processes such as the charging and discharg- 
ing of vessels. 


OF CONTROL VOLUMES 


Objectives 


The objectives of Chapter 5 are to: 


e Develop the conservation of mass principle. 


e Apply the conservation of mass principle to various systems 
including steady- and unsteady-flow control volumes. 


e Apply the first law of thermodynamics as the statement of 
the conservation of energy principle to control volumes. 


e Identify the energy carried by a fluid stream crossing a 
control surface as the sum of internal energy, flow work, 
kinetic energy, and potential energy of the fluid and to relate 
the combination of the internal energy and the flow work to 
the property enthalpy. 


e Solve energy balance problems for common steady-flow 
devices such as nozzles, compressors, turbines, throttling 
valves, mixers, heaters, and heat exchangers. 


e Apply the energy balance to general unsteady-flow 
processes with particular emphasis on the uniform-flow 
process as the model for commonly encountered charging 
and discharging processes. 
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TUTORIAL 
SEE TUTORIAL CH. 5, SEC. 1 ON THE DVD. 
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FIGURE 5-1 


Mass is conserved even during 
chemical reactions. 


~ 
Control surface ` 


FIGURE 5-2 


The normal velocity V, for a surface is 
the component of velocity 
perpendicular to the surface. 


5-1 = CONSERVATION OF MASS 


Conservation of mass is one of the most fundamental principles in nature. 
We are all familiar with this principle, and it is not difficult to understand. 
As the saying goes, You cannot have your cake and eat it too! A person does 
not have to be a scientist to figure out how much vinegar-and-oil dressing is 
obtained by mixing 100 g of oil with 25 g of vinegar. Even chemical equa- 
tions are balanced on the basis of the conservation of mass principle. When 
16 kg of oxygen reacts with 2 kg of hydrogen, 18 kg of water is formed 
(Fig. 5-1). In an electrolysis process, the water separates back to 2 kg of 
hydrogen and 16 kg of oxygen. 

Mass, like energy, is a conserved property, and it cannot be created or 
destroyed during a process. However, mass m and energy E can be converted 
to each other according to the well-known formula proposed by Albert Ein- 
stein (1879-1955): 

E = mc’ (5-1) 


where c is the speed of light in a vacuum, which is c = 2.9979 X 108 m/s. 
This equation suggests that the mass of a system changes when its energy 
changes. However, for all energy interactions encountered in practice, with 
the exception of nuclear reactions, the change in mass is extremely small 
and cannot be detected by even the most sensitive devices. For example, 
when 1 kg of water is formed from oxygen and hydrogen, the amount of 
energy released is 15,879 kJ, which corresponds to a mass of 1.76 Xx 107!° 
kg. A mass of this magnitude is beyond the accuracy required by practically 
all engineering calculations and thus can be disregarded. 

For closed systems, the conservation of mass principle is implicitly used by 
requiring that the mass of the system remain constant during a process. For 
control volumes, however, mass can cross the boundaries, and so we must 
keep track of the amount of mass entering and leaving the control volume. 


Mass and Volume Flow Rates 


The amount of mass flowing through a cross section per unit time is called 
the mass flow rate and is denoted by m. The dot over a symbol is used to 
indicate time rate of change, as explained in Chap. 2. 

A fluid usually flows into or out of a control volume through pipes or 
ducts. The differential mass flow rate of fluid flowing across a small area 
element dA, on a flow cross section is proportional to dA, itself, the fluid 
density p, and the component of the flow velocity normal to dA,, which we 
denote as V,, and is expressed as (Fig. 5-2) 


n? 
ôm = pV, dA, (5-2) 


Note that both ô and d are used to indicate differential quantities, but ô is 
typically used for quantities (such as heat, work, and mass transfer) that are 
path functions and have inexact differentials, while d is used for quantities 
(such as properties) that are point functions and have exact differentials. For 
flow through an annulus of inner radius r, and outer radius r,, for example, 


2 2 
| dA, = Ag — Aa = a (rz — rj) but | ôm = Moa (total mass flow rate 
1 1 


through the annulus), not m, — m,. For specified values of r; and ry, the 
value of the integral of dA, is fixed (thus the names point function and exact 


differential), but this is not the case for the integral of ôm (thus the names 
path function and inexact differential). 

The mass flow rate through the entire cross-sectional area of a pipe or 
duct is obtained by integration: 


m= | ôm = | pV, dA, (kg/s) (5-3) 
A, A, 


While Eq. 5-3 is always valid (in fact it is exact), it is not always practi- 
cal for engineering analyses because of the integral. We would like instead 
to express mass flow rate in terms of average values over a cross section of 
the pipe. In a general compressible flow, both p and V,, vary across the pipe. 
In many practical applications, however, the density is essentially uniform 
over the pipe cross section, and we can take p outside the integral of Eq. 
5-3. Velocity, however, is never uniform over a cross section of a pipe 
because of the fluid sticking to the surface and thus having zero velocity at 
the wall (the no-slip condition). Rather, the velocity varies from zero at the 
walls to some maximum value at or near the centerline of the pipe. We 
define the average velocity V, as the average value of V, across the entire 
cross section (Fig. 5-3), 


Average velocity: = >> | V, dA, (5-4) 
cy 

where A, is the area of the cross section normal to the flow direction. Note 

that if the velocity were V,,, all through the cross section, the mass flow 

rate would be identical to that obtained by integrating the actual velocity 

profile. Thus for incompressible flow or even for compressible flow where 

p is uniform across A,, Eq. 5-3 becomes 


m= PV (kg/s) (5-5) 


For compressible flow, we can think of p as the bulk average density 
over the cross section, and then Eq. 5-5 can still be used as a reasonable 
approximation. 

For simplicity, we drop the subscript on the average velocity. Unless 
otherwise stated, V denotes the average velocity in the flow direction. Also, 
A, denotes the cross-sectional area normal to the flow direction. 

The volume of the fluid flowing through a cross section per unit time is 
called the volume flow rate V (Fig. 5—4) and is given by 


V= | V, dA, = VaygA. = VA. (m?/s) (5-6) 
A, 


An early form of Eq. 5—6 was published in 1628 by the Italian monk 
Benedetto Castelli (circa 1577-1644). Note that most fluid mechanics text- 
books use Q instead of V for volume flow rate. We use V to avoid confusion 
with heat transfer. 
The mass and volume flow rates are related by 
so VY 

n= pV=— 5-7 

m =p i (5-7) 
where v is the specific volume. This relation is analogous to m = pV = 
V/v, which is the relation between the mass and the volume of a fluid in a 
container. 
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FIGURE 5-3 


The average velocity V,,, is defined as 
the average speed through a cross 
section. 


Cross section 


FIGURE 5-4 


The volume flow rate is the volume of 
fluid flowing through a cross section 
per unit time. 
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FIGURE 5-5 


Conservation of mass principle for an 
ordinary bathtub. 
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FIGURE 5-6 


The differential control volume dV and 
the differential control surface dA used 
in the derivation of the conservation of 
mass relation. 


Conservation of Mass Principle 


The conservation of mass principle for a control volume can be expressed 
as: The net mass transfer to or from a control volume during a time interval 
At is equal to the net change (increase or decrease) in the total mass within 
the control volume during At. That is, 


ee mass n _ pe mass Hee 7 ( Net change in mass ) 
the CV during At the CV during At within the CV during Ar 


or 
Min ~ Mou = Amey (kg) (5-8) 


where Amey = Menai — Minita IS the change in the mass of the control volume 
during the process (Fig. 5-5). It can also be expressed in rate form as 
in Mout = dmcy/dt (kg/s) (5-9) 
where m, and m,y are the total rates of mass flow into and out of the control 
volume, and dmçy/dt is the time rate of change of mass within the control vol- 
ume boundaries. Equations 5-8 and 5-9 are often referred to as the mass bal- 
ance and are applicable to any control volume undergoing any kind of process. 
Consider a control volume of arbitrary shape, as shown in Fig. 5—6. The 
mass of a differential volume dV within the control volume is dm = p dV. 
The total mass within the control volume at any instant in time f is deter- 
mined by integration to be 


m 


Total mass within the CV: mcy = | p dV (5-10) 
cv 


Then the time rate of change of the amount of mass within the control vol- 
ume can be expressed as 


dm d 
v= | p aV (5-11) 
CV 


Rate of change of mass within the CV: u l 
For the special case of no mass crossing the control surface (i.e., the control 
volume resembles a closed system), the conservation of mass principle 
reduces to that of a system that can be expressed as dmçy/dt = 0. This rela- 
tion is valid whether the control volume is fixed, moving, or deforming. 

Now consider mass flow into or out of the control volume through a differ- 
ential area dA on the control surface of a fixed, control volume. Let 7 be 
the outward unit vector of dA normal to dA and V be the flow velocity at dA 
relative to a fixed coordinate system, as shown in Fig. 5—6. In general, the 
velocity may cross dA at an angle @ off the normal of dA, and the mass flow 
rate is proportional to the normal component of velocity V, = V cos @ rang- 
ing from a maximum outflow of V for 6 = 0 (flow is normal to dA) to a min; 
imum of zero for 0 = 90° (flow is tangent to dA) to a maximum inflow of V 
for 6 = 180° (flow is normal to dA but in the opposite direction). Making use 
of the concept of dot product of two vectors, the magnitude of the normal 
component of velocity can be expressed as 


Normal component of velocity: V, = V cos 0 = y n (5-12) 


The mass flow rate through dA is proportional to the fluid density p, normal 
velocity V,, and the flow area dA, and can be expressed as 


Differential mass flow rate: 5m = pV, dA = p(V cos 0) dA = o(V- n) dA (5-13) 


The net flow rate into or out of the control volume through the entire con- 
trol surface is obtained by integrating 6m over the entire control surface, 


Net mass flow rate: Moet = | ôm = | pV, dA = | o(V-n) dA (5-14) 
cS CS cS 

Note that V - @ = V cos 6 is positive for 0 < 90° (outflow) and negative for 
0 > 90° (inflow). Therefore, the direction of flow is automatically 
accounted for, and the surface integral in Eq. 5-14 directly gives the net 
mass flow rate. A positive value for me indicates net outflow, and a nega- 
tive value indicates a net inflow of mass. 

Rearranging Eq. 5-9 as dmcy/dt + Mou — Min = 0, the conservation of 
mass relation for a fixed control volume can then be expressed as 


General conservation of mass:  — | pdV+ | o(V- n)dA=0 (5-15) 


It states that the time rate of change of mass within the control volume plus 
the net mass flow rate through the control surface is equal to zero. 

Splitting the surface integral in Eq. 5—15 into two parts—one for the out- 
going flow streams (positive) and one for the incoming streams (negative )}— 
the general conservation of mass relation can also be expressed as 


d 
al pav+ X | pva -X Í ovda =o (5-16) 
dt CV out JA in JA 
where A represents the area for an inlet or outlet, and the summation signs 
are used to emphasize that all the inlets and outlets are to be considered. 
Using the definition of mass flow rate, Eq. 5-16 can also be expressed as 
dmcy 


zf pdvV=>m- Sm or =$ n-m (5-17) 
dt ev T dt in 


out out 


Equations 5-15 and 5-16 are also valid for moving or deforming control vol- 
umes provided that the absolute velocity V is replaced by the relative velocity 
V,, which is the fluid velocity relative to the control surface. 


Mass Balance for Steady-Flow Processes 


During a steady-flow process, the total amount of mass contained within a 
control volume does not change with time (mçy = constant). Then the con- 
servation of mass principle requires that the total amount of mass entering a 
control volume equal the total amount of mass leaving it. For a garden 
hose nozzle in steady operation, for example, the amount of water entering 
the nozzle per unit time is equal to the amount of water leaving it per 
unit time. 

When dealing with steady-flow processes, we are not interested in the 
amount of mass that flows in or out of a device over time; instead, we are 
interested in the amount of mass flowing per unit time, that is, the mass 
flow rate m. The conservation of mass principle for a general steady-flow 
system with multiple inlets and outlets can be expressed in rate form as 
(Fig. 5-7) 


Steady flow: Sn=>m (kg/s) (5-18) 


out 
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mı = 2 kg/s m = 3 kg/s 
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m, =m, +m = 5 kg/s 


FIGURE 5-7 


Conservation of mass principle for a 
two-inlet—one-outlet steady-flow 
system. 
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m; = 2 kg/s 
UV; = 1.4 m°?/s 
FIGURE 5-8 


During a steady-flow process, 


volume flow rates are not necessarily 


conserved although mass flow 


rates are. 


FIGURE 5-9 


Schematic for Example 5-1. 


Bucket 


It states that the total rate of mass entering a control volume is equal to the 
total rate of mass leaving it. 

Many engineering devices such as nozzles, diffusers, turbines, compres- 
sors, and pumps involve a single stream (only one inlet and one outlet). For 
these cases, we denote the inlet state by the subscript 1 and the outlet state 
by the subscript 2, and drop the summation signs. Then Eq. 5-18 reduces, 
for single-stream steady-flow systems, to 


Steady flow (single stream): Mm, =m, — pVA; = p:VA, (5-19) 


Special Case: Incompressible Flow 


The conservation of mass relations can be simplified even further when the 
fluid is incompressible, which is usually the case for liquids. Canceling the 
density from both sides of the general steady-flow relation gives 


Steady, incompressible flow: Sv=adsv (m?/s) (5-20) 


out 
For single-stream steady-flow systems it becomes 
Steady, incompressible flow (single stream): V, = V,—> V,A, = VA» (5-21) 


It should always be kept in mind that there is no such thing as a “conserva- 
tion of volume” principle. Therefore, the volume flow rates into and out of a 
steady-flow device may be different. The volume flow rate at the outlet of 
an air compressor is much less than that at the inlet even though the mass 
flow rate of air through the compressor is constant (Fig. 5-8). This is due to 
the higher density of air at the compressor exit. For steady flow of liquids, 
however, the volume flow rates, as well as the mass flow rates, remain con- 
stant since liquids are essentially incompressible (constant-density) sub- 
stances. Water flow through the nozzle of a garden hose is an example of 
the latter case. 

The conservation of mass principle is based on experimental observations 
and requires every bit of mass to be accounted for during a process. If you 
can balance your checkbook (by keeping track of deposits and withdrawals, 
or by simply observing the “conservation of money” principle), you should 
have no difficulty applying the conservation of mass principle to engineering 
systems. 


EXAMPLE 5-1 Water Flow through a Garden Hose Nozzle 


A garden hose attached with a nozzle is used to fill a 10-gal bucket. The 
inner diameter of the hose is 2 cm, and it reduces to 0.8 cm at the nozzle 
exit (Fig. 5-9). If it takes 50 s to fill the bucket with water, determine 
(a) the volume and mass flow rates of water through the hose, and (b) the 
average velocity of water at the nozzle exit. 


Solution A garden hose is used to fill a water bucket. The volume and 
mass flow rates of water and the exit velocity are to be determined. 
Assumptions 1 Water is an incompressible substance. 2 Flow through the 
hose is steady. 3 There is no waste of water by splashing. 


Chapter 5 | 225 


Properties We take the density of water to be 1000 kg/m? = 1 kg/L. 
Analysis (a) Noting that 10 gal of water are discharged in 50 s, the volume 
and mass flow rates of water are 


: V 10 SE IL, 
~ At 50s \ Ig 


m = pV = (1 kg/L) (0.757 L/s) = 0.757 kg/s 
(b) The cross-sectional area of the nozzle exit is 


A, = wr, = 7(0.4 cm)? = 0.5027 cm” = 0.5027 x 107~* m? 


) = 0.757 L/s 


The volume flow rate through the hose and the nozzle is constant. Then the 
average velocity of water at the nozzle exit becomes 


v= V 0.757 L/s ( Im? 


= SA 
A, 0.5027 X 1074 m2 a) mg 


Discussion \t can be shown that the average velocity in the hose is 2.4 m/s. 
Therefore, the nozzle increases the water velocity by over six times. 


EXAMPLE 5-2 Discharge of Water from a Tank 


A 4-ft-high, 3-ft-diameter cylindrical water tank whose top is open to the 
atmosphere is initially filled with water. Now the discharge plug near the bot- 
tom of the tank is pulled out, and a water jet whose diameter is 0.5 in 
streams out (Fig. 5-10). The average velocity of the jet is given by 
V = V2gh, where h is the height of water in the tank measured from the 
center of the hole (a variable) and g is the gravitational acceleration. Deter- 
mine how long it will take for the water level in the tank to drop to 2 ft from 
the bottom. 


Solution The plug near the bottom of a water tank is pulled out. The time 
it takes for half of the water in the tank to empty is to be determined. 
Assumptions 1 Water is an incompressible substance. 2 The distance 
between the bottom of the tank and the center of the hole is negligible com- 
pared to the total water height. 3 The gravitational acceleration is 32.2 ft/s?. 
Analysis \Ne take the volume occupied by water as the control volume. The 
size of the control volume decreases in this case as the water level drops, FIGURE 5-10 
and thus this is a variable control volume. (We could also treat this as a 
fixed control volume that consists of the interior volume of the tank by disre- 
garding the air that replaces the space vacated by the water.) This is obvi- 
ously an unsteady-flow problem since the properties (such as the amount of 
mass) within the control volume change with time. 

The conservation of mass relation for a control volume undergoing any 
process is given in the rate form as 


Schematic for Example 5-2. 


A ; dm, 
Min ~ Mout = ae (1) 


During this process no mass enters the control volume (rì, = 0), and the 
mass flow rate of ee water can be expressed as 


Mon = (PVA) our = FYN 2ghA jet (2) 
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Imaginary ee 
piston 


FIGURE 5-11 


Schematic for flow work. 


where Ajet = 7D2,/4 is the cross-sectional area of the jet, which is constant. 
Noting that the density of water is constant, the mass of water in the tank at 
any time is 

mcy = PV = pAunkh (3) 
where A... = 7D%,/4 is the base area of the cylindrical tank. Substituting 
Eqs. 2 and 3 into the mass balance relation (Eq. 1) gives 


(PA tanh TD? 4) dh 
—pV 2ghAje, a Sela > -pV 2gh(T DlA) = Pa 


Canceling the densities and other common terms and separating the vari- 
ables give 


Dax dh 
dt = a k E 
DNV 2gh 


Integrating from t = O at which h = h to t = tat which h = h, gives 


i D j dh Vm Ve ey) 
0 


mi 
D2, 2g ho Vh v g/2 D 


Substituting, the time of discharge is 


3 VE = VE € x 12in 
V 32.2/2 ft/s? 0.5 in 


Therefore, half of the tank is emptied in 12.6 min after the discharge hole is 
unplugged. 

Discussion Using the same relation with h, = O gives t = 43.1 min for the 
discharge of the entire amount of water in the tank. Therefore, emptying 
the bottom half of the tank takes much longer than emptying the top half. 
This is due to the decrease in the average discharge velocity of water with 
decreasing h. 


jet 


2 
) = 757s = 12.6 min 


5-2 = FLOW WORK AND THE ENERGY 
OF A FLOWING FLUID 


Unlike closed systems, control volumes involve mass flow across their 
boundaries, and some work is required to push the mass into or out of the 
control volume. This work is known as the flow work, or flow energy, and 
is necessary for maintaining a continuous flow through a control volume. 

To obtain a relation for flow work, consider a fluid element of volume V 
as shown in Fig. 5—11. The fluid immediately upstream forces this fluid ele- 
ment to enter the control volume; thus, it can be regarded as an imaginary 
piston. The fluid element can be chosen to be sufficiently small so that it 
has uniform properties throughout. 

If the fluid pressure is P and the cross-sectional area of the fluid element 
is A (Fig. 5-12), the force applied on the fluid element by the imaginary 
piston is 


F = PA (5-22) 


To push the entire fluid element into the control volume, this force must act 
through a distance L. Thus, the work done in pushing the fluid element 
across the boundary (i.e., the flow work) is 


Wiw = FL = PAL= PV (kJ) (5-23) 


The flow work per unit mass is obtained by dividing both sides of this equa- 
tion by the mass of the fluid element: 


Wflow — Pv (kJ/kg) (5-24) 


The flow work relation is the same whether the fluid is pushed into or out 
of the control volume (Fig. 5-13). 

It is interesting that unlike other work quantities, flow work is expressed in 
terms of properties. In fact, it is the product of two properties of the fluid. For 
that reason, some people view it as a combination property (like enthalpy) and 
refer to it as flow energy, convected energy, or transport energy instead of 
flow work. Others, however, argue rightfully that the product Pv represents 
energy for flowing fluids only and does not represent any form of energy for 
nonflow (closed) systems. Therefore, it should be treated as work. This con- 
troversy is not likely to end, but it is comforting to know that both arguments 
yield the same result for the energy balance equation. In the discussions that 
follow, we consider the flow energy to be part of the energy of a flowing 
fluid, since this greatly simplifies the energy analysis of control volumes. 


Total Energy of a Flowing Fluid 


As we discussed in Chap. 2, the total energy of a simple compressible system 
consists of three parts: internal, kinetic, and potential energies (Fig. 5-14). On 
a unit-mass basis, it is expressed as 


2 


V 
e=Erhes pala — 


: + gz (kJ/kg) (5-25) 


where V is the velocity and z is the elevation of the system relative to some 
external reference point. 


Kinetic 
ae energy 
Flowing 


Nonflowing e= y+ — Z gz fud 9=Pv tut ee gz 


fluid 
Internal Potential Potential 
energy energy energy 
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FIGURE 5-12 


In the absence of acceleration, the 
force applied on a fluid by a piston is 
equal to the force applied on the piston 
by the fluid. 


Wflow > 
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(a) Before entering 


P 
v 


(b) After entering 


FIGURE 5-13 


Flow work is the energy needed to 
push a fluid into or out of a control 
volume, and it is equal to Pv. 


FIGURE 5-14 


The total energy consists of three parts 
for a nonflowing fluid and four parts 
for a flowing fluid. 
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The product 7,0; is the energy 
transported into control volume 
by mass per unit time. 


The fluid entering or leaving a control volume possesses an additional 
form of energy—the flow energy Pv, as already discussed. Then the total 
energy of a flowing fluid on a unit-mass basis (denoted by 0) becomes 


0 = Pv + e = Pv + (u + ke + pe) (5-26) 


But the combination Pv + u has been previously defined as the enthalpy h. 
So the relation in Eq. 5-26 reduces to 


V 
0 =h+ke+pe=h+ 3 + gz (kJ/kg) (5-27) 


By using the enthalpy instead of the internal energy to represent the 
energy of a flowing fluid, one does not need to be concerned about the flow 
work. The energy associated with pushing the fluid into or out of the con- 
trol volume is automatically taken care of by enthalpy. In fact, this is the 
main reason for defining the property enthalpy. From now on, the energy of 
a fluid stream flowing into or out of a control volume is represented by Eq. 
5-27, and no reference will be made to flow work or flow energy. 


Energy Transport by Mass 


Noting that 6 is total energy per unit mass, the total energy of a flowing fluid 
of mass m is simply m6, provided that the properties of the mass m are uni- 
form. Also, when a fluid stream with uniform properties is flowing at a mass 
flow rate of m, the rate of energy flow with that stream is m0 (Fig. 5-15). 
That is, 


y? 
Amount of energy transport: E mass = MO = m(n H 3 + ez) (kJ) (5-28) 


2 
Rate of energy transport: È pass = M0 = h(n H “ H ez) (kW) (5-29) 
When the kinetic and potential energies of a fluid stream are negligible, as 
is often the case, these relations simplify to Eass = mh and Enas, = mh. 

In general, the total energy transported by mass into or out of the control 
volume is not easy to determine since the properties of the mass at each 
inlet or exit may be changing with time as well as over the cross section. 
Thus, the only way to determine the energy transport through an opening as 
a result of mass flow is to consider sufficiently small differential masses ôm 
that have uniform properties and to add their total energies during flow. 

Again noting that 0 is total energy per unit mass, the total energy of a 
flowing fluid of mass ôm is 0 ôm. Then the total energy transported by mass 
through an inlet or exit (m, and m,0,) is obtained by integration. At an 
inlet, for example, it becomes 


v? 
Eins" | 0; 6m; = | (n a = a ez) ôm; (5-30) 
Most flows encountered in practice can be approximated as being steady 
and one-dimensional, and thus the simple relations in Eqs. 5-28 and 5-29 
can be used to represent the energy transported by a fluid stream. 


EXAMPLE 5-3 Energy Transport by Mass 


Steam is leaving a 4-L pressure cooker whose operating pressure is 150 kPa 
(Fig. 5-16). It is observed that the amount of liquid in the cooker has 
decreased by 0.6 L in 40 min after the steady operating conditions are 
established, and the cross-sectional area of the exit opening is 8 mm?. 
Determine (a) the mass flow rate of the steam and the exit velocity, (b) the 
total and flow energies of the steam per unit mass, and (c) the rate at which 
energy leaves the cooker by steam. 


Solution Steam leaves a pressure cooker at a specified pressure. The veloc- 
ity, flow rate, the total and flow energies, and the rate of energy transfer by 
mass are to be determined. 

Assumptions 1 The flow is steady, and the initial start-up period is disre- 
garded. 2 The kinetic and potential energies are negligible, and thus they are 
not considered. 3 Saturation conditions exist within the cooker at all times 
so that steam leaves the cooker as a saturated vapor at the cooker pressure. 
Properties The properties of saturated liquid water and water vapor at 150 
kPa are v; = 0.001053 m°/kg, Ye = M94 m/kg, th, = ZONe.2 (lies, 
and h, = 2693.1 kJ/kg (Table A-5). 

Analysis (a) Saturation conditions exist in a pressure cooker at all times 
after the steady operating conditions are established. Therefore, the liquid 
has the properties of saturated liquid and the exiting steam has the properties 
of saturated vapor at the operating pressure. The amount of liquid that has 
evaporated, the mass flow rate of the exiting steam, and the exit velocity are 


A Viqui 6 IL, lm? 
———— ( = ) = 0570ke 
Up 0.001053 m?/kg \ 1000 L 
m  0.570kg 
n=— = = 0.0142 kg/min = 2.37 x 10°4k 
WaN O 0.0 g/min 3 0“ kg/s 
; mv 2.37 X 10-4 kg/s) (1.1594 m3/k 
E Mis E a 
pA. A, 8 x 10 °m 


(b) Noting that h = u + Pv and that the kinetic and potential energies are 
disregarded, the flow and total energies of the exiting steam are 


Chow = PV = h — u = 2693.1 — 2519.2 = 173.9 kJ/kg 
9 = h + ke + pe = h = 2693.1 kJ/kg 


Note that the kinetic energy in this case is ke = V?/2 = (34.3 m/s)?/2 = 
588 m2/s? = 0.588 kJ/kg, which is small compared to enthalpy. 


(c) The rate at which energy is leaving the cooker by mass is simply the 
product of the mass flow rate and the total energy of the exiting steam per 
unit mass, 

E mass = mO = (2.37 X 1074 kg/s) (2693.1 kJ/kg) = 0.638 kJ/s = 0.638 kW 
Discussion The numerical value of the energy leaving the cooker with steam 
alone does not mean much since this value depends on the reference point 
selected for enthalpy (it could even be negative). The significant quantity is 
the difference between the enthalpies of the exiting vapor and the liquid 
inside (which is Ag) since it relates directly to the amount of energy supplied 
to the cooker. 
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FIGURE 5-16 
Schematic for Example 5-3. 
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FIGURE 5-17 


Many engineering systems such as 
power plants operate under steady 
conditions. 
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FIGURE 5-18 


Under steady-flow conditions, the 
mass and energy contents of a control 
volume remain constant. 


FIGURE 5-19 


Under steady-flow conditions, the 
fluid properties at an inlet or exit 
remain constant (do not change with 
time). 


5-3 = ENERGY ANALYSIS OF STEADY-FLOW 
SYSTEMS 


A large number of engineering devices such as turbines, compressors, and 
nozzles operate for long periods of time under the same conditions once the 
transient start-up period is completed and steady operation is established, and 
they are classified as steady-flow devices (Fig. 5-17). Processes involving 
such devices can be represented reasonably well by a somewhat idealized 
process, called the steady-flow process, which was defined in Chap. | as a 
process during which a fluid flows through a control volume steadily. That is, 
the fluid properties can change from point to point within the control vol- 
ume, but at any point, they remain constant during the entire process. 
(Remember, steady means no change with time.) 

During a steady-flow process, no intensive or extensive properties within 
the control volume change with time. Thus, the volume V, the mass m, and 
the total energy content E of the control volume remain constant (Fig. 5—18). 
As a result, the boundary work is zero for steady-flow systems (since Vay = 
constant), and the total mass or energy entering the control volume must be 
equal to the total mass or energy leaving it (since mçy = constant and Eçy = 
constant). These observations greatly simplify the analysis. 

The fluid properties at an inlet or exit remain constant during a steady- 
flow process. The properties may, however, be different at different inlets 
and exits. They may even vary over the cross section of an inlet or an exit. 
However, all properties, including the velocity and elevation, must remain 
constant with time at a fixed point at an inlet or exit. It follows that the mass 
flow rate of the fluid at an opening must remain constant during a steady- 
flow process (Fig. 5-19). As an added simplification, the fluid properties at 
an opening are usually considered to be uniform (at some average value) 
over the cross section. Thus, the fluid properties at an inlet or exit may be 
specified by the average single values. Also, the heat and work interactions 
between a steady-flow system and its surroundings do not change with time. 
Thus, the power delivered by a system and the rate of heat transfer to or 
from a system remain constant during a steady-flow process. 

The mass balance for a general steady-flow system was given in Sec. 5-1 as 


X m= m (kg/s) (5-31) 
in out 

The mass balance for a single-stream (one-inlet and one-outlet) steady-flow 

system was given as 


m =m > pV, = pVA> (5-32) 


where the subscripts 1 and 2 denote the inlet and the exit states, respec- 
tively, p is density, V is the average flow velocity in the flow direction, and 
A is the cross-sectional area normal to flow direction. 

During a steady-flow process, the total energy content of a control volume 
remains constant (Eçy = constant), and thus the change in the total energy 
of the control volume is zero (AE, = 0). Therefore, the amount of energy 
entering a control volume in all forms (by heat, work, and mass) must be 
equal to the amount of energy leaving it. Then the rate form of the general 
energy balance reduces for a steady-flow process to 


A 0 (steady) 
En = Eon = dE syster) dt =0 (5-33) 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
or 
Energy balance: Ein = Eo (kW) (5-34) 


apaa 
Rate of net energy transfer out 
by heat, work, and mass 


= 
Rate of net energy transfer in 
by heat, work, and mass 
Noting that energy can be transferred by heat, work, and mass only, the 
energy balance in Eq. 5-34 for a general steady-flow system can also be 
written more explicitly as 


Qin + Wa + X m0 = Don + Wo + > nd (5-35) 
in out 
or 
* P y? i i y? 
Òn + Wa +Za(a Eaa sz) Q ou + Wy + Sal n +o +e) (5-36) 
in out 
ae la sS i ao 


for each inlet for each exit 


since the energy of a flowing fluid per unit mass is 0 = h + ke + pe = h + 
V?/2 + gz. The energy balance relation for steady-flow systems first appeared 
in 1859 in a German thermodynamics book written by Gustav Zeuner. 

Consider, for example, an ordinary electric hot-water heater under steady 
operation, as shown in Fig. 5-20. A cold-water stream with a mass flow rate 
m is continuously flowing into the water heater, and a hot-water stream of 
the same mass flow rate is continuously flowing out of it. The water heater 
(the control volume) is losing heat to the surrounding air at a rate of Ò ww 
and the electric heating element is supplying electrical work (heating) to the 
water at a rate of W.. On the basis of the conservation of energy principle, 
we can say that the water stream experiences an increase in its total energy 
as it flows through the water heater that is equal to the electric energy sup- 
plied to the water minus the heat losses. 

The energy balance relation just given is intuitive in nature and is easy to 
use when the magnitudes and directions of heat and work transfers are 
known. When performing a general analytical study or solving a problem 
that involves an unknown heat or work interaction, however, we need to 
assume a direction for the heat or work interactions. In such cases, it is com- 
mon practice to assume heat to be transferred into the system (heat input) at a 
rate of Q, and work produced by the system (work output) at a rate of W, and 
then solve the problem. The first-law or energy balance relation in that case 
for a general steady-flow system becomes 


Do y? 
0-W=Saln+o+ ee) - 


out 


y2 
Sala Pat sz) (5-37) 


in 


for each exit for each inlet 


Obtaining a negative quantity for Ò or W simply means that the assumed 
direction is wrong and should be reversed. For single-stream devices, the 
steady-flow energy balance equation becomes 

a) 


vi- Vi | 


Q W= il M ht+—S + (zy (5-38) 
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A water heater in steady operation. 
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FIGURE 5-21 


Under steady operation, shaft work 
and electrical work are the only forms 
of work a simple compressible system 


may involve. 
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FIGURE 5-22 


The units m?/s? and J/kg are 
equivalent. 


Dividing Eq. 5-38 by m gives the energy balance on a unit-mass basis as 


vi- Vi 
q-w=h-h,4 3 + g(Z — z) (5-39) 


where q = Ọ/m and w = Wir are the heat transfer and work done per unit 
mass of the working fluid, respectively. When the fluid experiences negligi- 
ble changes in its kinetic and potential energies (that is, Ake = 0, Ape = 0), 
the energy balance equation is reduced further to 


q-w=h—-h, (5-40) 


The various terms appearing in the above equations are as follows: 


Q = rate of heat transfer between the control volume and its 
surroundings. When the control volume is losing heat (as in the case of 
the water heater), Q is negative. If the control volume is well insulated 
(i.e., adiabatic), then O = 0. 

W= power. For steady-flow devices, the control volume is constant; thus, 
there is no boundary work involved. The work required to push mass into 
and out of the control volume is also taken care of by using enthalpies for 
the energy of fluid streams instead of internal energies. Then W represents 
the remaining forms of work done per unit time (Fig. 5—21). Many 
steady-flow devices, such as turbines, compressors, and pumps, transmit 
power through a shaft, and W simply becomes the shaft power for those 
devices. If the control surface is crossed by electric wires (as in the case 
of an electric water heater), W represents the electrical work done per unit 
time. If neither is present, then W= 0. 


Ah = h, — h,. The enthalpy change of a fluid can easily be determined by 
reading the enthalpy values at the exit and inlet states from the tables. For 
ideal gases, it can be approximated by Ah = (T, — T,). Note that 
(kg/s)(kJ/kg) = kW. 

Ake = (V3 — V7)/2. The unit of kinetic energy is m?/s?, which is equivalent 
to J/kg (Fig. 5-22). The enthalpy is usually given in kJ/kg. To add these 
two quantities, the kinetic energy should be expressed in kJ/kg. This is 
easily accomplished by dividing it by 1000. A velocity of 45 m/s 
corresponds to a kinetic energy of only 1 kJ/kg, which is a very small 
value compared with the enthalpy values encountered in practice. Thus, 
the kinetic energy term at low velocities can be neglected. When a fluid 
stream enters and leaves a steady-flow device at about the same velocity 
(Vi = V,), the change in the kinetic energy is close to zero regardless of 
the velocity. Caution should be exercised at high velocities, however, 
since small changes in velocities may cause significant changes in kinetic 
energy (Fig. 5—23). 


Cp,avg 


Ape = g(z, — zı). A similar argument can be given for the potential energy 
term. A potential energy change of 1 kJ/kg corresponds to an elevation 
difference of 102 m. The elevation difference between the inlet and exit of 
most industrial devices such as turbines and compressors is well below 
this value, and the potential energy term is always neglected for these 
devices. The only time the potential energy term is significant is when a 
process involves pumping a fluid to high elevations and we are interested 
in the required pumping power. 


5—4 = SOME STEADY-FLOW ENGINEERING DEVICES 


Many engineering devices operate essentially under the same conditions 
for long periods of time. The components of a steam power plant (turbines, 
compressors, heat exchangers, and pumps), for example, operate nonstop for 
months before the system is shut down for maintenance (Fig. 5—24). There- 
fore, these devices can be conveniently analyzed as steady-flow devices. 

In this section, some common steady-flow devices are described, and the 
thermodynamic aspects of the flow through them are analyzed. The conser- 
vation of mass and the conservation of energy principles for these devices 
are illustrated with examples. 


1 Nozzles and Diffusers 


Nozzles and diffusers are commonly utilized in jet engines, rockets, space- 
craft, and even garden hoses. A nozzle is a device that increases the velocity 
of a fluid at the expense of pressure. A diffuser is a device that increases 
the pressure of a fluid by slowing it down. That is, nozzles and diffusers 
perform opposite tasks. The cross-sectional area of a nozzle decreases in the 
flow direction for subsonic flows and increases for supersonic flows. The 
reverse is true for diffusers. 

The rate of heat transfer between the fluid flowing through a nozzle or a 
diffuser and the surroundings is usually very small (Q ~ 0) since the fluid has 
high velocities, and thus it does not spend enough time in the device for any 
significant heat transfer to take place. Nozzles and diffusers typically involve 
no work (W= 0) and any change in potential energy is negligible (Ape = 0). 
But nozzles and diffusers usually involve very high velocities, and as a fluid 
passes through a nozzle or diffuser, it experiences large changes in its velocity 
(Fig. 5-25). Therefore, the kinetic energy changes must be accounted for in 
analyzing the flow through these devices (Ake # 0). 


2-Stage 
5-Stage LPC Bleed 14-Stage High Pressure 
Low Pressure Air Collector High Pressure Combustor Turbine 
Compressor Compressor 
(LPC) Fuel System 
Cold End Manifolds 
Drive Flange 


FIGURE 5-24 
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FIGURE 5-23 


At very high velocities, even small 
changes in velocities can cause 
significant changes in the kinetic 
energy of the fluid. 


5-Stage 
Low Pressure 
Turbine 


Hot End 
Drive Flange 


A modern land-based gas turbine used for electric power production. This is a General Electric 
LM5000 turbine. It has a length of 6.2 m, it weighs 12.5 tons, and produces 55.2 MW at 3600 rpm 


with steam injection. 
Courtesy of GE Power Systems 
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FIGURE 5-25 


Nozzles and diffusers are shaped so 
that they cause large changes in fluid 
velocities and thus kinetic energies. 
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Schematic for Example 5—4. 


Rate of net energy transfer 
by heat, work, and mass 


EXAMPLE 5-4 Deceleration of Air in a Diffuser 


Air at 10°C and 80 kPa enters the diffuser of a jet engine steadily with a 
velocity of 200 m/s. The inlet area of the diffuser is 0.4 m2. The air leaves 
the diffuser with a velocity that is very small compared with the inlet veloc- 
ity. Determine (a) the mass flow rate of the air and (b) the temperature of 
the air leaving the diffuser. 


Solution Air enters the diffuser of a jet engine steadily at a specified veloc- 
ity. The mass flow rate of air and the temperature at the diffuser exit are to 
be determined. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Am = O and AE,y = O. 2 Air is an ideal gas 
since it is at a high temperature and low pressure relative to its critical-point 
values. 3 The potential energy change is zero, Ape = O. 4 Heat transfer is 
negligible. 5 Kinetic energy at the diffuser exit is negligible. 6 There are no 
work interactions. 

Analysis \We take the diffuser as the system (Fig. 5-26). This is a control 
volume since mass crosses the system boundary during the process. We 
observe that there is only one inlet and one exit and thus m, = m, = m. 


(a) To determine the mass flow rate, we need to find the specific volume 
of the air first. This is determined from the ideal-gas relation at the inlet 
conditions: 

RT, 0.287 kPa- m*/kg - K) (283 K) 
Py 80 kPa 


y= = 1.015 m3/kg 


Then, 


ih =— V/A, 


= 200 m/s) (0.4 m?) = 78.8 k 
vi LOIS mike ‘ SOA m) e/s 


Since the flow is steady, the mass flow rate through the entire diffuser remains 
constant at this value. 


(b) Under stated assumptions and observations, the energy balance for this 
steady-flow system can be expressed in the rate form as 
: f 0 (steady) 
[Bi F, Eo = dea = 0 
Rate of change in internal, kinetic, 
potential, etc., energies 


BA i 
i V3 : : 
hm + i) = a(r H 2) (since Q = 0, W = 0, and Ape = 0) 
Ww = Ww 
hy = hy — ey 


The exit velocity of a diffuser is usually small compared with the inlet 
velocity (V) << _V,); thus, the kinetic energy at the exit can be neglected. 
The enthalpy of air at the diffuser inlet is determined from the air table 
(Table A-17) to be 


hy = h @ 28x = 283.14 kJ/kg 


Substituting, we get 


0 — (200 m/s)? / 1kI/kg 
hy = 283.14 kI/kg 


2 1000 m7/s 

= 303.14 kJ/kg 
From Table A-17, the temperature corresponding to this enthalpy value is 
T = 303K 


Discussion This result shows that the temperature of the air increases by 
about 20°C as it is slowed down in the diffuser. The temperature rise of the 
air is mainly due to the conversion of kinetic energy to internal energy. 


EXAMPLE 5-5 Acceleration of Steam in a Nozzle 


Steam at 250 psia and 7OO°F steadily enters a nozzle whose inlet area is 
0.2 ft?. The mass flow rate of steam through the nozzle is 10 Ibm/s. Steam 
leaves the nozzle at 200 psia with a velocity of 900 ft/s. Heat losses from the 
nozzle per unit mass of the steam are estimated to be 1.2 Btu/lbm. Determine 
(a) the inlet velocity and (b) the exit temperature of the steam. 


Solution Steam enters a nozzle steadily at a specified flow rate and velocity. 
The inlet velocity of steam and the exit temperature are to be determined. 
Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O and AF, = O. 2 There are no work 
interactions. 3 The potential energy change is zero, Ape = O. 

Analysis \Ne take the nozzle as the system (Fig. 5-26A). This is a control 
volume since mass crosses the system boundary during the process. We 
observe that there is only one inlet and one exit and thus m, = m, = m. 


(a) The specific volume and enthalpy of steam at the nozzle inlet are 


m = D0 a V, = 2.6883 ft’/lbm 


(Table A-6E) 


T, = 700°F hı = 1371.4 Btu/lbm 
Then, 
En 
i = — 
vi ee | 
woa aaa 
m/s = INE 
2.6883 ft?/Ibm ` ` 
V, = 134.4 ft/s 


(b) Under stated assumptions and observations, the energy balance for this 
steady-flow system can be expressed in the rate form as 
A 0 (steady) 
EA 7 LT = dE sysem/dt = 0 


= 
Rate of net energy transfer 
by heat, work, and mass 


Rate of change in internal, kinetic, 
potential, etc., energies 


in out 


i Vi Ve 
m i = Qut +m btg 


(since W = 0, and Ape = 0) 
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Schematic for Example 5-5. 
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Dividing by the mass flow rate mand substituting, h, is determined to be 


2 2 
hy = hı — dou = Ma 
= (1371.4 — 1.2) Btu/lbm (900 ft/s)? — (134.4 a oe 
2 25,037 ft/s 
= 1354.4 Btu/lbm 
Then, 
P, = 200 psia 


T, = 662.0°F Table A-6E 

hy = 1354.4 ae 2 (table A QE) 
Discussion Note that the temperature of steam drops by 38.0°F as it flows 
through the nozzle. This drop in temperature is mainly due to the conversion 
of internal energy to kinetic energy. (The heat loss is too small to cause any 
significant effect in this case.) 


2 Turbines and Compressors 


In steam, gas, or hydroelectric power plants, the device that drives the elec- 
tric generator is the turbine. As the fluid passes through the turbine, work is 
done against the blades, which are attached to the shaft. As a result, the 
shaft rotates, and the turbine produces work. 

Compressors, as well as pumps and fans, are devices used to increase the 
pressure of a fluid. Work is supplied to these devices from an external 
source through a rotating shaft. Therefore, compressors involve work inputs. 
Even though these three devices function similarly, they do differ in the 
tasks they perform. A fan increases the pressure of a gas slightly and is 
mainly used to mobilize a gas. A compressor is capable of compressing the 
gas to very high pressures. Pumps work very much like compressors except 
that they handle liquids instead of gases. 

Note that turbines produce power output whereas compressors, pumps, 
and fans require power input. Heat transfer from turbines is usually negligi- 
ble (Q ~ 0) since they are typically well insulated. Heat transfer is also neg- 
ligible for compressors unless there is intentional cooling. Potential energy 
changes are negligible for all of these devices (Ape = 0). The velocities 
involved in these devices, with the exception of turbines and fans, are usu- 
ally too low to cause any significant change in the kinetic energy (Ake = 0). 
The fluid velocities encountered in most turbines are very high, and the 
fluid experiences a significant change in its kinetic energy. However, this 
change is usually very small relative to the change in enthalpy, and thus it is 
often disregarded. 


EXAMPLE 5-6 Compressing Air by a Compressor 


Air at 100 kPa and 280 K is compressed steadily to 600 kPa and 400 K. 
The mass flow rate of the air is 0.02 kg/s, and a heat loss of 16 kJ/kg occurs 
during the process. Assuming the changes in kinetic and potential energies 
are negligible, determine the necessary power input to the compressor. 
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7 pp a, out = 16 kI/k 
Solution Air is compressed steadily by a compressor to a specified temper- 4 Fi ş 


ature and pressure. The power input to the compressor is to be determined. = 
Assumptions 1 This is a steady-flow process since there is no change with l 
time at any point and thus Amy = O and AF, = O. 2 Air is an ideal gas | 
since it is at a high temperature and low pressure relative to its critical-point ! 
| 
| 
| 
| 
l 


P, = 600 kPa 
F Ty = 400 K 


values. 3 The kinetic and potential energy changes are zero, Ake = Ape = 0. 
Analysis \We take the compressor as the system (Fig. 5-27). This is a control 
volume since mass crosses the system boundary during the process. We 
observe that there is only one inlet and one exit and thus m, = m = m. Also, 
heat is lost from the system and work is supplied to the system. 
Under stated assumptions and observations, the energy balance for this 
steady-flow system can be expressed in the rate form as 
0 (steady) 
(Dee ia T Hagg = 


ee 
Rate of net energy transfer 
by heat, work, and mass 


Af P, = 100 kPa 


T, =280 K 


FIGURE 5-27 
Schematic for Example 5—6. 


in 


Rate of change in internal, kinetic, 
potential, etc., energies 


E, = BA 


1 


W,, + mh, = Oon + mhy (since Ake = Ape = 0) 


Win = Mou ap m(h, B hi) 


The enthalpy of an ideal gas depends on temperature only, and the 
enthalpies of the air at the specified temperatures are determined from the 
air table (Table A-17) to be 


hı = h @ 230x = 280.13 kJ/kg 
hy = he 4x = 400.98 kJ/kg 
Substituting, the power input to the compressor is determined to be 
W., = (0.02 kg/s) (16 kJ/kg) + (0.02 kg/s) (400.98 — 280.13) kJ/kg 
= 2.74 kW 


Discussion Note that the mechanical energy input to the compressor mani- 
fests itself as a rise in enthalpy of air and heat loss from the compressor. 


P, =2 MPa 

T, = 400°C 

V, = 50 m/s 
EXAMPLE 5-7 Power Generation by a Steam Turbine =e 


The power output of an adiabatic steam turbine is 5 MW, and the inlet and 
the exit conditions of the steam are as indicated in Fig. 5-28. 


STEAM 
TURBINE 


(a) Compare the magnitudes of Ah, Ake, and Ape. 

(b) Determine the work done per unit mass of the steam flowing through 
the turbine. 

(c) Calculate the mass flow rate of the steam. 


Solution The inlet and exit conditions of a steam turbine and its power P, = 15 kPa 

output are given. The changes in kinetic energy, potential energy, and xX = 90% 

enthalpy of steam, as well as the work done per unit mass and the mass flow Vy seas m/s 
Z,=Om 


rate of steam are to be determined. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy, = O and AE,y = O. 2 The system is adia- 
batic and thus there is no heat transfer. 


FIGURE 5-28 
Schematic for Example 5-7. 
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Analysis \We take the turbine as the system. This is a control volume since 
mass crosses the system boundary during the process. We observe that there 
is only one inlet and one exit and thus m, = m, = m. Also, work is done by 
the system. The inlet and exit velocities and elevations are given, and thus 
the kinetic and potential energies are to be considered. 


(a) At the inlet, steam is in a superheated vapor state, and its enthalpy is 


ae a h, = 3248.4 kJ/kg (Table A-6) 
— A a — 
T,=400cs ™! Š Á 


At the turbine exit, we obviously have a saturated liquid-vapor mixture at 
15-kPa pressure. The enthalpy at this state is 
hy = hp + xhg = [225.94 + (0.9)(2372.3)] kJ/kg = 2361.01 kJ/kg 
Then 
Ah = h, — h, = (2361.01 — 3248.4) kJ/kg = —887.39 kJ/kg 
V3— V? (180 m/s)? — (50 m/s)? ( 1 kJ/kg 
2 1000 m?/s? 
1 kJ/kg 
1000 m?/s? 


Ake = ) = 14.95 kJ/kg 


Ape = g(z — z,) = (9.81 m/s’)[ (6 — 10) mi( ) = —0.04 kJ/kg 


(b) The energy balance for this steady-flow system can be expressed in the 
rate form as 


; ; A 0 (steady) 
En ny Fou = GE systern/ at = 0 
ee 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


E; z Eos 


vi . ; V3 ore. 

m Bey) ec = Wor + m anp oan (since Q = 0) 
Dividing by the mass flow rate mand substituting, the work done by the turbine 
per unit mass of the steam is determined to be 
V= yi 

2 
= —[- 887.39 + 14.95 — 0.04] kJ/kg = 872.48 kJ/kg 


Wout = Cc h,) + ar (ky = 2)| = —(Ah + Ake + Ape) 


(c) The required mass flow rate for a 5-MW power output is 


Wo 5000 kI/s 
Wot 872.48 kJ/kg 


m= = 5.73 kg/s 

Discussion Two observations can be made from these results. First, the 
change in potential energy is insignificant in comparison to the changes in 
enthalpy and kinetic energy. This is typical for most engineering devices. 
Second, as a result of low pressure and thus high specific volume, the steam 
velocity at the turbine exit can be very high. Yet the change in kinetic energy 
is a small fraction of the change in enthalpy (less than 2 percent in our 
case) and is therefore often neglected. 


3 Throttling Valves 


Throttling valves are any kind of flow-restricting devices that cause a signif- 
icant pressure drop in the fluid. Some familiar examples are ordinary 
adjustable valves, capillary tubes, and porous plugs (Fig. 5-29). Unlike tur- 
bines, they produce a pressure drop without involving any work. The pres- 
sure drop in the fluid is often accompanied by a large drop in temperature, 
and for that reason throttling devices are commonly used in refrigeration 
and air-conditioning applications. The magnitude of the temperature drop 
(or, sometimes, the temperature rise) during a throttling process is governed 
by a property called the Joule-Thomson coefficient, discussed in Chap. 12. 

Throttling valves are usually small devices, and the flow through them 
may be assumed to be adiabatic (q = 0) since there is neither sufficient time 
nor large enough area for any effective heat transfer to take place. Also, 
there is no work done (w = 0), and the change in potential energy, if any, is 
very small (Ape = 0). Even though the exit velocity is often considerably 
higher than the inlet velocity, in many cases, the increase in kinetic energy 
is insignificant (Ake = 0). Then the conservation of energy equation for this 
single-stream steady-flow device reduces to 


h, = h; (kJ/kg) (5-41) 


That is, enthalpy values at the inlet and exit of a throttling valve are the 
same. For this reason, a throttling valve is sometimes called an isenthalpic 
device. Note, however, that for throttling devices with large exposed surface 
areas such as capillary tubes, heat transfer may be significant. 

To gain some insight into how throttling affects fluid properties, let us 
express Eq. 5—41 as follows: 


uy + Pivi = u + Pov, 
or 
Internal energy + Flow energy = Constant 


Thus the final outcome of a throttling process depends on which of the two 
quantities increases during the process. If the flow energy increases during 
the process (Pv, > P,V,), it can do so at the expense of the internal energy. 
As a result, internal energy decreases, which is usually accompanied by a 
drop in temperature. If the product Pv decreases, the internal energy and the 
temperature of a fluid will increase during a throttling process. In the case 
of an ideal gas, h = h(T), and thus the temperature has to remain constant 
during a throttling process (Fig. 5—30). 


EXAMPLE 5-8 Expansion of Refrigerant-134a in a Refrigerator 


Refrigerant-134a enters the capillary tube of a refrigerator as saturated liquid 
at 0.8 MPa and is throttled to a pressure of 0.12 MPa. Determine the quality 
of the refrigerant at the final state and the temperature drop during this 
process. 


Solution Refrigerant-134a that enters a capillary tube as saturated liquid is 
throttled to a specified pressure. The exit quality of the refrigerant and the 
temperature drop are to be determined. 
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(a) An adjustable valve 


é 


(b) A porous plug 


(c) A capillary tube 


FIGURE 5-29 


Throttling valves are devices that 
cause large pressure drops in the fluid. 


Throttling 
valve 
IDEAL Tı T,=T; 
GAS hı h= h; 
FIGURE 5-30 


The temperature of an ideal gas does 
not change during a throttling (h = 
constant) process since h = A(T). 
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Throttling 
valve 


Uy = 88.79 kJ/kg 
Pv = 6.68 kJ/kg 
(hy = 95.47 kJ/kg 


Pv, = 0.68 kJ/kg 
(hy = 95.47 kJ/kg) 


FIGURE 5-31 


During a throttling process, the 
enthalpy (flow energy + internal 
energy) of a fluid remains constant. 
But internal and flow energies may be 
converted to each other. 


T-elbow 


FIGURE 5-32 

The T-elbow of an ordinary shower 
serves as the mixing chamber for the 
hot- and the cold-water streams. 


Assumptions 1 Heat transfer from the tube is negligible. 2 Kinetic energy 
change of the refrigerant is negligible. 

Analysis A capillary tube is a simple flow-restricting device that is commonly 
used in refrigeration applications to cause a large pressure drop in the refrig- 
erant. Flow through a capillary tube is a throttling process; thus, the enthalpy 
of the refrigerant remains constant (Fig. 5-31). 


P =08 a th = moana = CLI 


At inlet: 
hy = hje 0.8 MPa — 95.47 kJ/kg 


Table A-12 
sat. liquid ee ) 
Py = O12 MRA ——> f= 2D AIT Tg = 22SEC 


At exit: 
Oe ty = hy) h = 236.97 kJ/kg 


Obviously h; < h, < hş thus, the refrigerant exists as a saturated mixture at 
the exit state. The quality at this state is 

h — h; 95.47 — 22.49 
O — 22.49 


& 


= 0.340 


af) = 


Since the exit state is a saturated mixture at 0.12 MPa, the exit temperature 
must be the saturation temperature at this pressure, which is —22.32°C. 
Then the temperature change for this process becomes 


AT = T, — T, = (—22.32 — 31.31)°C = —53.63°C 


Discussion Note that the temperature of the refrigerant drops by 53.63°C 
during this throttling process. Also note that 34.0 percent of the refrigerant 
vaporizes during this throttling process, and the energy needed to vaporize 
this refrigerant is absorbed from the refrigerant itself. 


4a Mixing Chambers 


In engineering applications, mixing two streams of fluids is not a rare 
occurrence. The section where the mixing process takes place is commonly 
referred to as a mixing chamber. The mixing chamber does not have to be 
a distinct “chamber.” An ordinary T-elbow or a Y-elbow in a shower, for 
example, serves as the mixing chamber for the cold- and hot-water streams 
(Fig. 5-32). 

The conservation of mass principle for a mixing chamber requires that the 
sum of the incoming mass flow rates equal the mass flow rate of the outgo- 
ing mixture. 

Mixing chambers are usually well insulated (¢ = 0) and usually do not 
involve any kind of work (w = 0). Also, the kinetic and potential energies 
of the fluid streams are usually negligible (ke = 0, pe = 0). Then all there 
is left in the energy equation is the total energies of the incoming streams 
and the outgoing mixture. The conservation of energy principle requires that 
these two equal each other. Therefore, the conservation of energy equation 
becomes analogous to the conservation of mass equation for this case. 


EXAMPLE 5-9 Mixing of Hot and Cold Waters in a Shower 


Consider an ordinary shower where hot water at 140°F is mixed with cold 
water at 50°F. If it is desired that a steady stream of warm water at 110°F 
be supplied, determine the ratio of the mass flow rates of the hot to cold 
water. Assume the heat losses from the mixing chamber to be negligible and 
the mixing to take place at a pressure of 20 psia. 


Solution In a shower, cold water is mixed with hot water at a specified 
temperature. For a specified mixture temperature, the ratio of the mass flow 
rates of the hot to cold water is to be determined. 
Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O and AE, = O. 2 The kinetic and 
potential energies are negligible, ke = pe = O. 3 Heat losses from the system 
are negligible and thus Q = O. 4 There is no work interaction involved. 
Analysis \We take the mixing chamber as the system (Fig. 5-33). This is a 
control volume since mass crosses the system boundary during the process. 
We observe that there are two inlets and one exit. 

Under the stated assumptions and observations, the mass and energy bal- 
ances for this steady-flow system can be expressed in the rate form as follows: 


0 (steady) 
Mass balance: Mi = Moat = OI verona) E = 0 
Min = ees > Mı H m = m; 
' ) 0 (steady) 
Energy balance: Ep — Eon = GE .ystem/ at a =0 
eae ests 


Rate of net energy transfer 
by heat, work, and mass 


É, 


inh, + imh, = ih, (since Ò = 0, W = 0, ke = pe = 0) 


Rate of change in internal, kinetic, 
potential, etc., energies 


=E 


out 


Combining the mass and energy balances, 
mh, + mh, = (m, + m)h; 
Dividing this equation by Mm, yields 
yh, + h, = O + hy 


where y = m/m, is the desired mass flow rate ratio. 

The saturation temperature of water at 20 psia is 227.92°F. Since the tem- 
peratures of all three streams are below this value (T < T,,,), the water in all 
three streams exists as a compressed liquid (Fig. 5-34). A compressed liquid 
can be approximated as a saturated liquid at the given temperature. Thus, 


hy = hye 1407 = 107.99 Btu/lbm 
hy = hre sor = 18.07 Btu/lbm 
hs = hje 110r = 78.02 Btu/lbm 
Solving for y and substituting yields 


h3—h, 78.02 — 18.07 
iy, A = 75:02 


y= 2.0 


Discussion Note that the mass flow rate of the hot water must be twice the 
mass flow rate of the cold water for the mixture to leave at 110°F. 
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T, = 140°F 


my 


l 
Mixing i 
chamber I 

l 
1 
l 
I 
| 


T,= 50°F T; = 110°F 
a A 
FIGURE 5-33 


Schematic for Example 5-9. 


Tat E 
Compressed 
liquid states 
V 
FIGURE 5-34 


A substance exists as a compressed 
liquid at temperatures below the 
saturation temperatures at the given 
pressure. 


Fluid B 
70°C 

Heat 

5 Fluid A 
ne 20°C 
Heat 
35°C 

FIGURE 5-35 


A heat exchanger can be as simple as 
two concentric pipes. 


FIGURE 5-36 


The heat transfer associated with 

a heat exchanger may be zero or 
nonzero depending on how the control 
volume is selected. 


4b Heat Exchangers 


As the name implies, heat exchangers are devices where two moving fluid 
streams exchange heat without mixing. Heat exchangers are widely used in 
various industries, and they come in various designs. 

The simplest form of a heat exchanger is a double-tube (also called tube- 
and-shell) heat exchanger, shown in Fig. 5—35. It is composed of two con- 
centric pipes of different diameters. One fluid flows in the inner pipe, and 
the other in the annular space between the two pipes. Heat is transferred 
from the hot fluid to the cold one through the wall separating them. Some- 
times the inner tube makes a couple of turns inside the shell to increase the 
heat transfer area, and thus the rate of heat transfer. The mixing chambers 
discussed earlier are sometimes classified as direct-contact heat exchangers. 

The conservation of mass principle for a heat exchanger in steady opera- 
tion requires that the sum of the inbound mass flow rates equal the sum of 
the outbound mass flow rates. This principle can also be expressed as fol- 
lows: Under steady operation, the mass flow rate of each fluid stream flow- 
ing through a heat exchanger remains constant. 

Heat exchangers typically involve no work interactions (w = 0) and negli- 
gible kinetic and potential energy changes (Ake = 0, Ape = 0) for each 
fluid stream. The heat transfer rate associated with heat exchangers depends 
on how the control volume is selected. Heat exchangers are intended for 
heat transfer between two fluids within the device, and the outer shell is 
usually well insulated to prevent any heat loss to the surrounding medium. 

When the entire heat exchanger is selected as the control volume, 
Q becomes zero, since the boundary for this case lies just beneath the insu- 
lation and little or no heat crosses the boundary (Fig. 5-36). If, however, 
only one of the fluids is selected as the control volume, then heat will cross 
this boundary as it flows from one fluid to the other and Q will not be 
zero. In fact, Q in this case will be the rate of heat transfer between the two 
fluids. 


EXAMPLE 5-10 Cooling of Refrigerant-134a by Water 


Refrigerant-134a is to be cooled by water in a condenser. The refrigerant 
enters the condenser with a mass flow rate of 6 kg/min at 1 MPa and 70°C 
and leaves at 35°C. The cooling water enters at 300 kPa and 15°C and leaves 


Fluid B CV boundary Fluid B CV boundary 


(a) System: Entire heat (b) System: Fluid A (Qcy # 0) 
exchanger (Qcy = 0) 


at 25°C. Neglecting any pressure drops, determine (a) the mass flow rate of 
the cooling water required and (b) the heat transfer rate from the refrigerant to 
water. 


Solution Refrigerant-134a is cooled by water in a condenser. The mass flow 
rate of the cooling water and the rate of heat transfer from the refrigerant to 
the water are to be determined. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O and AF, = O. 2 The kinetic and 
potential energies are negligible, ke = pe = O. 3 Heat losses from the system 
are negligible and thus Q = O. 4 There is no work interaction. 

Analysis \We take the entire heat exchanger as the system (Fig. 5-37). This 
is a contro! volume since mass crosses the system boundary during the 
process. In general, there are several possibilities for selecting the control 
volume for multiple-stream steady-flow devices, and the proper choice 
depends on the situation at hand. We observe that there are two fluid 
streams (and thus two inlets and two exits) but no mixing. 


(a) Under the stated assumptions and observations, the mass and energy 
balances for this steady-flow system can be expressed in the rate form as 
follows: 
Mass balance: Min = Mout 
for each fluid stream since there is no mixing. Thus, 

m, =m =m, 


in = in, = Mg 


y ; 0 (steady) 
Energy balance: Ej, — Eout = GES ser! dt =0 
CE na 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Bin = EN 


mh, + mh; = h, + maha (since Ò = 0, W = 0, ke = pe = 0) 
Combining the mass and energy balances and rearranging give 
m,(h; — h) = mgh, — hs) 


Now we need to determine the enthalpies at all four states. Water exists as a 
compressed liquid at both the inlet and the exit since the temperatures at 
both locations are below the saturation temperature of water at 300 kPa 
(133.52°C). Approximating the compressed liquid as a saturated liquid at 
the given temperatures, we have 


hy = hea isc = 62.982 kivke 
(Table A—4) 
hy = hro 25°C — 104.83 kJ/kg 


The refrigerant enters the condenser as a superheated vapor and leaves as a 
compressed liquid at 35°C. From refrigerant-134a tables, 
P, = 1 MP 
T; = 70°C 
P, = 1 MP. 
Ty = 35C 


; h, = 303.85 kI/kg (Table A-13) 


; hy = hre asc = 100.87 kJ/kg (Table A-11) 
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15°C 

300 kPa 
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FIGURE 5-37 
Schematic for Example 5-10. 
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Qin = QR out 


Control volume 
boundary 


FIGURE 5-38 


In a heat exchanger, the heat transfer 
depends on the choice of the control 
volume. 


Surroundings 20°C Dok 


: - 
i 70°C 
—T* Hot fluid 
| 


FIGURE 5-39 


Heat losses from a hot fluid flowing 
through an uninsulated pipe or duct to 
the cooler environment may be very 
significant. 


FIGURE 5-40 


Pipe or duct flow may involve more 
than one form of work at the same 
time. 


Substituting, we find 
m,,(62.982 — 104.83) kJ/kg = (6 kg/min)[(100.87 — 303.85) kJ/kg] 
m, = 29.1 kg/min 


(b) To determine the heat transfer from the refrigerant to the water, we have 
to choose a control volume whose boundary lies on the path of heat transfer. 
We can choose the volume occupied by either fluid as our control volume. 
For no particular reason, we choose the volume occupied by the water. All 
the assumptions stated earlier apply, except that the heat transfer is no 
longer zero. Then assuming heat to be transferred to water, the energy bal- 
ance for this single-stream steady-flow system reduces to 


: ; 0 (steady) 
Ein a Boni = dE systern/ at = 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


È, = Ba 
Orrio F ali = elds 
Rearranging and substituting, 
Ov. in = ™,(Ay — hi) = (29.1 kg/min)[(104.83 — 62.982) kJ/kg] 
= 1218 kJ/min 


Discussion Had we chosen the volume occupied by the refrigerant as the 
control volume (Fig. 5-38), we would have obtained the same result for Qe out 
since the heat gained by the water is equal to the heat lost by the refrigerant. 


5 Pipe and Duct Flow 


The transport of liquids or gases in pipes and ducts is of great importance in 
many engineering applications. Flow through a pipe or a duct usually satis- 
fies the steady-flow conditions and thus can be analyzed as a steady-flow 
process. This, of course, excludes the transient start-up and shut-down peri- 
ods. The control volume can be selected to coincide with the interior surfaces 
of the portion of the pipe or the duct that we are interested in analyzing. 

Under normal operating conditions, the amount of heat gained or lost by 
the fluid may be very significant, particularly if the pipe or duct is long 
(Fig. 5-39). Sometimes heat transfer is desirable and is the sole purpose of 
the flow. Water flow through the pipes in the furnace of a power plant, the 
flow of refrigerant in a freezer, and the flow in heat exchangers are some 
examples of this case. At other times, heat transfer is undesirable, and the 
pipes or ducts are insulated to prevent any heat loss or gain, particularly 
when the temperature difference between the flowing fluid and the sur- 
roundings is large. Heat transfer in this case is negligible. 

If the control volume involves a heating section (electric wires), a fan, or 
a pump (shaft), the work interactions should be considered (Fig. 5—40). Of 
these, fan work is usually small and often neglected in energy analysis. 
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The velocities involved in pipe and duct flow are relatively low, and the 
kinetic energy changes are usually insignificant. This is particularly true when 
the pipe or duct diameter is constant and the heating effects are negligible. 
Kinetic energy changes may be significant, however, for gas flow in ducts 
with variable cross-sectional areas especially when the compressibility effects 
are significant. The potential energy term may also be significant when the 
fluid undergoes a considerable elevation change as it flows in a pipe or duct. 


EXAMPLE 5-11 Electric Heating of Air in a House 


The electric heating systems used in many houses consist of a simple duct 
with resistance heaters. Air is heated as it flows over resistance wires. Con- 
sider a 15-kW electric heating system. Air enters the heating section at 100 
kPa and 17°C with a volume flow rate of 150 m?/min. If heat is lost from 
the air in the duct to the surroundings at a rate of 200 W, determine the exit 
temperature of air. 


Solution The electric heating system of a house is considered. For speci- 
fied electric power consumption and air flow rate, the air exit temperature is 
to be determined. 


Assumptions 1 This is a steady-flow process since there is no change with Oo = 200 W 
time at any point and thus Amy = O and AE, = O. 2 Air is an ideal gas o 
since it is at a high temperature and low pressure relative to its critical-point nl 


values. 3 The kinetic and potential energy changes are negligible, Ake = 
Ape = 0. 4 Constant specific heats at room temperature can be used for air. 
Analysis \We take the heating section portion of the duct as the system 
(Fig. 5-41). This is a contro! volume since mass crosses the system bound- 
ary during the process. We observe that there is only one inlet and one exit 
and thus m, = m, = m. Also, heat is lost from the system and electrical 
work is supplied to the system. 

At temperatures encountered in heating and air-conditioning applications, 


Ah can be replaced by c, AT where c, = 1.005 kJ/kg - °C—the value V, = 150 m?/min 
at room temperature—with negligible error (Fig. 5-42). Then the energy 
balance for this steady-flow system can be expressed in the rate form as FIGURE 5-41 
; ; 0 (steady) . £ 
E a dE sytem dt LF Lia Schematic for Example 5-11. 
a ay ` An a) 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
ee z Ban 

Wein + mh, = Qoy + mh, (since Ake = Ape = 0) 

: : i AIR 

Wain i ORF = inc, (Ty F T,) —20 to 70°C 
From the ideal-gas relation, the specific volume of air at the inlet of the 
duct is Ah = 1.005 AT (kJ/kg) 

RT, (0.287 kPa- m*/kg - K) (290 K) AR mes 
Y= = = 0. 
1o 53 100 kPa ee 
The mass flow rate of the air through the duct is determined from FIGURE 5-42 
: on The error involved in Ah = c, AT, 
jı = Mi — 150 mi/min (=) — 3.0 kgls where c, = 1.005 kJ/kg - °C, is less 
VA 0.832 m/kg 60 s than 0.5 percent for air in the 


temperature range —20 to 70°C. 
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O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 5, SEC. 5 ON THE DVD. 


— Supply line —> 

ae = 
| | 
l l 
l Control l 
l volume | 
| l 
Se eae 3 

CV boundary 
FIGURE 5-43 


Charging of a rigid tank from a supply 
line is an unsteady-flow process since 
it involves changes within the control 
volume. 


CV boundary 


Control 


volume 


FIGURE 5-44 


The shape and size of a control 
volume may change during an 
unsteady-flow process. 


Substituting the known quantities, the exit temperature of the air is deter- 
mined to be 


(15 kI/s) — (0.2 kI/s) = (3 kg/s) (1.005 kJ/kg - °C) (T, — 17)°C 
T, = 21.9°C 


Discussion Note that heat loss from the duct reduces the exit temperature 
of air. 


5-5 = ENERGY ANALYSIS OF UNSTEADY-FLOW 
PROCESSES 


During a steady-flow process, no changes occur within the control volume; 
thus, one does not need to be concerned about what is going on within the 
boundaries. Not having to worry about any changes within the control vol- 
ume with time greatly simplifies the analysis. 

Many processes of interest, however, involve changes within the control 
volume with time. Such processes are called unsteady-flow, or transient- 
flow, processes. The steady-flow relations developed earlier are obviously 
not applicable to these processes. When an unsteady-flow process is ana- 
lyzed, it is important to keep track of the mass and energy contents of the 
control volume as well as the energy interactions across the boundary. 

Some familiar unsteady-flow processes are the charging of rigid vessels 
from supply lines (Fig. 5-43), discharging a fluid from a pressurized vessel, 
driving a gas turbine with pressurized air stored in a large container, inflat- 
ing tires or balloons, and even cooking with an ordinary pressure cooker. 

Unlike steady-flow processes, unsteady-flow processes start and end over 
some finite time period instead of continuing indefinitely. Therefore in this 
section, we deal with changes that occur over some time interval Aż instead 
of with the rate of changes (changes per unit time). An unsteady-flow sys- 
tem, in some respects, is similar to a closed system, except that the mass 
within the system boundaries does not remain constant during a process. 

Another difference between steady- and unsteady-flow systems is that 
steady-flow systems are fixed in space, size, and shape. Unsteady-flow 
systems, however, are not (Fig. 5—44). They are usually stationary; that is, 
they are fixed in space, but they may involve moving boundaries and thus 
boundary work. 

The mass balance for any system undergoing any process can be expressed 
as (see Sec. 5-1) 


Min — Moy = ÅMsystem (kg) (5-42) 


where Am, tom = Mynai T Mininiai 1S the change in the mass of the system. 


For control volumes, it can also be expressed more explicitly as 
m; — m, = (m — m)cv (5-43) 


where i = inlet, e = exit, | = initial state, and 2 = final state of the control 
volume. Often one or more terms in the equation above are zero. For exam- 


ple, m; = 0 if no mass enters the control volume during the process, m, = 0 
if no mass leaves, and m, = 0 if the control volume is initially evacuated. 

The energy content of a control volume changes with time during an 
unsteady-flow process. The magnitude of change depends on the amount of 
energy transfer across the system boundaries as heat and work as well as on 
the amount of energy transported into and out of the control volume by 
mass during the process. When analyzing an unsteady-flow process, we 
must keep track of the energy content of the control volume as well as the 
energies of the incoming and outgoing flow streams. 

The general energy balance was given earlier as 


Energy balance: Ein — Eout = AE sysem (kJ) (5) 
—— Sn a 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


The general unsteady-flow process, in general, is difficult to analyze because 
the properties of the mass at the inlets and exits may change during a 
process. Most unsteady-flow processes, however, can be represented reason- 
ably well by the uniform-flow process, which involves the following ideal- 
ization: The fluid flow at any inlet or exit is uniform and steady, and thus 
the fluid properties do not change with time or position over the cross sec- 
tion of an inlet or exit. If they do, they are averaged and treated as con- 
stants for the entire process. 

Note that unlike the steady-flow systems, the state of an unsteady-flow 
system may change with time, and that the state of the mass leaving the 
control volume at any instant is the same as the state of the mass in the con- 
trol volume at that instant. The initial and final properties of the control vol- 
ume can be determined from the knowledge of the initial and final states, 
which are completely specified by two independent intensive properties for 
simple compressible systems. 

Then the energy balance for a uniform-flow system can be expressed 
explicitly as 


(Qin + Wa + Dm0) = (Dour + Wou + D m0) = (mr = Mer)oysem (5-48) 
in out 

where 0 = h + ke + pe is the energy of a fluid stream at any inlet or exit 

per unit mass, and e = u + ke + pe is the energy of the nonflowing fluid 

within the control volume per unit mass. When the kinetic and potential 

energy changes associated with the control volume and fluid streams are 

negligible, as is usually the case, the energy balance above simplifies to 


Q W=), mh > mh + (Muz — Mili )system (5-46) 


out 


where Q = Qnetin = Qin — Qou iS the net heat input and W = Wreou = Wout 
— W, is the net work output. Note that if no mass enters or leaves the con- 
trol volume during a process (m; = m, = 0, and m, = m, = m), this equa- 
tion reduces to the energy balance relation for closed systems (Fig. 5—45). 
Also note that an unsteady-flow system may involve boundary work as well 
as electrical and shaft work (Fig. 5—46). 

Although both the steady-flow and uniform-flow processes are somewhat 


idealized, many actual processes can be approximated reasonably well by 
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Closed 
system 


Q-W=AU 


FIGURE 5-45 


The energy equation of a uniform-flow 
system reduces to that of a closed 
system when all the inlets and exits 
are closed. 


Moving 
boundary 


FIGURE 5-46 


A uniform-flow system may involve 
electrical, shaft, and boundary work 
all at once. 
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one of these with satisfactory results. The degree of satisfaction depends on 
the desired accuracy and the degree of validity of the assumptions made. 


EXAMPLE 5-12 Charging of a Rigid Tank by Steam 


A rigid, insulated tank that is initially evacuated is connected through a 
valve to a supply line that carries steam at 1 MPa and 300°C. Now the valve 
is opened, and steam is allowed to flow slowly into the tank until the pres- 
sure reaches 1 MPa, at which point the valve is closed. Determine the final 
temperature of the steam in the tank. 


Solution A valve connecting an initially evacuated tank to a steam line is 
opened, and steam flows in until the pressure inside rises to the line level. 
The final temperature in the tank is to be determined. 
Assumptions 1 This process can be analyzed as a uniform-flow process since 
the properties of the steam entering the control volume remain constant dur- 
ing the entire process. 2 The kinetic and potential energies of the streams are 
negligible, ke = pe = 0. 3 The tank is stationary and thus its kinetic and 
potential energy changes are zero; that is, AKE = APE = 0 and A Estem = 
AUystem: 4 There are no boundary, electrical, or shaft work interactions 
involved. 5 The tank is well insulated and thus there is no heat transfer. 
Analysis \Ne take the tank as the system (Fig. 5-47). This is a control volume 
since mass crosses the system boundary during the process. We observe that 
this is an unsteady-flow process since changes occur within the control volume. 
The control volume is initially evacuated and thus m, = O and m,u, = O. 
Also, there is one inlet and no exits for mass flow. 

Noting that microscopic energies of flowing and nonflowing fluids are rep- 
resented by enthalpy h and internal energy u, respectively, the mass and 
energy balances for this uniform-flow system can be expressed as 


Imaginary 
Z] 
P;=1 MPa 
—— Steam 


T, = 300°C 


(a) Flow of steam into (b) The closed-system 
an evacuated tank equivalence 
FIGURE 5-47 


Schematic for Example 5-12. 


7 
Mass balance: min = Moy = AMgysem —> Mm; =m, = Mm, =m, 
Energy balance: EASE = AE ss 
eye ee, 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


mh; = MU, (since W = Q = 0, ke = pe = 0, m, = 0) 
Combining the mass and energy balances gives 
u = hi 


That is, the final internal energy of the steam in the tank is equal to the 
enthalpy of the steam entering the tank. The enthalpy of the steam at the 
inlet state is 


P, = 1 MPa 
: = ; A 
T,= ee h; = 3051.6 kJ/kg (Table A—6) 


which is equal to uy. Since we now know two properties at the final state, it is 
fixed and the temperature at this state is determined from the same table to be 


P, = 1 MPa 


T, = 456.1°C 
u, = 3051.6 ae : 


Discussion Note that the temperature of the steam in the tank has increased 
by 156.1°C. This result may be surprising at first, and you may be wonder- 
ing where the energy to raise the temperature of the steam came from. The 
answer lies in the enthalpy term h = u + Pv. Part of the energy represented 
by enthalpy is the flow energy Pv, and this flow energy is converted to sensi- 
ble internal energy once the flow ceases to exist in the control volume, and it 
shows up as an increase in temperature (Fig. 5-48). 
Alternative solution This problem can also be solved by considering the 
region within the tank and the mass that is destined to enter the tank as a 
closed system, as shown in Fig. 5-47b. Since no mass crosses the bound- 
aries, viewing this as a closed system is appropriate. 

During the process, the steam upstream (the imaginary piston) will push 
the enclosed steam in the supply line into the tank at a constant pressure of 
1 MPa. Then the boundary work done during this process is 


2 
ain = -Í P;dV = Pi(V, V;) z II Virik (Vianie Vi) J = JPN 
1 


where V; is the volume occupied by the steam before it enters the tank and 
P; is the pressure at the moving boundary (the imaginary piston face). The 
energy balance for the closed system gives 


Ein es Fou = N em 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Wyn = AU 


MPV = MU, — MU; 


Uy = u; + Piv; = h; 
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Ty = 456.1°C 


FIGURE 5-48 

The temperature of steam rises from 
300 to 456.1°C as it enters a tank as a 
result of flow energy being converted 
to internal energy. 


250 l Thermodynamics 


P =75 kPa (gage) 


Vapor 


FIGURE 5-49 
Schematic for Example 5-13. 


P=175 kPa 


T= Tarep =116°C 


0 


FIGURE 5-50 


As long as there is liquid in a pressure 
cooker, the saturation conditions exist 
and the temperature remains constant 
at the saturation temperature. 


since the initial state of the system is simply the line conditions of the 
steam. This result is identical to the one obtained with the uniform-flow 
analysis. Once again, the temperature rise is caused by the so-called flow 
energy or flow work, which is the energy required to move the fluid during 
flow. 


EXAMPLE 5-13 Cooking with a Pressure Cooker 


A pressure cooker is a pot that cooks food much faster than ordinary pots by 
maintaining a higher pressure and temperature during cooking. The pressure 
inside the pot is controlled by a pressure regulator (the petcock) that keeps 
the pressure at a constant level by periodically allowing some steam to 
escape, thus preventing any excess pressure buildup. 

Pressure cookers, in general, maintain a gage pressure of 2 atm (or 3 atm 
absolute) inside. Therefore, pressure cookers cook at a temperature of about 
133°C (or 271°F) instead of 100°C (or 212°F), cutting the cooking time by 
as much as 70 percent while minimizing the loss of nutrients. The newer 
pressure cookers use a spring valve with several pressure settings rather than 
a weight on the cover. 

A certain pressure cooker has a volume of 6 L and an operating pressure 
of 75 kPa gage. Initially, it contains 1 kg of water. Heat is supplied to the 
pressure cooker at a rate of 500 W for 30 min after the operating pressure is 
reached. Assuming an atmospheric pressure of 100 kPa, determine (a) the 
temperature at which cooking takes place and (b) the amount of water left in 
the pressure cooker at the end of the process. 


Solution Heat is transferred to a pressure cooker at a specified rate for a 
specified time period. The cooking temperature and the water remaining in 
the cooker are to be determined. 

Assumptions 1 This process can be analyzed as a uniform-flow process since 
the properties of the steam leaving the control volume remain constant during 
the entire cooking process. 2 The kinetic and potential energies of the streams 
are negligible, ke = pe = O. 3 The pressure cooker is stationary and thus its 
kinetic and potential energy changes are zero; that is, AKE = APE = O and 
NE en = AU system. 4 The pressure (and thus temperature) in the pressure 
cooker remains constant. 5 Steam leaves as a saturated vapor at the cooker 
pressure. 6 There are no boundary, electrical, or shaft work interactions 
involved. 7 Heat is transferred to the cooker at a constant rate. 

Analysis \Ne take the pressure cooker as the system (Fig. 5-49). This is a 
control volume since mass crosses the system boundary during the process. 
We observe that this is an unsteady-flow process since changes occur within 
the control volume. Also, there is one exit and no inlets for mass flow. 


(a) The absolute pressure within the cooker is 


Paps = Peage + Pam = 75 + 100 = 175 kPa 


Since saturation conditions exist in the cooker at all times (Fig. 5-50), the 
cooking temperature must be the saturation temperature corresponding to 
this pressure. From Table A-5, it is 


T = Tyr @ 175 kPa = 116.04°C 


which is about 16°C higher than the ordinary cooking temperature. 


(b) Noting that the microscopic energies of flowing and nonflowing fluids are 
represented by enthalpy h and internal energy u, respectively, the mass and 
energy balances for this uniform-flow system can be expressed as 


Mass balance: 


Min ~ Mout T AMgystem 2 mM, = (m mı)cv or mMm, = (m, A m)cy 
Energy balance: [Bp = 1B ove = Neer 
a es Aas 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Qi, — M.A, = (mu — Mmt )cy (since W = 0, ke = pe = 0) 
Combining the mass and energy balances gives 
Qin = (Mm, — m)h, + (mu, — MU )cy 
The amount of heat transfer during this process is found from 
Qin = Oj, At = (0.5 kJ/s)(30 X 60s) = 900 kJ 


Steam leaves the pressure cooker as saturated vapor at 175 kPa at all times 
(Fig. 5-51). Thus, 


h, = h, @ 175 kPa — 2700.2 kJ/kg 


The initial internal energy is found after the quality is determined: 


pee ULES rere 
! m 1 kg i 
vı — Y 0.006 — 0.001 
= fz = 0.00499 
“i y L004 — 0.001 


Thus, 
Uy = Up + Xip = 486.82 + (0.00499) (2037.7) kJ/kg = 497 kJ/kg 
and 
U, = mu; = (1 kg)(497 kJ/kg) = 497 KJ 


The mass of the system at the final state is m, = V/v. Substituting this 
into the energy equation yields 


Se m T 
in 1 Vy e və U — MU, 


There are two unknowns in this equation, u, and v>. Thus we need to relate 
them to a single unknown before we can determine these unknowns. Assum- 
ing there is still some liquid water left in the cooker at the final state (i.e., 
saturation conditions exist), v and u, can be expressed as 


Vp = Up + XV = 0.001 + x,(1.004 — 0.001) m’/kg 
U, = Uy + XU = 486.82 + x,(2037.7) kJ/kg 


Recall that during a boiling process at constant pressure, the properties of 
each phase remain constant (only the amounts change). When these expres- 
sions are substituted into the above energy equation, x, becomes the only 
unknown, and it is determined to be 


x) = 0.009 
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Sat. vapor 
h,=h 


g@175 kPa 


Sat. vapor 
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Sat. liquid 


as 


FIGURE 5-51 


In a pressure cooker, the enthalpy of 
the exiting steam is h, @ 175 kpa 
(enthalpy of the saturated vapor at the 
given pressure). 
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Thus, 
V> = 0.001 + (0.009) (1.004 — 0.001) m?/kg = 0.010 m*/kg 
and 
V 0.006 m? 
m,=—= Z = 0.6 kg 
Vv, 0.01 m°/kg 


Therefore, after 30 min there is 0.6 kg water (liquid + vapor) left in the 
pressure cooker. 

Discussion Note that almost half of the water in the pressure cooker has 
evaporated during cooking. 


TOPIC OF SPECIAL INTEREST* General Energy Equation 


One of the most fundamental laws in nature is the first law of thermody- 
namics, also known as the conservation of energy principle, which pro- 
vides a sound basis for studying the relationships among the various forms 
of energy and energy interactions. It states that energy can be neither created 
nor destroyed during a process; it can only change forms. 

The energy content of a fixed quantity of mass (a closed system) can be 
changed by two mechanisms: heat transfer Q and work transfer W. Then the 
conservation of energy for a fixed quantity of mass can be expressed in rate 


form as 
2 9 Cbg : » @ Í ry, 
=W= =W (5-47) 
ae ah 
where Ò = Qrorin = Qin — Ô is the net rate of heat transfer to the system 


(negative, if from the system), W = Weer Waa = W, is the net power 


output from the system in all forms (negative, if power input) and dE,ys/dt is 
the rate of change of the total energy content of the system. The overdot 
stands for time rate. For simple compressible systems, total energy consists 
of internal, kinetic, and potential energies, and it is expressed on a unit-mass 
basis as 
y2? 
Tte pe = + QZ (5-48) 


Note that total energy is a property, and its value does not change unless the 
state of the system changes. 

An energy interaction is heat if its driving force is a temperature differ- 
ence, and it is work if it is associated with a force acting through a distance, 
as explained in Chap. 2. A system may involve numerous forms of work, and 
the total work can be expressed as 


Weotat z Wnaft ar Wares + Wesco ap Wother (5-49) 


ressure 1S the work 
is the work done 


where What is the work transmitted by a rotating shaft, W, 
done by the pressure forces on the control surface, W; 


viscous 


*This section can be skipped without a loss in continuity. 


by the normal and shear components of viscous forces on the control surface, 
and Winer 1S the work done by other forces such as electric, magnetic, and 
surface tension, which are insignificant for simple compressible systems and 
are not considered in this text. We do not consider W,,...,, either since it is 
usually small relative to other terms in control volume analysis. But it should 
be kept in mind that the work done by shear forces as the blades shear 
through the fluid may need to be considered in a refined analysis of turbo- 


machinery. 


Work Done by Pressure Forces 


Consider a gas being compressed in the piston—cylinder device shown in Fig. 
5-52a. When the piston moves down a differential distance ds under the 
influence of the pressure force PA, where A is the cross-sectional area of the 
piston, the boundary work done on the system is 6Wyoundary = PA ds. Divid- 
ing both sides of this relation by the differential time interval dt gives the 
time rate of boundary work (i.e., power), 


dW, ressure — SWoonadary = PAV pison 
where V, 


p 
piston = 4&s/dt is the piston velocity, which is the velocity of the mov- 
ing boundary at the piston face. 

Now consider a material chunk of fluid (a system) of arbitrary shape, which 
moves with the flow and is free to deform under the influence of pressure, as 
shown in Fig. 5—52b. Pressure always acts inward and normal to the surface, 
and the pressure force acting on a differential area dA is P dA. Again noting 
that work is force times distance and distance traveled per unit time is velocity, 
the time rate at which work is done by pressure forces on this differential part 
of the system is 


6 ay 
Ome = IoAN Va = PdA( V. n) (5-50) 


since the normal component of velocity through the differential area dA is 
V, = V cos 0 = V - n. Note that v is the outer normal of dA, and thus the 
quantity V - 77 is positive for expansion and negative for compression. The 
total rate of work done by pressure forces is obtained by integrating OW, essure 
over the entire surface A, 


x =e P 
Masera out — | BVE n) dA = | p p(V- n) dA (5-51) 
A A 


In light of these discussions, the net power transfer can be expressed as 


Wn = Wohattnet out F W oressure net out — W aeae out ar | P(V: n) dA (5-52) 
A 
Then the rate form of the conservation of energy relation for a closed system 
becomes 
5 ` : dE... 
Oran a Whaft-net out D out — dt (5-53) 
To obtain a relation for the conservation of energy for a control volume, 
we apply the Reynolds transport theorem by replacing the extensive property 
B with total energy E, and its associated intensive property b with total 
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System boundary, A 
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FIGURE 5-52 


The pressure force acting on (a) the 
moving boundary of a system in a 
piston—cylinder device, and (b) the 
differential surface area of a system of 
arbitrary shape. 
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ie) 

[e) 

— = — bp dV + bp(V,..n)dA 
rT i a pV, n) 
B=E b=e b=e 

“| — 

dE sys d = 

— = — ep dV + ep(V,:n)dA 
dt dt a — rr 


FIGURE 5-53 


The conservation of energy equation is 
obtained by replacing an extensive 
property B in the Reynolds transport 
theorem by energy EF and its associated 
intensive property b by e (Ref. 3). 


p e a 
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out? . 
energYout e 7 
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FIGURE 5-54 


In a typical engineering problem, the 
control volume may contain many 
inlets and outlets; energy flows in at 
each inlet, and energy flows out at 
each outlet. Energy also enters the 
control volume through net heat 
transfer and net shaft work. 


energy per unit mass e, which is e = u + ke + pe = u + V?/2 + gz (Fig. 
5-53). This yields 
dE d 


sys | Sey 
=— | godWar | ep(V,-n)A 
dt at dey ee 


(5-54) 


Substituting the left-hand side of Eq. 5-53 into Eq. 5-54, the general form of 
the energy equation that applies to fixed, moving, or deforming control vol- 
umes becomes 

ep( V, -n)dA 


Whaft,net out (5-55) 


: ; d 
O resin E in Y rossore neront = dt | ep dV + | 


Cy CS 
which can be stated as 


The net rate of energy The time rate of The net flow rate of 


transfer into a CV by |= | change of the energy | + | energy out of the control 


heat and work transfer content of the CV surface by mass flow 


Here V, =V = Dex is the fluid velocity relative to the control surface, and 
the product p(V, - 7) dA represents the mass flow rate through area element 
dA into or out of the control volume. Again noting that nì is the outer normal of 
dA, the quantity V,- 7 and thus mass flow is positive for outflow and negative 
for inflow. 

Substituting the surface integral for the rate of pressure work from Eq. 5-51 
into Eq. 5-55 and combining it with the surface integral on the right give 


. . =e 
Crain Woursan = | epdv+ | (E+ e)p Es 
CV cs 
This is a very convenient form for the energy equation since pressure work is 
now combined with the energy of the fluid crossing the control surface and 
we no longer have to deal with pressure work. 

The term P/p = PV = Way is the flow work, which is the work associated 
with pushing a fluid into or out of a control volume per unit mass. Note that 
the fluid velocity at a solid surface is equal to the velocity of the solid surface 
because of the no-slip condition and is zero for nonmoving surfaces. As a 
result, the pressure work along the portions of the control surface that coincide 
with nonmoving solid surfaces is zero. Therefore, pressure work for fixed con- 
trol volumes can exist only along the imaginary part of the control surface 
where the fluid enters and leaves the control volume (i.e., inlets and outlets). 

This equation is not in a convenient form for solving practical engineering 
problems because of the integrals, and thus it is desirable to rewrite it in terms 
of average velocities and mass flow rates through inlets and outlets. If P/p + e 
is nearly uniform across an inlet or outlet, we can simply take it outside the 


integral. Noting that m = | o(V, : n)dA, is the mass flow rate across an inlet 
Ac 

or outlet, the rate of inflow or outflow of energy through the inlet or outlet can 

be approximated as m(P/p + e). Then the energy equation becomes (Fig. 5-54) 


; ; d MER VE 
Otn — W hartnet out = dt |. ep dV Sal? ar e) Za? H e) (5-57) 


out in 


where e = u + V?/2 + gz is the total energy per unit mass for both the con- 
trol volume and flow streams. Then, 


d ae Vv? 
QO netin = Wehatenet out = dt p ep dV a 2m p EURE D ar 8z 


TE V 
Sal Hud 7 ez) (5-58) 


or 


out 


; : d We 
Oven = Wenerenedour rae | ep dV + Sala Pee ez) 
dt Joy 2 


i vV 
= Sala aT ez) (5-59) 


where we used the definition of enthalpy h = u + Pv = u + P/p. The last 
two equations are fairly general expressions of conservation of energy, but 
their use is still limited to uniform flow at inlets and outlets and negligible 
work due to viscous forces and other effects. Also, the subscript “net,in” stands 
for “net input,” and thus any heat or work transfer is positive if to the system 
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and negative if from the system. 


SUMMARY 


The conservation of mass principle states that the net mass 
transfer to or from a system during a process is equal to the 
net change (increase or decrease) in the total mass of the sys- 
tem during that process, and is expressed as 


Min ~ Mout = AIM stein and Min ~ Mon = AMgystem/ At 


where AMi siei = Minal —~ Minitia IS the change in the mass of 
the system during the process, r, and m,,, are the total rates 
of mass flow into and out of the system, and dM system At is the 
rate of change of mass within the system boundaries. The 
relations above are also referred to as the mass balance and 
are applicable to any system undergoing any kind of process. 
The amount of mass flowing through a cross section per 
unit time is called the mass flow rate, and is expressed as 


m = pVA 


where p = density of fluid, V = average fluid velocity nor- 
mal to A, and A = cross-sectional area normal to flow direc- 
tion. The volume of the fluid flowing through a cross section 
per unit time is called the volume flow rate and is expressed as 


V= VA = m/p 


The work required to push a unit mass of fluid into or out 
of a control volume is called flow work or flow energy, and is 
expressed as Wow = Pv. In the analysis of control volumes, 
it is convenient to combine the flow energy and internal 


energy into enthalpy. Then the total energy of a flowing fluid 
is expressed as 
y? 
0 =h+ke+pe=h+ 5 + gz 


The total energy transported by a flowing fluid of mass m 
with uniform properties is m0. The rate of energy transport 
by a fluid with a mass flow rate of m is m0. When the kinetic 
and potential energies of a fluid stream are negligible, the 


amount and rate of energy transport become Emas = mh and 


È pass = Mh, respectively. 


mass 
The first law of thermodynamics is essentially an expres- 


sion of the conservation of energy principle, also called the 
energy balance. The general mass and energy balances for 
any system undergoing any process can be expressed as 


Ein T Fou = AE systemi 
—— 
Net energy transfer 


by heat, work, and mass 


Changes in internal, kinetic, 
potential, etc., energies 


It can also be expressed in the rate form as 
Eis ~ Fou = dE systern/ dt 


Rate of net energy transfer 
by heat, work, and mass 


Rate of change in internal, kinetic, 
potential, etc., energies 


Thermodynamic processes involving control volumes can 
be considered in two groups: steady-flow processes and 
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unsteady-flow processes. During a steady-flow process, the 
fluid flows through the control volume steadily, experiencing 
no change with time at a fixed position. The mass and energy 
content of the control volume remain constant during a 
steady-flow process. Taking heat transfer to the system and 
work done by the system to be positive quantities, the conser- 
vation of mass and energy equations for steady-flow 
processes are expressed as 


Thermodynamics 


e y? y? 
Q- W= mntk +e) -antt ee) 
out 


in 


for each exit for each inlet 


These are the most general forms of the equations for steady- 
flow processes. For single-stream (one-inlet—-one-exit) sys- 
tems such as nozzles, diffusers, turbines, compressors, and 
pumps, they simplify to 


1 
vi 2 


vi- v? 
; *+ g(z “| 


m =m, > VA; 


In these relations, subscripts 1 and 2 denote the inlet and exit 
states, respectively. 

Most unsteady-flow processes can be modeled as a uniform- 
flow process, which requires that the fluid flow at any inlet or 
exit is uniform and steady, and thus the fluid properties do not 
change with time or position over the cross section of an inlet 
or exit. If they do, they are averaged and treated as constants 
for the entire process. When kinetic and potential energy 
changes associated with the control volume and the fluid 
streams are negligible, the mass and energy balance relations 
for a uniform-flow system are expressed as 


Min ~ Mout = AMyystem 


Q E W = > mh T X mh F (mu E MU ) system 
out in 
where Q = Qaetin = Qin T Qou 18 the net heat input and 
W = Waetour = Wouw — Win is the net work output. 
When solving thermodynamic problems, it is recom- 
mended that the general form of the energy balance 
Ba Eee = AE aon be used for all problems, and simplify 


it for the particular problem instead of using the specific rela- 
tions given here for different processes. 
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PROBLEMS* 


Conservation of Mass 


5-1C Name four physical quantities that are conserved and 
two quantities that are not conserved during a process. 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon œ are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


5-2C Define mass and volume flow rates. How are they 
related to each other? 


5-3C Does the amount of mass entering a control volume 
have to be equal to the amount of mass leaving during an 
unsteady-flow process? 


5-4C When is the flow through a control volume steady? 


5-5C_ Consider a device with one inlet and one outlet. If the 
volume flow rates at the inlet and at the outlet are the same, 
is the flow through this device necessarily steady? Why? 


5-6E A garden hose attached with a nozzle is used to fill a 
20-gal bucket. The inner diameter of the hose is | in and it 


reduces to 0.5 in at the nozzle exit. If the average velocity in 
the hose is 8 ft/s, determine (a) the volume and mass flow 
rates of water through the hose, (b) how long it will take to 
fill the bucket with water, and (c) the average velocity of 
water at the nozzle exit. 


5-7 Air enters a nozzle steadily at 2.21 kg/m? and 40 m/s and 
leaves at 0.762 kg/m? and 180 m/s. If the inlet area of the 
nozzle is 90 cm*, determine (a) the mass flow rate through 
the nozzle, and (b) the exit area of the nozzle. Answers: 
(a) 0.796 kg/s, (b) 58 cm? 


5-8 A hair dryer is basically a duct of constant diameter in 
which a few layers of electric resistors are placed. A small 
fan pulls the air in and forces it through the resistors where it 
is heated. If the density of air is 1.20 kg/m? at the inlet and 
1.05 kg/m? at the exit, determine the percent increase in the 
velocity of air as it flows through the dryer. 


1.05 kg/m? 


1.20 kg/m? 


FIGURE P5-8 


5-9E Air whose density is 0.078 Ibm/ft’ enters the duct of an 
air-conditioning system at a volume flow rate of 450 ft?/min. If 
the diameter of the duct is 10 in, determine the velocity of the 
air at the duct inlet and the mass flow rate of air. 


5-10 A 1-m’ rigid tank initially contains air whose density 
is 1.18 kg/m’. The tank is connected to a high-pressure supply 
line through a valve. The valve is opened, and air is allowed 
to enter the tank until the density in the tank rises to 7.20 
kg/m?. Determine the mass of air that has entered the tank. 
Answer: 6.02 kg 


5-11 The ventilating fan of the bathroom of a building has 
a volume flow rate of 30 L/s and runs continuously. If the 
density of air inside is 1.20 kg/m’, determine the mass of air 
vented out in one day. 


5-12 A desktop computer is to be cooled by a fan whose 
flow rate is 0.34 m*/min. Determine the mass flow rate of air 
through the fan at an elevation of 3400 m where the air density 
is 0.7 kg/m. Also, if the average velocity of air is not to 
exceed 110 m/min, determine the diameter of the casing of the 
fan. Answers: 0.238 kg/min, 0.063 m 
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FIGURE P5-12 


5-13 A smoking lounge is to accommodate 15 heavy 
smokers. The minimum fresh air requirement for smoking 
lounges is specified to be 30 L/s per person (ASHRAE, Stan- 
dard 62, 1989). Determine the minimum required flow rate of 
fresh air that needs to be supplied to the lounge, and the 
diameter of the duct if the air velocity is not to exceed 8 m/s. 


15 smokers 


FIGURE P5-13 


5-14 The minimum fresh air requirement of a residential 
building is specified to be 0.35 air change per hour 
(ASHRAE, Standard 62, 1989). That is, 35 percent of the 
entire air contained in a residence should be replaced by 
fresh outdoor air every hour. If the ventilation requirement of 
a 2.7-m-high, 200-m*? residence is to be met entirely by a fan, 
determine the flow capacity in L/min of the fan that needs to 
be installed. Also determine the diameter of the duct if the air 
velocity is not to exceed 6 m/s. 
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5-15 Air enters a 28-cm diameter pipe steadily at 200 kPa 
and 20°C with a velocity of 5 m/s. Air is heated as it flows, 
and leaves the pipe at 180 kPa and 40°C. Determine (a) the 
volume flow rate of air at the inlet, (b) the mass flow rate of 
air, and (c) the velocity and volume flow rate at the exit. 


Thermodynamics 


Q 
Air 
200 kPa ¥ 180 kPa 
20°C 40°C 
5 m/s 
FIGURE P5-15 


5-16 Refrigerant-134a enters a 28-cm diameter pipe 
steadily at 200 kPa and 20°C with a velocity of 5 m/s. The 
refrigerant gains heat as it flows and leaves the pipe at 180 
kPa and 40°C. Determine (a) the volume flow rate of the 
refrigerant at the inlet, (b) the mass flow rate of the refriger- 
ant, and (c) the velocity and volume flow rate at the exit. 


5-17 Consider a 300-L storage tank of a solar water heat- 
ing system initially filled with warm water at 45°C. 
Warm water is withdrawn from the tank through a 2-cm 
diameter hose at an average velocity of 0.5 m/s while cold 
water enters the tank at 20°C at a rate of 5 L/min. Determine 
the amount of water in the tank after a 20-minute period. 
Assume the pressure in the tank remains constant at 1 atm. 
Answer: 212 kg 


Cold water 
20°C Se ee 
Limi 
5 L/min 300 L 
45°C 
Warm water 
45°C 
0.5 m/s 
FIGURE P5-17 


Flow Work and Energy Transfer by Mass 


5-18C What are the different mechanisms for transferring 
energy to or from a control volume? 


5-19C What is flow energy? Do fluids at rest possess any 
flow energy? 


5-20C How do the energies of a flowing fluid and a fluid 
at rest compare? Name the specific forms of energy associ- 
ated with each case. 


5-21E Steam is leaving a pressure cooker whose operating 
pressure is 30 psia. It is observed that the amount of liquid in 
the cooker has decreased by 0.4 gal in 45 minutes after the 
steady operating conditions are established, and the cross- 
sectional area of the exit opening is 0.15 in’. Determine 
(a) the mass flow rate of the steam and the exit velocity, 


(b) the total and flow energies of the steam per unit mass, and 
(c) the rate at which energy is leaving the cooker by steam. 


5-22 Refrigerant-134a enters the compressor of a refrigera- 
tion system as saturated vapor at 0.14 MPa, and leaves as 
superheated vapor at 0.8 MPa and 60°C at a rate of 0.06 kg/s. 
Determine the rates of energy transfers by mass into and out 
of the compressor. Assume the kinetic and potential energies 
to be negligible. 


5-23 A house is maintained at 1 atm and 24°C, and 
warm air inside a house is forced to leave the house at a rate 
of 150 m*/h as a result of outdoor air at 5°C infiltrating 
into the house through the cracks. Determine the rate of 
net energy loss of the house due to mass transfer. Answer: 
0.945 kW 


5-24 Air flows steadily in a pipe at 300 kPa, 77°C, and 25 
m/s at a rate of 18 kg/min. Determine (a) the diameter of the 
pipe, (b) the rate of flow energy, (c) the rate of energy trans- 
port by mass, and (d) also determine the error involved in 
part (c) if the kinetic energy is neglected. 


Steady-Flow Energy Balance: 
Nozzles and Diffusers 


5-25C How is a steady-flow system characterized? 
5-26C Can a steady-flow system involve boundary work? 


5-27C A diffuser is an adiabatic device that decreases the 
kinetic energy of the fluid by slowing it down. What happens 
to this lost kinetic energy? 


5-28C The kinetic energy of a fluid increases as it is accel- 
erated in an adiabatic nozzle. Where does this energy come 
from? 


5-29C Is heat transfer to or from the fluid desirable as it 
flows through a nozzle? How will heat transfer affect the 
fluid velocity at the nozzle exit? 


5-30 Air enters an adiabatic nozzle steadily at 300 kPa, 
200°C, and 30 m/s and leaves at 100 kPa and 180 m/s. The 
inlet area of the nozzle is 80 cm?. Determine (a) the mass 
flow rate through the nozzle, (b) the exit temperature of the 
air, and (c) the exit area of the nozzle. Answers: (a) 0.5304 
kg/s, (b) 184.6°C, (c) 38.7 cm? 
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5-31 Reconsider Prob. 5-30. Using EES (or other) 

SS software, investigate the effect of the inlet area 
on the mass flow rate, exit temperature, and the exit area. Let 
the inlet area vary from 50 cm? to 150 cm?. Plot the final 
results against the inlet area, and discuss the results. 


5-32 Steam at 5 MPa and 400°C enters a nozzle steadily 
with a velocity of 80 m/s, and it leaves at 2 MPa and 300°C. 
The inlet area of the nozzle is 50 cm’, and heat is being lost 
at a rate of 120 kJ/s. Determine (a) the mass flow rate of the 
steam, (b) the exit velocity of the steam, and (c) the exit area 
of the nozzle. 


5-33E Air enters a nozzle steadily at 50 psia, 140°F, and 
150 ft/s and leaves at 14.7 psia and 900 ft/s. The heat loss 
from the nozzle is estimated to be 6.5 Btu/lbm of air flowing. 
The inlet area of the nozzle is 0.1 ft?. Determine (a) the exit 
temperature of air and (b) the exit area of the nozzle. 
Answers: (a) 507 R, (b) 0.048 ft? 


5-34 (a Steam at 3 MPa and 400°C enters an adiabatic 
RS nozzle steadily with a velocity of 40 m/s 

and leaves at 2.5 MPa and 300 m/s. Determine (a) the exit 

temperature and (b) the ratio of the inlet to exit area A,/A). 


5-35 Air at 600 kPa and 500 K enters an adiabatic nozzle 
that has an inlet-to-exit area ratio of 2:1 with a velocity of 


a 
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120 m/s and leaves with a velocity of 380 m/s. Determine 
(a) the exit temperature and (b) the exit pressure of the air. 
Answers: (a) 436.5 K, (b) 330.8 kPa 


5-36 Air at 80 kPa and 127°C enters an adiabatic diffuser 
steadily at a rate of 6000 kg/h and leaves at 100 kPa. The 
velocity of the airstream is decreased from 230 to 30 m/s as it 
passes through the diffuser. Find (a) the exit temperature of 
the air and (b) the exit area of the diffuser. 


5-37E Air at 13 psia and 20°F enters an adiabatic diffuser 
steadily with a velocity of 600 ft/s and leaves with a low 
velocity at a pressure of 14.5 psia. The exit area of the diffuser 
is 5 times the inlet area. Determine (a) the exit temperature 
and (b) the exit velocity of the air. 


5-38 Carbon dioxide enters an adiabatic nozzle steadily at 
1 MPa and 500°C with a mass flow rate of 6000 kg/h and 
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leaves at 100 kPa and 450 m/s. The inlet area of the nozzle is 
40 cm?. Determine (a) the inlet velocity and (b) the exit tem- 
perature. Answers: (a) 60.8 m/s, (b) 685.8 K 


5-39 Refrigerant-134a at 700 kPa and 120°C enters an adi- 
abatic nozzle steadily with a velocity of 20 m/s and leaves at 
400 kPa and 30°C. Determine (a) the exit velocity and (b) the 
ratio of the inlet to exit area A,/A). 


5-40 Air at 80 kPa, 27°C, and 220 m/s enters a diffuser at a 
rate of 2.5 kg/s and leaves at 42°C. The exit area of the diffuser 
is 400 cm2. The air is estimated to lose heat at a rate of 18 kJ/s 
during this process. Determine (a) the exit velocity and (b) the 
exit pressure of the air. Answers: (a) 62.0 m/s, (b) 91.1 kPa 


5-41 Nitrogen gas at 60 kPa and 7°C enters an adiabatic 
diffuser steadily with a velocity of 200 m/s and leaves at 85 
kPa and 22°C. Determine (a) the exit velocity of the nitrogen 
and (b) the ratio of the inlet to exit area A,/A). 


5-42 Reconsider Prob. 5-41. Using EES (or other) 
<= software, investigate the effect of the inlet veloc- 
ity on the exit velocity and the ratio of the inlet-to-exit area. 
Let the inlet velocity vary from 180 to 260 m/s. Plot the final 
results against the inlet velocity, and discuss the results. 


5-43 Refrigerant-134a enters a diffuser steadily as saturated 
vapor at 800 kPa with a velocity of 120 m/s, and it leaves at 
900 kPa and 40°C. The refrigerant is gaining heat at a rate of 
2 kJ/s as it passes through the diffuser. If the exit area is 80 
percent greater than the inlet area, determine (a) the exit 
velocity and (b) the mass flow rate of the refrigerant. 
Answers: (a) 60.8 m/s, (b) 1.308 kg/s 


5-44 Steam enters a nozzle at 400°C and 800 kPa with a 
velocity of 10 m/s, and leaves at 300°C and 200 kPa while 
losing heat at a rate of 25 kW. For an inlet area of 800 cm?, 
determine the velocity and the volume flow rate of the steam 
at the nozzle exit. Answers: 606 m/s, 2.74 m/s 


400°C 


800 kPa Steam —— > in 
10 m/s 
—_— 
™ 
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Turbines and Compressors 


Thermodynamics 


5-45C Consider an adiabatic turbine operating steadily. 
Does the work output of the turbine have to be equal to the 
decrease in the energy of the steam flowing through it? 


5-46C Consider an air compressor operating steadily. How 
would you compare the volume flow rates of the air at the 
compressor inlet and exit? 


5-47C Will the temperature of air rise as it is compressed 
by an adiabatic compressor? Why? 


5-48C Somebody proposes the following system to cool a 
house in the summer: Compress the regular outdoor air, let it 
cool back to the outdoor temperature, pass it through a tur- 
bine, and discharge the cold air leaving the turbine into the 
house. From a thermodynamic point of view, is the proposed 
system sound? 


5-49 Steam flows steadily through an adiabatic turbine. The 
inlet conditions of the steam are 10 MPa, 450°C, and 80 m/s, 
and the exit conditions are 10 kPa, 92 percent quality, and 50 
m/s. The mass flow rate of the steam is 12 kg/s. Determine 
(a) the change in kinetic energy, (b) the power output, and 
(c) the turbine inlet area. Answers: (a) —1.95 kJ/kg, (b) 10.2 
MW, (c) 0.00447 m? 


5-50 Reconsider Prob. 5-49. Using EES (or other) 
SS software, investigate the effect of the turbine exit 
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pressure on the power output of the turbine. Let the exit pres- 
sure vary from 10 to 200 kPa. Plot the power output against 
the exit pressure, and discuss the results. 


5-51 Steam enters an adiabatic turbine at 10 MPa and 
500°C and leaves at 10 kPa with a quality of 90 percent. 
Neglecting the changes in kinetic and potential energies, 
determine the mass flow rate required for a power output of 5 
MW. Answer: 4.852 kg/s 


5-52E Steam flows steadily through a turbine at a rate of 
45,000 Ibm/h, entering at 1000 psia and 900°F and leaving at 
5 psia as saturated vapor. If the power generated by the tur- 
bine is 4 MW, determine the rate of heat loss from the steam. 


5-53 Steam enters an adiabatic turbine at 8 MPa and 500°C 
at a rate of 3 kg/s and leaves at 20 kPa. If the power output of 
the turbine is 2.5 MW, determine the temperature of the 
steam at the turbine exit. Neglect kinetic energy changes. 
Answer: 60.1°C 


5-54 Argon gas enters an adiabatic turbine steadily at 900 
kPa and 450°C with a velocity of 80 m/s and leaves at 150 
kPa with a velocity of 150 m/s. The inlet area of the turbine 
is 60 cm’. If the power output of the turbine is 250 kW, 
determine the exit temperature of the argon. 


5-55E_ Air flows steadily through an adiabatic turbine, enter- 
ing at 150 psia, 900°F, and 350 ft/s and leaving at 20 psia, 
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300°F, and 700 ft/s. The inlet area of the turbine is 0.1 ft. 
Determine (a) the mass flow rate of the air and (b) the power 
output of the turbine. 


5-56 Refrigerant-134a enters an adiabatic compressor as 
saturated vapor at —24°C and leaves at 0.8 MPa and 60°C. 
The mass flow rate of the refrigerant is 1.2 kg/s. Determine 
(a) the power input to the compressor and (b) the volume 
flow rate of the refrigerant at the compressor inlet. 


5-57 Air enters the compressor of a gas-turbine plant at 
ambient conditions of 100 kPa and 25°C with a low velocity 
and exits at 1 MPa and 347°C with a velocity of 90 m/s. The 
compressor is cooled at a rate of 1500 kJ/min, and the power 
input to the compressor is 250 kW. Determine the mass flow 
rate of air through the compressor. 


5-58E Air is compressed from 14.7 psia and 60°F to a pres- 
sure of 150 psia while being cooled at a rate of 10 Btu/lbm by 


circulating water through the compressor casing. The volume 
flow rate of the air at the inlet conditions is 5000 ft?/min, and 
the power input to the compressor is 700 hp. Determine 
(a) the mass flow rate of the air and (b) the temperature at the 
compressor exit. Answers: (a) 6.36 Ibm/s, (b) 801 R 


5-59E Reconsider Prob. 5—58E. Using EES (or other) 

<= software, investigate the effect of the rate of 
cooling of the compressor on the exit temperature of air. Let 
the cooling rate vary from 0 to 100 Btu/lbm. Plot the air exit 
temperature against the rate of cooling, and discuss the results. 


5-60 Helium is to be compressed from 120 kPa and 310 K 
to 700 kPa and 430 K. A heat loss of 20 kJ/kg occurs during 
the compression process. Neglecting kinetic energy changes, 
determine the power input required for a mass flow rate of 
90 kg/min. 


20 kJ/kg  P2=700 kPa 


4 T, = 430K 
He 
m= 90 kg/min 


f 


P, = 120 kPa 
T, =310K 
FIGURE P5-60 


5-61 Carbon dioxide enters an adiabatic compressor at 100 
kPa and 300 K at a rate of 0.5 kg/s and leaves at 600 kPa and 
450 K. Neglecting kinetic energy changes, determine (a) the 
volume flow rate of the carbon dioxide at the compressor 
inlet and (b) the power input to the compressor. 

Answers: (a) 0.28 m/s, (b) 68.8 kW 


Throttling Valves 


5-62C Why are throttling devices commonly used in refrig- 
eration and air-conditioning applications? 


5-63C During a throttling process, the temperature of a 
fluid drops from 30 to —20°C. Can this process occur adia- 
batically? 


5-64C Would you expect the temperature of air to drop as 
it undergoes a steady-flow throttling process? Explain. 


5-65C Would you expect the temperature of a liquid to 
change as it is throttled? Explain. 
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5-66 Refrigerant-134a is throttled from the saturated liquid 
state at 700 kPa to a pressure of 160 kPa. Determine the tem- 
perature drop during this process and the final specific volume 
of the refrigerant. Answers: 42.3°C, 0.0344 m°/kg 


P, = 700 kPa 
Sat. liquid 


R-134a 
P, = 160 kPa 
FIGURE P5-66 


5-67 l g Refrigerant-134a at 800 kPa and 25°C is throt- 

K tled to a temperature of —20°C. Determine the 
pressure and the internal energy of the refrigerant at the final 
state. Answers: 133 kPa, 80.7 kJ/kg 


5-68 A well-insulated valve is used to throttle steam from 8 
MPa and 500°C to 6 MPa. Determine the final temperature of 
the steam. Answer: 490.1°C 


5-69 Reconsider Prob. 5—68. Using EES (or other) 

<= software, investigate the effect of the exit pres- 
sure of steam on the exit temperature after throttling. Let the 
exit pressure vary from 6 to 1 MPa. Plot the exit temperature 
of steam against the exit pressure, and discuss the results. 


5-70E Air at 200 psia and 90°F is throttled to the atmo- 
spheric pressure of 14.7 psia. Determine the final temperature 
of the air. 


5-71 Carbon dioxide gas enters a throttling valve at 5 MPa 
and 100°C and leaves at 100 kPa. Determine the temperature 
change during this process if CO, is assumed to be (a) an 
ideal gas and (b) a real gas. 
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Mixing Chambers and Heat Exchangers 


5-72C When two fluid streams are mixed in a mixing 
chamber, can the mixture temperature be lower than the tem- 
perature of both streams? Explain. 


5-73C Consider a steady-flow mixing process. Under what 
conditions will the energy transported into the control volume 
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by the incoming streams be equal to the energy transported 
out of it by the outgoing stream? 


Thermodynamics 


5-74C Consider a steady-flow heat exchanger involving 
two different fluid streams. Under what conditions will the 
amount of heat lost by one fluid be equal to the amount of 
heat gained by the other? 


5-75 A hot-water stream at 80°C enters a mixing chamber 
with a mass flow rate of 0.5 kg/s where it is mixed with a 
stream of cold water at 20°C. If it is desired that the mixture 
leave the chamber at 42°C, determine the mass flow rate of the 
cold-water stream. Assume all the streams are at a pressure of 
250 kPa. Answer: 0.865 kg/s 
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5-76 Liquid water at 300 kPa and 20°C is heated in a 
chamber by mixing it with superheated steam at 300 kPa and 
300°C. Cold water enters the chamber at a rate of 1.8 kg/s. If 
the mixture leaves the mixing chamber at 60°C, determine 
the mass flow rate of the superheated steam required. 
Answer: 0.107 kg/s 


5-77 In steam power plants, open feedwater heaters are fre- 
quently utilized to heat the feedwater by mixing it with steam 
bled off the turbine at some intermediate stage. Consider an 
open feedwater heater that operates at a pressure of 1000 
kPa. Feedwater at 50°C and 1000 kPa is to be heated with 
superheated steam at 200°C and 1000 kPa. In an ideal feed- 
water heater, the mixture leaves the heater as saturated liquid 
at the feedwater pressure. Determine the ratio of the mass 
flow rates of the feedwater and the superheated vapor for this 


case. Answer: 3.73 
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5-78E Water at 50°F and 50 psia is heated in a chamber by 
mixing it with saturated water vapor at 50 psia. If both 
streams enter the mixing chamber at the same mass flow rate, 
determine the temperature and the quality of the exiting 
stream. Answers: 281°F, 0.374 


5-79 A stream of refrigerant-134a at 1 MPa and 12°C is 
mixed with another stream at 1 MPa and 60°C. If the mass 
flow rate of the cold stream is twice that of the hot one, 
determine the temperature and the quality of the exit stream. 


5-80 Reconsider Prob. 5-79. Using EES (or other) 

<= software, investigate the effect of the mass flow 
rate of the cold stream of R-134a on the temperature and the 
quality of the exit stream. Let the ratio of the mass flow rate 
of the cold stream to that of the hot stream vary from 1 to 4. 
Plot the mixture temperature and quality against the cold-to- 
hot mass flow rate ratio, and discuss the results. 


5-81 Refrigerant-134a at 1 MPa and 90°C is to be cooled 
to 1 MPa and 30°C in a condenser by air. The air enters at 
100 kPa and 27°C with a volume flow rate of 600 m/min 
and leaves at 95 kPa and 60°C. Determine the mass flow rate 
of the refrigerant. Answer: 100 kg/min 
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5-82E Air enters the evaporator section of a window air 
conditioner at 14.7 psia and 90°F with a volume flow rate of 
200 ft?/min. Refrigerant-134a at 20 psia with a quality of 30 
percent enters the evaporator at a rate of 4 lbm/min and 
leaves as saturated vapor at the same pressure. Determine 
(a) the exit temperature of the air and (b) the rate of heat 
transfer from the air. 


5-83  Refrigerant-134a at 700 kPa, 70°C, and 8 kg/min is 
cooled by water in a condenser until it exists as a saturated 
liquid at the same pressure. The cooling water enters the con- 
denser at 300 kPa and 15°C and leaves at 25°C at the same 
pressure. Determine the mass flow rate of the cooling water 
required to cool the refrigerant. Answer: 42.0 kg/min 


5-84E y > In a steam heating system, air is heated by 
> being passed over some tubes through which 
steam flows steadily. Steam enters the heat exchanger at 30 
psia and 400°F at a rate of 15 Ilbm/min and leaves at 25 psia 


and 212°F. Air enters at 14.7 psia and 80°F and leaves at 
130°F. Determine the volume flow rate of air at the inlet. 


5-85 Steam enters the condenser of a steam power plant at 
20 kPa and a quality of 95 percent with a mass flow rate of 
20,000 kg/h. It is to be cooled by water from a nearby river 
by circulating the water through the tubes within the con- 
denser. To prevent thermal pollution, the river water is not 
allowed to experience a temperature rise above 10°C. If the 
steam is to leave the condenser as saturated liquid at 20 kPa, 
determine the mass flow rate of the cooling water required. 
Answer: 297.7 kg/s 


m, = 20,000 kg/h 


P, = 20 kPa 
x= 0.95 
| Steam 
Water 
T, 
aL 
— 
T, + 10°C 
P, = 20 kPa 
Sat. liquid 
FIGURE P5-85 


5-86 Steam is to be condensed in the condenser of a steam 
power plant at a temperature of 50°C with cooling water 
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from a nearby lake, which enters the tubes of the condenser 
at 18°C at a rate of 101 kg/s and leaves at 27°C. Determine 
the rate of condensation of the steam in the condenser. 
Answer: 1.60 kg/s 


5-87 Reconsider Prob. 5-86. Using EES (or other) 

SS software, investigate the effect of the inlet tem- 
perature of cooling water on the rate of condensation of 
steam. Let the inlet temperature vary from 10 to 20°C, and 
assume the exit temperature to remain constant. Plot the rate 
of condensation of steam against the inlet temperature of the 
cooling water, and discuss the results. 


5-88 A heat exchanger is to heat water (c, = 4.18 kJ/kg - 
°C) from 25 to 60°C at a rate of 0.2 kg/s. The heating is to be 
accomplished by geothermal water (c, = 4.31 kJ/kg - °C) 
available at 140°C at a mass flow rate of 0.3 kg/s. Determine 
the rate of heat transfer in the heat exchanger and the exit 
temperature of geothermal water. 


5-89 A heat exchanger is to cool ethylene glycol (c, = 
2.56 kJ/kg - °C) flowing at a rate of 2 kg/s from 80°C to 
40°C by water (c, = 4.18 kJ/kg - °C) that enters at 20°C and 
leaves at 55°C. Determine (a) the rate of heat transfer and (b) 
the mass flow rate of water. 


5-90 Reconsider Prob. 5-89. Using EES (or other) 

SS software, investigate the effect of the inlet tem- 
perature of cooling water on the mass flow rate of water. Let 
the inlet temperature vary from 10 to 40°C, and assume the 
exit temperature to remain constant. Plot the mass flow rate 
of water against the inlet temperature, and discuss the results. 


5-91 A thin-walled double-pipe counter-flow heat exchanger 
is used to cool oil (c, = 2.20 kJ/kg - °C) from 150 to 40°C at 
a rate of 2 kg/s by water (c, = 4.18 kJ/kg - °C) that enters at 
22°C at a rate of 1.5 kg/s. Determine the rate of heat transfer 


in the heat exchanger and the exit temperature of water. 


Hot oil 
2 kg/s [150°C 


| 40°C 
FIGURE P5-91 


5-92 Cold water (c, = 4.18 kJ/kg - °C) leading to a shower 
enters a thin-walled double-pipe counter-flow heat exchanger 
at 15°C at a rate of 0.60 kg/s and is heated to 45°C by hot 
water (c, = 4.19 kJ/kg - °C) that enters at 100°C at a rate of 
3 kg/s. Determine the rate of heat transfer in the heat 
exchanger and the exit temperature of the hot water. 


5-93 Air (c, = 1.005 kJ/kg - °C) is to be preheated by hot 
exhaust gases in a cross-flow heat exchanger before it enters 
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the furnace. Air enters the heat exchanger at 95 kPa and 20°C 
at a rate of 0.8 m?/s. The combustion gases (c, = 1.10 kJ/kg - 
°C) enter at 180°C at a rate of 1.1 kg/s and leave at 95°C. 
Determine the rate of heat transfer to the air and its outlet 
temperature. 


Thermodynamics 
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5-94 A well-insulated shell-and-tube heat exchanger is 
used to heat water (Cc, = 4.18 kJ/kg - °C) in the tubes from 
20 to 70°C at a rate of 4.5 kg/s. Heat is supplied by hot oil 
(c, = 2.30 kJ/kg - °C) that enters the shell side at 170°C at a 
rate of 10 kg/s. Determine the rate of heat transfer in the heat 
exchanger and the exit temperature of oil. 


5-95E Steam is to be condensed on the shell side of a heat 
exchanger at 85°F. Cooling water enters the tubes at 60°F at 
a rate of 138 lbm/s and leaves at 73°F. Assuming the heat 
exchanger to be well-insulated, determine the rate of heat 
transfer in the heat exchanger and the rate of condensation of 
the steam. 


5-96 An air-conditioning system involves the mixing of cold 
air and warm outdoor air before the mixture is routed to the 
conditioned room in steady operation. Cold air enters the mix- 
ing chamber at 5°C and 105 kPa at a rate of 1.25 m*/s while 
warm air enters at 34°C and 105 kPa. The air leaves the room 
at 24°C. The ratio of the mass flow rates of the hot to cold air 
streams is 1.6. Using variable specific heats, determine (a) the 
mixture temperature at the inlet of the room and (b) the rate of 
heat gain of the room. 
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5-97 Hot exhaust gases of an internal combustion engine 
are to be used to produce saturated water vapor at 2 MPa 
pressure. The exhaust gases enter the heat exchanger at 
400°C at a rate of 32 kg/min while water enters at 15°C. The 
heat exchanger is not well insulated, and it is estimated that 
10 percent of heat given up by the exhaust gases is lost to the 
surroundings. If the mass flow rate of the exhaust gases is 15 
times that of the water, determine (a) the temperature of the 
exhaust gases at the heat exchanger exit and (b) the rate of 
heat transfer to the water. Use the constant specific heat prop- 
erties of air for the exhaust gases. 
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Pipe and Duct Flow 


5-98 A desktop computer is to be cooled by a fan. The 
electronic components of the computer consume 60 W of 
power under full-load conditions. The computer is to operate 
in environments at temperatures up to 45°C and at elevations 
up to 3400 m where the average atmospheric pressure is 
66.63 kPa. The exit temperature of air is not to exceed 60°C 
to meet the reliability requirements. Also, the average veloc- 
ity of air is not to exceed 110 m/min at the exit of the com- 
puter case where the fan is installed to keep the noise level 
down. Determine the flow rate of the fan that needs to be 
installed and the diameter of the casing of the fan. 


5-99 Repeat Prob. 5-98 for a computer that consumes 100 
W of power. 


5-100E Water enters the tubes of a cold plate at 95°F with 
an average velocity of 60 ft/min and leaves at 105°F. The 
diameter of the tubes is 0.25 in. Assuming 15 percent of the 
heat generated is dissipated from the components to the sur- 
roundings by convection and radiation, and the remaining 85 
percent is removed by the cooling water, determine the 
amount of heat generated by the electronic devices mounted 
on the cold plate. Answer: 263 W 


5-101 A sealed electronic box is to be cooled by tap water 
flowing through the channels on two of its sides. It is speci- 
fied that the temperature rise of the water not exceed 4°C. The 
power dissipation of the box is 2 kW, which is removed 
entirely by water. If the box operates 24 hours a day, 365 days 
a year, determine the mass flow rate of water flowing through 
the box and the amount of cooling water used per year. 


5-102 Repeat Prob. 5-101 for a power dissipation of 4 kW. 


5-103 A long roll of 2-m-wide and 0.5-cm-thick 1-Mn man- 
ganese steel plate (p = 7854 kg/m? and c, = 0.434 kJ/kg - °C) 
coming off a furnace at 820°C is to be quenched in an oil bath 
at 45°C to a temperature of 51.1°C. If the metal sheet is mov- 
ing at a steady velocity of 10 m/min, determine the required 
rate of heat removal from the oil to keep its temperature con- 
stant at 45°C. Answer: 4368 kW 


Furnace 
Er Steel 


10 m/min plate 


— 


Oil bath, 45°C 
FIGURE P5-103 


5-104 Reconsider Prob. 5-103. Using EES (or other) 

SS software, investigate the effect of the moving 
velocity of the steel plate on the rate of heat transfer from the 
oil bath. Let the velocity vary from 5 to 50 m/min. Plot the 
rate of heat transfer against the plate velocity, and discuss the 
results. 


5-105 The components of an electronic system dissi- 

& pating 180 W are located in a 1.4-m-long hori- 
zontal duct whose cross section is 20 cm X 20 cm. The 
components in the duct are cooled by forced air that enters 
the duct at 30°C and 1 atm at a rate of 0.6 m/min and leaves 
at 40°C. Determine the rate of heat transfer from the outer 
surfaces of the duct to the ambient. Answer: 63 W 


Natural 
convection 


40°C 


30°C 
0.6 m?/min 


FIGURE P5-105 


5-106 Repeat Prob. 5-105 for a circular horizontal duct of 
diameter 10 cm. 


5-107E The hot-water needs of a household are to be met 
by heating water at 55°F to 180°F by a parabolic solar collec- 
tor at a rate of 4 lbm/s. Water flows through a 1.25-in-diameter 
thin aluminum tube whose outer surface is black-anodized in 
order to maximize its solar absorption ability. The centerline 
of the tube coincides with the focal line of the collector, and 
a glass sleeve is placed outside the tube to minimize the heat 
losses. If solar energy is transferred to water at a net rate of 
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400 Btu/h per ft length of the tube, determine the required 
length of the parabolic collector to meet the hot-water 
requirements of this house. 


5-108 Consider a hollow-core printed circuit board 12 cm 
high and 18 cm long, dissipating a total of 20 W. The width 
of the air gap in the middle of the PCB is 0.25 cm. If the 
cooling air enters the 12-cm-wide core at 32°C and 1 atm at a 
rate of 0.8 L/s, determine the average temperature at which 
the air leaves the hollow core. Answer: 53.4°C 


5-109 A computer cooled by a fan contains eight PCBs, 
each dissipating 10 W power. The height of the PCBs is 12 
cm and the length is 18 cm. The cooling air is supplied by a 
25-W fan mounted at the inlet. If the temperature rise of air 
as it flows through the case of the computer is not to exceed 
10°C, determine (a) the flow rate of the air that the fan needs 
to deliver and (b) the fraction of the temperature rise of air 
that is due to the heat generated by the fan and its motor. 
Answers: (a) 0.0104 kg/s, (b) 24 percent 


PCB, 10 W 


FIGURE P5-109 


5-110 Hot water at 90°C enters a 15-m section of a cast 
iron pipe whose inner diameter is 4 cm at an average velocity 
of 0.8 m/s. The outer surface of the pipe is exposed to the 
cold air at 10°C in a basement. If water leaves the basement 
at 88°C, determine the rate of heat loss from the water. 


5-111 Reconsider Prob. 5-110. Using EES (or other) 

SS software, investigate the effect of the inner pipe 
diameter on the rate of heat loss. Let the pipe diameter vary 
from 1.5 to 7.5 cm. Plot the rate of heat loss against the 
diameter, and discuss the results. 


5-112 A 5-m X 6-m X 8-m room is to be heated by an 
electric resistance heater placed in a short duct in the room. 
Initially, the room is at 15°C, and the local atmospheric pres- 
sure is 98 kPa. The room is losing heat steadily to the outside 
at a rate of 200 kJ/min. A 200-W fan circulates the air 
steadily through the duct and the electric heater at an average 
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mass flow rate of 50 kg/min. The duct can be assumed to be 
adiabatic, and there is no air leaking in or out of the room. If 
it takes 15 min for the room air to reach an average tempera- 
ture of 25°C, find (a) the power rating of the electric heater 
and (b) the temperature rise that the air experiences each time 
it passes through the heater. 


Thermodynamics 


5-113 A house has an electric heating system that consists 
of a 300-W fan and an electric resistance heating element 
placed in a duct. Air flows steadily through the duct at a rate 
of 0.6 kg/s and experiences a temperature rise of 7°C. The 
rate of heat loss from the air in the duct is estimated to be 
300 W. Determine the power rating of the electric resistance 
heating element. Answer: 4.22 kW 


5-114 A hair dryer is basically a duct in which a few layers 
of electric resistors are placed. A small fan pulls the air in 
and forces it through the resistors where it is heated. Air 
enters a 1200-W hair dryer at 100 kPa and 22°C and leaves at 
47°C. The cross-sectional area of the hair dryer at the exit is 
60 cm?. Neglecting the power consumed by the fan and the 
heat losses through the walls of the hair dryer, determine 
(a) the volume flow rate of air at the inlet and (b) the velocity 
of the air at the exit. Answers: (a) 0.0404 m/s, (b) 7.31 m/s 


T,=47°C P, =100kPa 
A, = 60 cm? AAA T, = 22°C 
s 
t T 
W, = 1200 W 


FIGURE P5-114 


5-115 Reconsider Prob. 5—114. Using EES (or other) 

SS software, investigate the effect of the exit 
cross-sectional area of the hair dryer on the exit velocity. 
Let the exit area vary from 25 to 75 cm?. Plot the exit veloc- 
ity against the exit cross-sectional area, and discuss the 
results. Include the effect of the flow kinetic energy in the 
analysis. 


5-116 The ducts of an air heating system pass through an 
unheated area. As a result of heat losses, the temperature of 
the air in the duct drops by 4°C. If the mass flow rate of air is 
120 kg/min, determine the rate of heat loss from the air to the 
cold environment. 


5-117E Air enters the duct of an air-conditioning system at 
15 psia and 50°F at a volume flow rate of 450 ft?/min. The 
diameter of the duct is 10 in, and heat is transferred to the air 
in the duct from the surroundings at a rate of 2 Btu/s. Deter- 
mine (a) the velocity of the air at the duct inlet and (b) the 
temperature of the air at the exit. 


5-118 Water is heated in an insulated, constant-diameter 
tube by a 7-kW electric resistance heater. If the water enters 


the heater steadily at 20°C and leaves at 75°C, determine the 
mass flow rate of water. 


5-119 Steam enters a long, horizontal pipe with an inlet 
diameter of D, = 12 cm at 1 MPa and 300°C with a velocity 
of 2 m/s. Farther downstream, the conditions are 800 kPa and 
250°C, and the diameter is D, = 10 cm. Determine (a) the 
mass flow rate of the steam and (b) the rate of heat transfer. 
Answers: (a) 0.0877 kg/s, (b) 8.87 kJ/s 


5-120 Steam enters an insulated pipe at 200 kPa and 200°C 
and leaves at 150 kPa and 150°C. The inlet-to-outlet diameter 
ratio for the pipe is D,/D,=1.80. Determine the inlet and exit 
velocities of the steam. 


D; [oO D, 


200 kPa ——> Steam k 


200°C | O 150°C 


FIGURE P5-120 


Charging and Discharging Processes 


5-121 A balloon that initially contains 50 m° of steam at 
100 kPa and 150°C is connected by a valve to a large reser- 
voir that supplies steam at 150 kPa and 200°C. Now the 
valve is opened, and steam is allowed to enter the balloon 
until the pressure equilibrium with the steam at the supply 
line is reached. The material of the balloon is such that its 
volume increases linearly with pressure. Heat transfer also 
takes place between the balloon and the surroundings, and 
the mass of the steam in the balloon doubles at the end of the 
process. Determine the final temperature and the boundary 
work during this process. 


Steam 
150 kPa 
200°C 


FIGURE P5-121 


5-122 A rigid, insulated tank that is initially evacuated is 
connected through a valve to a supply line that carries steam 
at 4 MPa. Now the valve is opened, and steam is allowed to 
flow into the tank until the pressure reaches 4 MPa, at which 
point the valve is closed. If the final temperature of the steam 
in the tank is 550°C, determine the temperature of the steam 
in the supply line and the flow work per unit mass of the 
steam. 


5-123 A vertical piston—cylinder device initially contains 
0.25 m° of air at 600 kPa and 300°C. A valve connected to 
the cylinder is now opened, and air is allowed to escape until 
three-quarters of the mass leave the cylinder at which point 
the volume is 0.05 m3. Determine the final temperature in the 
cylinder and the boundary work during this process. 


FIGURE P5-123 


5-124 A rigid, insulated tank that is initially evacuated is 
connected through a valve to a supply line that carries helium 
at 200 kPa and 120°C. Now the valve is opened, and helium 
is allowed to flow into the tank until the pressure reaches 200 
kPa, at which point the valve is closed. Determine the flow 
work of the helium in the supply line and the final tempera- 
ture of the helium in the tank. Answers: 816 kJ/kg, 655 K 


[=] 
Helium 200 kPa, 120°C 


Initially 
evacuated 


FIGURE P5-124 


5-125 Consider an 8-L evacuated rigid bottle that is sur- 
rounded by the atmosphere at 100 kPa and 17°C. A valve at 
the neck of the bottle is now opened and the atmospheric air 
is allowed to flow into the bottle. The air trapped in the bottle 
eventually reaches thermal equilibrium with the atmosphere 
as a result of heat transfer through the wall of the bottle. The 
valve remains open during the process so that the trapped air 
also reaches mechanical equilibrium with the atmosphere. 
Determine the net heat transfer through the wall of the bottle 
during this filling process. Answer: Q,,, = 0.8 kJ 
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FIGURE P5-125 


5-126 An insulated rigid tank is initially evacuated. A valve 
is opened, and atmospheric air at 95 kPa and 17°C enters 
the tank until the pressure in the tank reaches 95 kPa, at 
which point the valve is closed. Determine the final tempera- 
ture of the air in the tank. Assume constant specific heats. 
Answer: 406 K 


5-127 A 2-m° rigid tank initially contains air at 100 kPa and 
22°C. The tank is connected to a supply line through a valve. 
Air is flowing in the supply line at 600 kPa and 22°C. The 
valve is opened, and air is allowed to enter the tank until the 
pressure in the tank reaches the line pressure, at which point 
the valve is closed. A thermometer placed in the tank indicates 
that the air temperature at the final state is 77°C. Determine 
(a) the mass of air that has entered the tank and (b) the amount 
of heat transfer. Answers: (a) 9.58 kg, (b) Qu, = 339 kJ 


P, = 600 kPa 
T,= 22°C 
V=2m? 
= da 
P= 100 kPa 
T,= 22°C 


FIGURE P5-127 


5-128 A 0.2-m° rigid tank initially contains refrigerant-134a 
at 8°C. At this state, 70 percent of the mass is in the vapor 
phase, and the rest is in the liquid phase. The tank is con- 
nected by a valve to a supply line where refrigerant at 1 MPa 
and 100°C flows steadily. Now the valve is opened slightly, 
and the refrigerant is allowed to enter the tank. When the pres- 
sure in the tank reaches 800 kPa, the entire refrigerant in the 
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tank exists in the vapor phase only. At this point the valve is 
closed. Determine (a) the final temperature in the tank, (b) the 
mass of refrigerant that has entered the tank, and (c) the heat 
transfer between the system and the surroundings. 


Thermodynamics 


5-129E A 3-fť rigid tank initially contains saturated water 
vapor at 300°F. The tank is connected by a valve to a supply 
line that carries steam at 200 psia and 400°F. Now the valve 
is opened, and steam is allowed to enter the tank. Heat trans- 
fer takes place with the surroundings such that the tempera- 
ture in the tank remains constant at 300°F at all times. The 
valve is closed when it is observed that one-half of the vol- 
ume of the tank is occupied by liquid water. Find (a) the final 
pressure in the tank, (b) the amount of steam that has entered 
the tank, and (c) the amount of heat transfer. Answers: 
(a) 67.03. psia, (b) 85.74 Ibm, (c ) 80,900 Btu 


5-130 A vertical piston—cylinder device initially contains 
0.01 m° of steam at 200°C. The mass of the frictionless pis- 
ton is such that it maintains a constant pressure of 500 kPa 
inside. Now steam at 1 MPa and 350°C is allowed to enter 
the cylinder from a supply line until the volume inside dou- 
bles. Neglecting any heat transfer that may have taken place 
during the process, determine (a) the final temperature of the 
steam in the cylinder and (b) the amount of mass that has 
entered. Answers: (a) 261.7°C, (b) 0.0176 kg 


5-131 An insulated, vertical piston—cylinder device initially 
contains 10 kg of water, 6 kg of which is in the vapor phase. 
The mass of the piston is such that it maintains a constant pres- 
sure of 200 kPa inside the cylinder. Now steam at 0.5 MPa and 
350°C is allowed to enter the cylinder from a supply line until 
all the liquid in the cylinder has vaporized. Determine (a) the 
final temperature in the cylinder and (b) the mass of the steam 
that has entered. Answers: (a) 120.2°C, (b) 19.07 kg 


P,=0.5 MPa 
T, = 350°C 


FIGURE P5-131 


5-132 A 0.12-m’ rigid tank initially contains refrigerant- 
134a at 1 MPa and 100 percent quality. The tank is connected 
by a valve to a supply line that carries refrigerant-134a at 1.2 
MPa and 36°C. Now the valve is opened, and the refrigerant 
is allowed to enter the tank. The valve is closed when it is 


observed that the tank contains saturated liquid at 1.2 MPa. 
Determine (a) the mass of the refrigerant that has entered the 
tank and (b) the amount of heat transfer. Answers: (a) 128.4 
kg, (b) 1057 kJ 


5-133 A 0.3-m? rigid tank is filled with saturated liquid 
water at 200°C. A valve at the bottom of the tank is opened, 
and liquid is withdrawn from the tank. Heat is transferred to 
the water such that the temperature in the tank remains con- 
stant. Determine the amount of heat that must be transferred 
by the time one-half of the total mass has been withdrawn. 


H,O 
V=0.3 m3 
T = 200°C 


Sat. liquid 
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FIGURE P5-133 


5-134 A 0.12-m rigid tank contains saturated refrigerant- 
134a at 800 kPa. Initially, 25 percent of the volume is occu- 
pied by liquid and the rest by vapor. A valve at the bottom of 
the tank is now opened, and liquid is withdrawn from the 
tank. Heat is transferred to the refrigerant such that the pres- 
sure inside the tank remains constant. The valve is closed 
when no liquid is left in the tank and vapor starts to come 
out. Determine the total heat transfer for this process. 
Answer: 201.2 kJ 


5-135E A 4-ft* rigid tank contains saturated refrigerant- 
134a at 100 psia. Initially, 20 percent of the volume is occu- 
pied by liquid and the rest by vapor. A valve at the top of the 
tank is now opened, and vapor is allowed to escape slowly 
from the tank. Heat is transferred to the refrigerant such that 
the pressure inside the tank remains constant. The valve is 
closed when the last drop of liquid in the tank is vaporized. 
Determine the total heat transfer for this process. 


4a. 
Sat. vapor 


FIGURE P5-135E 


5-136 A 0.2-m° rigid tank equipped with a pressure regula- 
tor contains steam at 2 MPa and 300°C. The steam in the 
tank is now heated. The regulator keeps the steam pressure 
constant by letting out some steam, but the temperature 
inside rises. Determine the amount of heat transferred when 
the steam temperature reaches 500°C. 


5-137 A 4-L pressure cooker has an operating pressure of 
175 kPa. Initially, one-half of the volume is filled with liquid 
and the other half with vapor. If it is desired that the pressure 
cooker not run out of liquid water for 1 h, determine the 
highest rate of heat transfer allowed. 


V=4L 
(P = 175 kPa) 


FIGURE P5-137 


5-138 An insulated 0.08-m? tank contains helium at 2 MPa 
and 80°C. A valve is now opened, allowing some helium to 
escape. The valve is closed when one-half of the initial mass 
has escaped. Determine the final temperature and pressure in 
the tank. Answers: 225 K, 637 kPa 


5-139E An insulated 60-ft? rigid tank contains air at 75 
psia and 120°F. A valve connected to the tank is now opened, 
and air is allowed to escape until the pressure inside drops to 
30 psia. The air temperature during this process is maintained 


V= 60 ft? 


P=75 psia 
T = 120°F 


FIGURE P5-139E 
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constant by an electric resistance heater placed in the tank. 
Determine the electrical work done during this process. 


5-140 A vertical piston—cylinder device initially contains 
0.2 m° of air at 20°C. The mass of the piston is such that it 
maintains a constant pressure of 300 kPa inside. Now a valve 
connected to the cylinder is opened, and air is allowed to 
escape until the volume inside the cylinder is decreased by 
one-half. Heat transfer takes place during the process so that 
the temperature of the air in the cylinder remains constant. 
Determine (a) the amount of air that has left the cylinder and 
(b) the amount of heat transfer. Answers: (a) 0.357 kg, (b) O 


5-141 A balloon initially contains 65 m° of helium gas at 
atmospheric conditions of 100 kPa and 22°C. The balloon is 
connected by a valve to a large reservoir that supplies helium 
gas at 150 kPa and 25°C. Now the valve is opened, and helium 
is allowed to enter the balloon until pressure equilibrium with 
the helium at the supply line is reached. The material of the 
balloon is such that its volume increases linearly with pressure. 
If no heat transfer takes place during this process, determine 
the final temperature in the balloon. Answer: 334 K 


Tao 
P, = 150 kPa 


FIGURE P5-141 


5-142 An insulated vertical piston—cylinder device initially 
contains 0.8 m° of refrigerant-134a at 1.2 MPa and 120°C. A 
linear spring at this point applies full force to the piston. A 
valve connected to the cylinder is now opened, and refrigerant 


FIGURE P5-142 
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is allowed to escape. The spring unwinds as the piston moves 
down, and the pressure and volume drop to 0.6 MPa and 0.5 
m? at the end of the process. Determine (a) the amount of 
refrigerant that has escaped and (b) the final temperature of 
the refrigerant. 


Thermodynamics 


5-143 A 2-m? rigid insulated tank initially containing satu- 
rated water vapor at 1 MPa is connected through a valve to a 
supply line that carries steam at 400°C. Now the valve is 
opened, and steam is allowed to flow slowly into the tank 
until the pressure in the tank rises to 2 MPa. At this instant 
the tank temperature is measured to be 300°C. Determine the 
mass of the steam that has entered and the pressure of the 
steam in the supply line. 


[E 
400°C 


Steam ——~> 


FIGURE P5-143 


5-144 A piston—cylinder device initially contains 0.6 kg of 
steam with a volume of 0.1 m°. The mass of the piston is 
such that it maintains a constant pressure of 800 kPa. The 
cylinder is connected through a valve to a supply line that 
carries steam at 5 MPa and 500°C. Now the valve is opened 
and steam is allowed to flow slowly into the cylinder until the 
volume of the cylinder doubles and the temperature in the 
cylinder reaches 250°C, at which point the valve is closed. 
Determine (a) the mass of steam that has entered and (b) the 
amount of heat transfer. 


Q 
Steam 
0.6 kg 
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Steam 
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FIGURE P5-144 


Review Problems 


5-145 A D) = 10-m-diameter tank is initially filled with 
water 2 m above the center of a D = 10-cm-diameter valve 
near the bottom. The tank surface is open to the atmosphere, 
and the tank drains through a L = 100-m-long pipe con- 
nected to the valve. The friction factor of the pipe is given 


to be f = 0.015, and the discharge velocity is expressed as 


| 2 
V= =L where z is the water height above the 
1.5 + fL/D 


center of the valve. Determine (a) the initial discharge veloc- 
ity from the tank and (b) the time required to empty the tank. 
The tank can be considered to be empty when the water level 
drops to the center of the valve. 


5-146 Underground water is being pumped into a pool 
whose cross section is 3 m X 4 m while water is discharged 
through a 5-cm-diameter orifice at a constant average veloc- 
ity of 5 m/s. If the water level in the pool rises at a rate of 1.5 
cm/min, determine the rate at which water is supplied to the 
pool, in m*/s. 


5-147 The velocity of a liquid flowing in a circular pipe of 
radius R varies from zero at the wall to a maximum at the 
pipe center. The velocity distribution in the pipe can be repre- 
sented as V(r), where r is the radial distance from the pipe 
center. Based on the definition of mass flow rate m, obtain a 
relation for the average velocity in terms of V(r), R, and r. 


5-148 Air at 4.18 kg/m? enters a nozzle that has an inlet-to- 
exit area ratio of 2:1 with a velocity of 120 m/s and leaves 
with a velocity of 380 m/s. Determine the density of air at the 
exit. Answer: 2.64 kg/m? 


5-149 The air in a 6-m X 5-m X 4-m hospital room is to 
be completely replaced by conditioned air every 15 min. If the 
average air velocity in the circular air duct leading to the room 
is not to exceed 5 m/s, determine the minimum diameter of 
the duct. 


5-150 A long roll of 1-m-wide and 0.5-cm-thick 1-Mn man- 
ganese steel plate (9 = 7854 kg/m*) coming off a furnace is 
to be quenched in an oil bath to a specified temperature. If the 
metal sheet is moving at a steady velocity of 10 m/min, deter- 
mine the mass flow rate of the steel plate through the oil bath. 


Furnace 


10 m/min plate 


Oil bath 


FIGURE P5-150 


5-151E It is well established that indoor air quality (IAQ) 
has a significant effect on general health and productivity of 
employees at a workplace. A recent study showed that 
enhancing IAQ by increasing the building ventilation from 5 
cfm (cubic feet per minute) to 20 cfm increased the produc- 
tivity by 0.25 percent, valued at $90 per person per year, and 
decreased the respiratory illnesses by 10 percent for an aver- 
age annual savings of $39 per person while increasing the 
annual energy consumption by $6 and the equipment cost by 


about $4 per person per year (ASHRAE Journal, December 
1998). For a workplace with 120 employees, determine the 
net monetary benefit of installing an enhanced IAQ system to 
the employer per year. Answer: $14,280/yr 


5-152 Air enters a pipe at 50°C and 200 kPa and leaves at 
40°C and 150 kPa. It is estimated that heat is lost from the 
pipe in the amount of 3.3 kJ per kg of air flowing in the pipe. 
The diameter ratio for the pipe is D,/D, = 1.8. Using con- 
stant specific heats for air, determine the inlet and exit veloc- 
ities of the air. Answers: 28.6 m/s, 120 m/s 


5-153 In a single-flash geothermal power plant, geothermal 
water enters the flash chamber (a throttling valve) at 230°C as 
a saturated liquid at a rate of 50 kg/s. The steam resulting from 
the flashing process enters a turbine and leaves at 20 kPa with 
a moisture content of 5 percent. Determine the temperature of 
the steam after the flashing process and the power output from 
the turbine if the pressure of the steam at the exit of the flash 
chamber is (a) 1 MPa, (b) 500 kPa, (c) 100 kPa, (d) 50 kPa. 
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FIGURE P5-153 


5-154 The hot-water needs of a household are met by a 60- 
L electric water heater whose heaters are rated at 1.6 kW. The 
hot-water tank is initially full with hot water at 80°C. Some- 
body takes a shower by mixing a constant flow of hot water 
from the tank with cold water at 20°C at a rate of 0.06 kg/s. 
After a shower period of 8 min, the water temperature in the 
tank is measured to drop to 60°C. The heater remained on 
during the shower and hot water withdrawn from the tank is 
replaced by cold water at the same flow rate. Determine the 
mass flow rate of hot water withdrawn from the tank during 
the shower and the average temperature of mixed water used 
for the shower. 


Tank 
2 š O 
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FIGURE P5-154 


5-155 In a gas-fired boiler, water is boiled at 150°C by hot 
gases flowing through a stainless steel pipe submerged in 
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water. If the rate of heat transfer from the hot gases to water 
is 74 kJ/s, determine the rate of evaporation of water. 


5-156 Cold water enters a steam generator at 20°C and 
leaves as saturated vapor at 150°C. Determine the fraction of 
heat used in the steam generator to preheat the liquid water 
from 20°C to the saturation temperature of 150°C. 


5-157 Cold water enters a steam generator at 20°C and 
leaves as saturated vapor at the boiler pressure. At what pres- 
sure will the amount of heat needed to preheat the water to 
saturation temperature be equal to the heat needed to vapor- 
ize the liquid at the boiler pressure? 


5-158 Saturated steam at 1 atm condenses on a vertical 
plate that is maintained at 90°C by circulating cooling water 
through the other side. If the rate of heat transfer by conden- 
sation to the plate is 180 kJ/s, determine the rate at which the 
condensate drips off the plate at the bottom. 


1 atm 


90°C 1\ Steam 


FIGURE P5-158 


5-159 Water is boiled at 100°C electrically by a 3-kW 
resistance wire. Determine the rate of evaporation of water. 


Steam 


FIGURE P5-159 


5-160 Two streams of the same ideal gas having different 
mass flow rates and temperatures are mixed in a steady-flow, 
adiabatic mixing device. Assuming constant specific heats, 


212 l 


find the simplest expression for the mixture temperature writ- 


ten in the form 
m, m 
T,=f\ 7.7.1. 
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FIGURE P5-160 


Thermodynamics 


5-161 An ideal gas expands in an adiabatic turbine from 
1200 K, 600 kPa to 700 K. Determine the turbine inlet vol- 
ume flow rate of the gas, in m°/s, required to produce turbine 
work output at the rate of 200 kW. The average values of the 
specific heats for this gas over the temperature range are c, = 
1.13 kJ/kg - K and c, = 0.83 kJ/kg - K. R = 0.30 kJ/kg - K. 


5-162 Consider two identical buildings: one in Los Ange- 
les, California, where the atmospheric pressure is 101 kPa 
and the other in Denver, Colorado, where the atmospheric 
pressure is 83 kPa. Both buildings are maintained at 21°C, 
and the infiltration rate for both buildings is 1.2 air changes 
per hour (ACH). That is, the entire air in the building is 
replaced completely by the outdoor air 1.2 times per hour on 
a day when the outdoor temperature at both locations is 
10°C. Disregarding latent heat, determine the ratio of the heat 
losses by infiltration at the two cities. 


5-163 The ventilating fan of the bathroom of a building has 
a volume flow rate of 30 L/s and runs continuously. The 
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12.2°C 
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FIGURE P5-163 


building is located in San Francisco, California, where the 
average winter temperature is 12.2°C, and is maintained at 
22°C at all times. The building is heated by electricity whose 
unit cost is $0.09/kWh. Determine the amount and cost of the 
heat “vented out” per month in winter. 


5-164 Consider a large classroom on a hot summer day 
with 150 students, each dissipating 60 W of sensible heat. All 
the lights, with 6.0 kW of rated power, are kept on. The room 
has no external walls, and thus heat gain through the walls 
and the roof is negligible. Chilled air is available at 15°C, 
and the temperature of the return air is not to exceed 25°C. 
Determine the required flow rate of air, in kg/s, that needs to 
be supplied to the room to keep the average temperature of 
the room constant. Answer: 1.49 kg/s 


5-165 Chickens with an average mass of 2.2 kg and aver- 
age specific heat of 3.54 kJ/kg - °C are to be cooled by 
chilled water that enters a continuous-flow-type immersion 
chiller at 0.5°C. Chickens are dropped into the chiller at a 
uniform temperature of 15°C at a rate of 500 chickens per 
hour and are cooled to an average temperature of 3°C before 
they are taken out. The chiller gains heat from the surround- 
ings at a rate of 200 kJ/h. Determine (a) the rate of heat 
removal from the chickens, in kW, and (b) the mass flow rate 
of water, in kg/s, if the temperature rise of water is not to 
exceed 2°C. 


5-166 Repeat Prob. 5-165 assuming heat gain of the chiller 
is negligible. 

5-167 In a dairy plant, milk at 4°C is pasteurized continu- 
ously at 72°C at a rate of 12 L/s for 24 h a day and 365 days 
a year. The milk is heated to the pasteurizing temperature by 
hot water heated in a natural-gas-fired boiler that has an effi- 
ciency of 82 percent. The pasteurized milk is then cooled by 
cold water at 18°C before it is finally refrigerated back to 
4°C. To save energy and money, the plant installs a regenera- 
tor that has an effectiveness of 82 percent. If the cost of nat- 
ural gas is $1.10/therm (1 therm = 105,500 kJ), determine 
how much energy and money the regenerator will save this 
company per year. 
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5-168E A refrigeration system is being designed to cool 
eggs (p = 67.4 lbm/ft? and c, = 0.80 Btu/lbm - °F) with an 
average mass of 0.14 Ibm from an initial temperature of 90°F 


to a final average temperature of 50°F by air at 34°F at a rate 
of 10,000 eggs per hour. Determine (a) the rate of heat 
removal from the eggs, in Btu/h and (b) the required volume 
flow rate of air, in ft?/h, if the temperature rise of air is not to 
exceed 10°F. 


5-169 The heat of hydration of dough, which is 15 kJ/kg, 
will raise its temperature to undesirable levels unless some 
cooling mechanism is utilized. A practical way of absorbing 
the heat of hydration is to use refrigerated water when knead- 
ing the dough. If a recipe calls for mixing 2 kg of flour with 
1 kg of water, and the temperature of the city water is 15°C, 
determine the temperature to which the city water must be 
cooled before mixing in order for the water to absorb the 
entire heat of hydration when the water temperature rises to 
15°C. Take the specific heats of the flour and the water to be 
1.76 and 4.18 kJ/kg - °C, respectively. Answer: 4.2°C 
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5-170 A glass bottle washing facility uses a well-agitated 
hot-water bath at 55°C that is placed on the ground. The bot- 
tles enter at a rate of 800 per minute at an ambient tempera- 
ture of 20°C and leave at the water temperature. Each bottle 
has a mass of 150 g and removes 0.2 g of water as it leaves 
the bath wet. Make-up water is supplied at 15°C. Disregard- 
ing any heat losses from the outer surfaces of the bath, deter- 
mine the rate at which (a) water and (b) heat must be 
supplied to maintain steady operation. 


5-171 Repeat Prob. 5-170 for a water bath temperature of 
50°C. 


5-172 Long aluminum wires of diameter 3 mm (p = 
2702 kg/m? and c, = 0.896 kJ/kg - °C) are extruded at a tem- 
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perature of 350°C and are cooled to 50°C in atmospheric air 
at 30°C. If the wire is extruded at a velocity of 10 m/min, 
determine the rate of heat transfer from the wire to the 
extrusion room. 


5-173 Repeat Prob. 5-172 for a copper wire (9 = 8950 
kg/m? and c, = 0.383 kJ/kg - °C). 

5-174 Steam at 40°C condenses on the outside of a 5-m- 
long, 3-cm-diameter thin horizontal copper tube by cooling 
water that enters the tube at 25°C at an average velocity of 2 
m/s and leaves at 35°C. Determine the rate of condensation 
of steam. Answer: 0.0245 kg/s 
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5-175E The condenser of a steam power plant operates at a 
pressure of 0.95 psia. The condenser consists of 144 horizontal 
tubes arranged in a 12 X 12 square array. Steam condenses on 
the outer surfaces of the tubes whose inner and outer diameters 
are 1 in and 1.2 in, respectively. If steam is to be condensed at 
a rate of 6800 Ibm/h and the temperature rise of the cooling 
water is limited to 8°F, determine (a) the rate of heat transfer 
from the steam to the cooling water and (b) the average veloc- 
ity of the cooling water through the tubes. 


5-176 Saturated refrigerant-134a vapor at 34°C is to be 
condensed as it flows in a 1-cm-diameter tube at a rate of 0.1 
kg/min. Determine the rate of heat transfer from the refriger- 
ant. What would your answer be if the condensed refrigerant 
is cooled to 20°C? 


5-177E The average atmospheric pressure in Spokane, 
Washington (elevation = 2350 ft), is 13.5 psia, and the aver- 
age winter temperature is 36.5°F. The pressurization test of a 
9-ft-high, 3000-ft? older home revealed that the seasonal 
average infiltration rate of the house is 2.2 air changes per 
hour (ACH). That is, the entire air in the house is replaced 
completely 2.2 times per hour by the outdoor air. It is sug- 
gested that the infiltration rate of the house can be reduced by 
half to 1.1 ACH by winterizing the doors and the windows. If 
the house is heated by natural gas whose unit cost is 
$1.24/therm and the heating season can be taken to be six 
months, determine how much the home owner will save from 
the heating costs per year by this winterization project. 
Assume the house is maintained at 72°F at all times and the 
efficiency of the furnace is 0.65. Also assume the latent heat 
load during the heating season to be negligible. 


5-178 Determine the rate of sensible heat loss from a build- 
ing due to infiltration if the outdoor air at —5°C and 90 kPa 
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enters the building at a rate of 35 L/s when the indoors is 
maintained at 20°C. 


Thermodynamics 


5-179 The maximum flow rate of standard shower heads is 
about 3.5 gpm (13.3 L/min) and can be reduced to 2.75 gpm 
(10.5 L/min) by switching to low-flow shower heads that are 
equipped with flow controllers. Consider a family of four, 
with each person taking a 5 min shower every morning. City 
water at 15°C is heated to 55°C in an electric water heater 
and tempered to 42°C by cold water at the T-elbow of the 
shower before being routed to the shower heads. Assuming a 
constant specific heat of 4.18 kJ/kg - °C for water, determine 
(a) the ratio of the flow rates of the hot and cold water as 
they enter the T-elbow and (b) the amount of electricity that 
will be saved per year, in kWh, by replacing the standard 
shower heads by the low-flow ones. 


5-180 Reconsider Prob. 5-179. Using EES (or other) 

<= software, investigate the effect of the inlet tem- 
perature of cold water on the energy saved by using the low- 
flow shower head. Let the inlet temperature vary from 10°C 
to 20°C. Plot the electric energy savings against the water 
inlet temperature, and discuss the results. 


5-181 A fan is powered by a 0.5-hp motor and delivers air 
at a rate of 85 m*/min. Determine the highest value for the 
average velocity of air mobilized by the fan. Take the density 
of air to be 1.18 kg/m’. 


5-182 An air-conditioning system requires airflow at the 
main supply duct at a rate of 180 m/min. The average veloc- 
ity of air in the circular duct is not to exceed 10 m/s to avoid 
excessive vibration and pressure drops. Assuming the fan 
converts 70 percent of the electrical energy it consumes into 
kinetic energy of air, determine the size of the electric motor 
needed to drive the fan and the diameter of the main duct. 
Take the density of air to be 1.20 kg/m’. 


180 m/min 
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5-183 Consider an evacuated rigid bottle of volume V that 
is surrounded by the atmosphere at pressure P) and tempera- 
ture Ty. A valve at the neck of the bottle is now opened and 
the atmospheric air is allowed to flow into the bottle. The air 


trapped in the bottle eventually reaches thermal equilibrium 
with the atmosphere as a result of heat transfer through the 
wall of the bottle. The valve remains open during the process 
so that the trapped air also reaches mechanical equilibrium 
with the atmosphere. Determine the net heat transfer through 
the wall of the bottle during this filling process in terms of 
the properties of the system and the surrounding atmosphere. 


5-184 An adiabatic air compressor is to be powered by a 
direct-coupled adiabatic steam turbine that is also driving a 
generator. Steam enters the turbine at 12.5 MPa and 500°C at 
a rate of 25 kg/s and exits at 10 kPa and a quality of 0.92. Air 
enters the compressor at 98 kPa and 295 K at a rate of 10 
kg/s and exits at 1 MPa and 620 K. Determine the net power 
delivered to the generator by the turbine. 
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5-185 Water flows through a shower head steadily at a rate 
of 10 L/min. An electric resistance heater placed in the water 
pipe heats the water from 16 to 43°C. Taking the density of 
water to be | kg/L, determine the electric power input to the 
heater, in kW. 

In an effort to conserve energy, it is proposed to pass the 
drained warm water at a temperature of 39°C through a heat 
exchanger to preheat the incoming cold water. If the heat 
exchanger has an effectiveness of 0.50 (that is, it recovers 
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only half of the energy that can possibly be transferred from 
the drained water to incoming cold water), determine the 
electric power input required in this case. If the price of the 
electric energy is 8.5 ¢/kWh, determine how much money is 
saved during a 10-min shower as a result of installing this 
heat exchanger. 


5-186 Reconsider Prob. 5-185. Using EES (or other) 

SS software, investigate the effect of the heat 
exchanger effectiveness on the money saved. Let effective- 
ness range from 20 to 90 percent. Plot the money saved 
against the effectiveness, and discuss the results. 


5-187 l > Steam enters a turbine steadily at 10 MPa and 

es” 550°C with a velocity of 60 m/s and leaves at 
25 kPa with a quality of 95 percent. A heat loss of 30 kJ/kg 
occurs during the process. The inlet area of the turbine is 150 
cm’, and the exit area is 1400 cm?. Determine (a) the mass 
flow rate of the steam, (b) the exit velocity, and (c) the power 
output. 


5-188 Reconsider Prob. 5—187. Using EES (or other) 
SS software, investigate the effects of turbine exit 
area and turbine exit pressure on the exit velocity and power 
output of the turbine. Let the exit pressure vary from 10 to 50 
kPa (with the same quality), and the exit area to vary from 
1000 to 3000 cm?. Plot the exit velocity and the power outlet 
against the exit pressure for the exit areas of 1000, 2000, and 


3000 cm2, and discuss the results. 

5-189E  Refrigerant-134a enters an adiabatic compressor at 
15 psia and 20°F with a volume flow rate of 10 ft?/s and 
leaves at a pressure of 100 psia. The power input to the com- 
pressor is 45 hp. Find (a) the mass flow rate of the refrigerant 
and (b) the exit temperature. 
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5-190 In large gas-turbine power plants, air is preheated by 
the exhaust gases in a heat exchanger called the regenerator 
before it enters the combustion chamber. Air enters the regen- 
erator at 1 MPa and 550 K at a mass flow rate of 800 kg/min. 
Heat is transferred to the air at a rate of 3200 kJ/s. Exhaust 
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gases enter the regenerator at 140 kPa and 800 K and leave at 
130 kPa and 600 K. Treating the exhaust gases as air, deter- 
mine (a) the exit temperature of the air and (b) the mass flow 
rate of exhaust gases. Answers: (a) 775 K, (b) 14.9 kg/s 


5-191 It is proposed to have a water heater that consists of 
an insulated pipe of 5-cm diameter and an electric resistor 
inside. Cold water at 20°C enters the heating section steadily at 
a rate of 30 L/min. If water is to be heated to 55°C, determine 
(a) the power rating of the resistance heater and (b) the average 
velocity of the water in the pipe. 


5-192 In large steam power plants, the feedwater is fre- 
quently heated in a closed feedwater heater by using steam 
extracted from the turbine at some stage. Steam enters the 
feedwater heater at 1 MPa and 200°C and leaves as saturated 
liquid at the same pressure. Feedwater enters the heater at 2.5 
MPa and 50°C and leaves at 10°C below the exit temperature 
of the steam. Determine the ratio of the mass flow rates of 
the extracted steam and the feedwater. 


5-193 A building with an internal volume of 400 m° is to 
be heated by a 30-kW electric resistance heater placed in the 
duct inside the building. Initially, the air in the building is at 
14°C, and the local atmospheric pressure is 95 kPa. The 
building is losing heat to the surroundings at a steady rate of 
450 kJ/min. Air is forced to flow through the duct and the 
heater steadily by a 250-W fan, and it experiences a tempera- 
ture rise of 5°C each time it passes through the duct, which 
may be assumed to be adiabatic. 

(a) How long will it take for the air inside the building to 
reach an average temperature of 24°C? 

(b) Determine the average mass flow rate of air through 


the duct. Answers: (a) 146 s, (b) 6.02 kg/s 
a 450 kJ/min 
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5-194 An insulated vertical piston—cylinder device 


eS initially contains 0.2 m? of air at 200 kPa and 
22°C. At this state, a linear spring touches the piston but 
exerts no force on it. The cylinder is connected by a valve to 
a line that supplies air at 800 kPa and 22°C. The valve is 
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opened, and air from the high-pressure line is allowed to 
enter the cylinder. The valve is turned off when the pressure 
inside the cylinder reaches 600 kPa. If the enclosed volume 
inside the cylinder doubles during this process, determine 
(a) the mass of air that entered the cylinder, and (b) the final 
temperature of the air inside the cylinder. 


Thermodynamics 
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5-195 A piston—cylinder device initially contains 2 kg of 
refrigerant-134a at 800 kPa and 80°C. At this state, the piston 
is touching on a pair of stops at the top. The mass of the pis- 
ton is such that a 500-kPa pressure is required to move it. A 
valve at the bottom of the tank is opened, and R-134a is 
withdrawn from the cylinder. After a while, the piston is 
observed to move and the valve is closed when half of the 
refrigerant is withdrawn from the tank and the temperature in 
the tank drops to 20°C. Determine (a) the work done and 
(b) the heat transfer. Answers: (a) 11.6 kJ, (b) 60.7 kJ 


5-196 A piston—cylinder device initially contains 1.2 kg of 
air at 700 kPa and 200°C. At this state, the piston is touching 
on a pair of stops. The mass of the piston is such that 600- 
kPa pressure is required to move it. A valve at the bottom of 
the tank is opened, and air is withdrawn from the cylinder. The 
valve is closed when the volume of the cylinder decreases to 
80 percent of the initial volume. If it is estimated that 40 kJ 
of heat is lost from the cylinder, determine (a) the final tem- 
perature of the air in the cylinder, (b) the amount of mass that 
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has escaped from the cylinder, and (c) the work done. Use 
constant specific heats at the average temperature. 


5-197 The pump of a water distribution system is powered 
by a 15-kW electric motor whose efficiency is 90 percent. 
The water flow rate through the pump is 50 L/s. The diame- 
ters of the inlet and outlet pipes are the same, and the eleva- 
tion difference across the pump is negligible. If the pressures 
at the inlet and outlet of the pump are measured to be 100 
kPa and 300 kPa (absolute), respectively, determine (a) the 
mechanical efficiency of the pump and (b) the temperature 
rise of water as it flows through the pump due to the mechan- 
ical inefficiency. Answers: (a) 74.1 percent, (b) 0.017°C 
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5-198 Steam enters a nozzle with a low velocity at 150°C 
and 200 kPa, and leaves as a saturated vapor at 75 kPa. There 
is a heat transfer from the nozzle to the surroundings in the 
amount of 26 kJ for every kilogram of steam flowing through 
the nozzle. Determine (a) the exit velocity of the steam and 
(b) the mass flow rate of the steam at the nozzle entrance if 
the nozzle exit area is 0.001 m’. 


5-199 The turbocharger of an internal combustion engine 
consists of a turbine and a compressor. Hot exhaust gases flow 
through the turbine to produce work and the work output from 
the turbine is used as the work input to the compressor. The 
pressure of ambient air is increased as it flows through the com- 
pressor before it enters the engine cylinders. Thus, the pur- 
pose of a turbocharger is to increase the pressure of air so that 
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more air gets into the cylinder. Consequently, more fuel can 
be burned and more power can be produced by the engine. 

In a turbocharger, exhaust gases enter the turbine at 400°C 
and 120 kPa at a rate of 0.02 kg/s and leave at 350°C. Air 
enters the compressor at 50°C and 100 kPa and leaves at 130 
kPa at a rate of 0.018 kg/s. The compressor increases the air 
pressure with a side effect: It also increases the air tempera- 
ture, which increases the possibility of a gasoline engine to 
experience an engine knock. To avoid this, an aftercooler is 
placed after the compressor to cool the warm air by cold 
ambient air before it enters the engine cylinders. It is esti- 
mated that the aftercooler must decrease the air temperature 
below 80°C if knock is to be avoided. The cold ambient air 
enters the aftercooler at 30°C and leaves at 40°C. Disregard- 
ing any frictional losses in the turbine and the compressor and 
treating the exhaust gases as air, determine (a) the temperature 
of the air at the compressor outlet and (b) the minimum vol- 
ume flow rate of ambient air required to avoid knock. 


Fundamentals of Engineering (FE) Exam Problems 


5-200 Steam is accelerated by a nozzle steadily from a low 
velocity to a velocity of 210 m/s at a rate of 3.2 kg/s. If the 
temperature and pressure of the steam at the nozzle exit are 
400°C and 2 MPa, the exit area of the nozzle is 


(a) 24.0 cm? (d) 152 cm? 
(b) 8.4 on (e) 23.0 cm? 
(c) 10.2 cm 


5-201 Steam enters a diffuser steadily at 0.5 MPa, 300°C, 
and 122 m/s at a rate of 3.5 kg/s. The inlet area of the dif- 
fuser is 


(a) 15 cm? (d) 150 cm? 
(b) 50 cm? y (e) 190 cm? 
(c) 105 cm 


5-202 An adiabatic heat exchanger is used to heat cold 
water at 15°C entering at a rate of 5 kg/s by hot air at 90°C 
entering also at a rate of 5 kg/s. If the exit temperature of hot 
air is 20°C, the exit temperature of cold water is 


(a) 27°C (d) 85°C 
(b) 32°C (e) 90°C 
(c) 52°C 


5-203 A heat exchanger is used to heat cold water at 15°C 
entering at a rate of 2 kg/s by hot air at 100°C entering at a 
rate of 3 kg/s. The heat exchanger is not insulated and is los- 
ing heat at a rate of 40 kJ/s. If the exit temperature of hot air 
is 20°C, the exit temperature of cold water is 


(a) 44°C (d) 72°C 
(b) 49°C (e) 95°C 
(c) 39°C 


5-204 An adiabatic heat exchanger is used to heat cold 
water at 15°C entering at a rate of 5 kg/s by hot water at 
90°C entering at a rate of 4 kg/s. If the exit temperature of 
hot water is 50°C, the exit temperature of cold water is 
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(a) 42°C (d) 78°C 

(b) 47°C (e) 90°C 

(c) 55°C 

5-205 In a shower, cold water at 10°C flowing at a rate of 


5 kg/min is mixed with hot water at 60°C flowing at a rate of 
2 kg/min. The exit temperature of the mixture is 


(a) 24.3°C (d) 44.3°C 
(b) 35.0°C (e) 55.2°C 
(c) 40.0°C 


5-206 In a heating system, cold outdoor air at 10°C flow- 
ing at a rate of 6 kg/min is mixed adiabatically with heated 
air at 70°C flowing at a rate of 3 kg/min. The exit tempera- 
ture of the mixture is 


(a) 30°C (d) 55°C 
(b) 40°C (e) 85°C 
(c) 45°C 


5-207 Hot combustion gases (assumed to have the proper- 
ties of air at room temperature) enter a gas turbine at 1 MPa 
and 1500 K at a rate of 0.1 kg/s, and exit at 0.2 MPa and 900 
K. If heat is lost from the turbine to the surroundings at a rate 
of 15 kJ/s, the power output of the gas turbine is 


(a) 15 kW (d) 60 kW 
(b) 30 kW (e) 75 kW 
(c) 45 kW 


5-208 Steam expands in a turbine from 4 MPa and 500°C 
to 0.5 MPa and 250°C at a rate of 1350 kg/h. Heat is lost 
from the turbine at a rate of 25 kJ/s during the process. The 
power output of the turbine is 


(a) 157 kW (d) 287 kw 
(b) 207 kW (e) 246 kw 
(c) 182 kW 


5-209 Steam is compressed by an adiabatic compressor 
from 0.2 MPa and 150°C to 2.5 MPa and 250°C at a rate of 
1.30 kg/s. The power input to the compressor is 


(a) 144 kW (d) 717 kw 
(b) 234 kW (e) 901 kw 
(c) 438 kw 


5-210 Refrigerant-134a is compressed by a compressor 
from the saturated vapor state at 0.14 MPa to 1.2 MPa and 
70°C at a rate of 0.108 kg/s. The refrigerant is cooled at a 
rate of 1.10 kJ/s during compression. The power input to the 
compressor is 


(a) 5.54 kW (d) 7.74 kW 

(b) 7.33 kW (e) 8.13 kW 

(c) 6.64 kW 

5-211 Refrigerant-134a expands in an adiabatic turbine 


from 1.2 MPa and 100°C to 0.18 MPa and 50°C at a rate of 
1.25 kg/s. The power output of the turbine is 

(a) 46.3 kW (d) 89.2 kW 

(b) 66.4 kW (e) 112.0 kW 

(c) 72.7 kW 


278 Thermodynamics 


5-212 Refrigerant-134a at 1.4 MPa and 90°C is throttled to 
a pressure of 0.6 MPa. The temperature of the refrigerant 
after throttling is 


(a) 22°C (d) 80°C 
(b) 56°C (e) 90°C 
(c) 82°C 


5-213 Air at 20°C and 5 atm is throttled by a valve to 2 
atm. If the valve is adiabatic and the change in kinetic energy 
is negligible, the exit temperature of air will be 


(a) 10°C (d) 20°C 
(b) 14°C (e) 24°C 
(c) 17°C 


5-214 Steam at 1 MPa and 300°C is throttled adiabatically 
to a pressure of 0.4 MPa. If the change in kinetic energy is 
negligible, the specific volume of the steam after throttling is 
(a) 0.358 m*/kg (d) 0.646 m/kg 

(b) 0.233 m/kg (e) 0.655 m/kg 

(c) 0.375 m/kg 

5-215 Air is to be heated steadily by an 8-kW electric 
resistance heater as it flows through an insulated duct. If the 
air enters at 50°C at a rate of 2 kg/s, the exit temperature of 
air is 


(a) 46.0°C (d) 55.4°C 
(b) 50.0°C (e) 58.0°C 
(c) 54.0°C 


5-216 Saturated water vapor at 50°C is to be condensed as 
it flows through a tube at a rate of 0.35 kg/s. The condensate 
leaves the tube as a saturated liquid at 50°C. The rate of heat 
transfer from the tube is 

(a) 73 kJ/s (d) 834 kJ/s 

(b) 980 kJ/s (e) 907 kJ/s 

(c) 2380 kJ/s 


Design and Essay Problems 


5-217 Design a 1200-W electric hair dryer such that the air 
temperature and velocity in the dryer will not exceed 50°C 
and 3 m/s, respectively. 


5-218 Design a scalding unit for slaughtered chickens to 
loosen their feathers before they are routed to feather-picking 
machines with a capacity of 1200 chickens per hour under 
the following conditions: 

The unit will be of an immersion type filled with hot water 
at an average temperature of 53°C at all times. Chicken with 
an average mass of 2.2 kg and an average temperature of 
36°C will be dipped into the tank, held in the water for 
1.5 min, and taken out by a slow-moving conveyor. The 
chicken is expected to leave the tank 15 percent heavier as a 
result of the water that sticks to its surface. The center-to- 
center distance between chickens in any direction will be at 
least 30 cm. The tank can be as wide as 3 m and as high as 
60 cm. The water is to be circulated through and heated by a 
natural gas furnace, but the temperature rise of water will not 
exceed 5°C as it passes through the furnace. The water loss is 
to be made up by the city water at an average temperature of 
16°C. The walls and the floor of the tank are well-insulated. 
The unit operates 24 h a day and 6 days a week. Assuming 
reasonable values for the average properties, recommend rea- 
sonable values for (a) the mass flow rate of the makeup water 
that must be supplied to the tank, (b) the rate of heat transfer 
from the water to the chicken, in kW, (c) the size of the heat- 
ing system in kJ/h, and (d) the operating cost of the scalding 
unit per month for a unit cost of $1.12/therm of natural gas. 


Chapter 6 


THE SECOND LAW OF THERMODYNAMICS 


o this point, we have focused our attention on the first 

law of thermodynamics, which requires that energy be 

conserved during a process. In this chapter, we intro- 
duce the second law of thermodynamics, which asserts that 
processes occur in a certain direction and that energy has 
quality as well as quantity. A process cannot take place 
unless it satisfies both the first and second laws of thermody- 
namics. In this chapter, the thermal energy reservoirs, 
reversible and irreversible processes, heat engines, refrigera- 
tors, and heat pumps are introduced first. Various statements 
of the second law are followed by a discussion of perpetual- 
motion machines and the thermodynamic temperature scale. 
The Carnot cycle is introduced next, and the Carnot princi- 
ples are discussed. Finally, the idealized Carnot heat engines, 
refrigerators, and heat pumps are examined. 


Objectives 


The objectives of Chapter 6 are to: 


Introduce the second law of thermodynamics. 

Identify valid processes as those that satisfy both the first 
and second laws of thermodynamics. 

Discuss thermal energy reservoirs, reversible and 
irreversible processes, heat engines, refrigerators, and 
heat pumps. 

Describe the Kelvin—Planck and Clausius statements of the 
second law of thermodynamics. 

Discuss the concepts of perpetual-motion machines. 
Apply the second law of thermodynamics to cycles and 
cyclic devices. 

Apply the second law to develop the absolute 
thermodynamic temperature scale. 

Describe the Carnot cycle. 

Examine the Carnot principles, idealized Carnot heat 
engines, refrigerators, and heat pumps. 

Determine the expressions for the thermal efficiencies and 
coefficients of performance for reversible heat engines, heat 
pumps, and refrigerators. 
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FIGURE 6-1 


A cup of hot coffee does not get hotter 
in a cooler room. 
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FIGURE 6-2 


Transferring heat to a wire will not 
generate electricity. 


Heat 


FIGURE 6-3 


Transferring heat to a paddle wheel 
will not cause it to rotate. 


6-1 = INTRODUCTION TO THE SECOND LAW 


In Chaps. 4 and 5, we applied the first law of thermodynamics, or the conser- 
vation of energy principle, to processes involving closed and open systems. 
As pointed out repeatedly in those chapters, energy is a conserved property, 
and no process is known to have taken place in violation of the first law of 
thermodynamics. Therefore, it is reasonable to conclude that a process must 
satisfy the first law to occur. However, as explained here, satisfying the first 
law alone does not ensure that the process will actually take place. 

It is common experience that a cup of hot coffee left in a cooler room 
eventually cools off (Fig. 6—1). This process satisfies the first law of thermo- 
dynamics since the amount of energy lost by the coffee is equal to the 
amount gained by the surrounding air. Now let us consider the reverse 
process—the hot coffee getting even hotter in a cooler room as a result of 
heat transfer from the room air. We all know that this process never takes 
place. Yet, doing so would not violate the first law as long as the amount of 
energy lost by the air is equal to the amount gained by the coffee. 

As another familiar example, consider the heating of a room by the passage 
of electric current through a resistor (Fig. 6-2). Again, the first law dictates 
that the amount of electric energy supplied to the resistance wires be equal to 
the amount of energy transferred to the room air as heat. Now let us attempt 
to reverse this process. It will come as no surprise that transferring some heat 
to the wires does not cause an equivalent amount of electric energy to be 
generated in the wires. 

Finally, consider a paddle-wheel mechanism that is operated by the fall of 
a mass (Fig. 6-3). The paddle wheel rotates as the mass falls and stirs a 
fluid within an insulated container. As a result, the potential energy of the 
mass decreases, and the internal energy of the fluid increases in accordance 
with the conservation of energy principle. However, the reverse process, 
raising the mass by transferring heat from the fluid to the paddle wheel, 
does not occur in nature, although doing so would not violate the first law 
of thermodynamics. 

It is clear from these arguments that processes proceed in a certain direc- 
tion and not in the reverse direction (Fig. 64). The first law places no 
restriction on the direction of a process, but satisfying the first law does not 
ensure that the process can actually occur. This inadequacy of the first law to 
identify whether a process can take place is remedied by introducing another 
general principle, the second law of thermodynamics. We show later in this 
chapter that the reverse processes discussed above violate the second law of 
thermodynamics. This violation is easily detected with the help of a property, 
called entropy, defined in Chap. 7. A process cannot occur unless it satisfies 
both the first and the second laws of thermodynamics (Fig. 6-5). 

There are numerous valid statements of the second law of thermodynam- 
ics. Two such statements are presented and discussed later in this chapter in 
relation to some engineering devices that operate on cycles. 

The use of the second law of thermodynamics is not limited to identifying 
the direction of processes, however. The second law also asserts that energy 
has quality as well as quantity. The first law is concerned with the quantity 
of energy and the transformations of energy from one form to another with 
no regard to its quality. Preserving the quality of energy is a major concern 


to engineers, and the second law provides the necessary means to determine 
the quality as well as the degree of degradation of energy during a process. 
As discussed later in this chapter, more of high-temperature energy can be 
converted to work, and thus it has a higher quality than the same amount of 
energy at a lower temperature. 

The second law of thermodynamics is also used in determining the 
theoretical limits for the performance of commonly used engineering sys- 
tems, such as heat engines and refrigerators, as well as predicting the degree 
of completion of chemical reactions. 


6-2 = THERMAL ENERGY RESERVOIRS 


In the development of the second law of thermodynamics, it is very conve- 
nient to have a hypothetical body with a relatively large thermal energy 
capacity (mass X specific heat) that can supply or absorb finite amounts of 
heat without undergoing any change in temperature. Such a body is called a 
thermal energy reservoir, or just a reservoir. In practice, large bodies of 
water such as oceans, lakes, and rivers as well as the atmospheric air can be 
modeled accurately as thermal energy reservoirs because of their large ther- 
mal energy storage capabilities or thermal masses (Fig. 6—6). The atmo- 
sphere, for example, does not warm up as a result of heat losses from 
residential buildings in winter. Likewise, megajoules of waste energy 
dumped in large rivers by power plants do not cause any significant change 
in water temperature. 

A two-phase system can be modeled as a reservoir also since it can absorb 
and release large quantities of heat while remaining at constant temperature. 
Another familiar example of a thermal energy reservoir is the industrial fur- 
nace. The temperatures of most furnaces are carefully controlled, and they 
are capable of supplying large quantities of thermal energy as heat in an 
essentially isothermal manner. Therefore, they can be modeled as reservoirs. 

A body does not actually have to be very large to be considered a reser- 
voir. Any physical body whose thermal energy capacity is large relative to 
the amount of energy it supplies or absorbs can be modeled as one. The air 
in a room, for example, can be treated as a reservoir in the analysis of the 
heat dissipation from a TV set in the room, since the amount of heat transfer 
from the TV set to the room air is not large enough to have a noticeable 
effect on the room air temperature. 

A reservoir that supplies energy in the form of heat is called a source, and 
one that absorbs energy in the form of heat is called a sink (Fig. 6-7). Ther- 
mal energy reservoirs are often referred to as heat reservoirs since they 
supply or absorb energy in the form of heat. 

Heat transfer from industrial sources to the environment is of major con- 
cern to environmentalists as well as to engineers. Irresponsible manage- 
ment of waste energy can significantly increase the temperature of portions 
of the environment, causing what is called thermal pollution. If it is not 
carefully controlled, thermal pollution can seriously disrupt marine life in 
lakes and rivers. However, by careful design and management, the waste 
energy dumped into large bodies of water can be used to improve the qual- 
ity of marine life by keeping the local temperature increases within safe 
and desirable levels. 
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Bodies with relatively large thermal 
masses can be modeled as thermal 
energy reservoirs. 
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A source supplies energy in the form 
of heat, and a sink absorbs it. 
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FIGURE 6-8 


Work can always be converted to heat 
directly and completely, but the 
reverse is not true. 
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FIGURE 6-9 


Part of the heat received by a heat 
engine is converted to work, while the 
rest is rejected to a sink. 


6-3 = HEAT ENGINES 


As pointed out earlier, work can easily be converted to other forms of energy, 
but converting other forms of energy to work is not that easy. The mechani- 
cal work done by the shaft shown in Fig. 6-8, for example, is first converted 
to the internal energy of the water. This energy may then leave the water as 
heat. We know from experience that any attempt to reverse this process will 
fail. That is, transferring heat to the water does not cause the shaft to rotate. 
From this and other observations, we conclude that work can be converted to 
heat directly and completely, but converting heat to work requires the use of 
some special devices. These devices are called heat engines. 

Heat engines differ considerably from one another, but all can be charac- 
terized by the following (Fig. 6-9): 


1. They receive heat from a high-temperature source (solar energy, oil fur- 
nace, nuclear reactor, etc.). 

2. They convert part of this heat to work (usually in the form of a rotating 
shaft). 

3. They reject the remaining waste heat to a low-temperature sink (the 
atmosphere, rivers, etc.). 

4. They operate on a cycle. 


Heat engines and other cyclic devices usually involve a fluid to and from 
which heat is transferred while undergoing a cycle. This fluid is called the 
working fluid. 

The term heat engine is often used in a broader sense to include work- 
producing devices that do not operate in a thermodynamic cycle. Engines 
that involve internal combustion such as gas turbines and car engines fall into 
this category. These devices operate in a mechanical cycle but not in a 
thermodynamic cycle since the working fluid (the combustion gases) does 
not undergo a complete cycle. Instead of being cooled to the initial tempera- 
ture, the exhaust gases are purged and replaced by fresh air-and-fuel mixture 
at the end of the cycle. 

The work-producing device that best fits into the definition of a heat 
engine is the steam power plant, which is an external-combustion engine. 
That is, combustion takes place outside the engine, and the thermal energy 
released during this process is transferred to the steam as heat. The 
schematic of a basic steam power plant is shown in Fig. 6—10. This is a 
rather simplified diagram, and the discussion of actual steam power plants 
is given in later chapters. The various quantities shown on this figure are 
as follows: 


Q,,, = amount of heat supplied to steam in boiler from a high-temperature 
source (furnace) 


Qo = amount of heat rejected from steam in condenser to a low- 
temperature sink (the atmosphere, a river, etc.) 
Wu = amount of work delivered by steam as it expands in turbine 


W,,, = amount of work required to compress water to boiler pressure 


Notice that the directions of the heat and work interactions are indicated 
by the subscripts in and out. Therefore, all four of the described quantities 
are always positive. 
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FIGURE 6-10 


Schematic of a steam power plant. 


The net work output of this power plant is simply the difference between 
the total work output of the plant and the total work input (Fig. 6-11): 


Wana = Veg = (kJ) (6-1) 


The net work can also be determined from the heat transfer data alone. The 
four components of the steam power plant involve mass flow in and out, and 
therefore they should be treated as open systems. These components, together 
with the connecting pipes, however, always contain the same fluid (not count- 
ing the steam that may leak out, of course). No mass enters or leaves this com- 
bination system, which is indicated by the shaded area on Fig. 6—10; thus, it 
can be analyzed as a closed system. Recall that for a closed system undergoing 
a cycle, the change in internal energy AU is zero, and therefore the net work 
output of the system is also equal to the net heat transfer to the system: 


Wretout = Qin ~~ Qout (kJ) (6-2) 


Thermal Efficiency 


In Eq. 6-2, Q,,, represents the magnitude of the energy wasted in order to 
complete the cycle. But Q,,, is never zero; thus, the net work output of a heat 
engine is always less than the amount of heat input. That is, only part of the 
heat transferred to the heat engine is converted to work. The fraction of the 
heat input that is converted to net work output is a measure of the perfor- 
mance of a heat engine and is called the thermal efficiency ny (Fig. 6—12). 
For heat engines, the desired output is the net work output, and the 
required input is the amount of heat supplied to the working fluid. Then the 
thermal efficiency of a heat engine can be expressed as 
Net work output 


Thermal efficiency = ‘teil Gent acu (6-3) 
otal heat inpu 
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A portion of the work output of a heat 
engine is consumed internally to 
maintain continuous operation. 
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Some heat engines perform better than 
others (convert more of the heat they 
receive to work). 
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Schematic of a heat engine. 
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Even the most efficient heat engines 
reject almost one-half of the energy 
they receive as waste heat. 


or 
Waetout 
Nn = O (6-4) 
It can also be expressed as 
Oi 
isle (6-5) 


since W ieron = Qin T Qout- 

Cyclic devices of practical interest such as heat engines, refrigerators, and 
heat pumps operate between a high-temperature medium (or reservoir) at 
temperature T„ and a low-temperature medium (or reservoir) at temperature 
T,. To bring uniformity to the treatment of heat engines, refrigerators, and 
heat pumps, we define these two quantities: 


Qy = magnitude of heat transfer between the cyclic device and the high- 
temperature medium at temperature Ty 

Q, = magnitude of heat transfer between the cyclic device and the low- 
temperature medium at temperature T, 


Notice that both Q, and Qy are defined as magnitudes and therefore are 
positive quantities. The direction of Q, and Q, is easily determined by 
inspection. Then the net work output and thermal efficiency relations for 
any heat engine (shown in Fig. 6—13) can also be expressed as 


Wretout = Ou = QL 


and 
Wraetout 
Nh = Qu 
or 
QL 
mmes On (6-6) 


The thermal efficiency of a heat engine is always less than unity since both 
Q, and Qy are defined as positive quantities. 

Thermal efficiency is a measure of how efficiently a heat engine converts 
the heat that it receives to work. Heat engines are built for the purpose of 
converting heat to work, and engineers are constantly trying to improve the 
efficiencies of these devices since increased efficiency means less fuel con- 
sumption and thus lower fuel bills and less pollution. 

The thermal efficiencies of work-producing devices are relatively low. 
Ordinary spark-ignition automobile engines have a thermal efficiency of 
about 25 percent. That is, an automobile engine converts about 25 percent 
of the chemical energy of the gasoline to mechanical work. This number is 
as high as 40 percent for diesel engines and large gas-turbine plants and as 
high as 60 percent for large combined gas-steam power plants. Thus, even 
with the most efficient heat engines available today, almost one-half of the 
energy supplied ends up in the rivers, lakes, or the atmosphere as waste or 
useless energy (Fig. 6-14). 


Can We Save Qu? 


In a steam power plant, the condenser is the device where large quantities of 
waste heat is rejected to rivers, lakes, or the atmosphere. Then one may ask, 
can we not just take the condenser out of the plant and save all that waste 
energy? The answer to this question is, unfortunately, a firm no for the sim- 
ple reason that without a heat rejection process in a condenser, the cycle 
cannot be completed. (Cyclic devices such as steam power plants cannot run 
continuously unless the cycle is completed.) This is demonstrated next with 
the help of a simple heat engine. 

Consider the simple heat engine shown in Fig. 6-15 that is used to lift 
weights. It consists of a piston—cylinder device with two sets of stops. The 
working fluid is the gas contained within the cylinder. Initially, the gas tem- 
perature is 30°C. The piston, which is loaded with the weights, is resting on 
top of the lower stops. Now 100 kJ of heat is transferred to the gas in the 
cylinder from a source at 100°C, causing it to expand and to raise the loaded 
piston until the piston reaches the upper stops, as shown in the figure. At this 
point, the load is removed, and the gas temperature is observed to be 90°C. 

The work done on the load during this expansion process is equal to the 
increase in its potential energy, say 15 kJ. Even under ideal conditions 
(weightless piston, no friction, no heat losses, and quasi-equilibrium expan- 
sion), the amount of heat supplied to the gas is greater than the work done 
since part of the heat supplied is used to raise the temperature of the gas. 

Now let us try to answer this question: Zs it possible to transfer the 85 kJ 
of excess heat at 90°C back to the reservoir at 100°C for later use? If it is, 
then we will have a heat engine that can have a thermal efficiency of 
100 percent under ideal conditions. The answer to this question is again 
no, for the very simple reason that heat is always transferred from a high- 
temperature medium to a low-temperature one, and never the other way 
around. Therefore, we cannot cool this gas from 90 to 30°C by transferring 
heat to a reservoir at 100°C. Instead, we have to bring the system into con- 
tact with a low-temperature reservoir, say at 20°C, so that the gas can return 
to its initial state by rejecting its 85 kJ of excess energy as heat to this reser- 
voir. This energy cannot be recycled, and it is properly called waste energy. 

We conclude from this discussion that every heat engine must waste some 
energy by transferring it to a low-temperature reservoir in order to complete 
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FIGURE 6-15 


A heat-engine cycle cannot be 
completed without rejecting some heat 
to a low-temperature sink. 
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FIGURE 6-17 
Schematic for Example 6-2. 


the cycle, even under idealized conditions. The requirement that a heat 
engine exchange heat with at least two reservoirs for continuous operation 
forms the basis for the Kelvin—Planck expression of the second law of ther- 
modynamics discussed later in this section. 


EXAMPLE 6-1 Net Power Production of a Heat Engine 


Heat is transferred to a heat engine from a furnace at a rate of 80 MW. If 
the rate of waste heat rejection to a nearby river is 50 MW, determine the 
net power output and the thermal efficiency for this heat engine. 


Solution The rates of heat transfer to and from a heat engine are given. 
The net power output and the thermal efficiency are to be determined. 
Assumptions Heat losses through the pipes and other components are 
negligible. 

Analysis A schematic of the heat engine is given in Fig. 6-16. The furnace 
serves as the high-temperature reservoir for this heat engine and the river as 
the low-temperature reservoir. The given quantities can be expressed as 


O, =80MW and 0, =50MW 


The net power output of this heat engine is 


Wrerout = On — O; = (80 — 50) MW = 30 MW 


Then the thermal eee is easily determined to be 


Wnerou 30 MW 
O,  80MW 


The = = 0.375 (or 37.5%) 


Discussion Note that the heat engine converts 37.5 percent of the heat it 
receives to work. 


EXAMPLE 6-2 Fuel Consumption Rate of a Car 


A car engine with a power output of 65 hp has a thermal efficiency of 24 
percent. Determine the fuel consumption rate of this car if the fuel has a 
heating value of 19,000 Btu/Ibm (that is, 19,000 Btu of energy is released 
for each Ibm of fuel burned). 


Solution The power output and the efficiency of a car engine are given. 
The rate of fuel consumption of the car is to be determined. 

Assumptions The power output of the car is constant. 

Analysis A schematic of the car engine is given in Fig. 6-17. The car 
engine is powered by converting 24 percent of the chemical energy released 
during the combustion process to work. The amount of energy input required 
to produce a power output of 65 hp is determined from the definition of 
thermal efficiency to be 


Waetour 65 (25 Btu/h 
oe es a0 1 hp 


) = 689,270 Btu/h 


To supply energy at this rate, the engine must burn fuel at a rate of 
_ 689,270 Btu/h 
19,000 Btu/Ibm 


= 36.3 Ibm/h 


since 19,000 Btu of thermal energy is released for each Ibm of fuel burned. 
Discussion Note that if the thermal efficiency of the car could be doubled, 
the rate of fuel consumption would be reduced by half. 


The Second Law of Thermodynamics: 
Kelvin—Planck Statement 


We have demonstrated earlier with reference to the heat engine shown in 
Fig. 6-15 that, even under ideal conditions, a heat engine must reject some 
heat to a low-temperature reservoir in order to complete the cycle. That is, 
no heat engine can convert all the heat it receives to useful work. This limi- 
tation on the thermal efficiency of heat engines forms the basis for the 
Kelvin—Planck statement of the second law of thermodynamics, which is 
expressed as follows: 


It is impossible for any device that operates on a cycle to receive heat from a 
single reservoir and produce a net amount of work. 


That is, a heat engine must exchange heat with a low-temperature sink as well 
as a high-temperature source to keep operating. The Kelvin—Planck statement 
can also be expressed as no heat engine can have a thermal efficiency of 
100 percent (Fig. 6-18), or as for a power plant to operate, the working fluid 
must exchange heat with the environment as well as the furnace. 

Note that the impossibility of having a 100 percent efficient heat engine is 
not due to friction or other dissipative effects. It is a limitation that applies 
to both the idealized and the actual heat engines. Later in this chapter, we 
develop a relation for the maximum thermal efficiency of a heat engine. We 
also demonstrate that this maximum value depends on the reservoir temper- 
atures only. 


6-4 = REFRIGERATORS AND HEAT PUMPS 


We all know from experience that heat is transferred in the direction of 
decreasing temperature, that is, from high-temperature mediums to low- 
temperature ones. This heat transfer process occurs in nature without requir- 
ing any devices. The reverse process, however, cannot occur by itself. The 
transfer of heat from a low-temperature medium to a high-temperature one 
requires special devices called refrigerators. 

Refrigerators, like heat engines, are cyclic devices. The working fluid 
used in the refrigeration cycle is called a refrigerant. The most frequently 
used refrigeration cycle is the vapor-compression refrigeration cycle, which 
involves four main components: a compressor, a condenser, an expansion 
valve, and an evaporator, as shown in Fig. 6-19. 
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FIGURE 6-19 


Basic components of a refrigeration 
system and typical operating 
conditions. 
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The refrigerant enters the compressor as a vapor and is compressed to the 
condenser pressure. It leaves the compressor at a relatively high temperature 
and cools down and condenses as it flows through the coils of the condenser 
by rejecting heat to the surrounding medium. It then enters a capillary tube 
where its pressure and temperature drop drastically due to the throttling effect. 
The low-temperature refrigerant then enters the evaporator, where it evapo- 
rates by absorbing heat from the refrigerated space. The cycle is completed as 
the refrigerant leaves the evaporator and reenters the compressor. 

In a household refrigerator, the freezer compartment where heat is absorbed 
by the refrigerant serves as the evaporator, and the coils usually behind the 
refrigerator where heat is dissipated to the kitchen air serve as the condenser. 

A refrigerator is shown schematically in Fig. 6-20. Here Q, is the magni- 
tude of the heat removed from the refrigerated space at temperature T,, Qy 
is the magnitude of the heat rejected to the warm environment at tempera- 
ture Ty, and W, is the net work input to the refrigerator. As discussed 


net,in 
before, Q, and Qy represent magnitudes and thus are positive quantities. 


Coefficient of Performance 


The efficiency of a refrigerator is expressed in terms of the coefficient of 
performance (COP), denoted by COP}. The objective of a refrigerator is to 
remove heat (Q,) from the refrigerated space. To accomplish this objective, 
it requires a work input of W,,,;,. Then the COP of a refrigerator can be 
expressed as 


Desired output QL 


COP, (6-7) 


7 Required input 7 Wretin 
This relation can also be expressed in rate form by replacing Q, by Q, and 
WY ett by net,in* 

The conservation of energy principle for a cyclic device requires that 


Wret.in = On = QL (kJ) (6-8) 


Then the COP relation becomes 


COP, = l: _ l (6-9) 

Ce — Qr Qn/ Q= 
Notice that the value of COP, can be greater than unity. That is, the 
amount of heat removed from the refrigerated space can be greater than the 
amount of work input. This is in contrast to the thermal efficiency, which 
can never be greater than 1. In fact, one reason for expressing the efficiency 


desire to avoid the oddity of having efficiencies greater than unity. 


Heat Pumps 


Another device that transfers heat from a low-temperature medium to a 
high-temperature one is the heat pump, shown schematically in Fig. 6-21. 
Refrigerators and heat pumps operate on the same cycle but differ in their 
objectives. The objective of a refrigerator is to maintain the refrigerated 
space at a low temperature by removing heat from it. Discharging this heat 
to a higher-temperature medium is merely a necessary part of the operation, 
not the purpose. The objective of a heat pump, however, is to maintain a 
heated space at a high temperature. This is accomplished by absorbing heat 
from a low-temperature source, such as well water or cold outside air in 
winter, and supplying this heat to the high-temperature medium such as a 
house (Fig. 6-22). 

An ordinary refrigerator that is placed in the window of a house with its 
door open to the cold outside air in winter will function as a heat pump 
since it will try to cool the outside by absorbing heat from it and rejecting 
this heat into the house through the coils behind it (Fig. 6-23). 

The measure of performance of a heat pump is also expressed in terms of 
the coefficient of performance COP,,p, defined as 


Desired output Qy 
COPyp = = -o 
HE Required input Wisi i i 


which can also be expressed as 


1 
COPyp = Qn _ (6-11) 


On = Qr p= Q,/ On 
A comparison of Eqs. 6-7 and 6-10 reveals that 


COPyp = COP, + 1 (6-12) 


for fixed values of Q, and Qy. This relation implies that the coefficient of 
performance of a heat pump is always greater than unity since COP, is a 
positive quantity. That is, a heat pump will function, at worst, as a resistance 
heater, supplying as much energy to the house as it consumes. In reality, 
however, part of Qy is lost to the outside air through piping and other 
devices, and COP,,p may drop below unity when the outside air temperature 
is too low. When this happens, the system usually switches to a resistance 
heating mode. Most heat pumps in operation today have a seasonally aver- 
aged COP of 2 to 3. 
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The objective of a heat pump is to 
supply heat Q,, into the warmer space. 
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The work supplied to a heat pump is 
used to extract energy from the cold 
outdoors and carry it into the warm 
indoors. 


FIGURE 6-23 


When installed backward, an air 


conditioner functions as a heat pump. 
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Most existing heat pumps use the cold outside air as the heat source in 
winter, and they are referred to as air-source heat pumps. The COP of 
such heat pumps is about 3.0 at design conditions. Air-source heat pumps 
are not appropriate for cold climates since their efficiency drops consider- 
ably when temperatures are below the freezing point. In such cases, geo- 
thermal (also called ground-source) heat pumps that use the ground as the 
heat source can be used. Geothermal heat pumps require the burial of 
pipes in the ground 1 to 2 m deep. Such heat pumps are more expensive to 
install, but they are also more efficient (up to 45 percent more efficient 
than air-source heat pumps). The COP of ground-source heat pumps is 
about 4.0. 

Air conditioners are basically refrigerators whose refrigerated space is 
a room or a building instead of the food compartment. A window air- 
conditioning unit cools a room by absorbing heat from the room air and 
discharging it to the outside. The same air-conditioning unit can be used 
as a heat pump in winter by installing it backwards as shown in Fig. 6-23. 
In this mode, the unit absorbs heat from the cold outside and delivers it to 
the room. Air-conditioning systems that are equipped with proper controls 
and a reversing valve operate as air conditioners in summer and as heat 
pumps in winter. 

The performance of refrigerators and air conditioners in the United States 
is often expressed in terms of the energy efficiency rating (EER), which is 
the amount of heat removed from the cooled space in Btu’s for 1 Wh (watt- 
hour) of electricity consumed. Considering that 1 kWh = 3412 Btu and thus 
1 Wh = 3.412 Btu, a unit that removes 1 kWh of heat from the cooled 
space for each kWh of electricity it consumes (COP = 1) will have an EER 
of 3.412. Therefore, the relation between EER and COP is 


EER = 3.412 COP, 


Most air conditioners have an EER between 8 and 12 (a COP of 2.3 to 
3.5). A high-efficiency heat pump manufactured by the Trane Company 
using a reciprocating variable-speed compressor is reported to have a COP 
of 3.3 in the heating mode and an EER of 16.9 (COP of 5.0) in the air- 
conditioning mode. Variable-speed compressors and fans allow the unit to 
operate at maximum efficiency for varying heating/cooling needs and weather 
conditions as determined by a microprocessor. In the air-conditioning mode, 
for example, they operate at higher speeds on hot days and at lower speeds 
on cooler days, enhancing both efficiency and comfort. 

The EER or COP of a refrigerator decreases with decreasing refrigera- 
tion temperature. Therefore, it is not economical to refrigerate to a lower 
temperature than needed. The COPs of refrigerators are in the range of 
2.6-3.0 for cutting and preparation rooms; 2.3—2.6 for meat, deli, dairy, 
and produce; 1.2—1.5 for frozen foods; and 1.0-1.2 for ice cream units. 
Note that the COP of freezers is about half of the COP of meat refrigera- 
tors, and thus it costs twice as much to cool the meat products with refrig- 
erated air that is cold enough to cool frozen foods. It is good energy 
conservation practice to use separate refrigeration systems to meet different 
refrigeration needs. 


EXAMPLE 6-3 Heat Rejection by a Refrigerator 


The food compartment of a refrigerator, shown in Fig. 6-24, is maintained at 
4°C by removing heat from it at a rate of 360 kJ/min. If the required power 
input to the refrigerator is 2 kW, determine (a) the coefficient of perfor- 
mance of the refrigerator and (b) the rate of heat rejection to the room that 
houses the refrigerator. 


Solution The power consumption of a refrigerator is given. The COP and 
the rate of heat rejection are to be determined. 

Assumptions Steady operating conditions exist. 

Analysis (a) The coefficient of performance of the refrigerator is 


Ò; mei 1 kW ) 
Za 2kW 60 kJ/min/ 


COP, = 
net,in 
That is, 3 kJ of heat is removed from the refrigerated space for each kJ of 
work supplied. 
(b) The rate at which heat is rejected to the room that houses the refrigerator 
is determined from the conservation of energy relation for cyclic devices, 


60 kJ/min 


Oy = Or + Wrerin = 360 kJ/min + (2 KW)( IKW 


) = 480 kJ/min 
Discussion Notice that both the energy removed from the refrigerated space 
as heat and the energy supplied to the refrigerator as electrical work eventu- 
ally show up in the room air and become part of the internal energy of the 
air. This demonstrates that energy can change from one form to another, can 
move from one place to another, but is never destroyed during a process. 


EXAMPLE 6-4 Heating a House by a Heat Pump 


A heat pump is used to meet the heating requirements of a house and main- 
tain it at 20°C. On a day when the outdoor air temperature drops to — 2°C, 
the house is estimated to lose heat at a rate of 80,000 kJ/h. If the heat 
pump under these conditions has a COP of 2.5, determine (a) the power 
consumed by the heat pump and (b) the rate at which heat is absorbed from 
the cold outdoor air. 


Solution The COP of a heat pump is given. The power consumption and 
the rate of heat absorption are to be determined. 

Assumptions Steady operating conditions exist. 

Analysis (a) The power consumed by this heat pump, shown in Fig. 6-25, 
is determined from the definition of the coefficient of performance to be 


O, 80,000 KJ/h 
Cone 25 


(b) The house is losing heat at a rate of 80,000 kJ/h. If the house is to be 
maintained at a constant temperature of 20°C, the heat pump must deliver 


Woetin = = 32,000 kJ/h (or 8.9 kW) 
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Schematic for Example 6-3. 
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FIGURE 6-25 
Schematic for Example 6—4. 
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A refrigerator that violates the 
Clausius statement of the second law. 


heat to the house at the same rate, that is, at a rate of 80,000 kJ/h. Then 
the rate of heat transfer from the outdoor becomes 


O, = On — Wrerin = (80,000 — 32,000) kJ/h = 48,000 kJ/h 


Discussion Note that 48,000 of the 80,000 kJ/h heat delivered to the 
house is actually extracted from the cold outdoor air. Therefore, we are pay- 
ing only for the 32,000-kJ/h energy that is supplied as electrical work to the 
heat pump. If we were to use an electric resistance heater instead, we would 
have to supply the entire 80,000 kJ/h to the resistance heater as electric 
energy. This would mean a heating bill that is 2.5 times higher. This 
explains the popularity of heat pumps as heating systems and why they are 
preferred to simple electric resistance heaters despite their considerably 
higher initial cost. 


The Second Law of Thermodynamics: 
Clausius Statement 


There are two classical statements of the second law—the Kelvin—Planck 
statement, which is related to heat engines and discussed in the preceding 
section, and the Clausius statement, which is related to refrigerators or heat 
pumps. The Clausius statement is expressed as follows: 


It is impossible to construct a device that operates in a cycle and produces 
no effect other than the transfer of heat from a lower-temperature body to a 
higher-temperature body. 


It is common knowledge that heat does not, of its own volition, transfer 
from a cold medium to a warmer one. The Clausius statement does not 
imply that a cyclic device that transfers heat from a cold medium to a 
warmer one is impossible to construct. In fact, this is precisely what a com- 
mon household refrigerator does. It simply states that a refrigerator cannot 
operate unless its compressor is driven by an external power source, such as 
an electric motor (Fig. 6-26). This way, the net effect on the surroundings 
involves the consumption of some energy in the form of work, in addition to 
the transfer of heat from a colder body to a warmer one. That is, it leaves a 
trace in the surroundings. Therefore, a household refrigerator is in complete 
compliance with the Clausius statement of the second law. 

Both the Kelvin—Planck and the Clausius statements of the second law are 
negative statements, and a negative statement cannot be proved. Like any 
other physical law, the second law of thermodynamics is based on experimen- 
tal observations. To date, no experiment has been conducted that contradicts 
the second law, and this should be taken as sufficient proof of its validity. 


Equivalence of the Two Statements 


The Kelvin—Planck and the Clausius statements are equivalent in their conse- 
quences, and either statement can be used as the expression of the second law 
of thermodynamics. Any device that violates the Kelvin—Planck statement 
also violates the Clausius statement, and vice versa. This can be demonstrated 
as follows. 


~ High-temperature reservoir — ~ High-temperature reservoir — 
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(a) A refrigerator that is powered by 
a 100 percent efficient heat engine 


(b) The equivalent refrigerator 


Consider the heat-engine-refrigerator combination shown in Fig. 6-27a, 
operating between the same two reservoirs. The heat engine is assumed to 
have, in violation of the Kelvin—Planck statement, a thermal efficiency of 
100 percent, and therefore it converts all the heat Qy it receives to work W. 
This work is now supplied to a refrigerator that removes heat in the amount 
of Q, from the low-temperature reservoir and rejects heat in the amount of 
Q, + Qp to the high-temperature reservoir. During this process, the high- 
temperature reservoir receives a net amount of heat Q, (the difference 
between Q, + Qy and Qy). Thus, the combination of these two devices can 
be viewed as a refrigerator, as shown in Fig. 6-27b, that transfers heat in an 
amount of Q, from a cooler body to a warmer one without requiring any 
input from outside. This is clearly a violation of the Clausius statement. 
Therefore, a violation of the Kelvin—Planck statement results in the viola- 
tion of the Clausius statement. 

It can also be shown in a similar manner that a violation of the Clausius 
statement leads to the violation of the Kelvin—Planck statement. Therefore, 
the Clausius and the Kelvin—Planck statements are two equivalent expres- 
sions of the second law of thermodynamics. 


6-5 = PERPETUAL-MOTION MACHINES 


We have repeatedly stated that a process cannot take place unless it satisfies 
both the first and second laws of thermodynamics. Any device that violates 
either law is called a perpetual-motion machine, and despite numerous 
attempts, no perpetual-motion machine is known to have worked. But this 
has not stopped inventors from trying to create new ones. 

A device that violates the first law of thermodynamics (by creating 
energy) is called a perpetual-motion machine of the first kind (PMM1), 
and a device that violates the second law of thermodynamics is called a 
perpetual-motion machine of the second kind (PMM2). 
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FIGURE 6-27 


Proof that the violation of the 
Kelvin—Planck statement leads to the 
violation of the Clausius statement. 
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FIGURE 6-28 


A perpetual-motion machine that 
violates the first law of 
thermodynamics (PMM1). 
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Consider the steam power plant shown in Fig. 6-28. It is proposed to heat 
the steam by resistance heaters placed inside the boiler, instead of by the 
energy supplied from fossil or nuclear fuels. Part of the electricity generated 
by the plant is to be used to power the resistors as well as the pump. The 
rest of the electric energy is to be supplied to the electric network as the net 
work output. The inventor claims that once the system is started, this power 
plant will produce electricity indefinitely without requiring any energy input 
from the outside. 

Well, here is an invention that could solve the world’s energy problem—if 
it works, of course. A careful examination of this invention reveals that the 
system enclosed by the shaded area is continuously supplying energy to the 
outside at a rate of Ò u + Wasi without receiving any energy. That is, this 
system is creating energy at a rate of Óu + Wet our Which is clearly a vio- 
lation of the first law. Therefore, this wonderful device is nothing more than 
a PMM1 and does not warrant any further consideration. 

Now let us consider another novel idea by the same inventor. Convinced 
that energy cannot be created, the inventor suggests the following modifica- 
tion that will greatly improve the thermal efficiency of that power plant 
without violating the first law. Aware that more than one-half of the heat 
transferred to the steam in the furnace is discarded in the condenser to the 
environment, the inventor suggests getting rid of this wasteful component 
and sending the steam to the pump as soon as it leaves the turbine, as shown 
in Fig. 6-29. This way, all the heat transferred to the steam in the boiler will 
be converted to work, and thus the power plant will have a theoretical effi- 
ciency of 100 percent. The inventor realizes that some heat losses and fric- 
tion between the moving components are unavoidable and that these effects 
will hurt the efficiency somewhat, but still expects the efficiency to be no 
less than 80 percent (as opposed to 40 percent in most actual power plants) 
for a carefully designed system. 

Well, the possibility of doubling the efficiency would certainly be very 
tempting to plant managers and, if not properly trained, they would proba- 
bly give this idea a chance, since intuitively they see nothing wrong with 
it. A student of thermodynamics, however, will immediately label this 
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device as a PMM2, since it works on a cycle and does a net amount of 
work while exchanging heat with a single reservoir (the furnace) only. 
It satisfies the first law but violates the second law, and therefore it will 
not work. 

Countless perpetual-motion machines have been proposed throughout his- 
tory, and many more are being proposed. Some proposers have even gone so 
far as to patent their inventions, only to find out that what they actually have 
in their hands is a worthless piece of paper. 

Some perpetual-motion machine inventors were very successful in fund- 
raising. For example, a Philadelphia carpenter named J. W. Kelly col- 
lected millions of dollars between 1874 and 1898 from investors in his 
hydropneumatic-pulsating-vacu-engine, which supposedly could push a rail- 
road train 3000 miles on | L of water. Of course, it never did. After his 
death in 1898, the investigators discovered that the demonstration machine 
was powered by a hidden motor. Recently a group of investors was set to 
invest $2.5 million into a mysterious energy augmentor, which multiplied 
whatever power it took in, but their lawyer wanted an expert opinion first. 
Confronted by the scientists, the “inventor” fled the scene without even 
attempting to run his demo machine. 

Tired of applications for perpetual-motion machines, the U.S. Patent 
Office decreed in 1918 that it would no longer consider any perpetual- 
motion machine applications. However, several such patent applications 
were still filed, and some made it through the patent office undetected. Some 
applicants whose patent applications were denied sought legal action. For 
example, in 1982 the U.S. Patent Office dismissed as just another perpetual- 
motion machine a huge device that involves several hundred kilograms of 
rotating magnets and kilometers of copper wire that is supposed to be gen- 
erating more electricity than it is consuming from a battery pack. However, 
the inventor challenged the decision, and in 1985 the National Bureau of 
Standards finally tested the machine just to certify that it is battery-operated. 
However, it did not convince the inventor that his machine will not work. 

The proposers of perpetual-motion machines generally have innovative 
minds, but they usually lack formal engineering training, which is very unfor- 
tunate. No one is immune from being deceived by an innovative perpetual- 
motion machine. As the saying goes, however, if something sounds too good 
to be true, it probably is. 
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violates the second law of 
thermodynamics (PMM2). 
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(a) Frictionless pendulum 


(b) Quasi-equilibrium expansion 
and compression of a gas 


FIGURE 6-30 


Two familiar reversible processes. 


6-6 = REVERSIBLE AND IRREVERSIBLE PROCESSES 


The second law of thermodynamics states that no heat engine can have an 
efficiency of 100 percent. Then one may ask, What is the highest efficiency 
that a heat engine can possibly have? Before we can answer this question, 
we need to define an idealized process first, which is called the reversible 
process. 

The processes that were discussed at the beginning of this chapter occurred 
in a certain direction. Once having taken place, these processes cannot 
reverse themselves spontaneously and restore the system to its initial state. 
For this reason, they are classified as irreversible processes. Once a cup of 
hot coffee cools, it will not heat up by retrieving the heat it lost from the sur- 
roundings. If it could, the surroundings, as well as the system (coffee), would 
be restored to their original condition, and this would be a reversible process. 

A reversible process is defined as a process that can be reversed without 
leaving any trace on the surroundings (Fig. 6-30). That is, both the system 
and the surroundings are returned to their initial states at the end of the 
reverse process. This is possible only if the net heat and net work exchange 
between the system and the surroundings is zero for the combined (original 
and reverse) process. Processes that are not reversible are called irreversible 
processes. 

It should be pointed out that a system can be restored to its initial state 
following a process, regardless of whether the process is reversible or irre- 
versible. But for reversible processes, this restoration is made without leav- 
ing any net change on the surroundings, whereas for irreversible processes, 
the surroundings usually do some work on the system and therefore does 
not return to their original state. 

Reversible processes actually do not occur in nature. They are merely ide- 
alizations of actual processes. Reversible processes can be approximated by 
actual devices, but they can never be achieved. That is, all the processes 
occurring in nature are irreversible. You may be wondering, then, why we are 
bothering with such fictitious processes. There are two reasons. First, they 
are easy to analyze, since a system passes through a series of equilibrium 
states during a reversible process; second, they serve as idealized models to 
which actual processes can be compared. 

In daily life, the concepts of Mr. Right and Ms. Right are also idealiza- 
tions, just like the concept of a reversible (perfect) process. People who 
insist on finding Mr. or Ms. Right to settle down are bound to remain Mr. or 
Ms. Single for the rest of their lives. The possibility of finding the perfect 
prospective mate is no higher than the possibility of finding a perfect 
(reversible) process. Likewise, a person who insists on perfection in friends 
is bound to have no friends. 

Engineers are interested in reversible processes because work-producing 
devices such as car engines and gas or steam turbines deliver the most work, 
and work-consuming devices such as compressors, fans, and pumps consume 
the least work when reversible processes are used instead of irreversible ones 
(Fig. 6-31). 

Reversible processes can be viewed as theoretical limits for the corre- 
sponding irreversible ones. Some processes are more irreversible than others. 
We may never be able to have a reversible process, but we can certainly 
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approach it. The more closely we approximate a reversible process, the more 
work delivered by a work-producing device or the less work required by a 
work-consuming device. 

The concept of reversible processes leads to the definition of the second- 
law efficiency for actual processes, which is the degree of approximation to 
the corresponding reversible processes. This enables us to compare the per- 
formance of different devices that are designed to do the same task on the 
basis of their efficiencies. The better the design, the lower the irreversibili- 
ties and the higher the second-law efficiency. 


Irreversibilities 


The factors that cause a process to be irreversible are called irreversibilities. 
They include friction, unrestrained expansion, mixing of two fluids, heat 
transfer across a finite temperature difference, electric resistance, inelastic 
deformation of solids, and chemical reactions. The presence of any of these 
effects renders a process irreversible. A reversible process involves none of 
these. Some of the frequently encountered irreversibilities are discussed 
briefly below. 

Friction is a familiar form of irreversibility associated with bodies in 
motion. When two bodies in contact are forced to move relative to each 
other (a piston in a cylinder, for example, as shown in Fig. 6-32), a friction 
force that opposes the motion develops at the interface of these two bodies, 
and some work is needed to overcome this friction force. The energy sup- 
plied as work is eventually converted to heat during the process and is trans- 
ferred to the bodies in contact, as evidenced by a temperature rise at the 
interface. When the direction of the motion is reversed, the bodies are 
restored to their original position, but the interface does not cool, and heat is 
not converted back to work. Instead, more of the work is converted to heat 
while overcoming the friction forces that also oppose the reverse motion. 
Since the system (the moving bodies) and the surroundings cannot be 
returned to their original states, this process is irreversible. Therefore, any 
process that involves friction is irreversible. The larger the friction forces 
involved, the more irreversible the process is. 

Friction does not always involve two solid bodies in contact. It is also 
encountered between a fluid and solid and even between the layers of a 
fluid moving at different velocities. A considerable fraction of the power 
produced by a car engine is used to overcome the friction (the drag force) 
between the air and the external surfaces of the car, and it eventually 
becomes part of the internal energy of the air. It is not possible to reverse 
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FIGURE 6-31 


Reversible processes deliver the most 
and consume the least work. 
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Friction renders a process irreversible. 
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FIGURE 6-33 


Irreversible compression and 
expansion processes. 


(b) An impossible heat transfer process 


FIGURE 6-34 


(a) Heat transfer through a 
temperature difference is irreversible, 
and (b) the reverse process is 
impossible. 


this process and recover that lost power, even though doing so would not 
violate the conservation of energy principle. 

Another example of irreversibility is the unrestrained expansion of a 
gas separated from a vacuum by a membrane, as shown in Fig. 6-33. When 
the membrane is ruptured, the gas fills the entire tank. The only way to 
restore the system to its original state is to compress it to its initial volume, 
while transferring heat from the gas until it reaches its initial temperature. 
From the conservation of energy considerations, it can easily be shown that 
the amount of heat transferred from the gas equals the amount of work done 
on the gas by the surroundings. The restoration of the surroundings involves 
conversion of this heat completely to work, which would violate the second 
law. Therefore, unrestrained expansion of a gas is an irreversible process. 

A third form of irreversibility familiar to us all is heat transfer through a 
finite temperature difference. Consider a can of cold soda left in a warm 
room (Fig. 6-34). Heat is transferred from the warmer room air to the 
cooler soda. The only way this process can be reversed and the soda 
restored to its original temperature is to provide refrigeration, which 
requires some work input. At the end of the reverse process, the soda will be 
restored to its initial state, but the surroundings will not be. The internal 
energy of the surroundings will increase by an amount equal in magnitude 
to the work supplied to the refrigerator. The restoration of the surroundings 
to the initial state can be done only by converting this excess internal energy 
completely to work, which is impossible to do without violating the second 
law. Since only the system, not both the system and the surroundings, can 
be restored to its initial condition, heat transfer through a finite temperature 
difference is an irreversible process. 

Heat transfer can occur only when there is a temperature difference 
between a system and its surroundings. Therefore, it is physically impossi- 
ble to have a reversible heat transfer process. But a heat transfer process 
becomes less and less irreversible as the temperature difference between the 
two bodies approaches zero. Then heat transfer through a differential tem- 
perature difference dT can be considered to be reversible. As dT approaches 
zero, the process can be reversed in direction (at least theoretically) without 
requiring any refrigeration. Notice that reversible heat transfer is a concep- 
tual process and cannot be duplicated in the real world. 

The smaller the temperature difference between two bodies, the smaller 
the heat transfer rate will be. Any significant heat transfer through a small 
temperature difference requires a very large surface area and a very long 
time. Therefore, even though approaching reversible heat transfer is desir- 
able from a thermodynamic point of view, it is impractical and not econom- 
ically feasible. 


Internally and Externally Reversible Processes 


A typical process involves interactions between a system and its surround- 
ings, and a reversible process involves no irreversibilities associated with 
either of them. 

A process is called internally reversible if no irreversibilities occur 
within the boundaries of the system during the process. During an internally 
reversible process, a system proceeds through a series of equilibrium states, 


and when the process is reversed, the system passes through exactly the 
same equilibrium states while returning to its initial state. That is, the paths 
of the forward and reverse processes coincide for an internally reversible 
process. The quasi-equilibrium process is an example of an internally 
reversible process. 

A process is called externally reversible if no irreversibilities occur out- 
side the system boundaries during the process. Heat transfer between a 
reservoir and a system is an externally reversible process if the outer surface 
of the system is at the temperature of the reservoir. 

A process is called totally reversible, or simply reversible, if it involves 
no irreversibilities within the system or its surroundings (Fig. 6-35). A 
totally reversible process involves no heat transfer through a finite tempera- 
ture difference, no nonquasi-equilibrium changes, and no friction or other 
dissipative effects. 

As an example, consider the transfer of heat to two identical systems that 
are undergoing a constant-pressure (thus constant-temperature) phase- 
change process, as shown in Fig. 6-36. Both processes are internally 
reversible, since both take place isothermally and both pass through exactly 
the same equilibrium states. The first process shown is externally reversible 
also, since heat transfer for this process takes place through an infinitesimal 
temperature difference dT. The second process, however, is externally irre- 
versible, since it involves heat transfer through a finite temperature differ- 
ence AT. 


6-7 = THE CARNOT CYCLE 


We mentioned earlier that heat engines are cyclic devices and that the work- 
ing fluid of a heat engine returns to its initial state at the end of each cycle. 
Work is done by the working fluid during one part of the cycle and on the 
working fluid during another part. The difference between these two is the 
net work delivered by the heat engine. The efficiency of a heat-engine cycle 
greatly depends on how the individual processes that make up the cycle are 
executed. The net work, thus the cycle efficiency, can be maximized by 
using processes that require the least amount of work and deliver the most, 
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Totally and interally reversible heat 
transfer processes. 
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Execution of the Carnot cycle in a 
closed system. 


that is, by using reversible processes. Therefore, it is no surprise that the 
most efficient cycles are reversible cycles, that is, cycles that consist entirely 
of reversible processes. 

Reversible cycles cannot be achieved in practice because the irreversibili- 
ties associated with each process cannot be eliminated. However, reversible 
cycles provide upper limits on the performance of real cycles. Heat engines 
and refrigerators that work on reversible cycles serve as models to which 
actual heat engines and refrigerators can be compared. Reversible cycles 
also serve as starting points in the development of actual cycles and are 
modified as needed to meet certain requirements. 

Probably the best known reversible cycle is the Carnot cycle, first pro- 
posed in 1824 by French engineer Sadi Carnot. The theoretical heat engine 
that operates on the Carnot cycle is called the Carnot heat engine. The 
Carnot cycle is composed of four reversible processes—two isothermal and 
two adiabatic—and it can be executed either in a closed or a steady-flow 
system. 

Consider a closed system that consists of a gas contained in an adiabatic 
piston—cylinder device, as shown in Fig. 6-37. The insulation of the cylin- 
der head is such that it may be removed to bring the cylinder into contact 
with reservoirs to provide heat transfer. The four reversible processes that 
make up the Carnot cycle are as follows: 


Reversible Isothermal Expansion (process 1-2, Ty = constant). Initially 
(state 1), the temperature of the gas is Ty and the cylinder head is in close 
contact with a source at temperature Ty. The gas is allowed to expand 
slowly, doing work on the surroundings. As the gas expands, the 
temperature of the gas tends to decrease. But as soon as the temperature 
drops by an infinitesimal amount dT, some heat is transferred from the 
reservoir into the gas, raising the gas temperature to Ty. Thus, the gas 
temperature is kept constant at Ty. Since the temperature difference 
between the gas and the reservoir never exceeds a differential amount dT, 
this is a reversible heat transfer process. It continues until the piston 
reaches position 2. The amount of total heat transferred to the gas during 
this process is Qy. 


Reversible Adiabatic Expansion (process 2-3, temperature drops from Ty 
to T,). At state 2, the reservoir that was in contact with the cylinder head 
is removed and replaced by insulation so that the system becomes 
adiabatic. The gas continues to expand slowly, doing work on the 
surroundings until its temperature drops from Ty to T, (state 3). The 
piston is assumed to be frictionless and the process to be quasi- 
equilibrium, so the process is reversible as well as adiabatic. 


Reversible Isothermal Compression (process 3-4, T, = constant). At state 
3, the insulation at the cylinder head is removed, and the cylinder is 
brought into contact with a sink at temperature T,. Now the piston is 
pushed inward by an external force, doing work on the gas. As the gas is 
compressed, its temperature tends to rise. But as soon as it rises by an 
infinitesimal amount dT, heat is transferred from the gas to the sink, 
causing the gas temperature to drop to 7,. Thus, the gas temperature 
remains constant at T,. Since the temperature difference between the gas 
and the sink never exceeds a differential amount dT, this is a reversible 


heat transfer process. It continues until the piston reaches state 4. The 
amount of heat rejected from the gas during this process is Q,. 


Reversible Adiabatic Compression (process 4-1, temperature rises from T, 
to Tp). State 4 is such that when the low-temperature reservoir is 
removed, the insulation is put back on the cylinder head, and the gas is 
compressed in a reversible manner, the gas returns to its initial state (state 
1). The temperature rises from T, to Ty during this reversible adiabatic 
compression process, which completes the cycle. 


The P-V diagram of this cycle is shown in Fig. 6-38. Remembering that 
on a P-V diagram the area under the process curve represents the boundary 
work for quasi-equilibrium (internally reversible) processes, we see that the 
area under curve 1-2-3 is the work done by the gas during the expansion 
part of the cycle, and the area under curve 3-4-1 is the work done on the gas 
during the compression part of the cycle. The area enclosed by the path of 
the cycle (area 1-2-3-4-1) is the difference between these two and represents 
the net work done during the cycle. 

Notice that if we acted stingily and compressed the gas at state 3 adiabat- 
ically instead of isothermally in an effort to save Q,, we would end up back 
at state 2, retracing the process path 3-2. By doing so we would save Q,, but 
we would not be able to obtain any net work output from this engine. This 
illustrates once more the necessity of a heat engine exchanging heat with at 
least two reservoirs at different temperatures to operate in a cycle and pro- 
duce a net amount of work. 

The Carnot cycle can also be executed in a steady-flow system. It is dis- 
cussed in later chapters in conjunction with other power cycles. 

Being a reversible cycle, the Carnot cycle is the most efficient cycle oper- 
ating between two specified temperature limits. Even though the Carnot 
cycle cannot be achieved in reality, the efficiency of actual cycles can be 
improved by attempting to approximate the Carnot cycle more closely. 


The Reversed Carnot Cycle 


The Carnot heat-engine cycle just described is a totally reversible cycle. 
Therefore, all the processes that comprise it can be reversed, in which case it 
becomes the Carnot refrigeration cycle. This time, the cycle remains 
exactly the same, except that the directions of any heat and work interactions 
are reversed: Heat in the amount of Q, is absorbed from the low-temperature 
reservoir, heat in the amount of Q,, is rejected to a high-temperature reser- 
voir, and a work input of W,,..;, 18 required to accomplish all this. 

The P-V diagram of the reversed Carnot cycle is the same as the one 
given for the Carnot cycle, except that the directions of the processes are 
reversed, as shown in Fig. 6-39. 


6-8 = THE CARNOT PRINCIPLES 


The second law of thermodynamics puts limits on the operation of cyclic 
devices as expressed by the Kelvin—Planck and Clausius statements. A heat 
engine cannot operate by exchanging heat with a single reservoir, and a 
refrigerator cannot operate without a net energy input from an external source. 
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FIGURE 6-38 
P-V diagram of the Carnot cycle. 


FIGURE 6-39 


P-V diagram of the reversed Carnot 


cycle. 
O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 6, SEC. 8 ON THE DVD. 


302 | Thermodynamics 


-High-temperature reservoir 


at TH 


"na < Min,2 Nin,2 = Min,3 


Low-temperature reservoir 
at T; 


FIGURE 6-40 
The Carnot principles. 


We can draw valuable conclusions from these statements. Two conclusions 
pertain to the thermal efficiency of reversible and irreversible (i.e., actual) 
heat engines, and they are known as the Carnot principles (Fig. 6—40), 
expressed as follows: 


1. The efficiency of an irreversible heat engine is always less than the effi- 
ciency of a reversible one operating between the same two reservoirs. 

2. The efficiencies of all reversible heat engines operating between the 
same two reservoirs are the same. 


These two statements can be proved by demonstrating that the violation of 
either statement results in the violation of the second law of thermodynamics. 

To prove the first statement, consider two heat engines operating between 
the same reservoirs, as shown in Fig. 6—41. One engine is reversible and the 
other is irreversible. Now each engine is supplied with the same amount of 
heat Q,. The amount of work produced by the reversible heat engine is 
Wev and the amount produced by the irreversible one is W; rev- 

In violation of the first Carnot principle, we assume that the irreversible 
heat engine is more efficient than the reversible one (that is, jp irev > Mn rev) 
and thus delivers more work than the reversible one. Now let the reversible 
heat engine be reversed and operate as a refrigerator. This refrigerator will 
receive a work input of W and reject heat to the high-temperature reservoir. 
Since the refrigerator is rejecting heat in the amount of Q, to the high- 
temperature reservoir and the irreversible heat engine is receiving the same 
amount of heat from this reservoir, the net heat exchange for this reservoir is 
zero. Thus, it could be eliminated by having the refrigerator discharge Qy 
directly into the irreversible heat engine. 

Now considering the refrigerator and the irreversible engine together, we 


have an engine that produces a net work in the amount of Wire, — Wev 


~ High-temperature reservoir 


at Ty 
Qn 1! | |Qy 
Wirrey — W, 
> = E>": Combined K 
d HE+R . y? 
(or = d 
7 Ñ 
QL trey < Or rev 
(assumed) Qr rev Qrrev — QLirrev 
` ak 
Low-temperature reservoir Low-temperature reservoir 
at Tz at Ty, 


(a) A reversible and an irreversible heat 
engine operating between the same two 
reservoirs (the reversible heat engine is 
then reversed to run as a refrigerator) 


FIGURE 6-41 
Proof of the first Carnot principle. 


(b) The equivalent combined system 
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while exchanging heat with a single reservoir—a violation of the Kelvin— 
Planck statement of the second law. Therefore, our initial assumption that 
Nnirrev 7 Nhsev 18 Incorrect. Then we conclude that no heat engine can be 
more efficient than a reversible heat engine operating between the same 
reservoirs. 

The second Carnot principle can also be proved in a similar manner. This ; 
: : : x : ; A reversible 
time, let us replace the irreversible engine by another reversible engine that HE 
is more efficient and thus delivers more work than the first reversible 
engine. By following through the same reasoning, we end up having an 


‘High-temperature reservoir 
at Ty = 1000 K 


Another 
reversible 
HE 


Thh,B 


engine that produces a net amount of work while exchanging heat with a Tha = Thn,p = 70% | 
single reservoir, which is a violation of the second law. Therefore, we con- | | 
clude that no reversible heat engine can be more efficient than a reversible Low-temperature reservoir 
one operating between the same two reservoirs, regardless of how the cycle WSIS 


is completed or the kind of working fluid used. 
FIGURE 6-42 


All reversible heat engines operating 
between the same two reservoirs have 


6-9 " THE TH ERMODYNAM IC the same efficiency (the second Carnot 
TEMPERATURE SCALE principle). 


A temperature scale that is independent of the properties of the substances &) 


INTERACTIVE 


that are used to measure temperature is called a thermodynamic tempera- a 
TUTORIAL 


ture scale. Such a temperature scale offers great conveniences in thermody- 
namic calculations, and its derivation is given below using some reversible SEE TUTORIAL CH. 6, SEC. 9 ON THE DVD. 
heat engines. 

The second Carnot principle discussed in Section 6-8 states that all 


reversible heat engines have the same thermal efficiency when operating ‘Thermal energy reservoir 
between the same two reservoirs (Fig. 6—42). That is, the efficiency of a cana 
reversible engine is independent of the working fluid employed and its Q; Q 


properties, the way the cycle is executed, or the type of reversible engine 
used. Since energy reservoirs are characterized by their temperatures, the 


thermal efficiency of reversible heat engines is a function of the reservoir Rev. HE A 
temperatures only. That is, A 
Nih,rev E (Te T,) Q2 We 
we Ta Rev. HE 
Q2 c 
ou f(T Ti) (6-13) 
Qr Rev. HE We 
since Np = 1 — Q,/Q,,. In these relations Ty and T, are the temperatures of 2 Q, 
the high- and low-temperature reservoirs, respectively. 
The functional form of f(T, T,) can be developed with the help of the Q3 
three reversible heat engines shown in Fig. 6—43. Engines A and C are sup- 
plied with the same amount of heat Q, from the high-temperature reservoir Thermal energy reservoir 
at T,. Engine C rejects Q, to the low-temperature reservoir at T}. Engine B als 
receives the heat Q, rejected by engine A at temperature T, and rejects heat 
in the amount of Q, to a reservoir at T}. FIGURE 6-43 


The amounts of heat rejected by engines B and C must be the same since The arrangement of heat engines used 
engines A and B can be combined into one reversible engine operating to develop the thermodynamic 
between the same reservoirs as engine C and thus the combined engine will temperature scale. 
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FIGURE 6-44 


For reversible cycles, the heat transfer 
ratio Qy/Q; can be replaced by the 


absolute temperature ratio T;,/T,. 


have the same efficiency as engine C. Since the heat input to engine C is the 
same as the heat input to the combined engines A and B, both systems must 
reject the same amount of heat. 

Applying Eq. 6-13 to all three engines separately, we obtain 


a = f(T, Tz), A = f(T, Ts), and a = f(T, T3) 
Now consider the identity 
Q, _ Qı Q 
Q; Q: Q; 


which corresponds to 


S(T, T3) = f(T), To) + f(T, Ts) 


A careful examination of this equation reveals that the left-hand side is a 
function of T, and T}, and therefore the right-hand side must also be a func- 
tion of T, and T, only, and not T,. That is, the value of the product on the 
right-hand side of this equation is independent of the value of T,. This con- 
dition will be satisfied only if the function f has the following form: 


$(T)) (T) 
T,, T,) = d T>, T3) = 
f( 1 2) (T) an f 2 3) $(T3) 
so that #(T,) will cancel from the product of f(T, T,) and f(T, T;), yielding 
QO, | _ Q(T) 
a = f(T, T3) = A (6-14) 


This relation is much more specific than Eq. 6—13 for the functional form of 
Q,/Q, in terms of T, and T}. 

For a reversible heat engine operating between two reservoirs at tempera- 
tures Ty and T,, Eq. 6-14 can be written as 


On _ (Tn) 
O $T) 


This is the only requirement that the second law places on the ratio of heat 
transfers to and from the reversible heat engines. Several functions f(T) sat- 
isfy this equation, and the choice is completely arbitrary. Lord Kelvin first 
proposed taking (T) = T to define a thermodynamic temperature scale as 


(Fig. 6-44) 
(2) _ Ta 
QL rev T; 


This temperature scale is called the Kelvin scale, and the temperatures on 
this scale are called absolute temperatures. On the Kelvin scale, the tem- 
perature ratios depend on the ratios of heat transfer between a reversible heat 
engine and the reservoirs and are independent of the physical properties of 
any substance. On this scale, temperatures vary between zero and infinity. 
The thermodynamic temperature scale is not completely defined by 
Eq. 6—16 since it gives us only a ratio of absolute temperatures. We also 
need to know the magnitude of a kelvin. At the International Conference on 


(6-15) 


(6-16) 


Weights and Measures held in 1954, the triple point of water (the state at 
which all three phases of water exist in equilibrium) was assigned the value 
273.16 K (Fig. 6—45). The magnitude of a kelvin is defined as 1/273.16 of 
the temperature interval between absolute zero and the triple-point tempera- 
ture of water. The magnitudes of temperature units on the Kelvin and 
Celsius scales are identical (1 K = 1°C). The temperatures on these two 
scales differ by a constant 273.15: 


T(°C) = T(K) — 273.15 (6-17) 


Even though the thermodynamic temperature scale is defined with the help 
of the reversible heat engines, it is not possible, nor is it practical, to actually 
operate such an engine to determine numerical values on the absolute tempera- 
ture scale. Absolute temperatures can be measured accurately by other means, 
such as the constant-volume ideal-gas thermometer together with extrapola- 
tion techniques as discussed in Chap. 1. The validity of Eq. 6-16 can be 
demonstrated from physical considerations for a reversible cycle using an 
ideal gas as the working fluid. 


6-10 = THE CARNOT HEAT ENGINE 


The hypothetical heat engine that operates on the reversible Carnot cycle is 
called the Carnot heat engine. The thermal efficiency of any heat engine, 
reversible or irreversible, is given by Eq. 6—6 as 


_ 2 

Qn 
where Q,, is heat transferred to the heat engine from a high-temperature 
reservoir at Ty, and Q, is heat rejected to a low-temperature reservoir at T,. 
For reversible heat engines, the heat transfer ratio in the above relation can 
be replaced by the ratio of the absolute temperatures of the two reservoirs, 
as given by Eq. 6-16. Then the efficiency of a Carnot engine, or any 
reversible heat engine, becomes 


Nn = 1 


T; 
Nintey = 1 Ty (6-18) 

This relation is often referred to as the Carnot efficiency, since the 
Carnot heat engine is the best known reversible engine. This is the highest 
efficiency a heat engine operating between the two thermal energy reser- 
voirs at temperatures T, and Ty can have (Fig. 6—46). All irreversible (i.e., 
actual) heat engines operating between these temperature limits (T, and Tp) 
have lower efficiencies. An actual heat engine cannot reach this maximum 
theoretical efficiency value because it is impossible to completely eliminate 
all the irreversibilities associated with the actual cycle. 

Note that T, and Ty in Eq. 6—18 are absolute temperatures. Using °C or 
°F for temperatures in this relation gives results grossly in error. 

The thermal efficiencies of actual and reversible heat engines operating 
between the same temperature limits compare as follows (Fig. 6—47): 


< Marey irreversible heat engine 
Nn) = Narev reversible heat engine (6-19) 
> MNnrev impossible heat engine 
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FIGURE 6-45 


A conceptual experimental setup to 
determine thermodynamic 
temperatures on the Kelvin scale by 
measuring heat transfers Qy and Q,. 
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Low-temperature reservoir 
at T, = 300 K 


FIGURE 6-46 


The Carnot heat engine is the most 
efficient of all heat engines operating 
between the same high- and low- 
temperature reservoirs. 
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FIGURE 6-47 


No heat engine can have a higher 
efficiency than a reversible heat engine 
operating between the same high- and 
low-temperature reservoirs. 
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FIGURE 6-48 


Schematic for Example 6-5. 


High-temperature reservoir 
at T= 1000 K 


Impossible 


Low-temperature reservoir 
at T; = 300 K 


Most work-producing devices (heat engines) in operation today have effi- 
ciencies under 40 percent, which appear low relative to 100 percent. However, 
when the performance of actual heat engines is assessed, the efficiencies 
should not be compared to 100 percent; instead, they should be compared to 
the efficiency of a reversible heat engine operating between the same temper- 
ature limits—because this is the true theoretical upper limit for the efficiency, 
not 100 percent. 

The maximum efficiency of a steam power plant operating between 
T,, = 1000 K and T, = 300 K is 70 percent, as determined from Eq. 6-18. 
Compared with this value, an actual efficiency of 40 percent does not seem 
so bad, even though there is still plenty of room for improvement. 

It is obvious from Eq. 6-18 that the efficiency of a Carnot heat engine 
increases as Ty is increased, or as T, is decreased. This is to be expected 
since as T, decreases, so does the amount of heat rejected, and as T, 
approaches zero, the Carnot efficiency approaches unity. This is also true 
for actual heat engines. The thermal efficiency of actual heat engines can be 
maximized by supplying heat to the engine at the highest possible tempera- 
ture (limited by material strength) and rejecting heat from the engine at the 
lowest possible temperature (limited by the temperature of the cooling 
medium such as rivers, lakes, or the atmosphere). 


EXAMPLE 6-5 Analysis of a Carnot Heat Engine 


A Carnot heat engine, shown in Fig. 6-48, receives 500 kJ of heat per cycle 
from a high-temperature source at 652°C and rejects heat to a low-temperature 
sink at 30°C. Determine (a) the thermal efficiency of this Carnot engine and 
(b) the amount of heat rejected to the sink per cycle. 


Solution The heat supplied to a Carnot heat engine is given. The thermal 
efficiency and the heat rejected are to be determined. 
Analysis (a) The Carnot heat engine is a reversible heat engine, and so its 
efficiency can be determined from Eq. 6-18 to be 

T: (30 + 273) K 


= =1 =1 = 0.672 
Nth,c N)th,rev Te (652 m 273) K 0 6 


That is, this Carnot heat engine converts 67.2 percent of the heat it receives 
to work. 


(b) The amount of heat rejected Q, by this reversible heat engine is easily 
determined from Eq. 6-16 to be 


(30 + 273) K 
(652 + 273) K 


1G 
One = a Dress = (500 kJ) = 164 kJ 
H 


Discussion Note that this Carnot heat engine rejects to a low-temperature 
sink 164 kJ of the 500 kJ of heat it receives during each cycle. 


The Quality of Energy 


The Carnot heat engine in Example 6-5 receives heat from a source at 925 K 
and converts 67.2 percent of it to work while rejecting the rest (32.8 percent) 
to a sink at 303 K. Now let us examine how the thermal efficiency varies 
with the source temperature when the sink temperature is held constant. 

The thermal efficiency of a Carnot heat engine that rejects heat to a sink at 
303 K is evaluated at various source temperatures using Eq. 6—18 and is 
listed in Fig. 6-49. Clearly the thermal efficiency decreases as the source 
temperature is lowered. When heat is supplied to the heat engine at 500 
instead of 925 K, for example, the thermal efficiency drops from 67.2 to 39.4 
percent. That is, the fraction of heat that can be converted to work drops to 
39.4 percent when the temperature of the source drops to 500 K. When the 
source temperature is 350 K, this fraction becomes a mere 13.4 percent. 

These efficiency values show that energy has quality as well as quantity. 
It is clear from the thermal efficiency values in Fig. 6—49 that more of the 
high-temperature thermal energy can be converted to work. Therefore, the 
higher the temperature, the higher the quality of the energy (Fig. 6-50). 

Large quantities of solar energy, for example, can be stored in large 
bodies of water called solar ponds at about 350 K. This stored energy can 
then be supplied to a heat engine to produce work (electricity). However, 
the efficiency of solar pond power plants is very low (under 5 percent) 
because of the low quality of the energy stored in the source, and the con- 
struction and maintenance costs are relatively high. Therefore, they are not 
competitive even though the energy supply of such plants is free. The tem- 
perature (and thus the quality) of the solar energy stored could be raised 
by utilizing concentrating collectors, but the equipment cost in that case 
becomes very high. 

Work is a more valuable form of energy than heat since 100 percent of 
work can be converted to heat, but only a fraction of heat can be converted 
to work. When heat is transferred from a high-temperature body to a lower- 
temperature one, it is degraded since less of it now can be converted to 
work. For example, if 100 kJ of heat is transferred from a body at 1000 K to 
a body at 300 K, at the end we will have 100 kJ of thermal energy stored at 
300 K, which has no practical value. But if this conversion is made through 
a heat engine, up to 1 — 300/1000 = 70 percent of it could be converted to 
work, which is a more valuable form of energy. Thus 70 kJ of work poten- 
tial is wasted as a result of this heat transfer, and energy is degraded. 


Chapter 6 l 307 


~ High-temperature reservoir — 


at Ty 
TK Nw% 
925 67.2 
Rev. HE 800 62.1 
Nin 700 56.7 
500 39.4 
350 13.4 


Low-temperature reservoir 
at T, = 303 K 


FIGURE 6-49 


The fraction of heat that can be 
converted to work as a function of 
source temperature (for T, = 303 K). 
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FIGURE 6-50 


The higher the temperature of the 
thermal energy, the higher its quality. 
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Quantity versus Quality in Daily Life 


At times of energy crisis, we are bombarded with speeches and articles on 
how to “conserve” energy. Yet we all know that the quantity of energy is 
already conserved. What is not conserved is the quality of energy, or the 
work potential of energy. Wasting energy is synonymous to converting it to 
a less useful form. One unit of high-quality energy can be more valuable 
than three units of lower-quality energy. For example, a finite amount of 
thermal energy at high temperature is more attractive to power plant engi- 
neers than a vast amount of thermal energy at low temperature, such as the 
energy stored in the upper layers of the oceans at tropical climates. 

As part of our culture, we seem to be fascinated by quantity, and little 
attention is given to quality. However, quantity alone cannot give the 
whole picture, and we need to consider quality as well. That is, we need 
to look at something from both the first- and second-law points of view 
when evaluating something, even in nontechnical areas. Below we 
present some ordinary events and show their relevance to the second law 
of thermodynamics. 

Consider two students Andy and Wendy. Andy has 10 friends who never 
miss his parties and are always around during fun times. However, they 
seem to be busy when Andy needs their help. Wendy, on the other hand, has 
five friends. They are never too busy for her, and she can count on them at 
times of need. Let us now try to answer the question, Who has more 
friends? From the first-law point of view, which considers quantity only, it 
is obvious that Andy has more friends. However, from the second-law point 
of view, which considers quality as well, there is no doubt that Wendy is the 
one with more friends. 

Another example with which most people will identify is the multibillion- 
dollar diet industry, which is primarily based on the first law of thermody- 
namics. However, considering that 90 percent of the people who lose weight 
gain it back quickly, with interest, suggests that the first law alone does not 
give the whole picture. This is also confirmed by studies that show that 
calories that come from fat are more likely to be stored as fat than the calo- 
ries that come from carbohydrates and protein. A Stanford study found that 
body weight was related to fat calories consumed and not calories per se. A 
Harvard study found no correlation between calories eaten and degree of 
obesity. A major Cornell University survey involving 6500 people in nearly 
all provinces of China found that the Chinese eat more—gram for gram, 
calorie for calorie—than Americans do, but they weigh less, with less body 
fat. Studies indicate that the metabolism rates and hormone levels change 
noticeably in the mid-30s. Some researchers concluded that prolonged diet- 
ing teaches a body to survive on fewer calories, making it more fuel effi- 
cient. This probably explains why the dieters gain more weight than they 
lost once they go back to their normal eating levels. 

People who seem to be eating whatever they want, whenever they want, 
without gaining weight are living proof that the calorie-counting technique 
(the first law) leaves many questions on dieting unanswered. Obviously, 
more research focused on the second-law effects of dieting is needed before 
we can fully understand the weight-gain and weight-loss process. 


It is tempting to judge things on the basis of their quantity instead of their 
quality since assessing quality is much more difficult than assessing quan- 
tity. However, assessments made on the basis of quantity only (the first law) 
may be grossly inadequate and misleading. 


6-11 = THE CARNOT REFRIGERATOR 
AND HEAT PUMP 


A refrigerator or a heat pump that operates on the reversed Carnot cycle is 
called a Carnot refrigerator, or a Carnot heat pump. The coefficient of 
performance of any refrigerator or heat pump, reversible or irreversible, is 
given by Eqs. 6-9 and 6-11 as 


1 1 

On/Q1 =I l= Q,/Qn 

where Q, is the amount of heat absorbed from the low-temperature medium 
and Q,, is the amount of heat rejected to the high-temperature medium. The 
COPs of all reversible refrigerators or heat pumps can be determined by 
replacing the heat transfer ratios in the above relations by the ratios of the 
absolute temperatures of the high- and low-temperature reservoirs, as 
expressed by Eq. 6-16. Then the COP relations for reversible refrigerators 
and heat pumps become 


COP, = and COPyp = 


1 


COP a 
R,rev TT, _ 1 


(6-20) 
and 


1 
EET 
These are the highest coefficients of performance that a refrigerator or a 
heat pump operating between the temperature limits of T, and Ty can have. 
All actual refrigerators or heat pumps operating between these temperature 
limits (T, and Ty) have lower coefficients of performance (Fig. 6-51). 


COP = (6-21) 
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FIGURE 6-51 


No refrigerator can have a higher COP 
than a reversible refrigerator operating 
between the same temperature limits. 
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FIGURE 6-52 
Schematic for Example 6—6. 
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FIGURE 6-53 


Schematic for Example 6-7. 


The coefficients of performance of actual and reversible refrigerators 
operating between the same temperature limits can be compared as follows: 


< COP Rey irreversible refrigerator 
COPR} = COPRiev reversible refrigerator (6-22) 
> COPrR rey impossible refrigerator 


A similar relation can be obtained for heat pumps by replacing all COP,’s 
in Eq. 6-22 by COP yp. 

The COP of a reversible refrigerator or heat pump is the maximum theo- 
retical value for the specified temperature limits. Actual refrigerators or heat 
pumps may approach these values as their designs are improved, but they 
can never reach them. 

As a final note, the COPs of both the refrigerators and the heat pumps 
decrease as T, decreases. That is, it requires more work to absorb heat from 
lower-temperature media. As the temperature of the refrigerated space 
approaches zero, the amount of work required to produce a finite amount of 
refrigeration approaches infinity and COP, approaches zero. 


EXAMPLE 6-6 A Questionable Claim for a Refrigerator 


An inventor claims to have developed a refrigerator that maintains the refrig- 
erated space at 35°F while operating in a room where the temperature is 
75°F and that has a COP of 13.5. Is this claim reasonable? 


Solution An extraordinary claim made for the performance of a refrigerator 
is to be evaluated. 

Assumptions Steady operating conditions exist. 

Analysis The performance of this refrigerator (shown in Fig. 6-52) can be 
evaluated by comparing it with a reversible refrigerator operating between 
the same temperature limits: 


i 
(eal 
1 
(75 + 460 R)/(35 + 460R) — 1 


CORRA = CORRY = 


12.4 


Discussion This is the highest COP a refrigerator can have when absorb- 
ing heat from a cool medium at 35°F and rejecting it to a warmer medium at 
75°F. Since the COP claimed by the inventor is above this maximum value, 
the claim is false. 


EXAMPLE 6-7 Heating a House by a Carnot Heat Pump 


A heat pump is to be used to heat a house during the winter, as shown in 
Fig. 6-53. The house is to be maintained at 21°C at all times. The house is 
estimated to be losing heat at a rate of 135,000 kJ/h when the outside tem- 
perature drops to —5°C. Determine the minimum power required to drive 
this heat pump. 


Solution A heat pump maintains a house at a constant temperature. The 
required minimum power input to the heat pump is to be determined. 
Assumptions Steady operating conditions exist. 

Analysis The heat pump must supply heat to the house at a rate of Q, = 
135,000 kJ/h = 37.5 kW. The power requirements are minimum when a 
reversible heat pump is used to do the job. The COP of a reversible heat 
pump operating between the house and the outside air is 


1 1 
1- T,/T4 1 — (—5 + 273K)/(21 + 273K) _ 


COP up yey = 13 


Then the required power input to this reversible heat pump becomes 


On 37.5 kW 
COP yp 11.3 


Wian = = 3.32 kW 

Discussion This reversible heat pump can meet the heating requirements of 
this house by consuming electric power at a rate of 3.32 kW only. If this 
house were to be heated by electric resistance heaters instead, the power 
consumption would jump up 11.3 times to 37.5 kW. This is because in 
resistance heaters the electric energy is converted to heat at a one-to-one 
ratio. With a heat pump, however, energy is absorbed from the outside and 
carried to the inside using a refrigeration cycle that consumes only 3.32 kW. 
Notice that the heat pump does not create energy. It merely transports it 
from one medium (the cold outdoors) to another (the warm indoors). 
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TOPIC OF SPECIAL INTEREST* Household Refrigerators 


Refrigerators to preserve perishable foods have long been one of the essen- 
tial appliances in a household. They have proven to be highly durable and 
reliable, providing satisfactory service for over 15 years. A typical household 
refrigerator is actually a combination refrigerator-freezer since it has a 
freezer compartment to make ice and to store frozen food. 

Today’s refrigerators use much less energy as a result of using smaller and 
higher-efficiency motors and compressors, better insulation materials, larger 
coil surface areas, and better door seals (Fig. 6-54). At an average electric- 
ity rate of 8.3 cents per kWh, an average refrigerator costs about $72 a year 
to run, which is half the annual operating cost of a refrigerator 25 years ago. 
Replacing a 25-year-old, 18-ft* refrigerator with a new energy-efficient 
model will save over 1000 kWh of electricity per year. For the environment, 
this means a reduction of over 1 ton of CO,, which causes global climate 
change, and over 10 kg of SO,, which causes acid rain. 

Despite the improvements made in several areas during the past 100 years 
in household refrigerators, the basic vapor-compression refrigeration cycle 
has remained unchanged. The alternative absorption refrigeration and 
thermoelectric refrigeration systems are currently more expensive and less 


*This section can be skipped without a loss in continuity. 


Better door Better insulation 
seals materials 


Refrigerator 


More efficient motors 
and compressors 


FIGURE 6-54 


Today’s refrigerators are much more 
efficient because of the improvements 
in technology and manufacturing. 
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TABLE 6-1 


Typical operating efficiencies of 
some refrigeration systems for a 
freezer temperature of — 18°C and 
ambient temperature of 32°C 


Type of Coefficient 
refrigeration of 
system performance 
Vapor-compression 1.3 
Absorption 

refrigeration 0.4 
Thermoelectric 

refrigeration 0.1 


efficient, and they have found limited use in some specialized applications 
(Table 6-1). 

A household refrigerator is designed to maintain the freezer section at 
—18°C (O°F) and the refrigerator section at 3°C (37°F). Lower freezer tem- 
peratures increase energy consumption without improving the storage life of 
frozen foods significantly. Different temperatures for the storage of specific 
foods can be maintained in the refrigerator section by using special-purpose 
compartments. 

Practically all full-size refrigerators have a large air-tight drawer for leafy 
vegetables and fresh fruits to seal in moisture and to protect them from the 
drying effect of cool air circulating in the refrigerator. A covered egg com- 
partment in the lid extends the life of eggs by slowing down the moisture loss 
from the eggs. It is common for refrigerators to have a special warmer com- 
partment for butter in the door to maintain butter at spreading temperature. 
The compartment also isolates butter and prevents it from absorbing odors 
and tastes from other food items. Some upscale models have a temperature- 
controlled meat compartment maintained at —0.5°C (31°F), which keeps 
meat at the lowest safe temperature without freezing it, and thus extending 
its storage life. The more expensive models come with an automatic ice- 
maker located in the freezer section that is connected to the water line, as 
well as automatic ice and chilled-water dispensers. A typical icemaker can 
produce 2 to 3 kg of ice per day and store 3 to 5 kg of ice in a removable ice 
storage container. 

Household refrigerators consume from about 90 to 600 W of electrical 
energy when running and are designed to perform satisfactorily in environ- 
ments at up to 43°C (110°F). Refrigerators run intermittently, as you may 
have noticed, running about 30 percent of the time under normal use in a 
house at 25°C (77°F). 

For specified external dimensions, a refrigerator is desired to have maxi- 
mum food storage volume, minimum energy consumption, and the lowest pos- 
sible cost to the consumer. The total food storage volume has been increased 
over the years without an increase in the external dimensions by using thinner 
but more effective insulation and minimizing the space occupied by the com- 
pressor and the condenser. Switching from the fiber-glass insulation (thermal 
conductivity k = 0.032—-0.040 W/m - °C) to expanded-in-place urethane foam 
insulation (k = 0.019 W/m - °C) made it possible to reduce the wall thickness 
of the refrigerator by almost half, from about 90 to 48 mm for the freezer sec- 
tion and from about 70 to 40 mm for the refrigerator section. The rigidity and 
bonding action of the foam also provide additional structural support. How- 
ever, the entire shell of the refrigerator must be carefully sealed to prevent any 
water leakage or moisture migration into the insulation since moisture 
degrades the effectiveness of insulation. 

The size of the compressor and the other components of a refrigeration 
system are determined on the basis of the anticipated heat load (or refrigera- 
tion load), which is the rate of heat flow into the refrigerator. The heat load 
consists of the predictable part, such as heat transfer through the walls and 
door gaskets of the refrigerator, fan motors, and defrost heaters (Fig. 6-55), 
and the unpredictable part, which depends on the user habits such as open- 
ing the door, making ice, and loading the refrigerator. The amount of energy 


consumed by the refrigerator can be minimized by practicing good conserva- 


Steel aa Steel or plastic liner 


E i ° Thermal Insulation ` : > a 


Plastic breaker strips Plastic door liner 


tion measures as discussed below. 


1. 


Open the refrigerator door the fewest times possible for the shortest 
duration possible. Each time the refrigerator door is opened, the cool air 
inside is replaced by the warmer air outside, which needs to be cooled. 
Keeping the refrigerator or freezer full will save energy by reducing the 
amount of cold air that can escape each time the door is opened. 


. Cool the hot foods to room temperature first before putting them into the 


refrigerator. Moving a hot pan from the oven directly into the 
refrigerator not only wastes energy by making the refrigerator work 
longer, but it also causes the nearby perishable foods to spoil by creating 
a warm environment in its immediate surroundings (Fig. 6-56). 


. Clean the condenser coils located behind or beneath the refrigerator. The 


dust and grime that collect on the coils act as insulation that slows down 
heat dissipation through them. Cleaning the coils a couple of times a year 
with a damp cloth or a vacuum cleaner will improve cooling ability of the 
refrigerator while cutting down the power consumption by a few percent. 
Sometimes a fan is used to force-cool the condensers of large or built-in 
refrigerators, and the strong air motion keeps the coils clean. 


. Check the door gasket for air leaks. This can be done by placing a 


flashlight into the refrigerator, turning off the kitchen lights, and looking 
for light leaks. Heat transfer through the door gasket region accounts for 
almost one-third of the regular heat load of the refrigerators, and thus 
any defective door gaskets must be repaired immediately. 


. Avoid unnecessarily low temperature settings. The recommended 


temperatures for freezers and refrigerators are — 18°C (0°F) and 3°C 
(37°F), respectively. Setting the freezer temperature below —18°C 
adds significantly to the energy consumption but does not add much to 
the storage life of frozen foods. Keeping temperatures 6°C (or 10°F) 
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FIGURE 6-55 


The cross section of a refrigerator 
showing the relative magnitudes of 
various effects that constitute the 
predictable heat load. 


From ASHRAE Handbook of Refrigeration, Chap. 
48, Fig. 2. 


Warm 
air 
3056 


FIGURE 6-56 


Putting hot foods into the refrigerator 
without cooling them first not only 
wastes energy but also could spoil the 
foods nearby. 
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Cabinet 


Refrigerator 


FIGURE 6-57 


The condenser coils of a refrigerator 

must be cleaned periodically, and the 
airflow passages must not be blocked 
to maintain high performance. 


Light bulb 
40 W 
aii 
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FIGURE 6-58 


Schematic for Example 6-8. 


below recommended levels can increase the energy use by as much as 
25 percent. 


6. Avoid excessive ice build-up on the interior surfaces of the evaporator. 
The ice layer on the surface acts as insulation and slows down heat 
transfer from the freezer section to the refrigerant. The refrigerator 
should be defrosted by manually turning off the temperature control 
switch when the ice thickness exceeds a few millimeters. 

Defrosting is done automatically in no-frost refrigerators by 
supplying heat to the evaporator by a 300-W to 1000-W resistance 
heater or by hot refrigerant gas, periodically for short periods. The 
water is then drained to a pan outside where it is evaporated using the 
heat dissipated by the condenser. The no-frost evaporators are basically 
finned tubes subjected to air flow circulated by a fan. Practically all the 
frost collects on fins, which are the coldest surfaces, leaving the 
exposed surfaces of the freezer section and the frozen food frost-free. 


7. Use the power-saver switch that controls the heating coils and prevents 
condensation on the outside surfaces in humid environments. The low- 
wattage heaters are used to raise the temperature of the outer surfaces 
of the refrigerator at critical locations above the dew point in order to 
avoid water droplets forming on the surfaces and sliding down. 
Condensation is most likely to occur in summer in hot and humid 
climates in homes without air-conditioning. The moisture formation on 
the surfaces is undesirable since it may cause the painted finish of the 
outer surface to deteriorate and it may wet the kitchen floor. About 
10 percent of the total energy consumed by the refrigerator can be 
saved by turning this heater off and keeping it off unless there is visible 
condensation on the outer surfaces. 


8. Do not block the air flow passages to and from the condenser coils of 
the refrigerator. The heat dissipated by the condenser to the air is 
carried away by air that enters through the bottom and sides of the 
refrigerator and leaves through the top. Any blockage of this natural 
convection air circulation path by large objects such as several cereal 
boxes on top of the refrigerator will degrade the performance of the 
condenser and thus the refrigerator (Fig. 6-57). 


These and other commonsense conservation measures will result in a 
reduction in the energy and maintenance costs of a refrigerator as well as an 
extended trouble-free life of the device. 


EXAMPLE 6-8 Malfunction of a Refrigerator Light Switch 


The interior lighting of refrigerators is provided by incandescent lamps whose 
switches are actuated by the opening of the refrigerator door. Consider a 
refrigerator whose 40-W lightbulb remains on continuously as a result of a 
malfunction of the switch (Fig. 6-58). If the refrigerator has a coefficient of 
performance of 1.3 and the cost of electricity is 8 cents per kWh, determine 
the increase in the energy consumption of the refrigerator and its cost per 
year if the switch is not fixed. 


Solution The lightbulb of a refrigerator malfunctions and remains on. The 
increases in the electricity consumption and cost are to be determined. 
Assumptions The life of the lightbulb is more than 1 year. 
Analysis The lightbulb consumes 40 W of power when it is on, and thus 
adds 40 W to the heat load of the refrigerator. Noting that the COP of the 
refrigerator is 1.3, the power consumed by the refrigerator to remove the 
heat generated by the lightbulb is 

Desire 40 W 


Wet 30.8 W 
eee COP. tbs 


Therefore, the total additional power consumed by the refrigerator is 
Weotataddiiona = Wight + Wretig = 40 + 30.8 = 70.8 W 
The total number of hours in a year is 


Annual hours = (365 days/yr) (24 h/day) = 8760 h/yr 


Assuming the refrigerator is opened 20 times a day for an average of 30 s, 
the light would normally be on for 


Normal operating hours = (20 times/day) (30 s/time) (1 h/3600 s) (365 days/yr) 
= 61 h/yr 


Then the additional hours the light remains on as a result of the malfunction 
becomes 


Additional operating hours = Annual hours — Normal operating hours 
= 8760 — 61 = 8699 h/yr 
Therefore, the additional electric power consumption and its cost per year are 
Additional power consumption = Wtaladditional X (Additional operating hours) 
= (0.0708 kW) (8699 h/yr) = 616 kWh/yr 
and 
Additional power cost = (Additional power consumption) (Unit cost) 
= (616 kWh/yr) ($0.08/kWh) = $49.3/yr 


Discussion Note that not repairing the switch will cost the homeowner 
about $50 a year. This is alarming when we consider that at $0.08/kWh, a 
typical refrigerator consumes about $70 worth of electricity a year. 
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SUMMARY 


The second law of thermodynamics states that processes Work can be converted to heat directly, but heat can be 
occur in a certain direction, not in any direction. A process converted to work only by some devices called heat engines. 
does not occur unless it satisfies both the first and the second The thermal efficiency of a heat engine is defined as 

laws of thermodynamics. Bodies that can absorb or reject wW Q 

finite amounts of heat isothermally are called thermal energy Na = San n L 

reservoirs or heat reservoirs. Qu On 
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where Wet.out 1S the net work output of the heat engine, Qy is 
the amount of heat supplied to the engine, and Q, is the 
amount of heat rejected by the engine. 

Refrigerators and heat pumps are devices that absorb heat 
from low-temperature media and reject it to higher-temperature 
ones. The performance of a refrigerator or a heat pump is 
expressed in terms of the coefficient of performance, which is 


defined as 


Thermodynamics 


1 
COP, = Q _ 
Waetin QOn/ QL =] 
1 
CÖPp = Qn 


Wret.in 7 l- O,/Qu 


The Kelvin—Planck statement of the second law of thermo- 
dynamics states that no heat engine can produce a net amount 
of work while exchanging heat with a single reservoir only. 
The Clausius statement of the second law states that no 
device can transfer heat from a cooler body to a warmer one 
without leaving an effect on the surroundings. 

Any device that violates the first or the second law of ther- 
modynamics is called a perpetual-motion machine. 

A process is said to be reversible if both the system and 
the surroundings can be restored to their original conditions. 
Any other process is irreversible. The effects such as friction, 
non-quasi-equilibrium expansion or compression, and heat 
transfer through a finite temperature difference render a 
process irreversible and are called irreversibilities. 

The Carnot cycle is a reversible cycle that is composed of 
four reversible processes, two isothermal and two adiabatic. 
The Carnot principles state that the thermal efficiencies of all 
reversible heat engines operating between the same two reser- 
voirs are the same, and that no heat engine is more efficient 


than a reversible one operating between the same two reser- 
voirs. These statements form the basis for establishing a ther- 
modynamic_ temperature scale related to the heat transfers 
between a reversible device and the high- and low-temperature 


reservoirs by 
(=) e 
QL rev T, 


Therefore, the Q,,/Q, ratio can be replaced by T,,/T, for 
reversible devices, where Ty and T, are the absolute tempera- 
tures of the high- and low-temperature reservoirs, respectively. 

A heat engine that operates on the reversible Carnot cycle is 
called a Carnot heat engine. The thermal efficiency of a 
Carnot heat engine, as well as all other reversible heat engines, 
is given by 


i 
N)th,rev Ty 
This is the maximum efficiency a heat engine operating 
between two reservoirs at temperatures Ty and T, can have. 
The COPs of reversible refrigerators and heat pumps are 
given in a similar manner as 


1 
P = —__. 
CO R,rev TIT = j 
and 
COP, a 
HP,rev IK TAIT. 


Again, these are the highest COPs a refrigerator or a heat pump 
operating between the temperature limits of T,, and T, can have. 
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PROBLEMS* 


Second Law of Thermodynamics and Thermal Energy 
Reservoirs 


6-1C A mechanic claims to have developed a car engine 
that runs on water instead of gasoline. What is your response 
to this claim? 


6-2C Describe an imaginary process that satisfies the first 
law but violates the second law of thermodynamics. 


* Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon § are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


6-3C Describe an imaginary process that satisfies the sec- 
ond law but violates the first law of thermodynamics. 


6-4C Describe an imaginary process that violates both the 
first and the second laws of thermodynamics. 


6-5C An experimentalist claims to have raised the tempera- 
ture of a small amount of water to 150°C by transferring heat 
from high-pressure steam at 120°C. Is this a reasonable 
claim? Why? Assume no refrigerator or heat pump is used in 
the process. 


6-6C What is a thermal energy reservoir? Give some 
examples. 


6-7C Consider the process of baking potatoes in a conven- 
tional oven. Can the hot air in the oven be treated as a ther- 
mal energy reservoir? Explain. 


6-8C Consider the energy generated by a TV set. What is a 
suitable choice for a thermal energy reservoir? 


Heat Engines and Thermal Efficiency 


6-9C Is it possible for a heat engine to operate without 
rejecting any waste heat to a low-temperature reservoir? 
Explain. 


6-10C What are the characteristics of all heat engines? 


6-11C Consider a pan of water being heated (a) by placing 
it on an electric range and (b) by placing a heating element in 
the water. Which method is a more efficient way of heating 
water? Explain. 


6-12C Baseboard heaters are basically electric resistance 
heaters and are frequently used in space heating. A home 
owner claims that her 5-year-old baseboard heaters have a 
conversion efficiency of 100 percent. Is this claim in violation 
of any thermodynamic laws? Explain. 


6-13C What is the Kelvin—Planck expression of the second 
law of thermodynamics? 


6-14C Does a heat engine that has a thermal efficiency of 
100 percent necessarily violate (a) the first law and (b) the 
second law of thermodynamics? Explain. 


6-15C In the absence of any friction and other irreversibili- 
ties, can a heat engine have an efficiency of 100 percent? 
Explain. 


6-16C Are the efficiencies of all the work-producing 
devices, including the hydroelectric power plants, limited by 
the Kelvin—Planck statement of the second law? Explain. 


6-17 A 600-MW steam power plant, which is cooled by a 
nearby river, has a thermal efficiency of 40 percent. Deter- 
mine the rate of heat transfer to the river water. Will the actual 
heat transfer rate be higher or lower than this value? Why? 


6-18 A steam power plant receives heat from a furnace at a 
rate of 280 GJ/h. Heat losses to the surrounding air from the 
steam as it passes through the pipes and other components 
are estimated to be about 8 GJ/h. If the waste heat is trans- 
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ferred to the cooling water at a rate of 145 GJ/h, determine 
(a) net power output and (b) the thermal efficiency of this 
power plant. Answers: (a) 35.3 MW, (b) 45.4 percent 


6-19E A car engine with a power output of 110 hp has a 
thermal efficiency of 28 percent. Determine the rate of fuel 
consumption if the heating value of the fuel is 19,000 Btu/Ibm. 


6-20 A steam power plant with a power output of 150 MW 
consumes coal at a rate of 60 tons/h. If the heating value of 
the coal is 30,000 kJ/kg, determine the overall efficiency of 
this plant. Answer: 30.0 percent 


6-21 An automobile engine consumes fuel at a rate of 28 
L/h and delivers 60 kW of power to the wheels. If the fuel has 
a heating value of 44,000 kJ/kg and a density of 0.8 g/cm’, 
determine the efficiency of this engine. Answer: 21.9 percent 


6-22E Solar energy stored in large bodies of water, called 
solar ponds, is being used to generate electricity. If such a 
solar power plant has an efficiency of 4 percent and a net 
power output of 350 kW, determine the average value of the 
required solar energy collection rate, in Btu/h. 


6-23 In 2001, the United States produced 51 percent of its 
electricity in the amount of 1.878 X 10!* kWh from coal- 
fired power plants. Taking the average thermal efficiency to 
be 34 percent, determine the amount of thermal energy 
rejected by the coal-fired power plants in the United States 
that year. 


6-24 The Department of Energy projects that between the 
years 1995 and 2010, the United States will need to build 
new power plants to generate an additional 150,000 MW of 
electricity to meet the increasing demand for electric power. 
One possibility is to build coal-fired power plants, which cost 
$1300 per kW to construct and have an efficiency of 34 per- 
cent. Another possibility is to use the clean-burning Inte- 
grated Gasification Combined Cycle (IGCC) plants where the 
coal is subjected to heat and pressure to gasify it while 
removing sulfur and particulate matter from it. The gaseous 
coal is then burned in a gas turbine, and part of the waste 
heat from the exhaust gases is recovered to generate steam 
for the steam turbine. Currently the construction of IGCC 
plants costs about $1500 per kW, but their efficiency is about 
45 percent. The average heating value of the coal is about 
28,000,000 kJ per ton (that is, 28,000,000 kJ of heat is 
released when 1 ton of coal is burned). If the IGCC plant is 
to recover its cost difference from fuel savings in five years, 
determine what the price of coal should be in $ per ton. 


6-25 Reconsider Prob. 6-24. Using EES (or other) 
<= software, investigate the price of coal for vary- 

ing simple payback periods, plant construction costs, and 

operating efficiency. 

6-26 Repeat Prob. 6-24 for a simple payback period of 

three years instead of five years. 


6-27E An Ocean Thermal Energy Conversion (OTEC) 
power plant built in Hawaii in 1987 was designed to operate 
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between the temperature limits of 86°F at the ocean surface 
and 41°F at a depth of 2100 ft. About 13,300 gpm of cold 
seawater was to be pumped from deep ocean through a 
40-in-diameter pipe to serve as the cooling medium or heat 
sink. If the cooling water experiences a temperature rise of 
6°F and the thermal efficiency is 2.5 percent, determine the 
amount of power generated. Take the density of seawater to 
be 64 Ibm/ft?. 


6-28 A coal-burning steam power plant produces a net power 
of 300 MW with an overall thermal efficiency of 32 percent. 
The actual gravimetric air—fuel ratio in the furnace is calculated 
to be 12 kg air/kg fuel. The heating value of the coal is 28,000 
kJ/kg. Determine (a) the amount of coal consumed during a 
24-hour period and (b) the rate of air flowing through the fur- 
nace. Answers: (a) 2.89 X 10° kg, (b) 402 kg/s 


Thermodynamics 


Refrigerators and Heat Pumps 


6-29C What is the difference between a refrigerator and a 
heat pump? 

6-30C What is the difference between a refrigerator and an 
air conditioner? 


6-31C In a refrigerator, heat is transferred from a lower- 
temperature medium (the refrigerated space) to a higher- 
temperature one (the kitchen air). Is this a violation of the 
second law of thermodynamics? Explain. 


6-32C A heat pump is a device that absorbs energy from 
the cold outdoor air and transfers it to the warmer indoors. Is 
this a violation of the second law of thermodynamics? 
Explain. 


6-33C Define the coefficient of performance of a refrigera- 
tor in words. Can it be greater than unity? 


6-34C Define the coefficient of performance of a heat 
pump in words. Can it be greater than unity? 


6-35C A heat pump that is used to heat a house has a COP 
of 2.5. That is, the heat pump delivers 2.5 kWh of energy to 
the house for each 1 kWh of electricity it consumes. Is this a 
violation of the first law of thermodynamics? Explain. 


6-36C A refrigerator has a COP of 1.5. That is, the refrig- 
erator removes 1.5 kWh of energy from the refrigerated space 
for each 1 kWh of electricity it consumes. Is this a violation 
of the first law of thermodynamics? Explain. 


6-37C What is the Clausius expression of the second law 
of thermodynamics? 


6-38C Show that the Kelvin—Planck and the Clausius 
expressions of the second law are equivalent. 


6-39 A household refrigerator with a COP of 1.2 removes 
heat from the refrigerated space at a rate of 60 kJ/min. Deter- 
mine (a) the electric power consumed by the refrigerator and 
(b) the rate of heat transfer to the kitchen air. Answers: 
(a) 0.83 kW, (b) 110 kJ/min 


6-40 An air conditioner removes heat steadily from a house 
at a rate of 750 kJ/min while drawing electric power at a rate 
of 6 kW. Determine (a) the COP of this air conditioner and 
(b) the rate of heat transfer to the outside air. Answers: 
(a) 2.08, (b) 1110 kJ/min 


6-41 A household refrigerator runs one-fourth of the time 
and removes heat from the food compartment at an average 
rate of 800 kJ/h. If the COP of the refrigerator is 2.2, deter- 
mine the power the refrigerator draws when running. 


| Win 


800 
| kJ/h 
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FIGURE P6—41 


6-42E Water enters an ice machine at 55°F and leaves as 
ice at 25°F. If the COP of the ice machine is 2.4 during this 
operation, determine the required power input for an ice pro- 
duction rate of 28 Ibm/h. (169 Btu of energy needs to be 
removed from each lbm of water at 55°F to turn it into ice 
at 25°F.) 


6-43 A household refrigerator that has a power input of 
450 W and a COP of 2.5 is to cool five large watermelons, 10 
kg each, to 8°C. If the watermelons are initially at 20°C, 
determine how long it will take for the refrigerator to cool 
them. The watermelons can be treated as water whose spe- 
cific heat is 4.2 kJ/kg - °C. Is your answer realistic or opti- 
mistic? Explain. Answer: 2240 s 


6—44 Ro When a man returns to his well-sealed house on a 

summer day, he finds that the house is at 32°C. 
He turns on the air conditioner, which cools the entire house to 
20°C in 15 min. If the COP of the air-conditioning system is 
2.5, determine the power drawn by the air conditioner. Assume 
the entire mass within the house is equivalent to 800 kg of air 
for which c, = 0.72 kJ/kg - °C and c, = 1.0 kJ/kg - °C. 


a 


FIGURE P6-44 


6-45 Reconsider Prob. 6—44. Using EES (or other) 

SS software, determine the power input required by 
the air conditioner to cool the house as a function for air- 
conditioner EER ratings in the range 9 to 16. Discuss your 
results and include representative costs of air-conditioning 
units in the EER rating range. 


6-46 Determine the COP of a refrigerator that removes heat 
from the food compartment at a rate of 5040 kJ/h for each 
kW of power it consumes. Also, determine the rate of heat 
rejection to the outside air. 


6-47 Determine the COP of a heat pump that supplies 
energy to a house at a rate of 8000 kJ/h for each kW of elec- 
tric power it draws. Also, determine the rate of energy 
absorption from the outdoor air. Answers: 2.22, 4400 kJ/h 


6-48 A house that was heated by electric resistance heaters 
consumed 1200 kWh of electric energy in a winter month. If 
this house were heated instead by a heat pump that has an 
average COP of 2.4, determine how much money the home 
owner would have saved that month. Assume a price of 
8.5¢/kWh for electricity. 


6-49E A heat pump with a COP of 2.5 supplies energy to a 
house at a rate of 60,000 Btu/h. Determine (a) the electric 
power drawn by the heat pump and (b) the rate of heat absorp- 
tion from the outside air. Answers: (a) 9.43 hp, (b) 36,000 Btu/h 


6-50 A heat pump used to heat a house runs about one- 
third of the time. The house is losing heat at an average rate 
of 22,000 kJ/h. If the COP of the heat pump is 2.8, determine 
the power the heat pump draws when running. 


6-51 A heat pump is used to maintain a house at a constant 
temperature of 23°C. The house is losing heat to the outside 
air through the walls and the windows at a rate of 60,000 kJ/h 
while the energy generated within the house from people, 
lights, and appliances amounts to 4000 kJ/h. For a COP of 
2.5, determine the required power input to the heat pump. 
Answer: 6.22 kW 
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6-52E Consider an office room that is being cooled ade- 
quately by a 12,000 Btu/h window air conditioner. Now it is 
decided to convert this room into a computer room by 
installing several computers, terminals, and printers with a 
total rated power of 3.5 kW. The facility has several 
4000 Btu/h air conditioners in storage that can be installed to 
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meet the additional cooling requirements. Assuming a usage 
factor of 0.4 (i.e., only 40 percent of the rated power will be 
consumed at any given time) and additional occupancy of 
four people, each generating heat at a rate of 100 W, deter- 
mine how many of these air conditioners need to be installed 
to the room. 


6-53 Consider a building whose annual air-conditioning 
load is estimated to be 120,000 kWh in an area where the 
unit cost of electricity is $0.10/kWh. Two air conditioners are 
considered for the building. Air conditioner A has a seasonal 
average COP of 3.2 and costs $5500 to purchase and install. 
Air conditioner B has a seasonal average COP of 5.0 and 
costs $7000 to purchase and install. All else being equal, 
determine which air conditioner is a better buy. 
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6-54 Refrigerant-134a enters the condenser of a residential 
heat pump at 800 kPa and 35°C at a rate of 0.018 kg/s and 
leaves at 800 kPa as a saturated liquid. If the compressor con- 
sumes 1.2 kW of power, determine (a) the COP of the heat 
pump and (b) the rate of heat absorption from the outside air. 
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6-55 Refrigerant-134a enters the evaporator coils placed at 
the back of the freezer section of a household refrigerator at 
120 kPa with a quality of 20 percent and leaves at 120 kPa 
and —20°C. If the compressor consumes 450 W of power and 
the COP the refrigerator is 1.2, determine (a) the mass flow 
rate of the refrigerant and (b) the rate of heat rejected to the 
kitchen air. Answers: (a) 0.00311 kg/s, (b) 990 W 
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Perpetual-Motion Machines 


6-56C An inventor claims to have developed a resistance 
heater that supplies 1.2 kWh of energy to a room for each 
kWh of electricity it consumes. Is this a reasonable claim, or 
has the inventor developed a perpetual-motion machine? 
Explain. 


6-57C_ It is common knowledge that the temperature of air 
rises as it is compressed. An inventor thought about using this 
high-temperature air to heat buildings. He used a compressor 
driven by an electric motor. The inventor claims that the com- 
pressed hot-air system is 25 percent more efficient than a 
resistance heating system that provides an equivalent amount 
of heating. Is this claim valid, or is this just another perpetual- 
motion machine? Explain. 


Reversible and Irreversible Processes 


6-58C A cold canned drink is left in a warmer room where 
its temperature rises as a result of heat transfer. Is this a 
reversible process? Explain. 


6-59C Why are engineers interested in reversible processes 
even though they can never be achieved? 


6-60C Why does a nonquasi-equilibrium compression 
process require a larger work input than the corresponding 
quasi-equilibrium one? 


6-61C Why does a nonquasi-equilibrium expansion 
process deliver less work than the corresponding quasi- 
equilibrium one? 


6-62C How do you distinguish between internal and exter- 
nal irreversibilities? 

6-63C Is a reversible expansion or compression process 
necessarily quasi-equilibrium? Is a quasi-equilibrium expan- 
sion or compression process necessarily reversible? Explain. 


The Carnot Cycle and Carnot Principles 


6-64C What are the four processes that make up the Carnot 
cycle? 


6-65C What are the two statements known as the Carnot 
principles? 


6-66C Somebody claims to have developed a new reversible 
heat-engine cycle that has a higher theoretical efficiency than 
the Carnot cycle operating between the same temperature lim- 
its. How do you evaluate this claim? 


6-67C Somebody claims to have developed a new reversible 
heat-engine cycle that has the same theoretical efficiency as 
the Carnot cycle operating between the same temperature lim- 
its. Is this a reasonable claim? 


6-68C Is it possible to develop (a) an actual and (b) a 
reversible heat-engine cycle that is more efficient than a 
Carnot cycle operating between the same temperature limits? 
Explain. 


Carnot Heat Engines 


6-69C Is there any way to increase the efficiency of a Carnot 
heat engine other than by increasing Ty or decreasing T,? 


6-70C Consider two actual power plants operating with 
solar energy. Energy is supplied to one plant from a solar 
pond at 80°C and to the other from concentrating collectors 
that raise the water temperature to 600°C. Which of these 
power plants will have a higher efficiency? Explain. 


6-71 A Carnot heat engine operates between a source at 
1000 K and a sink at 300 K. If the heat engine is supplied 
with heat at a rate of 800 kJ/min, determine (a) the thermal 
efficiency and (b) the power output of this heat engine. 
Answers: (a) 70 percent, (b) 9.33 kW 


6-72 A Carnot heat engine receives 650 kJ of heat from a 
source of unknown temperature and rejects 250 kJ of it to a 
sink at 24°C. Determine (a) the temperature of the source and 
(b) the thermal efficiency of the heat engine. 


6-73 A heat engine operates between a source at 

550°C and a sink at 25°C. If heat is supplied to 
the heat engine at a steady rate of 1200 kJ/min, determine the 
maximum power output of this heat engine. 


6-74 Reconsider Prob. 6-73. Using EES (or other) 

SS software, study the effects of the temperatures of 
the heat source and the heat sink on the power produced and 
the cycle thermal efficiency. Let the source temperature vary 
from 300 to 1000°C, and the sink temperature to vary from 0 
to 50°C. Plot the power produced and the cycle efficiency 
against the source temperature for sink temperatures of 0°C, 
25°C, and 50°C, and discuss the results. 


6-75E A heat engine is operating on a Carnot cycle and 
has a thermal efficiency of 55 percent. The waste heat from 
this engine is rejected to a nearby lake at 60°F at a rate of 
800 Btu/min. Determine (a) the power output of the engine 
and (b) the temperature of the source. Answers: (a) 23.1 hp, 
(b) 1156 R 
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6-76 In tropical climates, the water near the surface of the 
ocean remains warm throughout the year as a result of solar 
energy absorption. In the deeper parts of the ocean, however, 
the water remains at a relatively low temperature since the 
sun’s rays cannot penetrate very far. It is proposed to take 
advantage of this temperature difference and construct a 
power plant that will absorb heat from the warm water near 
the surface and reject the waste heat to the cold water a few 
hundred meters below. Determine the maximum thermal effi- 
ciency of such a plant if the water temperatures at the two 
respective locations are 24 and 3°C. 
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6-77 An innovative way of power generation involves the 
utilization of geothermal energy—the energy of hot water 
that exists naturally underground—as the heat source. If a 
supply of hot water at 140°C is discovered at a location 
where the environmental temperature is 20°C, determine the 
maximum thermal efficiency a geothermal power plant built 
at that location can have. Answer: 29.1 percent 


6-78 An inventor claims to have developed a heat engine 
that receives 700 kJ of heat from a source at 500 K and pro- 
duces 300 kJ of net work while rejecting the waste heat to a 
sink at 290 K. Is this a reasonable claim? Why? 
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6-79E An experimentalist claims that, based on his mea- 
surements, a heat engine receives 300 Btu of heat from a 
source of 900 R, converts 160 Btu of it to work, and rejects 
the rest as waste heat to a sink at 540 R. Are these measure- 
ments reasonable? Why? 


6-80 A geothermal power plant uses geothermal water 
extracted at 160°C at a rate of 440 kg/s as the heat source 
and produces 22 MW of net power. If the environment tem- 
perature is 25°C, determine (a) the actual thermal efficiency, 
(b) the maximum possible thermal efficiency, and (c) the 
actual rate of heat rejection from this power plant. 


Carnot Refrigerators and Heat Pumps 


6-81C How can we increase the COP of a Carnot 
refrigerator? 


6-82C What is the highest COP that a refrigerator operat- 
ing between temperature levels T, and Ty can have? 


6-83C In an effort to conserve energy in a heat-engine cycle, 
somebody suggests incorporating a refrigerator that will absorb 
some of the waste energy Q, and transfer it to the energy 
source of the heat engine. Is this a smart idea? Explain. 


6-84C Itis well established that the thermal efficiency of a 
heat engine increases as the temperature T, at which heat is 
rejected from the heat engine decreases. In an effort to 
increase the efficiency of a power plant, somebody suggests 
refrigerating the cooling water before it enters the condenser, 
where heat rejection takes place. Would you be in favor of 
this idea? Why? 


6-85C Itis well known that the thermal efficiency of heat 
engines increases as the temperature of the energy source 
increases. In an attempt to improve the efficiency of a power 
plant, somebody suggests transferring heat from the available 
energy source to a higher-temperature medium by a heat 
pump before energy is supplied to the power plant. What do 
you think of this suggestion? Explain. 


6-86 A Carnot refrigerator operates in a room in which the 
temperature is 22°C and consumes 2 kW of power when 
operating. If the food compartment of the refrigerator is to be 
maintained at 3°C, determine the rate of heat removal from 
the food compartment. 


6-87 A refrigerator is to remove heat from the cooled space 
at a rate of 300 kJ/min to maintain its temperature at —8°C. 
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If the air surrounding the refrigerator is at 25°C, determine 
the minimum power input required for this refrigerator. 
Answer: 0.623 kW 


6-88 An air-conditioning system operating on the reversed 
Carnot cycle is required to transfer heat from a house at a rate 
of 750 kJ/min to maintain its temperature at 24°C. If the out- 
door air temperature is 35°C, determine the power required to 
operate this air-conditioning system. Answer: 0.46 kW 


Thermodynamics 


6-89E An air-conditioning system is used to maintain a 
house at 72°F when the temperature outside is 90°F. If this 
air-conditioning system draws 5 hp of power when operating, 
determine the maximum rate of heat removal from the house 
that it can accomplish. 


6-90 A Carnot refrigerator operates in a room in which the 
temperature is 25°C. The refrigerator consumes 500 W of 
power when operating and has a COP of 4.5. Determine (a) the 
rate of heat removal from the refrigerated space and (b) the 
temperature of the refrigerated space. Answers: (a) 135 kJ/min, 
(by) =239.2°C 


6-91 An inventor claims to have developed a refrigeration 
system that removes heat from the closed region at —12°C 
and transfers it to the surrounding air at 25°C while maintain- 
ing a COP of 6.5. Is this claim reasonable? Why? 


6-92 During an experiment conducted in a room at 25°C, a 
laboratory assistant measures that a refrigerator that draws 
2 kW of power has removed 30,000 kJ of heat from the 
refrigerated space, which is maintained at —30°C. The 
running time of the refrigerator during the experiment was 
20 min. Determine if these measurements are reasonable. 
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6-93E An air-conditioning system is used to maintain a 
house at 75°F when the temperature outside is 95°F. The 
house is gaining heat through the walls and the windows at a 
rate of 800 Btu/min, and the heat generation rate within the 
house from people, lights, and appliances amounts to 100 
Btu/min. Determine the minimum power input required for 
this air-conditioning system. Answer: 0.79 hp 


6-94 A heat pump is used to heat a house and maintain it at 
24°C. On a winter day when the outdoor air temperature is 
—5°C, the house is estimated to lose heat at a rate of 80,000 
kJ/h. Determine the minimum power required to operate this 
heat pump. 


6-95 A heat pump is used to maintain a house at 22°C by 
extracting heat from the outside air on a day when the outside 
air temperature is 2°C. The house is estimated to lose heat at 
a rate of 110,000 kJ/h, and the heat pump consumes 5 kW of 
electric power when running. Is this heat pump powerful 
enough to do the job? 
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6-96 The structure of a house is such that it loses heat at a 
rate of 5400 kJ/h per °C difference between the indoors and 
outdoors. A heat pump that requires a power input of 6 kW is 
used to maintain this house at 21°C. Determine the lowest 
outdoor temperature for which the heat pump can meet the 
heating requirements of this house. Answer: —13.3°C 


6-97 The performance of a heat pump degrades (i.e., its 
COP decreases) as the temperature of the heat source 
decreases. This makes using heat pumps at locations with 
severe weather conditions unattractive. Consider a house that 
is heated and maintained at 20°C by a heat pump during the 
winter. What is the maximum COP for this heat pump if heat 
is extracted from the outdoor air at (a) 10°C, (b) —5°C, and 
(c) —30°C? 


6-98E A heat pump is to be used for heating a house in 
winter. The house is to be maintained at 78°F at all times. 
When the temperature outdoors drops to 25°F, the heat losses 
from the house are estimated to be 55,000 Btu/h. Determine 
the minimum power required to run this heat pump if heat is 
extracted from (a) the outdoor air at 25°F and (b) the well 
water at 50°F. 


6-99 A Carnot heat pump is to be used to heat a house and 
maintain it at 20°C in winter. On a day when the average out- 
door temperature remains at about 2°C, the house is estimated 
to lose heat at a rate of 82,000 kJ/h. If the heat pump con- 
sumes 8 kW of power while operating, determine (a) how 
long the heat pump ran on that day; (b) the total heating costs, 
assuming an average price of 8.5¢/kWh for electricity; and 
(c) the heating cost for the same day if resistance heating is 
used instead of a heat pump. Answers: (a) 4.19 h, (b) $2.85, 
(c) $46.47 
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6-100 A Carnot heat engine receives heat from a reservoir 
at 900°C at a rate of 800 kJ/min and rejects the waste heat to 
the ambient air at 27°C. The entire work output of the heat 
engine is used to drive a refrigerator that removes heat from 
the refrigerated space at —5°C and transfers it to the same 
ambient air at 27°C. Determine (a) the maximum rate of heat 
removal from the refrigerated space and (b) the total rate of 
heat rejection to the ambient air. Answers: (a) 4982 kJ/min, 
(b) 5782 kJ 


6-101E A Carnot heat engine receives heat from a reservoir 
at 1700°F at a rate of 700 Btu/min and rejects the waste heat 
to the ambient air at 80°F. The entire work output of the heat 
engine is used to drive a refrigerator that removes heat from 
the refrigerated space at 20°F and transfers it to the same 
ambient air at 80°F. Determine (a) the maximum rate of heat 
removal from the refrigerated space and (b) the total rate of 
heat rejection to the ambient air. Answers: (a) 4200 Btu/min, 
(b) 4900 Btu/min 


6-102 A commercial refrigerator with refrigerant-134a as 
the working fluid is used to keep the refrigerated space at 
—35°C by rejecting waste heat to cooling water that enters 
the condenser at 18°C at a rate of 0.25 kg/s and leaves at 
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26°C. The refrigerant enters the condenser at 1.2 MPa and 
50°C and leaves at the same pressure subcooled by 5°C. If 
the compressor consumes 3.3 kW of power, determine (a) the 
mass flow rate of the refrigerant, (b) the refrigeration load, 
(c) the COP, and (d) the minimum power input to the com- 
pressor for the same refrigeration load. 
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6-103 An air-conditioner with refrigerant-134a as the 
working fluid is used to keep a room at 26°C by rejecting the 
waste heat to the outdoor air at 34°C. The room gains heat 
through the walls and the windows at a rate of 250 kJ/min 
while the heat generated by the computer, TV, and lights 
amounts to 900 W. The refrigerant enters the compressor at 
500 kPa as a saturated vapor at a rate of 100 L/min and 
leaves at 1200 kPa and 50°C. Determine (a) the actual COP, 
(b) the maximum COP, and (c) the minimum volume flow 
rate of the refrigerant at the compressor inlet for the same 
compressor inlet and exit conditions. Answers: (a) 6.59, 
(b) 37.4, (c) 17.6 L/min 
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Special Topic: Household Refrigerators 


Thermodynamics 


6-104C Someone proposes that the refrigeration system of a 
supermarket be overdesigned so that the entire air-conditioning 
needs of the store can be met by refrigerated air without 
installing any air-conditioning system. What do you think of 
this proposal? 


6-105C Someone proposes that the entire refrigerator/ 
freezer requirements of a store be met using a large freezer 
that supplies sufficient cold air at —20°C instead of installing 
separate refrigerators and freezers. What do you think of this 
proposal? 


6-106C Explain how you can reduce the energy consump- 
tion of your household refrigerator. 


6-107C Why is it important to clean the condenser coils of 
a household refrigerator a few times a year? Also, why is it 
important not to block airflow through the condenser coils? 


6-108C Why are today’s refrigerators much more efficient 
than those built in the past? 


6-109 The “Energy Guide” label of a refrigerator states that 
the refrigerator will consume $74 worth of electricity per 
year under normal use if the cost of electricity is $0.07/kWh. 
If the electricity consumed by the lightbulb is negligible and 
the refrigerator consumes 300 W when running, determine 
the fraction of the time the refrigerator will run. 


6-110 The interior lighting of refrigerators is usually pro- 
vided by incandescent lamps whose switches are actuated 
by the opening of the refrigerator door. Consider a refriger- 
ator whose 40-W lightbulb remains on about 60 h per year. 
It is proposed to replace the lightbulb by an energy-efficient 
bulb that consumes only 18 W but costs $25 to purchase 
and install. If the refrigerator has a coefficient of perfor- 
mance of 1.3 and the cost of electricity is 8 cents per kWh, 
determine if the energy savings of the proposed lightbulb 
justify its cost. 


6-111 It is commonly recommended that hot foods be 
cooled first to room temperature by simply waiting a while 
before they are put into the refrigerator to save energy. 
Despite this commonsense recommendation, a person keeps 
cooking a large pan of stew twice a week and putting the pan 
into the refrigerator while it is still hot, thinking that the 
money saved is probably too little. But he says he can be 
convinced if you can show that the money saved is signifi- 
cant. The average mass of the pan and its contents is 5 kg. 
The average temperature of the kitchen is 20°C, and the aver- 
age temperature of the food is 95°C when it is taken off the 
stove. The refrigerated space is maintained at 3°C, and the 
average specific heat of the food and the pan can be taken to 
be 3.9 kJ/kg - °C. If the refrigerator has a coefficient of 
performance of 1.2 and the cost of electricity is 10 cents per 
kWh, determine how much this person will save a year by 
waiting for the food to cool to room temperature before 
putting it into the refrigerator. 


20°C 


FIGURE P6-111 


6-112 It is often stated that the refrigerator door should be 
opened as few times as possible for the shortest duration of 
time to save energy. Consider a household refrigerator whose 
interior volume is 0.9 m° and average internal temperature is 
4°C. At any given time, one-third of the refrigerated space is 
occupied by food items, and the remaining 0.6 m? is filled with 
air. The average temperature and pressure in the kitchen are 
20°C and 95 kPa, respectively. Also, the moisture contents of 
the air in the kitchen and the refrigerator are 0.010 and 
0.004 kg per kg of air, respectively, and thus 0.006 kg of water 
vapor is condensed and removed for each kg of air that enters. 
The refrigerator door is opened an average of 8 times a day, 
and each time half of the air volume in the refrigerator is 
replaced by the warmer kitchen air. If the refrigerator has a 
coefficient of performance of 1.4 and the cost of electricity is 
7.5 cents per kWh, determine the cost of the energy wasted per 
year as a result of opening the refrigerator door. What would 
your answer be if the kitchen air were very dry and thus a neg- 
ligible amount of water vapor condensed in the refrigerator? 


Review Problems 


6-113 Consider a Carnot heat-engine cycle executed in a 
steady-flow system using steam as the working fluid. The 
cycle has a thermal efficiency of 30 percent, and steam 
changes from saturated liquid to saturated vapor at 275°C 
during the heat addition process. If the mass flow rate of the 
steam is 3 kg/s, determine the net power output of this 
engine, in kW. 


6-114 A heat pump with a COP of 2.4 is used to heat a 
house. When running, the heat pump consumes 8 kW of elec- 
tric power. If the house is losing heat to the outside at an 
average rate of 40,000 kJ/h and the temperature of the house 
is 3°C when the heat pump is turned on, determine how long 


it will take for the temperature in the house to rise to 22°C. 
Assume the house is well sealed (i.e., no air leaks) and take 
the entire mass within the house (air, furniture, etc.) to be 
equivalent to 2000 kg of air. 


6-115 An old gas turbine has an efficiency of 21 percent 
and develops a power output of 6000 kW. Determine the fuel 
consumption rate of this gas turbine, in L/min, if the fuel has 
a heating value of 42,000 kJ/kg and a density of 0.8 g/cm’. 


6-116 Show that COPyp = COP, + 1 when both the heat 
pump and the refrigerator have the same Q, and Q,, values. 


6-117 An air-conditioning system is used to maintain a 
house at a constant temperature of 20°C. The house is gain- 
ing heat from outdoors at a rate of 20,000 kJ/h, and the heat 
generated in the house from the people, lights, and appli- 
ances amounts to 8000 kJ/h. For a COP of 2.5, determine 
the required power input to this air-conditioning system. 
Answer: 3.11 kW 


6-118 Consider a Carnot heat-engine cycle executed in a 
closed system using 0.01 kg of refrigerant-134a as the work- 
ing fluid. The cycle has a thermal efficiency of 15 percent, 
and the refrigerant-134a changes from saturated liquid to sat- 
urated vapor at 50°C during the heat addition process. Deter- 
mine the net work output of this engine per cycle. 


6-119 A heat pump with a COP of 2.8 is used to heat an 
air-tight house. When running, the heat pump consumes 
5 kW of power. If the temperature in the house is 7°C when 
the heat pump is turned on, how long will it take for the heat 
pump to raise the temperature of the house to 22°C? Is this 
answer realistic or optimistic? Explain. Assume the entire 
mass within the house (air, furniture, etc.) is equivalent to 
1500 kg of air. Answer: 19.2 min 


6-120 A promising method of power generation involves 
collecting and storing solar energy in large artificial lakes a 
few meters deep, called solar ponds. Solar energy is absorbed 
by all parts of the pond, and the water temperature rises 
everywhere. The top part of the pond, however, loses to the 
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atmosphere much of the heat it absorbs, and as a result, its 
temperature drops. This cool water serves as insulation for the 
bottom part of the pond and helps trap the energy there. Usu- 
ally, salt is planted at the bottom of the pond to prevent the 
rise of this hot water to the top. A power plant that uses an 
organic fluid, such as alcohol, as the working fluid can be 
operated between the top and the bottom portions of the pond. 
If the water temperature is 35°C near the surface and 80°C 
near the bottom of the pond, determine the maximum thermal 
efficiency that this power plant can have. Is it realistic to use 
35 and 80°C for temperatures in the calculations? Explain. 
Answer: 12.7 percent 


6-121 Consider a Carnot heat-engine cycle executed in a 
closed system using 0.0103 kg of steam as the working fluid. It 
is known that the maximum absolute temperature in the cycle 
is twice the minimum absolute temperature, and the net work 
output of the cycle is 25 kJ. If the steam changes from satu- 
rated vapor to saturated liquid during heat rejection, determine 
the temperature of the steam during the heat rejection process. 


6-122 Reconsider Prob. 6-121. Using EES (or other) 

S% software, investigate the effect of the net work 
output on the required temperature of the steam during the 
heat rejection process. Let the work output vary from 15 to 
25 kJ. 


6-123 Consider a Carnot refrigeration cycle executed in a 
closed system in the saturated liquid—vapor mixture region 
using 0.96 kg of refrigerant-134a as the working fluid. It is 
known that the maximum absolute temperature in the cycle is 
1.2 times the minimum absolute temperature, and the net 
work input to the cycle is 22 kJ. If the refrigerant changes 
from saturated vapor to saturated liquid during the heat rejec- 
tion process, determine the minimum pressure in the cycle. 


6-124 Reconsider Prob. 6-123. Using EES (or other) 

& software, investigate the effect of the net work 
input on the minimum pressure. Let the work input vary from 
10 to 30 kJ. Plot the minimum pressure in the refrigeration 
cycle as a function of net work input, and discuss the results. 


6-125 Consider two Carnot heat engines operating in series. 
The first engine receives heat from the reservoir at 1800 K 
and rejects the waste heat to another reservoir at temperature 
T. The second engine receives this energy rejected by the first 
one, converts some of it to work, and rejects the rest to a 
reservoir at 300 K. If the thermal efficiencies of both engines 
are the same, determine the temperature T. Answer: 735 K 


6-126 The COP of a refrigerator decreases as the tempera- 
ture of the refrigerated space is decreased. That is, removing 
heat from a medium at a very low temperature will require a 
large work input. Determine the minimum work input 
required to remove | kJ of heat from liquid helium at 3 K 
when the outside temperature is 300 K. Answer: 99 kJ 


6-127E A Carnot heat pump is used to heat and maintain 
a residential building at 75°F. An energy analysis of the 
house reveals that it loses heat at a rate of 2500 Btu/h per 
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°F temperature difference between the indoors and the out- 
doors. For an outdoor temperature of 35°F, determine (a) the 
coefficient of performance and (b) the required power input 
to the heat pump. Answers: (a) 13.4, (b) 2.93 hp 


6-128 A Carnot heat engine receives heat at 750 K and 
rejects the waste heat to the environment at 300 K. The entire 
work output of the heat engine is used to drive a Carnot 
refrigerator that removes heat from the cooled space at 
—15°C at a rate of 400 kJ/min and rejects it to the same envi- 
ronment at 300 K. Determine (a) the rate of heat supplied to 
the heat engine and (b) the total rate of heat rejection to the 
environment. 


6-129 Reconsider Prob. 6-128. Using EES (or other) 

& software, investigate the effects of the heat 
engine source temperature, the environment temperature, and 
the cooled space temperature on the required heat supply to 
the heat engine and the total rate of heat rejection to the envi- 
ronment. Let the source temperature vary from 500 to 1000 K, 
the environment temperature vary from 275 to 325 K, and the 
cooled space temperature vary from —20 to 0°C. Plot the 
required heat supply against the source temperature for the 
cooled space temperature of —15°C and environment temper- 
atures of 275, 300, and 325 K, and discuss the results. 


6-130 A heat engine operates between two reservoirs at 800 
and 20°C. One-half of the work output of the heat engine is 
used to drive a Carnot heat pump that removes heat from the 
cold surroundings at 2°C and transfers it to a house maintained 
at 22°C. If the house is losing heat at a rate of 62,000 kJ/h, 
determine the minimum rate of heat supply to the heat engine 
required to keep the house at 22°C. 
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6-131 Consider a Carnot refrigeration cycle executed in a 
closed system in the saturated liquid—vapor mixture region 
using 0.8 kg of refrigerant-134a as the working fluid. The 
maximum and the minimum temperatures in the cycle are 
20°C and —8°C, respectively. It is known that the refrigerant 
is saturated liquid at the end of the heat rejection process, and 
the net work input to the cycle is 15 kJ. Determine the frac- 
tion of the mass of the refrigerant that vaporizes during the 
heat addition process, and the pressure at the end of the heat 
rejection process. 


6-132 Consider a Carnot heat-pump cycle executed in a 
steady-flow system in the saturated liquid—vapor mixture 
region using refrigerant-134a flowing at a rate of 0.264 kg/s 
as the working fluid. It is known that the maximum absolute 
temperature in the cycle is 1.25 times the minimum absolute 
temperature, and the net power input to the cycle is 7 kW. If 
the refrigerant changes from saturated vapor to saturated liq- 
uid during the heat rejection process, determine the ratio of 
the maximum to minimum pressures in the cycle. 


6-133 A Carnot heat engine is operating between a source 
at Ty and a sink at T,. If it is desired to double the thermal 
efficiency of this engine, what should the new source temper- 
ature be? Assume the sink temperature is held constant. 


6-134 When discussing Carnot engines, it is assumed that 
the engine is in thermal equilibrium with the source and the 
sink during the heat addition and heat rejection processes, 
respectively. That is, it is assumed that Ty = Ty and T; = T, 
so that there is no external irreversibility. In that case, the ther- 
mal efficiency of the Carnot engine is no = 1 — T;/Ty. 

In reality, however, we must maintain a reasonable temper- 
ature difference between the two heat transfer media in order 
to have an acceptable heat transfer rate through a finite heat 
exchanger surface area. The heat transfer rates in that case 
can be expressed as 


On = (AA) i(Ty — Tn) 
Ò, = (hA), (Ti = T) 


where h and A are the heat transfer coefficient and heat transfer 
surface area, respectively. When the values of h, A, Ty, and T, 
are fixed, show that the power output will be a maximum when 


Ti 5” 
Ta Ty 
Also, show that the maximum net power output in this 


case is 


aaan l (re) | 
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6-135 Replacing incandescent lights with energy-efficient 
fluorescent lights can reduce the lighting energy consumption 
to one-fourth of what it was before. The energy consumed by 
the lamps is eventually converted to heat, and thus switching 
to energy-efficient lighting also reduces the cooling load in 
summer but increases the heating load in winter. Consider a 
building that is heated by a natural gas furnace with an effi- 
ciency of 80 percent and cooled by an air conditioner with a 
COP of 3.5. If electricity costs $0.08/kWh and natural gas 
costs $1.40/therm, determine if efficient lighting will increase 


or decrease the total energy cost of the building (a) in sum- 
mer and (b) in winter. 


6-136 The cargo space of a refrigerated truck whose inner 
dimensions are 12 m X 2.3 m X 3.5 m is to be precooled 
from 25°C to an average temperature of 5°C. The construc- 
tion of the truck is such that a transmission heat gain occurs 
at a rate of 80 W/°C. If the ambient temperature is 25°C, 
determine how long it will take for a system with a refrigera- 
tion capacity of 8 kW to precool this truck. 


25°C 80 W/°C 


Refrigerated 
truck 
12 m x 2.3 m x 3.5 m 
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6-137 A refrigeration system is to cool bread loaves with 
an average mass of 450 g from 22 to —10°C at a rate of 500 
loaves per hour by refrigerated air at —30°C. Taking the aver- 
age specific and latent heats of bread to be 2.93 kJ/kg - °C 
and 109.3 kJ/kg, respectively, determine (a) the rate of heat 
removal from the breads, in kJ/h; (b) the required volume 
flow rate of air, in m3/h, if the temperature rise of air is not to 
exceed 8°C; and (c) the size of the compressor of the refrig- 
eration system, in kW, for a COP of 1.2 for the refrigeration 
system. 


6-138 The drinking water needs of a production facility 
with 20 employees is to be met by a bobbler type water foun- 
tain. The refrigerated water fountain is to cool water from 22 to 
8°C and supply cold water at a rate of 0.4 L per hour per per- 
son. Heat is transferred to the reservoir from the surroundings at 


Cold water 
8°C 


D 


— 

Water 
inlet 
22°C 
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25°C 


Refrigeration 
system 
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25°C at a rate of 45 W. If the COP of the refrigeration system 
is 2.9, determine the size of the compressor, in W, that will 
be suitable for the refrigeration system of this water cooler. 


6-139 The “Energy Guide” label on a washing machine 
indicates that the washer will use $85 worth of hot water per 
year if the water is heated by an electric water heater at an 
electricity rate of $0.082/kWh. If the water is heated from 12 
to 55°C, determine how many liters of hot water an average 
family uses per week. Disregard the electricity consumed by 
the washer, and take the efficiency of the electric water heater 
to be 91 percent. 


6-140E The “Energy Guide” label on a washing machine 
indicates that the washer will use $33 worth of hot water if the 
water is heated by a gas water heater at a natural gas rate of 
$1.21/therm. If the water is heated from 60 to 130°F, deter- 
mine how many gallons of hot water an average family uses 
per week. Disregard the electricity consumed by the washer, 
and take the efficiency of the gas water heater to be 58 percent. 


6-141 A typical electric water heater has an efficiency 

< of 90 percent and costs $390 a year to operate 
at a unit cost of electricity of $0.08/kWh. A typical heat 
pump-—powered water heater has a COP of 2.2 but costs about 


Water 
heater 
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$800 more to install. Determine how many years it will take 
for the heat pump water heater to pay for its cost differential 
from the energy it saves. 


6-142 Reconsider Prob. 6-141. Using EES (or other) 
SJ software, investigate the effect of the heat pump 
COP on the yearly operation costs and the number of years 
required to break even. Let the COP vary from 2 to 5. Plot 
the payback period against the COP and discuss the results. 
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6-143 A homeowner is trying to decide between a high- 
efficiency natural gas furnace with an efficiency of 97 percent 
and a ground-source heat pump with a COP of 3.5. The unit 
costs of electricity and natural gas are $0.092/kWh and 
$1.42/therm (1 therm = 105,500 kJ). Determine which sys- 
tem will have a lower energy cost. 


6-144 The maximum flow rate of a standard shower head 
is about 3.5 gpm (13.3 L/min) and can be reduced to 
2.75 gpm (10.5 L/min) by switching to a low-flow shower 
head that is equipped with flow controllers. Consider a fam- 
ily of four, with each person taking a 6-minute shower every 
morning. City water at 15°C is heated to 55°C in an oil water 
heater whose efficiency is 65 percent and then tempered to 
42°C by cold water at the T-elbow of the shower before being 
routed to the shower head. The price of heating oil is 
$1.20/gal and its heating value is 146,300 kJ/gal. Assuming a 
constant specific heat of 4.18 kJ/kg - °C for water, determine 
the amount of oil and money saved per year by replacing the 
standard shower heads by the low-flow ones. 


6-145 The kitchen, bath, and other ventilation fans in a 
house should be used sparingly since these fans can discharge 
a houseful of warmed or cooled air in just one hour. Consider 
a 200-m* house whose ceiling height is 2.8 m. The house is 
heated by a 96 percent efficient gas heater and is maintained 
at 22°C and 92 kPa. If the unit cost of natural gas is 
$1.20/therm (1 therm = 105,500 kJ), determine the cost of 
energy “vented out” by the fans in 1 h. Assume the average 
outdoor temperature during the heating season to be 5°C. 


6-146 Repeat Prob. 6-145 for the air-conditioning cost in a 
dry climate for an outdoor temperature of 28°C. Assume the 
COP of the air-conditioning system to be 2.3, and the unit 
cost of electricity to be $0.10/kWh. 


6-147 T Using EES (or other) software, determine the 

SS maximum work that can be extracted from a 
pond containing 105 kg of water at 350 K when the tempera- 
ture of the surroundings is 300 K. Notice that the tempera- 
ture of water in the pond will be gradually decreasing as 
energy is extracted from it; therefore, the efficiency of the 
engine will be decreasing. Use temperature intervals of 
(a) 5 K, (b) 2 K, and (c) 1 K until the pond temperature 
drops to 300 K. Also solve this problem exactly by integra- 
tion and compare the results. 


6-148 A heat pump with refrigerant-134a as the working 
fluid is used to keep a space at 25°C by absorbing heat from 


geothermal water that enters the evaporator at 50°C at a rate 
of 0.065 kg/s and leaves at 40°C. Refrigerant enters the evap- 
orator at 20°C with a quality of 15 percent and leaves at the 
same pressure as saturated vapor. If the compressor consumes 
1.2 kW of power, determine (a) the mass flow rate of the 
refrigerant, (b) the rate of heat supply, (c) the COP, and 
(d) the minimum power input to the compressor for the same 
rate of heat supply. Answers: (a) 0.0175 kg/s, (b) 3.92 kW, 
(c) 3.27, (d) 0.303 kW 
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6-149 Cold water at 10°C enters a water heater at the rate 
of 0.02 m*/min and leaves the water heater at 50°C. The 
water heater receives heat from a heat pump that receives 
heat from a heat source at 0°C. 

(a) Assuming the water to be an incompressible liquid 
that does not change phase during heat addition, determine 
the rate of heat supplied to the water, in kJ/s. 

(b) Assuming the water heater acts as a heat sink having 
an average temperature of 30°C, determine the minimum 
power supplied to the heat pump, in kW. 
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6-150 A heat pump receives heat from a lake that has an 
average winter time temperature of 6°C and supplies heat 
into a house having an average temperature of 27°C. 


(a) If the house loses heat to the atmosphere at the rate 
of 64,000 kJ/h, determine the minimum power supplied to the 
heat pump, in kW. 

(b) A heat exchanger is used to transfer the energy from 
the lake water to the heat pump. If the lake water temperature 
decreases by 5°C as it flows through the lake water-to-heat 
pump heat exchanger, determine the minimum mass flow rate 
of lake water, in kg/s. Neglect the effect of the lake water 


pump. 
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6-151 A heat pump supplies heat energy to a house at the 
rate of 140,000 kJ/h when the house is maintained at 25°C. 
Over a period of one month, the heat pump operates for 100 
hours to transfer energy from a heat source outside the house 
to inside the house. Consider a heat pump receiving heat from 
two different outside energy sources. In one application the 
heat pump receives heat from the outside air at 0°C. In a sec- 
ond application the heat pump receives heat from a lake having 
a water temperature of 10°C. If electricity costs $0.085/kWh, 
determine the maximum money saved by using the lake water 
rather than the outside air as the outside energy source. 


Fundamentals of Engineering (FE) Exam Problems 


6-152 The label on a washing machine indicates that the 
washer will use $85 worth of hot water if the water is heated 
by a 90 percent efficient electric heater at an electricity rate 
of $0.09/kWh. If the water is heated from 15 to 55°C, the 
amount of hot water an average family uses per year is 


(a) 10.5 tons (b) 20.3 tons (c) 18.3 tons 
(d) 22.6 tons (e) 24.8 tons 


6-153 A 2.4-m high 200-m? house is maintained at 22°C 
by an air-conditioning system whose COP is 3.2. It is esti- 
mated that the kitchen, bath, and other ventilating fans of the 
house discharge a houseful of conditioned air once every 
hour. If the average outdoor temperature is 32°C, the density 
of air is 1.20 kg/m, and the unit cost of electricity is 
$0.10/kWh, the amount of money “vented out” by the fans in 
10 hours is 


(a) $0.50 
(d) $11.00 


(b) $1.60 
(e) $16.00 


(c) $5.00 
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6-154 The drinking water needs of an office are met by 
cooling tab water in a refrigerated water fountain from 23 to 
6°C at an average rate of 10 kg/h. If the COP of this refriger- 
ator is 3.1, the required power input to this refrigerator is 


(a) 197W (b) 612 W (c) 64 W 
(d) 109 W (e) 403 W 


6-155 A heat pump is absorbing heat from the cold out- 
doors at 5°C and supplying heat to a house at 22°C at a rate 
of 18,000 kJ/h. If the power consumed by the heat pump is 
2.5 kW, the coefficient of performance of the heat pump is 


(a) 0.5 (b) 1.0 (c) 2.0 
(d) 5.0 (e) 17.3 
6-156 A heat engine cycle is executed with steam in the 


saturation dome. The pressure of steam is 1 MPa during heat 
addition, and 0.4 MPa during heat rejection. The highest pos- 
sible efficiency of this heat engine is 


(a) 8.0% (b) 15.6% 
(d) 79.8% (e) 100% 


6-157 A heat engine receives heat from a source at 1000°C 
and rejects the waste heat to a sink at 50°C. If heat is supplied 
to this engine at a rate of 100 kJ/s, the maximum power this 
heat engine can produce is 


(c) 20.2% 


(a) 25.4 kW (b) 55.4 kW (c) 74.6 kW 
(d) 95.0 kW (e) 100.0 kw 
6-158 A heat pump cycle is executed with R-134a under 


the saturation dome between the pressure limits of 1.8 and 
0.2 MPa. The maximum coefficient of performance of this 
heat pump is 


(a) 1.1 (b) 3.6 (c) 5.0 
(d) 4.6 (e) 2.6 
6-159 A refrigeration cycle is executed with R-134a under 


the saturation dome between the pressure limits of 1.6 and 
0.2 MPa. If the power consumption of the refrigerator is 3 
kW, the maximum rate of heat removal from the cooled space 
of this refrigerator is 


(a) 0.45 KJ/s (b) 0.78 KJ/s 
(d) 11.6 KJ/s (e) 14.6 KJ/s 


6-160 A heat pump with a COP of 3.2 is used to heat a 
perfectly sealed house (no air leaks). The entire mass within 
the house (air, furniture, etc.) is equivalent to 1200 kg of air. 
When running, the heat pump consumes electric power at a 
rate of 5 kW. The temperature of the house was 7°C when the 
heat pump was turned on. If heat transfer through the enve- 
lope of the house (walls, roof, etc.) is negligible, the length of 
time the heat pump must run to raise the temperature of the 
entire contents of the house to 22°C is 


(a) 13.5 min (b) 43.1 min 
(d) 18.8 min (e) 808 min 


6-161 A heat engine cycle is executed with steam in the 
saturation dome between the pressure limits of 5 and 2 MPa. 


(c) 3.0 kJ/s 


(c) 138 min 
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If heat is supplied to the heat engine at a rate of 380 kJ/s, the 
maximum power output of this heat engine is 


(a) 36.5 KW (b) 74.2 KW 
(d) 343.5 kW (e) 380.0 kW 


6-162 An air-conditioning system operating on the reversed 
Carnot cycle is required to remove heat from the house at a 
rate of 32 kJ/s to maintain its temperature constant at 20°C. If 
the temperature of the outdoors is 35°C, the power required 
to operate this air-conditioning system is 


(a) 0.58 kW (b) 3.20 kW 
(d) 2.26 kw (e) 1.64 kw 


6-163 A refrigerator is removing heat from a cold medium 
at 3°C at a rate of 7200 kJ/h and rejecting the waste heat to a 
medium at 30°C. If the coefficient of performance of the 
refrigerator is 2, the power consumed by the refrigerator is 


(a) 0.1 kW (b) 0.5 kW (c) 1.0 kW 
(d) 2.0 kW (e) 5.0 kW 


6-164 Two Carnot heat engines are operating in series such 
that the heat sink of the first engine serves as the heat source 
of the second one. If the source temperature of the first 
engine is 1600 K and the sink temperature of the second 
engine is 300 K and the thermal efficiencies of both engines 
are the same, the temperature of the intermediate reservoir is 


Thermodynamics 


(c) 186.2 kW 


(c) 1.56 kw 


(a) 950 K (b) 693 K (c) 860 K 
(d) 473 K (e) 758 K 
6-165 Consider a Carnot refrigerator and a Carnot heat 


pump operating between the same two thermal energy reser- 
voirs. If the COP of the refrigerator is 3.4, the COP of the 
heat pump is 

(a) 1.7 (b) 2.4 
(d) 4.4 (e) 5.0 


6-166 A typical new household refrigerator consumes 
about 680 kWh of electricity per year and has a coefficient of 
performance of 1.4. The amount of heat removed by this 
refrigerator from the refrigerated space per year is 


(a) 952 MJ/yr (b) 1749 MJ/yr (c) 2448 MJ/yr 
(d) 3427 MJ/yr (e) 4048 MJ/yr 


6-167 A window air conditioner that consumes 1 kW of 
electricity when running and has a coefficient of performance 
of 4 is placed in the middle of a room, and is plugged in. The 
rate of cooling or heating this air conditioner will provide to 
the air in the room when running is 


(a) 4 KJ/s, cooling (b) 1 kJ/s, cooling (c) 0.25 kJ/s, heating 
(d) 1 kJ/s, heating (e) 4 kJ/s, heating 


(c) 3.4 


Design and Essay Problems 


6-168 Devise a Carnot heat engine using steady-flow com- 
ponents, and describe how the Carnot cycle is executed in 
that engine. What happens when the directions of heat and 
work interactions are reversed? 


6-169 When was the concept of the heat pump conceived 
and by whom? When was the first heat pump built, and when 
were the heat pumps first mass-produced? 


6-170 Using a thermometer, measure the temperature of 
the main food compartment of your refrigerator, and check if 
it is between 1 and 4°C. Also, measure the temperature of the 
freezer compartment, and check if it is at the recommended 
value of — 18°C. 


6-171 Using a timer (or watch) and a thermometer, conduct 
the following experiment to determine the rate of heat gain of 
your refrigerator. First make sure that the door of the refriger- 
ator is not opened for at least a few hours so that steady oper- 
ating conditions are established. Start the timer when the 
refrigerator stops running and measure the time Af, it stays 
off before it kicks in. Then measure the time Aż, it stays on. 
Noting that the heat removed during Ar, is equal to the heat 
gain of the refrigerator during At, + Aż, and using the power 
consumed by the refrigerator when it is running, determine 
the average rate of heat gain for your refrigerator, in W. Take 
the COP (coefficient of performance) of your refrigerator to 
be 1.3 if it is not available. 


6-172 Design a hydrocooling unit that can cool fruits and 
vegetables from 30 to 5°C at a rate of 20,000 kg/h under the 
following conditions: 

The unit will be of flood type, which will cool the products 
as they are conveyed into the channel filled with water. The 
products will be dropped into the channel filled with water at 
one end and be picked up at the other end. The channel can 
be as wide as 3 m and as high as 90 cm. The water is to be 
circulated and cooled by the evaporator section of a refrigera- 
tion system. The refrigerant temperature inside the coils is to 
be —2°C, and the water temperature is not to drop below 1°C 
and not to exceed 6°C. 

Assuming reasonable values for the average product den- 
sity, specific heat, and porosity (the fraction of air volume in 
a box), recommend reasonable values for (a) the water veloc- 
ity through the channel and (b) the refrigeration capacity of 
the refrigeration system. 


Chapter 7 


n Chap. 6, we introduced the second law of thermody- 
namics and applied it to cycles and cyclic devices. In this 
chapter, we apply the second law to processes. The first 


law of thermodynamics deals with the property energy and 
the conservation of it. The second law leads to the definition 


o 
a 
ti 


f a new property called entropy. Entropy is a somewhat 
bstract property, and it is difficult to give a physical descrip- 
on of it without considering the microscopic state of the sys- 


tem. Entropy is best understood and appreciated by studying 
its uses in commonly encountered engineering processes, 


o 


oO 


C 
a 


isentropic processes, 
steady-flow work and the isentropic efficiencies of various 


nd this is what we intend to do. 
This chapter starts with a discussion of the Clausius 


inequality, which forms the basis for the definition of entropy, 


nd continues with the increase of entropy principle. Unlike 
nergy, entropy is a nonconserved property, and there is no 
uch thing as conservation of entropy. Next, the entropy 
hanges that take place during processes for pure sub- 
ances, incompressible substances, and ideal gases are dis- 
ussed, and a special class of idealized processes, called 
is examined. Then, the reversible 


ngineering devices such as turbines and compressors are 
onsidered. Finally, entropy balance is introduced and 
pplied to various systems. 


Objectives 


ENTROPY 


The objectives of Chapter 7 are to: 


Apply the second law of thermodynamics to processes. 
Define a new property called entropy to quantify the 
second-law effects. 

Establish the increase of entropy principle. 

Calculate the entropy changes that take place during 
processes for pure substances, incompressible substances, 
and ideal gases. 

Examine a special class of idealized processes, called 
isentropic processes, and develop the property relations for 
these processes. 

Derive the reversible steady-flow work relations. 


Develop the isentropic efficiencies for various steady-flow 
devices. 


ntroduce and apply the entropy balance to various 
systems. 
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7-1 = ENTROPY 


The second law of thermodynamics often leads to expressions that involve 
inequalities. An irreversible (i.e., actual) heat engine, for example, is less 
efficient than a reversible one operating between the same two thermal 
energy reservoirs. Likewise, an irreversible refrigerator or a heat pump has a 
lower coefficient of performance (COP) than a reversible one operating 
between the same temperature limits. Another important inequality that has 
major consequences in thermodynamics is the Clausius inequality. It was 
first stated by the German physicist R. J. E. Clausius (1822-1888), one of 
the founders of thermodynamics, and is expressed as 


fies 
T 


That is, the cyclic integral of 6Q/T is always less than or equal to zero. This 
inequality is valid for all cycles, reversible or irreversible. The symbol ¢ (inte- 
gral symbol with a circle in the middle) is used to indicate that the integration 
is to be performed over the entire cycle. Any heat transfer to or from a system 
can be considered to consist of differential amounts of heat transfer. Then the 
cyclic integral of 6Q/T can be viewed as the sum of all these differential 
amounts of heat transfer divided by the temperature at the boundary. 

To demonstrate the validity of the Clausius inequality, consider a system 
connected to a thermal energy reservoir at a constant thermodynamic (i.e., 
absolute) temperature of Tę through a reversible cyclic device (Fig. 7-1). 
The cyclic device receives heat Qp from the reservoir and supplies heat Q 
to the system whose temperature at that part of the boundary is T (a vari- 
able) while producing work 6W,,,. The system produces work OW., as a 
result of this heat transfer. Applying the energy balance to the combined 
system identified by dashed lines yields 


8Wc = Qpr — dEc 
where dW, is the total work of the combined system (ôW e, + OW,,,) and 


rev sys 
dEç is the change in the total energy of the combined system. Considering 


that the cyclic device is a reversible one, we have 


Ox _ 82 


i. T 
where the sign of 6Q is determined with respect to the system (positive if to 
the system and negative if from the system) and the sign of Qp is deter- 
mined with respect to the reversible cyclic device. Eliminating 6Q, from the 
two relations above yields 


5 
8Wc = Tr — — dEc 


We now let the system undergo a cycle while the cyclic device undergoes an 
integral number of cycles. Then the preceding relation becomes 
ôQ 
We = Tr f T 
since the cyclic integral of energy (the net change in the energy, which is a 
property, during a cycle) is zero. Here Wọ is the cyclic integral of 6W,, and 
it represents the net work for the combined cycle. 


It appears that the combined system is exchanging heat with a single ther- 
mal energy reservoir while involving (producing or consuming) work Wc 
during a cycle. On the basis of the Kelvin—Planck statement of the second 
law, which states that no system can produce a net amount of work while 
operating in a cycle and exchanging heat with a single thermal energy 
reservoir, we reason that Wọ cannot be a work output, and thus it cannot be 
a positive quantity. Considering that Tp is the thermodynamic temperature 
and thus a positive quantity, we must have 


6Q 
= 7-1 
f 75? (7-1) 


which is the Clausius inequality. This inequality is valid for all thermody- 
namic cycles, reversible or irreversible, including the refrigeration cycles. 

If no irreversibilities occur within the system as well as the reversible 
cyclic device, then the cycle undergone by the combined system is inter- 
nally reversible. As such, it can be reversed. In the reversed cycle case, all 
the quantities have the same magnitude but the opposite sign. Therefore, the 
work Wc, which could not be a positive quantity in the regular case, cannot 
be a negative quantity in the reversed case. Then it follows that We int rey = O 
since it cannot be a positive or negative quantity, and therefore 


5Q 
TEDN rev p ý aid 


for internally reversible cycles. Thus, we conclude that the equality in the 
Clausius inequality holds for totally or just internally reversible cycles and 
the inequality for the irreversible ones. 

To develop a relation for the definition of entropy, let us examine Eq. 7-2 
more closely. Here we have a quantity whose cyclic integral is zero. Let 
us think for a moment what kind of quantities can have this characteristic. 
We know that the cyclic integral of work is not zero. (It is a good thing 
that it is not. Otherwise, heat engines that work on a cycle such as steam 
power plants would produce zero net work.) Neither is the cyclic integral of 
heat. 

Now consider the volume occupied by a gas in a piston—cylinder device 
undergoing a cycle, as shown in Fig. 7-2. When the piston returns to its ini- 
tial position at the end of a cycle, the volume of the gas also returns to its 
initial value. Thus the net change in volume during a cycle is zero. This is 
also expressed as 


f dV=0 (7-3) 


That is, the cyclic integral of volume (or any other property) is zero. Con- 
versely, a quantity whose cyclic integral is zero depends on the state only 
and not the process path, and thus it is a property. Therefore, the quantity 
(QIT )int rey MMUSt represent a property in the differential form. 

Clausius realized in 1865 that he had discovered a new thermodynamic 
property, and he chose to name this property entropy. It is designated S and 
is defined as 

5Q 


dS = (2) (KJ/K) (7-4) 
T int rev 
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The net change in volume (a property) 
during a cycle is always zero. 
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The entropy change between two 
specified states is the same whether 
the process is reversible or 
irreversible. 


Entropy is an extensive property of a system and sometimes is referred to as 
total entropy. Entropy per unit mass, designated s, is an intensive property 
and has the unit kJ/kg - K. The term entropy is generally used to refer to 
both total entropy and entropy per unit mass since the context usually clari- 
fies which one is meant. 

The entropy change of a system during a process can be determined by 
integrating Eq. 7—4 between the initial and the final states: 


2/8 
AS = S,- S, = | ( 2) (kJ/K) (7-5) 
1 int rev 


Notice that we have actually defined the change in entropy instead of 
entropy itself, just as we defined the change in energy instead of the energy 
itself when we developed the first-law relation. Absolute values of entropy 
are determined on the basis of the third law of thermodynamics, which is 
discussed later in this chapter. Engineers are usually concerned with the 
changes in entropy. Therefore, the entropy of a substance can be assigned a 
zero value at some arbitrarily selected reference state, and the entropy val- 
ues at other states can be determined from Eq. 7-5 by choosing state 1 to be 
the reference state (S = 0) and state 2 to be the state at which entropy is to 
be determined. 

To perform the integration in Eq. 7-5, one needs to know the relation 
between Q and T during a process. This relation is often not available, and 
the integral in Eq. 7-5 can be performed for a few cases only. For the 
majority of cases we have to rely on tabulated data for entropy. 

Note that entropy is a property, and like all other properties, it has fixed 
values at fixed states. Therefore, the entropy change AS between two speci- 
fied states is the same no matter what path, reversible or irreversible, is fol- 
lowed during a process (Fig. 7-3). 

Also note that the integral of 6Q/T gives us the value of entropy change 
only if the integration is carried out along an internally reversible path 
between the two states. The integral of 6Q/T along an irreversible path is 
not a property, and in general, different values will be obtained when the 
integration is carried out along different irreversible paths. Therefore, even 
for irreversible processes, the entropy change should be determined by carry- 
ing out this integration along some convenient imaginary internally 
reversible path between the specified states. 


A Special Case: Internally Reversible 
Isothermal Heat Transfer Processes 


Recall that isothermal heat transfer processes are internally reversible. 
Therefore, the entropy change of a system during an internally reversible 
isothermal heat transfer process can be determined by performing the inte- 
gration in Eq. 7-5: 


2 2 2 
AS = | (2) a | (2) = ! | (8Q) int rev 
1 T int rev 1 To int rev To 1 


which reduces to 


AS = (kJ/K) (7-6) 


where Tọ is the constant temperature of the system and Q is the heat transfer 
for the internally reversible process. Equation 7—6 is particularly useful for 
determining the entropy changes of thermal energy reservoirs that can 


absorb or supply heat indefinitely at a constant temperature. 


Notice that the entropy change of a system during an internally reversible 
isothermal process can be positive or negative, depending on the direction 
of heat transfer. Heat transfer to a system increases the entropy of a system, 
whereas heat transfer from a system decreases it. In fact, losing heat is the 


only way the entropy of a system can be decreased. 


EXAMPLE 7-1 Entropy Change during an Isothermal Process 


A piston—cylinder device contains a liquid—vapor mixture of water at 300 K. 
During a constant-pressure process, 750 kJ of heat is transferred to the 
water. As a result, part of the liquid in the cylinder vaporizes. Determine the 
entropy change of the water during this process. 


Solution Heat is transferred to a liquid—vapor mixture of water in a piston- 
cylinder device at constant pressure. The entropy change of water is to be 
determined. 
Assumptions No irreversibilities occur within the system boundaries during 
the process. 
Analysis \We take the entire water (liquid + vapor) in the cylinder as the 
system (Fig. 7-4). This is a closed system since no mass crosses the system 
boundary during the process. We note that the temperature of the system 
remains constant at 300 K during this process since the temperature of a 
pure substance remains constant at the saturation value during a phase- 
change process at constant pressure. 

The system undergoes an internally reversible, isothermal process, and 
thus its entropy change can be determined directly from Eq. 7-6 to be 


Q = 750kJ 


AS ea 
sys,isothermal Te 300 K 


= 2.5 kJ/K 


Discussion Note that the entropy change of the system is positive, as 
expected, since heat transfer is to the system. 


7-2 = THE INCREASE OF ENTROPY PRINCIPLE 


Consider a cycle that is made up of two processes: process 1-2, which is 
arbitrary (reversible or irreversible), and process 2-1, which is internally 


reversible, as shown in Figure 7-5. From the Clausius inequality, 


fies 
T 


2 1 
Eon = 
1 T 2 T int rev 


or 
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A cycle composed of a reversible and 
an irreversible process. 


The second integral in the previous relation is recognized as the entropy 
change S, — S,. Therefore, 


> § 
| ss, <0 
i T 


which can be rearranged as 


7 
Sa = Si = | òQ (7-7) 
, T 
It can also be expressed in differential form as 
ô 
dS = a (7-8) 
T 


where the equality holds for an internally reversible process and the 
inequality for an irreversible process. We may conclude from these equa- 
tions that the entropy change of a closed system during an irreversible 
process is greater than the integral of 6Q/T evaluated for that process. In the 
limiting case of a reversible process, these two quantities become equal. We 
again emphasize that T in these relations is the thermodynamic temperature 
at the boundary where the differential heat ÔQ is transferred between the 
system and the surroundings. 

The quantity AS = S, — S, represents the entropy change of the system. 
For a reversible process, it becomes equal to i dQ/T, which represents the 
entropy transfer with heat. 

The inequality sign in the preceding relations is a constant reminder that 
the entropy change of a closed system during an irreversible process is 
always greater than the entropy transfer. That is, some entropy is generated 
or created during an irreversible process, and this generation is due entirely 
to the presence of irreversibilities. The entropy generated during a process is 
called entropy generation and is denoted by Sen: Noting that the difference 
between the entropy change of a closed system and the entropy transfer is 
equal to entropy generation, Eq. 7-7 can be rewritten as an equality as 


> 80 | 
T 


AS.ye = Sq — Sy = | Sa (7-9) 
1 

Note that the entropy generation Sen is always a positive quantity or zero. 
Its value depends on the process, and thus it is not a property of the system. 
Also, in the absence of any entropy transfer, the entropy change of a system 
is equal to the entropy generation. 

Equation 7-7 has far-reaching implications in thermodynamics. For an 
isolated system (or simply an adiabatic closed system), the heat transfer is 
zero, and Eq. 7-7 reduces to 


ASigotated = 0 (7-10) 


This equation can be expressed as the entropy of an isolated system during 
a process always increases or, in the limiting case of a reversible process, 
remains constant. In other words, it never decreases. This is known as the 
increase of entropy principle. Note that in the absence of any heat transfer, 
entropy change is due to irreversibilities only, and their effect is always to 
increase entropy. 


Entropy is an extensive property, and thus the total entropy of a system is 
equal to the sum of the entropies of the parts of the system. An isolated sys- 
tem may consist of any number of subsystems (Fig. 7—6). A system and its 
surroundings, for example, constitute an isolated system since both can be 
enclosed by a sufficiently large arbitrary boundary across which there is no 
heat, work, or mass transfer (Fig. 7-7). Therefore, a system and its sur- 
roundings can be viewed as the two subsystems of an isolated system, and 
the entropy change of this isolated system during a process is the sum of the 
entropy changes of the system and its surroundings, which is equal to the 
entropy generation since an isolated system involves no entropy transfer. 
That is, 


Seu = Adina’ = AS P AS an 20 (7-11) 


where the equality holds for reversible processes and the inequality for irre- 
versible ones. Note that AS „r refers to the change in the entropy of the sur- 
roundings as a result of the occurrence of the process under consideration. 

Since no actual process is truly reversible, we can conclude that some 
entropy is generated during a process, and therefore the entropy of the uni- 
verse, which can be considered to be an isolated system, is continuously 
increasing. The more irreversible a process, the larger the entropy generated 
during that process. No entropy is generated during reversible processes 
(Sia = 0) 

Entropy increase of the universe is a major concern not only to engineers 
but also to philosophers, theologians, economists, and environmentalists 
since entropy is viewed as a measure of the disorder (or “mixed-up-ness”) 
in the universe. 

The increase of entropy principle does not imply that the entropy of a sys- 
tem cannot decrease. The entropy change of a system can be negative dur- 
ing a process (Fig. 7-8), but entropy generation cannot. The increase of 
entropy principle can be summarized as follows: 


> 
S gen ) 7 
< 


O Irreversible process 
0 Reversible process 
0 Impossible process 


This relation serves as a criterion in determining whether a process is 
reversible, irreversible, or impossible. 

Things in nature have a tendency to change until they attain a state of equi- 
librium. The increase of entropy principle dictates that the entropy of an iso- 
lated system increases until the entropy of the system reaches a maximum 
value. At that point, the system is said to have reached an equilibrium state 
since the increase of entropy principle prohibits the system from undergoing 
any change of state that results in a decrease in entropy. 


Some Remarks about Entropy 


In light of the preceding discussions, we draw the following conclusions: 
1. Processes can occur in a certain direction only, not in any direction. 
A process must proceed in the direction that complies with the increase 
of entropy principle, that is, S,., = 0. A process that violates this princi- 
ple is impossible. This principle often forces chemical reactions to 


come to a halt before reaching completion. 
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The entropy change of an isolated 
system is the sum of the entropy 
changes of its components, and is 
never less than zero. 
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A system and its surroundings form an 


isolated system. 
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The entropy change of a system can be 
negative, but the entropy generation 
cannot. 
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Schematic for Example 7-2. 


2. Entropy is a nonconserved property, and there is no such thing as the 


conservation of entropy principle. Entropy is conserved during the ide- 
alized reversible processes only and increases during all actual 
processes. 


. The performance of engineering systems is degraded by the presence of 


irreversibilities, and entropy generation is a measure of the magnitudes 
of the irreversibilities present during that process. The greater the extent 
of irreversibilities, the greater the entropy generation. Therefore, 
entropy generation can be used as a quantitative measure of irreversibil- 
ities associated with a process. It is also used to establish criteria for the 
performance of engineering devices. This point is illustrated further in 


Example 7-2. 


EXAMPLE 7-2 Entropy Generation during Heat Transfer 
Processes 


A heat source at 800 K loses 2000 kJ of heat to a sink at (a) 500 K and (b) 
750 K. Determine which heat transfer process is more irreversible. 


Solution Heat is transferred from a heat source to two heat sinks at differ- 
ent temperatures. The heat transfer process that is more irreversible is to be 
determined. 

Analysis A sketch of the reservoirs is shown in Fig. 7-9. Both cases involve 
heat transfer through a finite temperature difference, and therefore both are 
irreversible. The magnitude of the irreversibility associated with each process 
can be determined by calculating the total entropy change for each case. 
The total entropy change for a heat transfer process involving two reservoirs 
(a source and a sink) is the sum of the entropy changes of each reservoir 
since the two reservoirs form an adiabatic system. 

Or do they? The problem statement gives the impression that the two 
reservoirs are in direct contact during the heat transfer process. But this 
cannot be the case since the temperature at a point can have only one value, 
and thus it cannot be 800 K on one side of the point of contact and 500 K 
on the other side. In other words, the temperature function cannot have a 
jump discontinuity. Therefore, it is reasonable to assume that the two reser- 
voirs are separated by a partition through which the temperature drops from 
800 K on one side to 500 K (or 750 K) on the other. Therefore, the entropy 
change of the partition should also be considered when evaluating the total 
entropy change for this process. However, considering that entropy is a prop- 
erty and the values of properties depend on the state of a system, we can 
argue that the entropy change of the partition is zero since the partition 
appears to have undergone a steady process and thus experienced no change 
in its properties at any point. We base this argument on the fact that the 
temperature on both sides of the partition and thus throughout remains con- 
stant during this process. Therefore, we are justified to assume that A Spartition 
= Q since the entropy (as well as the energy) content of the partition 
remains constant during this process. 


The entropy change for each reservoir can be determined from Eq. 7-6 
since each reservoir undergoes an internally reversible, isothermal process. 
(a) For the heat transfer process to a sink at 500 K: 


Ooue — 2000 kJ 
AS = = = —2.5 kJ/K 
source TO 800 K i; 
O TE 2000 kJ 
NS ao = = = +4.0kJ/K 
Ssink ion 500 K 0 J/ 


and 


Soe = AS = AS T AS = (2 7 AO KK ES Ki 


Therefore, 1.5 kJ/K of entropy is generated during this process. Noting that 
both reservoirs have undergone internally reversible processes, the entire 
entropy generation took place in the partition. 

(b) Repeating the calculations in part (a) for a sink temperature of 750 K, 
we obtain 


AS onee = = kJ/k 


ASsink = +2.7 KJ/K 


and 


SEN = (—2.5 + 2.7) kI/K = 0.2 kJ/K 


The total entropy change for the process in part (b) is smaller, and therefore 
it is less irreversible. This is expected since the process in (b) involves a 
smaller temperature difference and thus a smaller irreversibility. 

Discussion The irreversibilities associated with both processes could be 
eliminated by operating a Carnot heat engine between the source and the 
sink. For this case it can be shown that AS,,,., = O. 


7-3 = ENTROPY CHANGE OF PURE SUBSTANCES 


Entropy is a property, and thus the value of entropy of a system is fixed 
once the state of the system is fixed. Specifying two intensive independent 
properties fixes the state of a simple compressible system, and thus the 
value of entropy, as well as the values of other properties at that state. Start- 
ing with its defining relation, the entropy change of a substance can be 
expressed in terms of other properties (see Sec. 7-7). But in general, these 
relations are too complicated and are not practical to use for hand calcula- 
tions. Therefore, using a suitable reference state, the entropies of substances 
are evaluated from measurable property data following rather involved com- 
putations, and the results are tabulated in the same manner as the other 
properties such as v, u, and h (Fig. 7-10). 

The entropy values in the property tables are given relative to an arbitrary 
reference state. In steam tables the entropy of saturated liquid s; at 0.01°C is 
assigned the value of zero. For refrigerant-134a, the zero value is assigned 
to saturated liquid at —40°C. The entropy values become negative at tem- 
peratures below the reference value. 
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The entropy of a pure substance is 
determined from the tables (like other 
properties). 


FIGURE 7-11 


Schematic of the T-s diagram for 
water. 


> 
S 


The value of entropy at a specified state is determined just like any other 
property. In the compressed liquid and superheated vapor regions, it can be 
obtained directly from the tables at the specified state. In the saturated mix- 
ture region, it is determined from 


S = Spt XSfe (kJ/kg: K) 


where x is the quality and s; and sp values are listed in the saturation tables. 
In the absence of compressed liquid data, the entropy of the compressed liq- 
uid can be approximated by the entropy of the saturated liquid at the given 
temperature: 


Se TP = Sfer (kJ/kg: K) 


The entropy change of a specified mass m (a closed system) during a 
process is simply 


AS = mAs = m(s, — sı) (kJ/K) (7-12) 


which is the difference between the entropy values at the final and initial 
states. 

When studying the second-law aspects of processes, entropy is commonly 
used as a coordinate on diagrams such as the T-s and h-s diagrams. The 
general characteristics of the 7-s diagram of pure substances are shown in 
Fig. 7-11 using data for water. Notice from this diagram that the constant- 
volume lines are steeper than the constant-pressure lines and the constant- 
pressure lines are parallel to the constant-temperature lines in the saturated 
liquid—vapor mixture region. Also, the constant-pressure lines almost coin- 
cide with the saturated liquid line in the compressed liquid region. 
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EXAMPLE 7-3 Entropy Change of a Substance in a Tank 


A rigid tank contains 5 kg of refrigerant-134a initially at 20°C and 140 kPa. 
The refrigerant is now cooled while being stirred until its pressure drops to 
100 kPa. Determine the entropy change of the refrigerant during this process. 


Solution The refrigerant in a rigid tank is cooled while being stirred. The 

entropy change of the refrigerant is to be determined. 

Assumptions The volume of the tank is constant and thus v, = vy. 

Analysis \We take the refrigerant in the tank as the system (Fig. 7-12). This 

is a closed system since no mass crosses the system boundary during the 

process. We note that the change in entropy of a substance during a process 

is simply the difference between the entropy values at the final and initial 

states. The initial state of the refrigerant is completely specified. 
Recognizing that the specific volume remains constant during this 

process, the properties of the refrigerant at both states are 


P, = 140kPa) sı = 1.0624 kJ/kg- K 
State 1: : 

m = E vı = 0.16544 m3/kg 

P, = 100 kP = 0.0007259 m?/k 
State 2: ; n 4 a 

(v = v) V, = 0.19254 m*/kg 


The refrigerant is a saturated liquid-vapor mixture at the final state since 

Vp < Vo < v at 100 kPa pressure. Therefore, we need to determine the 
quality first: 

“= Vr 0.16544 — 0.0007259 

0.19254 — 0.0007259 


X= = 0.859 


Vig 
Thus, 
S2 = Sp + XS = 0.07188 + (0.859) (0.87995) = 0.8278 kJ/kg -K 
Then the entropy change of the refrigerant during this process is 
AS = m(s — sı) = (5 kg) (0.8278 — 1.0624) kJ/kg + K 
= -1.173kJ/K 


Discussion The negative sign indicates that the entropy of the system is 
decreasing during this process. This is not a violation of the second law, 
however, since it is the entropy generation Sgen that cannot be negative. 
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FIGURE 7-13 


Schematic and T-s diagram for 
Example 7—4. 


EXAMPLE 7-4 Entropy Change during a Constant-Pressure 
Process 


A piston-cylinder device initially contains 3 Ibm of liquid water at 20 psia 
and 70°F. The water is now heated at constant pressure by the addition of 
3450 Btu of heat. Determine the entropy change of the water during this 
process. 


Solution Liquid water in a piston-cylinder device is heated at constant 
pressure. The entropy change of water is to be determined. 
Assumptions 1 The tank is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O. 2 The process is quasi-equilibrium. 
3 The pressure remains constant during the process and thus P, = P}. 
Analysis \We take the water in the cylinder as the system (Fig. 7-13). This is 
a closed system since no mass crosses the system boundary during the 
process. We note that a piston-cylinder device typically involves a moving 
boundary and thus boundary work W,. Also, heat is transferred to the system. 
Water exists as a compressed liquid at the initial state since its pressure is 
greater than the saturation pressure of 0.3632 psia at 70°F. By approximat- 
ing the compressed liquid as a saturated liquid at the given temperature, the 
properties at the initial state are 


Dı = 2 a Sı = Sre wr = 0.07459 Btu/lbm -R 


State 1: 
E T, = 1008 h, = hre 70°F — 38.08 Btu/lbm 


At the final state, the pressure is still 20 psia, but we need one more prop- 
erty to fix the state. This property is determined from the energy balance, 


5 T Eou = AE sis 
—— ae nr 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Q in ` W, = A T 


On = AH = olo = hy) 
3450 Btu = (3 lbm)(h, — 38.08 Btu/lbm) 
h, = 1188.1 Btu/lbm 
since AU + W, = AH for a constant-pressure quasi-equilibrium process. Then, 
P, = 20 psia \ s2 = 1.7761 Btu/Ibm-R 
hy = 1188.1 Btu/Ibm 


State 2: 
oa (Table A-6E, interpolation) 


“uy 


Therefore, the entropy change of water during this process is 
AS = m(s, — sı) = (3 Ibm) (1.7761 — 0.07459) Btu/Ibm-R 
= 5.105 Btu/R 


7-4 = ISENTROPIC PROCESSES 


We mentioned earlier that the entropy of a fixed mass can be changed by 
(1) heat transfer and (2) irreversibilities. Then it follows that the entropy of 
a fixed mass does not change during a process that is internally reversible 
and adiabatic (Fig. 7-14). A process during which the entropy remains 
constant is called an isentropic process. It is characterized by 


Isentropic process: As=0 or =s (kJ/kg K) (7-13) 


That is, a substance will have the same entropy value at the end of the 
process as it does at the beginning if the process is carried out in an isen- 
tropic manner. 

Many engineering systems or devices such as pumps, turbines, nozzles, 
and diffusers are essentially adiabatic in their operation, and they perform 
best when the irreversibilities, such as the friction associated with the 
process, are minimized. Therefore, an isentropic process can serve as an 
appropriate model for actual processes. Also, isentropic processes enable us 
to define efficiencies for processes to compare the actual performance of 
these devices to the performance under idealized conditions. 

It should be recognized that a reversible adiabatic process is necessarily 
isentropic (s, = s,), but an isentropic process is not necessarily a reversible 
adiabatic process. (The entropy increase of a substance during a process as 
a result of irreversibilities may be offset by a decrease in entropy as a result 
of heat losses, for example.) However, the term isentropic process is cus- 
tomarily used in thermodynamics to imply an internally reversible, adia- 
batic process. 


EXAMPLE 7-5 Isentropic Expansion of Steam in a Turbine 


Steam enters an adiabatic turbine at 5 MPa and 450°C and leaves at a pres- 
sure of 1.4 MPa. Determine the work output of the turbine per unit mass of 
steam if the process is reversible. 


Solution Steam is expanded in an adiabatic turbine to a specified pressure 
in a reversible manner. The work output of the turbine is to be determined. 
Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O, AE, = O, and AS, = O. 2 The 
process is reversible. 3 Kinetic and potential energies are negligible. 4 The 
turbine is adiabatic and thus there is no heat transfer. 

Analysis \Ne take the turbine as the system (Fig. 7-15). This is a control 
volume since mass crosses the system boundary during the process. We note 
that there is only one inlet and one exit, and thus m, = m, = m. 
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During an internally reversible, 
adiabatic (isentropic) process, the 
entropy remains constant. 
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Schematic and T-s diagram for 
Example 7-5. 
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On a T-S diagram, the area under the 
process curve represents the heat 
transfer for internally reversible 
processes. 


The power output of the turbine is determined from the rate form of the 
energy balance, 
0 (steady) 


= iD = dE system dt =0 


Rate of change in internal, kinetic, 
potential, etc., energies 


E 


in 


Rate of net energy transfer 
by heat, work, and mass 


Ei, =E 


in 


mh, = Wo, + Mh, 


out 
(since Ò = 0, ke = pe = 0) 
Wout a mh a hy) 


The inlet state is completely specified since two properties are given. But 
only one property (pressure) is given at the final state, and we need one 
more property to fix it. The second property comes from the observation that 
the process is reversible and adiabatic, and thus isentropic. Therefore, S) = 
Sı, and 


P, = 5 MPa h, = 3317.2 kJ/kg 
State 1: 
T, = 450°C sı = 6.8210 kJ/kg -K 
P, = 1.4 MPa 
State 2: h, = 2967.4 kJ/kg 
Sa = Si 


Then the work output of the turbine per unit mass of the steam becomes 


Wout = hy — h, = 3317.2 — 2967.4 = 349.8 kJ/kg 


7-5 = PROPERTY DIAGRAMS INVOLVING ENTROPY 


Property diagrams serve as great visual aids in the thermodynamic analysis 
of processes. We have used P-v and T-v diagrams extensively in previous 
chapters in conjunction with the first law of thermodynamics. In the second- 
law analysis, it is very helpful to plot the processes on diagrams for which 
one of the coordinates is entropy. The two diagrams commonly used in the 
second-law analysis are the temperature-entropy and the enthalpy-entropy 
diagrams. 

Consider the defining equation of entropy (Eq. 7—4). It can be 
rearranged as 


8 Qint rev =Tds (kJ) 
As shown in Fig. 7-16, Qey in corresponds to a differential area on a T-S 


diagram. The total heat transfer during an internally reversible process is 
determined by integration to be 


(7-14) 


2 
Cres = | T dS (kJ) (7-15) 
1 
which corresponds to the area under the process curve on a T-S diagram. 
Therefore, we conclude that the area under the process curve on a T-S dia- 
gram represents heat transfer during an internally reversible process. This 
is somewhat analogous to reversible boundary work being represented by 


the area under the process curve on a P-V diagram. Note that the area under 

the process curve represents heat transfer for processes that are internally 

(or totally) reversible. The area has no meaning for irreversible processes. 
Equations 7-14 and 7-15 can also be expressed on a unit-mass basis as 


Odint rev — T ds (kJ/kg) (7-16) 


and 
2 
dint rey 7 | T ds (kJ/kg) (7-17) 
1 


To perform the integrations in Eqs. 7-15 and 7-17, one needs to know the 
relationship between T and s during a process. One special case for which 
these integrations can be performed easily is the internally reversible 
isothermal process. It yields 


Dome = To AS (kJ) (7-18) 
or 
dint rey — To As (kJ/kg) (7-19) 


where To is the constant temperature and AS is the entropy change of the 
system during the process. 

An isentropic process on a T-s diagram is easily recognized as a vertical- 
line segment. This is expected since an isentropic process involves no 
heat transfer, and therefore the area under the process path must be zero 
(Fig. 7-17). The T-s diagrams serve as valuable tools for visualizing the 
second-law aspects of processes and cycles, and thus they are frequently 
used in thermodynamics. The T-s diagram of water is given in the appendix 
in Fig. A-9. 

Another diagram commonly used in engineering is the enthalpy-entropy 
diagram, which is quite valuable in the analysis of steady-flow devices such 
as turbines, compressors, and nozzles. The coordinates of an h-s diagram 
represent two properties of major interest: enthalpy, which is a primary 
property in the first-law analysis of the steady-flow devices, and entropy, 
which is the property that accounts for irreversibilities during adiabatic 
processes. In analyzing the steady flow of steam through an adiabatic tur- 
bine, for example, the vertical distance between the inlet and the exit states 
Ah is a measure of the work output of the turbine, and the horizontal dis- 
tance As is a measure of the irreversibilities associated with the process 
(Fig. 7-18). 

The h-s diagram is also called a Mollier diagram after the German scien- 
tist R. Mollier (1863-1935). An h-s diagram is given in the appendix for 
steam in Fig. A-10. 


EXAMPLE 7-6 The T-S Diagram of the Carnot Cycle 


Show the Carnot cycle on a T-S diagram and indicate the areas that repre- 
sent the heat supplied Q,, heat rejected Q,, and the net work output Whet,out 
on this diagram. 
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The isentropic process appears as a 
vertical line segment on a T-s diagram. 
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For adiabatic steady-flow devices, the 
vertical distance Ah on an h-s diagram 
is a measure of work, and the 
horizontal distance As is a measure of 
irreversibilities. 
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The T-S diagram of a Carnot cycle 


(Example 7—6). 
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Entropy, 
kJ/kg + K 


FIGURE 7-20 


The level of molecular disorder 
(entropy) of a substance increases as it 


melts or evaporates. 


Solution The Carnot cycle is to be shown on a T-S diagram, and the areas 
that represent Qu, Q,, and Wietout are to be indicated. 

Analysis Recall that the Carnot cycle is made up of two reversible isother- 
mal (7 = constant) processes and two isentropic (s = constant) processes. 
These four processes form a rectangle on a T-S diagram, as shown in Fig. 
7-19. 

On a T-S diagram, the area under the process curve represents the heat 
transfer for that process. Thus the area Al2B represents Q,, the area A43B 
represents Q,, and the difference between these two (the area in color) rep- 
resents the net work since 


WEO = On > Q, 


Therefore, the area enclosed by the path of a cycle (area 1234) on a T-S dia- 
gram represents the net work. Recall that the area enclosed by the path of a 
cycle also represents the net work on a P-V diagram. 


7-6 = WHAT IS ENTROPY? 


It is clear from the previous discussion that entropy is a useful property and 
serves as a valuable tool in the second-law analysis of engineering devices. 
But this does not mean that we know and understand entropy well. Because 
we do not. In fact, we cannot even give an adequate answer to the question, 
What is entropy? Not being able to describe entropy fully, however, does 
not take anything away from its usefulness. We could not define energy 
either, but it did not interfere with our understanding of energy transforma- 
tions and the conservation of energy principle. Granted, entropy is not a 
household word like energy. But with continued use, our understanding of 
entropy will deepen, and our appreciation of it will grow. The next discus- 
sion should shed some light on the physical meaning of entropy by consid- 
ering the microscopic nature of matter. 

Entropy can be viewed as a measure of molecular disorder, or molecular 
randomness. As a system becomes more disordered, the positions of the mol- 
ecules become less predictable and the entropy increases. Thus, it is not sur- 
prising that the entropy of a substance is lowest in the solid phase and 
highest in the gas phase (Fig. 7-20). In the solid phase, the molecules of a 
substance continually oscillate about their equilibrium positions, but they 
cannot move relative to each other, and their position at any instant can be 
predicted with good certainty. In the gas phase, however, the molecules move 
about at random, collide with each other, and change direction, making it 
extremely difficult to predict accurately the microscopic state of a system at 
any instant. Associated with this molecular chaos is a high value of entropy. 

When viewed microscopically (from a statistical thermodynamics point of 
view), an isolated system that appears to be at a state of equilibrium may 
exhibit a high level of activity because of the continual motion of the mole- 
cules. To each state of macroscopic equilibrium there corresponds a large 
number of possible microscopic states or molecular configurations. The 
entropy of a system is related to the total number of possible microscopic 


states of that system, called thermodynamic probability p, by the Boltz- 
mann relation, expressed as 


S=kinp 


where k = 1.3806 X 107” J/K is the Boltzmann constant. Therefore, from 
a microscopic point of view, the entropy of a system increases whenever the 
molecular randomness or uncertainty (i.e., molecular probability) of a sys- 
tem increases. Thus, entropy is a measure of molecular disorder, and the 
molecular disorder of an isolated system increases anytime it undergoes a 
process. 

As mentioned earlier, the molecules of a substance in solid phase continu- 
ally oscillate, creating an uncertainty about their position. These oscilla- 
tions, however, fade as the temperature is decreased, and the molecules 
supposedly become motionless at absolute zero. This represents a state of 
ultimate molecular order (and minimum energy). Therefore, the entropy of a 
pure crystalline substance at absolute zero temperature is zero since there is 
no uncertainty about the state of the molecules at that instant (Fig. 7-21). 
This statement is known as the third law of thermodynamics. The third 
law of thermodynamics provides an absolute reference point for the deter- 
mination of entropy. The entropy determined relative to this point is called 
absolute entropy, and it is extremely useful in the thermodynamic analysis 
of chemical reactions. Notice that the entropy of a substance that is not pure 
crystalline (such as a solid solution) is not zero at absolute zero tempera- 
ture. This is because more than one molecular configuration exists for such 
substances, which introduces some uncertainty about the microscopic state 
of the substance. 

Molecules in the gas phase possess a considerable amount of kinetic 
energy. However, we know that no matter how large their kinetic energies 
are, the gas molecules do not rotate a paddle wheel inserted into the con- 
tainer and produce work. This is because the gas molecules, and the energy 
they possess, are disorganized. Probably the number of molecules trying to 
rotate the wheel in one direction at any instant is equal to the number of 
molecules that are trying to rotate it in the opposite direction, causing the 
wheel to remain motionless. Therefore, we cannot extract any useful work 
directly from disorganized energy (Fig. 7—22). 

Now consider a rotating shaft shown in Fig. 7—23. This time the energy of 
the molecules is completely organized since the molecules of the shaft are 
rotating in the same direction together. This organized energy can readily be 
used to perform useful tasks such as raising a weight or generating electric- 
ity. Being an organized form of energy, work is free of disorder or random- 
ness and thus free of entropy. There is no entropy transfer associated with 
energy transfer as work. Therefore, in the absence of any friction, the 
process of raising a weight by a rotating shaft (or a flywheel) does not pro- 
duce any entropy. Any process that does not produce a net entropy is 
reversible, and thus the process just described can be reversed by lowering 
the weight. Therefore, energy is not degraded during this process, and no 
potential to do work is lost. 

Instead of raising a weight, let us operate the paddle wheel in a container 
filled with a gas, as shown in Fig. 7—24. The paddle-wheel work in this case 


(7-20) 
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FIGURE 7-21 


A pure crystalline substance at 
absolute zero temperature is in 
perfect order, and its entropy is zero 
(the third law of thermodynamics). 


FIGURE 7-22 


Disorganized energy does not create 
much useful effect, no matter how 
large it is. 
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In the absence of friction, raising a 
weight by a rotating shaft does not 
create any disorder (entropy), and thus 
energy is not degraded during this 
process. 
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FIGURE 7-24 


The paddle-wheel work done on a gas 
increases the level of disorder 
(entropy) of the gas, and thus energy is 
degraded during this process. 


HOT BODY À Heat 


(Entropy (Entropy 


increases) 


FIGURE 7-25 


During a heat transfer process, the net 
entropy increases. (The increase in the 
entropy of the cold body more than 
offsets the decrease in the entropy of 
the hot body.) 


DO YOU REALIZE YOU ARE 
INCREASING THE ENTROPY 
EVERY TIME YOU DO 
SOMETHING IN THIS 


FIGURE 7-26 

The use of entropy (disorganization, 
uncertainty) is not limited to 
thermodynamics. 
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is converted to the internal energy of the gas, as evidenced by a rise in gas 
temperature, creating a higher level of molecular disorder in the container. 
This process is quite different from raising a weight since the organized 
paddle-wheel energy is now converted to a highly disorganized form of 
energy, which cannot be converted back to the paddle wheel as the rota- 
tional kinetic energy. Only a portion of this energy can be converted to work 
by partially reorganizing it through the use of a heat engine. Therefore, 
energy is degraded during this process, the ability to do work is reduced, 
molecular disorder is produced, and associated with all this is an increase in 
entropy. 

The quantity of energy is always preserved during an actual process (the 
first law), but the quality is bound to decrease (the second law). This 
decrease in quality is always accompanied by an increase in entropy. As an 
example, consider the transfer of 10 kJ of energy as heat from a hot medium 
to a cold one. At the end of the process, we still have the 10 kJ of energy, 
but at a lower temperature and thus at a lower quality. 

Heat is, in essence, a form of disorganized energy, and some disorganiza- 
tion (entropy) flows with heat (Fig. 7-25). As a result, the entropy and the 
level of molecular disorder or randomness of the hot body decreases with 
the entropy and the level of molecular disorder of the cold body increases. 
The second law requires that the increase in entropy of the cold body be 
greater than the decrease in entropy of the hot body, and thus the net 
entropy of the combined system (the cold body and the hot body) increases. 
That is, the combined system is at a state of greater disorder at the final 
state. Thus we can conclude that processes can occur only in the direction 
of increased overall entropy or molecular disorder. That is, the entire uni- 
verse is getting more and more chaotic every day. 


Entropy and Entropy Generation in Daily Life 


The concept of entropy can also be applied to other areas. Entropy can be 
viewed as a measure of disorder or disorganization in a system. Likewise, 
entropy generation can be viewed as a measure of disorder or disorganiza- 
tion generated during a process. The concept of entropy is not used in daily 
life nearly as extensively as the concept of energy, even though entropy is 
readily applicable to various aspects of daily life. The extension of the 
entropy concept to nontechnical fields is not a novel idea. It has been the 
topic of several articles, and even some books. Next we present several ordi- 
nary events and show their relevance to the concept of entropy and entropy 
generation. 

Efficient people lead low-entropy (highly organized) lives. They have a 
place for everything (minimum uncertainty), and it takes minimum energy 
for them to locate something. Inefficient people, on the other hand, are dis- 
organized and lead high-entropy lives. It takes them minutes (if not hours) 
to find something they need, and they are likely to create a bigger disorder 
as they are searching since they will probably conduct the search in a disor- 
ganized manner (Fig. 7-26). People leading high-entropy lifestyles are 
always on the run, and never seem to catch up. 

You probably noticed (with frustration) that some people seem to learn 
fast and remember well what they learn. We can call this type of learning 


organized or low-entropy learning. These people make a conscientious 
effort to file the new information properly by relating it to their existing 
knowledge base and creating a solid information network in their minds. On 
the other hand, people who throw the information into their minds as they 
study, with no effort to secure it, may think they are learning. They are 
bound to discover otherwise when they need to locate the information, for 
example, during a test. It is not easy to retrieve information from a database 
that is, in a sense, in the gas phase. Students who have blackouts during 
tests should reexamine their study habits. 

A library with a good shelving and indexing system can be viewed as a low- 
entropy library because of the high level of organization. Likewise, a library 
with a poor shelving and indexing system can be viewed as a high-entropy 
library because of the high level of disorganization. A library with no indexing 
system is like no library, since a book is of no value if it cannot be found. 

Consider two identical buildings, each containing one million books. In 
the first building, the books are piled on top of each other, whereas in the 
second building they are highly organized, shelved, and indexed for easy 
reference. There is no doubt about which building a student will prefer to go 
to for checking out a certain book. Yet, some may argue from the first-law 
point of view that these two buildings are equivalent since the mass and 
knowledge content of the two buildings are identical, despite the high level 
of disorganization (entropy) in the first building. This example illustrates 
that any realistic comparisons should involve the second-law point of view. 

Two textbooks that seem to be identical because both cover basically the 
same topics and present the same information may actually be very different 
depending on how they cover the topics. After all, two seemingly identical 
cars are not so identical if one goes only half as many miles as the other one 
on the same amount of fuel. Likewise, two seemingly identical books are 
not so identical if it takes twice as long to learn a topic from one of them as 
it does from the other. Thus, comparisons made on the basis of the first law 
only may be highly misleading. 

Having a disorganized (high-entropy) army is like having no army at all. 
It is no coincidence that the command centers of any armed forces are 
among the primary targets during a war. One army that consists of 10 divi- 
sions is 10 times more powerful than 10 armies each consisting of a single 
division. Likewise, one country that consists of 10 states is more powerful 
than 10 countries, each consisting of a single state. The United States would 
not be such a powerful country if there were 50 independent countries in 
its place instead of a single country with 50 states. The European Union 
has the potential to be a new economic and political superpower. The old 
cliché “divide and conquer” can be rephrased as “increase the entropy and 
conquer.” 

We know that mechanical friction is always accompanied by entropy 
generation, and thus reduced performance. We can generalize this to daily 
life: friction in the workplace with fellow workers is bound to generate 
entropy, and thus adversely affect performance (Fig. 7—27). It results in 
reduced productivity. 

We also know that unrestrained expansion (or explosion) and uncontrolled 
electron exchange (chemical reactions) generate entropy and are highly irre- 
versible. Likewise, unrestrained opening of the mouth to scatter angry words 
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FIGURE 7-27 


As in mechanical systems, friction in 
the workplace is bound to generate 
entropy and reduce performance. 
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T ds = du + P dv 
T ds = dh — v dP 


FIGURE 7-28 


The T ds relations are valid for both 
reversible and irreversible processes 
and for both closed and open systems. 


is highly irreversible since this generates entropy, and it can cause consider- 
able damage. A person who gets up in anger is bound to sit down at a loss. 
Hopefully, someday we will be able to come up with some procedures to 
quantify entropy generated during nontechnical activities, and maybe even 
pinpoint its primary sources and magnitude. 


7-7 " THE T ds RELATIONS 


Recall that the quantity (6Q/T),,, rey corresponds to a differential change in 
the property entropy. The entropy change for a process, then, can be evalu- 
ated by integrating 6Q/T along some imaginary internally reversible path 
between the actual end states. For isothermal internally reversible processes, 
this integration is straightforward. But when the temperature varies during 
the process, we have to have a relation between 6Q and T to perform this 
integration. Finding such relations is what we intend to do in this section. 

The differential form of the conservation of energy equation for a closed 
stationary system (a fixed mass) containing a simple compressible substance 
can be expressed for an internally reversible process as 


SQ int rev — OWint revou = dU (7-21) 
But 
OQ intrey = T dS 
Wint revou = P dV 
Thus, 
TdS=dU+PdV (KJ) (7-22) 
or 
T ds = du + P dv (kJ/kg) (7-23) 


This equation is known as the first T ds, or Gibbs, equation. Notice that the 
only type of work interaction a simple compressible system may involve as 
it undergoes an internally reversible process is the boundary work. 

The second T ds equation is obtained by eliminating du from Eq. 7—23 by 
using the definition of enthalpy (h = u + Pv): 


h= u+ Pv > dh = du + P dv +4 
(Eq. 7-23) —> Tds=du+Pdv 


VP) Tas = an- vdP (1-24) 


Equations 7-23 and 7-24 are extremely valuable since they relate entropy 
changes of a system to the changes in other properties. Unlike Eq. 7—4, they 
are property relations and therefore are independent of the type of the 
processes. 

These T ds relations are developed with an internally reversible process in 
mind since the entropy change between two states must be evaluated along 
a reversible path. However, the results obtained are valid for both reversible 
and irreversible processes since entropy is a property and the change in a 
property between two states is independent of the type of process the sys- 
tem undergoes. Equations 7-23 and 7-24 are relations between the proper- 
ties of a unit mass of a simple compressible system as it undergoes a change 
of state, and they are applicable whether the change occurs in a closed or an 
open system (Fig. 7—28). 


Explicit relations for differential changes in entropy are obtained by solv- 
ing for ds in Eqs. 7-23 and 7-24: 


du P dv 
ds = — + —_ (7-25) 
T T 
and 
dh vdP 
ZS = (7-26) 
T F 


The entropy change during a process can be determined by integrating 
either of these equations between the initial and the final states. To perform 
these integrations, however, we must know the relationship between du or 
dh and the temperature (such as du = c, dT and dh = c, dT for ideal gases) 
as well as the equation of state for the substance (such as the ideal-gas 
equation of state Pv = RT). For substances for which such relations exist, 
the integration of Eq. 7-25 or 7-26 is straightforward. For other substances, 
we have to rely on tabulated data. 

The T ds relations for nonsimple systems, that is, systems that involve 
more than one mode of quasi-equilibrium work, can be obtained in a similar 
manner by including all the relevant quasi-equilibrium work modes. 


7-8 = ENTROPY CHANGE OF LIQUIDS AND SOLIDS 


Recall that liquids and solids can be approximated as incompressible sub- 
stances since their specific volumes remain nearly constant during a process. 
Thus, dv = 0 for liquids and solids, and Eq. 7-25 for this case reduces to 

_ du _ cd? 


= 7-27 
F F ( ) 


ds 


since c, = c, = c and du = c dT for incompressible substances. Then the 
entropy change during a process is determined by integration to be 


eA 


z aT T, 
Liquids, solids: Sy — sS = i c(T) T = Cag In 
1 


rA (kJ/kg - K) (7-28) 
Ti 
where Cag is the average specific heat of the substance over the given tem- 
perature interval. Note that the entropy change of a truly incompressible 
substance depends on temperature only and is independent of pressure. 
Equation 7—28 can be used to determine the entropy changes of solids and 
liquids with reasonable accuracy. However, for liquids that expand consider- 
ably with temperature, it may be necessary to consider the effects of volume 
change in calculations. This is especially the case when the temperature 
change is large. 
A relation for isentropic processes of liquids and solids is obtained by set- 
ting the entropy change relation above equal to zero. It gives 


Isentropic: S2 — Sy = Cayg In 7 =0 > STD (7-29) 
1 

That is, the temperature of a truly incompressible substance remains con- 

stant during an isentropic process. Therefore, the isentropic process of an 

incompressible substance is also isothermal. This behavior is closely 


approximated by liquids and solids. 
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P, =1 MPa 
T,=110K 


FIGURE 7-29 
Schematic for Example 7-7. 


EXAMPLE 7-7 Effect of Density of a Liquid on Entropy 


Liquid methane is commonly used in various cryogenic applications. The 
critical temperature of methane is 191 K (or —82°C), and thus methane 
must be maintained below 191 K to keep it in liquid phase. The properties 
of liquid methane at various temperatures and pressures are given in Table 
7-1. Determine the entropy change of liquid methane as it undergoes a 
process from 110 K and 1 MPa to 120 K and 5 MPa (a) using tabulated 
properties and (b) approximating liquid methane as an incompressible sub- 
stance. What is the error involved in the latter case? 


Solution Liquid methane undergoes a process between two specified 
states. The entropy change of methane is to be determined by using actual 
data and by assuming methane to be incompressible. 

Analysis (a) We consider a unit mass of liquid methane (Fig. 7-29). The 
properties of the methane at the initial and final states are 


P, = 1 MPa sı = 4.875 kJ/kg-K 
State 1: 

T, = 110K Cy = 3.471 kJ/kg -K 

P, = 5 MP = 5.145 kJ/kg- K 
State 2: 1? a) aoa 

T, = 120K Cp. = 3.486 kJ/kg- K 
Therefore, 


As = s, — sı = 5.145 — 4.875 = 0.270 kJ/kg - K 


(b) Approximating liquid methane as an incompressible substance, its 
entropy change is determined to be 


T, 120K 
AG = In — = (3.4 kg- K) | = 0. ke-K 
S = Cayg In T, (3.4785 kJ/kg + K) In IOE 0.303 kJ/kg 
since 
Col ar Cp2 3.471 ar 3.486 
Cre = 5 = 5 = 3.4785 kJ/kg: K 


TABLE 7-1 


Properties of liquid methane 


Specific 
Temp., Pressure, Density, Enthalpy, Entropy, heat, 
T,K P, MPa p, kg/m3 h, kJ/kg s, kJ/kg: K c, kJ/kg - K 
110 0.5 425.3 208.3 4.878 3.476 
1.0 425.8 209.0 4.875 3.471 
2.0 426.6 210.5 4.867 3.460 
5.0 429.1 215.0 4.844 3.432 
120 0.5 410.4 243.4 5.185 3.551 
1.0 411.0 244.1 5.180 3.543 
2.0 412.0 245.4 5.171 3.528 


5.0 415.2 249.6 5.145 3.486 


Therefore, the error involved in approximating liquid methane as an incom- 
pressible substance is 

[ASactua ~ ASiaeal 10.270 — 0.3031 
0.270 


Error = = 0.122 (or 12.2%) 


ING ern 
Discussion This result is not surprising since the density of liquid methane 
changes during this process from 425.8 to 415.2 kg/m? (about 3 percent), 
which makes us question the validity of the incompressible substance 
assumption. Still, this assumption enables us to obtain reasonably accurate 
results with less effort, which proves to be very convenient in the absence of 
compressed liquid data. 


EXAMPLE 7-8 


A cryogenic manufacturing facility handles liquid methane at 115 K and 5 
MPa at a rate of 0.280 m/s . A process requires dropping the pressure of 
liquid methane to 1 MPa, which is done by throttling the liquid methane by 
passing it through a flow resistance such as a valve. A recently hired engi- 
neer proposes to replace the throttling valve by a turbine in order to produce 
power while dropping the pressure to 1 MPa. Using data from Table 7-1, 
determine the maximum amount of power that can be produced by such a 
turbine. Also, determine how much this turbine will save the facility from 
electricity usage costs per year if the turbine operates continuously (8760 
h/yr) and the facility pays $0.075/kWh for electricity. 


Economics of Replacing a Valve by a Turbine 


Solution Liquid methane is expanded in a turbine to a specified pressure 
at a specified rate. The maximum power that this turbine can produce and 
the amount of money it can save per year are to be determined. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = 0, AE, = O, and AS,y = O. 2 The tur- 
bine is adiabatic and thus there is no heat transfer. 3 The process is 
reversible. 4 Kinetic and potential energies are negligible. 

Analysis \Ne take the turbine as the system (Fig. 7-30). This is a control 
volume since mass crosses the system boundary during the process. We note 
that there is only one inlet and one exit and thus m, = m, = m. 

The assumptions above are reasonable since a turbine is normally well 
insulated and it must involve no irreversibilities for best performance and 
thus maximum power production. Therefore, the process through the turbine 
must be reversible adiabatic or isentropic. Then, S, = sı and 


= 232.3 kJ/kg 


h 
P, = 5 MPa : 
State 1: sı = 4.9945 kJ/kg: K 
T, = 115K 
pı = 422.15 kg/s 
P, = 1 MPa 
State 2: , 7 hy = 222.8 kJ/kg 
2 IA 


Also, the mass flow rate of liquid methane is 
m = pV; = (422.15 kg/m?) (0.280 m3/s) = 118.2 kg/s 
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FIGURE 7-30 


A 1.0-MW liquified natural gas (LNG) 
turbine with 95-cm turbine runner 
diameter being installed in a cryogenic 
test facility. 


Courtesy of Ebara International Corporation, 
Cryodynamics Division, Sparks, Nevada. 
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Then the power output of the turbine is determined from the rate form of the 
energy balance to be 


. S 0 (steady) 
En z Eo = AE system! At = 0 
pe 
Rate of net energy transfer Rate of change in internal, 
by heat, work, and mass kinetic, potential, etc., energies 


Ein z jB 


mh, = Woy + ih, (since Q = 0, ke = pe = 0) 
Wou = m(h, — hy) 

= (118.2 kg/s) (232.3 — 222.8) kJ/kg 

= 1123 kW 


For continuous operation (365 x 24 = 8760 h), the amount of power pro- 
duced per year is 


Annual power production = W, X At = (1123 kW) (8760 h/yr) 
= 0.9837 X 10’ kWh/yr 
At $0.075/kWh, the amount of money this turbine can save the facility is 
Annual power savings = (Annual power production) (Unit cost of power) 
= (0.9837 X 10’ kWh/yr) ($0.075/kWh) 
= $737,800/yr 


That is, this turbine can save the facility $737,800 a year by simply taking 
advantage of the potential that is currently being wasted by a throttling 
valve, and the engineer who made this observation should be rewarded. 
Discussion This example shows the importance of the property entropy since 
it enabled us to quantify the work potential that is being wasted. In practice, 
the turbine will not be isentropic, and thus the power produced will be less. 
The analysis above gave us the upper limit. An actual turbine-generator 
assembly can utilize about 80 percent of the potential and produce more 
than 900 kW of power while saving the facility more than $600,000 a year. 

It can also be shown that the temperature of methane drops to 113.9 K (a 
drop of 1.1 K) during the isentropic expansion process in the turbine instead 
of remaining constant at 115 K as would be the case if methane were 
assumed to be an incompressible substance. The temperature of methane 
would rise to 116.6 K (a rise of 1.6 K) during the throttling process. 


7-9 = THE ENTROPY CHANGE OF IDEAL GASES 


An expression for the entropy change of an ideal gas can be obtained from 
Eq. 7-25 or 7-26 by employing the property relations for ideal gases (Fig. 
7-31). By substituting du = c, dT and P = RT/v into Eq. 7-25, the differ- 
ential entropy change of an ideal gas becomes 

dT dv 


ds = c, — + R — 7-30 
s= V (7-30) 


The entropy change for a process is obtained by integrating this relation 
between the end states: 


Vy 


dT 
%— 8 = | cll) 7 +Rin (7-31) 
1 


vi 

A second relation for the entropy change of an ideal gas is obtained in a 
similar manner by substituting dh = c, dT and v = RT/P into Eq. 7-26 and 
integrating. The result is 


aT Py 


2 
s-s= | c,(T) — — Rin — 
i T 


7-32 
P, ( ) 


The specific heats of ideal gases, with the exception of monatomic gases, 
depend on temperature, and the integrals in Eqs. 7-31 and 7-32 cannot be 
performed unless the dependence of c, and c, on temperature is known. 
Even when the c (T) and c,(T) functions are available, performing long 
integrations every time entropy change is calculated is not practical. Then 
two reasonable choices are left: either perform these integrations by simply 
assuming constant specific heats or evaluate those integrals once and tabu- 


late the results. Both approaches are presented next. 


Constant Specific Heats (Approximate Analysis) 


Assuming constant specific heats for ideal gases is a common approxima- 
tion, and we used this assumption before on several occasions. It usually 
simplifies the analysis greatly, and the price we pay for this convenience is 
some loss in accuracy. The magnitude of the error introduced by this 
assumption depends on the situation at hand. For example, for monatomic 
ideal gases such as helium, the specific heats are independent of tempera- 
ture, and therefore the constant-specific-heat assumption introduces no 
error. For ideal gases whose specific heats vary almost linearly in the tem- 
perature range of interest, the possible error is minimized by using specific 
heat values evaluated at the average temperature (Fig. 7-32). The results 
obtained in this way usually are sufficiently accurate if the temperature 
range is not greater than a few hundred degrees. 

The entropy-change relations for ideal gases under the constant-specific- 
heat assumption are easily obtained by replacing c(7) and c,(7) in Eqs. 


7-31 and 7-32 by Cyayg and C, avo, respectively, and performing the integra- 
tions. We obtain 
T, v 
Ch =a tt ti (kJ/kg: K) (7-33) 
Ti Yi 
and 
T, P 
iy Sh = Eya D 2 — Rin (kJ/kg - K) (7-34) 
Ti P; 


Entropy changes can also be expressed on a unit-mole basis by multiplying 
these relations by molar mass: 


(kJ/kmol - K) (7-35) 
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Pv=RT 
du=C,dT 


dh=C, dT 


mm Q= => =: @ 
FIGURE 7-31 


A broadcast from channel IG. 
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FIGURE 7-32 


Under the constant-specific-heat 
assumption, the specific heat is 
assumed to be constant at some 
average value. 
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© 
T,K s°, kJ/kg K 
m - 
300 1.70203 
310 1.73498 
320 1.76690 
5 (Table A-17) 


FIGURE 7-33 


The entropy of an ideal gas depends 
on both T and P. The function s° 
represents only the temperature- 
dependent part of entropy. 


and 


P. 
S = 3} = Cav n — — R, In a (kJ/kmol - K) (7-36) 


Variable Specific Heats (Exact Analysis) 


When the temperature change during a process is large and the specific 
heats of the ideal gas vary nonlinearly within the temperature range, the 
assumption of constant specific heats may lead to considerable errors in 
entropy-change calculations. For those cases, the variation of specific heats 
with temperature should be properly accounted for by utilizing accurate 
relations for the specific heats as a function of temperature. The entropy 
change during a process is then determined by substituting these c(T) or 
c,(T) relations into Eq. 7-31 or 7-32 and performing the integrations. 

Instead of performing these laborious integrals each time we have a new 
process, it is convenient to perform these integrals once and tabulate the 
results. For this purpose, we choose absolute zero as the reference tempera- 
ture and define a function s° as 


4 dT 
s = | c,(T) T (7-37) 
0 
Obviously, s° is a function of temperature alone, and its value is zero at 
absolute zero temperature. The values of s° are calculated at various temper- 
atures, and the results are tabulated in the appendix as a function of temper- 
ature for air. Given this definition, the integral in Eq. 7-32 becomes 


2 dT o; 
c,(T) 7 783 7 5 (7-38) 
1 


where s3 is the value of s° at T, and s{ is the value at 7,. Thus, 


P. 
Sy — S, = 5835 — si —Rin a (kJ/kg K) (7-39) 


It can also be expressed on a unit-mole basis as 


5-3, =8 -39 -R,In (kJ/kmol + K) (7-40) 

Note that unlike internal energy and enthalpy, the entropy of an ideal gas 
varies with specific volume or pressure as well as the temperature. There- 
fore, entropy cannot be tabulated as a function of temperature alone. The s° 
values in the tables account for the temperature dependence of entropy (Fig. 
7-33). The variation of entropy with pressure is accounted for by the last 
term in Eq. 7-39. Another relation for entropy change can be developed 
based on Eq. 7-31, but this would require the definition of another function 
and tabulation of its values, which is not practical. 


TA 
P, = 600 kPa 
T, = 330K 
AIR EAN 
COMPRESSOR ~-~ 
P, = 100 kPa 2 
T, =290K s 


EXAMPLE 7-9 Entropy Change of an Ideal Gas 


Air is compressed from an initial state of 100 kPa and 17°C to a final state 
of 600 kPa and 57°C. Determine the entropy change of air during this com- 
pression process by using (a) property values from the air table and (b) aver- 
age specific heats. 


Solution Air is compressed between two specified states. The entropy 
change of air is to be determined by using tabulated property values and 
also by using average specific heats. 

Assumptions Air is an ideal gas since it is at a high temperature and low 
pressure relative to its critical-point values. Therefore, entropy change rela- 
tions developed under the ideal-gas assumption are applicable. 

Analysis A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-34. We note that both the initial and the final states of air 
are completely specified. 

(a) The properties of air are given in the air table (Table A-17). Reading s° 
values at given temperatures and substituting, we find 


S2 — & = s3 — si — Lelio 
1 


600 kPa 


= [(1.79783 — 1.66802) kJ/kg- K] — (0.287 kI/kg-K) In -o0 kpa 


= —0.3844 kJ/kg K 


(b) The entropy change of air during this process can also be determined 
approximately from Eq. 7-34 by using a c, value at the average temperature 
of 37°C (Table A-2b) and treating it as a constant: 


2 P, 
% = 0 = Cava l = = Ril = 
Pe hi P, 

330 K 600 kPa 

= (1.006 kJ/kg > K) In 290 K = (0.287 kJ/kg + K) In 100 kPa 


—0.3842 kJ/kg - K 


Discussion The two results above are almost identical since the change in 
temperature during this process is relatively small (Fig. 7-35). When the 
temperature change is large, however, they may differ significantly. For those 
cases, Eq. 7-39 should be used instead of Eq. 7-34 since it accounts for 
the variation of specific heats with temperature. 
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FIGURE 7-34 


Schematic and T-s diagram for 
Example 7-9. 


AIR 
T, =290K 
T> =330K 


P, 
P 
= — 0.3844 KJ/kg : K 


So —5,=85—sj—Rin 


$2 —-S, = Cpavg ln = 


=- 0.3842 kJ/kg -K 


FIGURE 7-35 


For small temperature differences, the 
exact and approximate relations for 
entropy changes of ideal gases give 
almost identical results. 
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FIGURE 7-36 


The isentropic relations of ideal gases 
are valid for the isentropic processes 
of ideal gases only. 


Isentropic Processes of Ideal Gases 


Several relations for the isentropic processes of ideal gases can be obtained 
by setting the entropy-change relations developed previously equal to zero. 
Again, this is done first for the case of constant specific heats and then for 
the case of variable specific heats. 


Constant Specific Heats (Approximate Analysis) 


When the constant-specific-heat assumption is valid, the isentropic relations 
for ideal gases are obtained by setting Eqs. 7-33 and 7-34 equal to zero. 
From Eq. 7-33, 


which can be rearranged as 
(7-41) 
or 


(ideal gas) (7-42) 


aaa” Gi) 
Tı s=const. Vy 


since R = c, — Cy k = c,/c, and thus Ric, = k — 1. 

Equation 7—42 is the first isentropic relation for ideal gases under the 
constant-specific-heat assumption. The second isentropic relation is obtained 
in a similar manner from Eq. 7—34 with the following result: 


T P (k—1)/k 
(2) = (=) (ideal gas) 
17 s=const. 1 


The third isentropic relation is obtained by substituting Eq. 7—43 into Eq. 
7-42 and simplifying: 


"o 
P, s=const. 5 Vy 


Equations 7—42 through 7-44 can also be expressed in a compact form as 


(7-43) 


(ideal gas) (7-44) 


Tv‘! = constant (7-45) 
TP'—/* = constant (ideal gas) (7-46) 
Pv*= constant (7-47) 


The specific heat ratio k, in general, varies with temperature, and thus an 
average k value for the given temperature range should be used. 

Note that the ideal-gas isentropic relations above, as the name implies, are 
strictly valid for isentropic processes only when the constant-specific-heat 
assumption is appropriate (Fig. 7—36). 


Variable Specific Heats (Exact Analysis) 


When the constant-specific-heat assumption is not appropriate, the isen- 
tropic relations developed previously yields results that are not quite accu- 
rate. For such cases, we should use an isentropic relation obtained from Eq. 
7-39 that accounts for the variation of specific heats with temperature. Set- 
ting this equation equal to zero gives 


0=s5 — si — Rin 
or 
s3 = si + RiIn— (7-48) 


where s3 is the s° value at the end of the isentropic process. 


Relative Pressure and Relative Specific Volume 


Equation 7-48 provides an accurate way of evaluating property changes of 
ideal gases during isentropic processes since it accounts for the variation of 
specific heats with temperature. However, it involves tedious iterations 
when the volume ratio is given instead of the pressure ratio. This is quite an 
inconvenience in optimization studies, which usually require numerous 
repetitive calculations. To remedy this deficiency, we define two new 
dimensionless quantities associated with isentropic processes. 

The definition of the first is based on Eq. 7-48, which can be 
rearranged as 


or 


P, _ exp(s3/R) 


P, — exp(s} /R) 
The quantity exp(s°/R) is defined as the relative pressure P,. With this def- 
inition, the last relation becomes 


P. 2 F r2 
= = (7-49) 
P; s=const. Fa 


Note that the relative pressure P,„is a dimensionless quantity that is a func- 
tion of temperature only since s° depends on temperature alone. Therefore, 
values of P, can be tabulated against temperature. This is done for air in 
Table A-17. The use of P, data is illustrated in Fig. 7-37. 

Sometimes specific volume ratios are given instead of pressure ratios. 
This is particularly the case when automotive engines are analyzed. In such 
cases, one needs to work with volume ratios. Therefore, we define another 
quantity related to specific volume ratios for isentropic processes. This is 
done by utilizing the ideal-gas relation and Eq. 7-49: 


Piv Poy v T Pi T, Pa T,/P, 
= > 
T, T, Vi Ti P, T, Pa T/Pa 
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Process: isentropic 
Given: P}, Ti, and P) 
Find: T, 


FIGURE 7-37 


The use of P, data for calculating the 
final temperature during an isentropic 
process. 
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FIGURE 7-38 


Schematic and T-s diagram for 
Example 7-10. 


The quantity 7/P, is a function of temperature only and is defined as rela- 
tive specific volume v,. Thus, 


V. Vio 
(+) = (7-50) 
vi s=const. Va 


Equations 7—49 and 7-50 are strictly valid for isentropic processes of 
ideal gases only. They account for the variation of specific heats with tem- 
perature and therefore give more accurate results than Eqs. 7—42 through 
7-47. The values of P, and v, are listed for air in Table A-17. 


EXAMPLE 7-10 Isentropic Compression of Air in a Car Engine 


Air is compressed in a car engine from 22°C and 95 kPa in a reversible and 
adiabatic manner. If the compression ratio V/V, of this engine is 8, deter- 
mine the final temperature of the air. 


Solution Air is compressed in a car engine isentropically. For a given com- 
pression ratio, the final air temperature is to be determined. 

Assumptions At specified conditions, air can be treated as an ideal gas. 
Therefore, the isentropic relations for ideal gases are applicable. 

Analysis A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-38. 

This process is easily recognized as being isentropic since it is both 
reversible and adiabatic. The final temperature for this isentropic process 
can be determined from Eq. 7-50 with the help of relative specific volume 
data (Table A-17), as illustrated in Fig. 7-39. 


Vo v 
For closed systems: i 

V v“ 
At = ASIK V1 = 647.9 


v 1 
From Eq. 7-50: v = v, (=) - (o47.9)( =) = 80.99 —> T, = 662.7 K 


1 


Therefore, the temperature of air will increase by 367.7°C during this 
process. 


T,K 
5 
Isentropic 
compression 
WSP 


wy 


Alternative Solution The final temperature could also be determined from 
Eq. 7-42 by assuming constant specific heats for air: 


M 
T, s=const. Vy 


The specific heat ratio k also varies with temperature, and we need to use 
the value of k corresponding to the average temperature. However, the final 
temperature is not given, and so we cannot determine the average tempera- 
ture in advance. For such cases, calculations can be started with a k value 
at the initial or the anticipated average temperature. This value could be 
refined later, if necessary, and the calculations can be repeated. We know 
that the temperature of the air will rise considerably during this adiabatic 
compression process, so we guess the average temperature to be about 450 K. 
The k value at this anticipated average temperature is determined from Table 
A-2b to be 1.391. Then the final temperature of air becomes 


T= CHOC = 665.2 K 


This gives an average temperature value of 480.1 K, which is sufficiently 
close to the assumed value of 450 K. Therefore, it is not necessary to repeat 
the calculations by using the k value at this average temperature. 

The result obtained by assuming constant specific heats for this case is in 
error by about 0.4 percent, which is rather small. This is not surprising since 
the temperature change of air is relatively small (only a few hundred 
degrees) and the specific heats of air vary almost linearly with temperature 
in this temperature range. 


EXAMPLE 7-11 Isentropic Compression of an Ideal Gas 


Helium gas is compressed by an adiabatic compressor from an initial state 
of 14 psia and 50°F to a final temperature of 320°F in a reversible manner. 
Determine the exit pressure of helium. 


Solution Helium is compressed from a given state to a specified pressure 
isentropically. The exit pressure of helium is to be determined. 
Assumptions At specified conditions, helium can be treated as an ideal gas. 
Therefore, the isentropic relations developed earlier for ideal gases are 
applicable. 
Analysis A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-40. 

The specific heat ratio k of helium is 1.667 and is independent of tem- 
perature in the region where it behaves as an ideal gas. Thus the final pres- 
sure of helium can be determined from Eq. 7-43: 


T, \ k-1) 780 R \ 1667/0667 
P, = (2) = (4 psi ( 0R) = 40.5 psia 
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Process: isentropic 
Given: v;, Tj, and vz 
Find: T, 


FIGURE 7-39 


The use of v, data for calculating the 
final temperature during an isentropic 
process (Example 7—10). 
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FIGURE 7-40 


Schematic and T-s diagram for 
Example 7-11. 
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7-10 = REVERSIBLE STEADY-FLOW WORK 


The work done during a process depends on the path followed as well as on 
the properties at the end states. Recall that reversible (quasi-equilibrium) 
moving boundary work associated with closed systems is expressed in terms 
of the fluid properties as 


2 
w= | P dV 
1 


We mentioned that the quasi-equilibrium work interactions lead to the max- 
imum work output for work-producing devices and the minimum work 
input for work-consuming devices. 

It would also be very insightful to express the work associated with 
steady-flow devices in terms of fluid properties. 

Taking the positive direction of work to be from the system (work out- 
put), the energy balance for a steady-flow device undergoing an internally 
reversible process can be expressed in differential form as 

OGrey — OWrey = dh + dke + dpe 
But 
Oey = T ds (Eq. o) 
ôq = dh — v dP 
Tds=dh-vdP (Eq.7-24)f “4 E 
Substituting this into the relation above and canceling dh yield 


OWrey = V dP + dke + dpe 


Integrating, we find 
2 
Wrey = -Í vaP — Ake — Ape (kJ/kg) (7-51) 
1 


When the changes in kinetic and potential energies are negligible, this equa- 
tion reduces to 


ie = -Í vdP (kJ/kg) (1-52) 
1 


Equations 7-51 and 7-52 are relations for the reversible work output associ- 
ated with an internally reversible process in a steady-flow device. They will 


give a negative result when work is done on the system. To avoid the nega- 
tive sign, Eq. 7-51 can be written for work input to steady-flow devices 
such as compressors and pumps as 
Wrevin = | v dP + Ake + Ape (7-53) 
1 


The resemblance between the v dP in these relations and P dv is striking. 
They should not be confused with each other, however, since P dv is associ- 
ated with reversible boundary work in closed systems (Fig. 7—41). 

Obviously, one needs to know v as a function of P for the given process 
to perform the integration. When the working fluid is incompressible, the 
specific volume v remains constant during the process and can be taken out 
of the integration. Then Eq. 7-51 simplifies to 


Wrey = —V(P, — P,;) — Ake — Ape (kJ/kg) (7-54) 


For the steady flow of a liquid through a device that involves no work inter- 
actions (such as a nozzle or a pipe section), the work term is zero, and the 
equation above can be expressed as 

YN 


V(P, — P,) 4 3 + g(z2— z) = 0 (7-55) 


which is known as the Bernoulli equation in fluid mechanics. It is devel- 
oped for an internally reversible process and thus is applicable to incom- 
pressible fluids that involve no irreversibilities such as friction or shock 
waves. This equation can be modified, however, to incorporate these effects. 

Equation 7-52 has far-reaching implications in engineering regarding 
devices that produce or consume work steadily such as turbines, compres- 
sors, and pumps. It is obvious from this equation that the reversible steady- 
flow work is closely associated with the specific volume of the fluid flowing 
through the device. The larger the specific volume, the larger the reversible 
work produced or consumed by the steady-flow device (Fig. 7-42). This 
conclusion is equally valid for actual steady-flow devices. Therefore, every 
effort should be made to keep the specific volume of a fluid as small as pos- 
sible during a compression process to minimize the work input and as large 
as possible during an expansion process to maximize the work output. 

In steam or gas power plants, the pressure rise in the pump or compressor 
is equal to the pressure drop in the turbine if we disregard the pressure 
losses in various other components. In steam power plants, the pump han- 
dles liquid, which has a very small specific volume, and the turbine handles 
vapor, whose specific volume is many times larger. Therefore, the work out- 
put of the turbine is much larger than the work input to the pump. This is 
one of the reasons for the wide-spread use of steam power plants in electric 
power generation. 

If we were to compress the steam exiting the turbine back to the turbine 
inlet pressure before cooling it first in the condenser in order to “save” the 
heat rejected, we would have to supply all the work produced by the turbine 
back to the compressor. In reality, the required work input would be even 
greater than the work output of the turbine because of the irreversibilities 
present in both processes. 


3 
rev 


(b) Closed system 


FIGURE 7-41 


Reversible work relations for steady- 
flow and closed systems. 


FIGURE 7-42 


The larger the specific volume, the 
greater the work produced (or 
consumed) by a steady-flow device. 
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FIGURE 7-43 


Schematic and T-s diagram for 
Example 7-12. 


g = 


In gas power plants, the working fluid (typically air) is compressed in the 


gas phase, and a considerable portion of the work output of the turbine is 
consumed by the compressor. As a result, a gas power plant delivers less net 
work per unit mass of the working fluid. 


EXAMPLE 7-12 Compressing a Substance in the Liquid versus 
Gas Phases 


Determine the compressor work input required to compress steam isentropi- 
cally from 100 kPa to 1 MPa, assuming that the steam exists as (a) satu- 
rated liquid and (b) saturated vapor at the inlet state. 


Solution Steam is to be compressed from a given pressure to a specified 
pressure isentropically. The work input is to be determined for the cases of 
steam being a saturated liquid and saturated vapor at the inlet. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 3 The process is given to be isentropic. 
Analysis \Ne take first the turbine and then the pump as the system. Both 
are control volumes since mass crosses the boundary. Sketches of the pump 
and the turbine together with the 7-s diagram are given in Fig. 7-43. 

(a) In this case, steam is a saturated liquid initially, and its specific volume is 


wy = VYe@ 100 kPa — 0.001043 m*/kg (Table A-5) 


which remains essentially constant during the process. Thus, 


2 
Wrey,in = | v dP = vi (P2 = IR) 
1 


1 kJ 
= (0.001043 m?/kg)[ (1000 — 100) kPa] (y) 
1 kPa: m 


= 0.94 kJ/kg 


(b) This time, steam is a saturated vapor initially and remains a vapor during 
the entire compression process. Since the specific volume of a gas changes 
considerably during a compression process, we need to know how v varies 
with P to perform the integration in Eq. 7-53. This relation, in general, is not 
readily available. But for an isentropic process, it is easily obtained from the 


Ki 
P, =1 MPa 


P, = 100 kPa = 100 kPa 
(a) Compressing (b) Compressing 
a liquid a vapor 


second T ds relation by setting ds = O: 


T ds =dh—vdP (Egq.7-24) 


: : \ v dP = dh 
ds =0 (isentropic process) 


Thus, 
2 2 
Monni = | vdP= | dh = h, — h; 
1 1 


This result could also be obtained from the energy balance relation for an 
isentropic steady-flow process. Next we determine the enthalpies: 


P, = 100 kPa h, = 2675.0 kJ/kg 
tate 1: Table A-5 
piste (sat. vapor) \ sı = 7.3589 kJ/kg- K (table ) 
P, = 1 MP 
State 2: T ‘| hy = 3194.5 kJ/kg (Table A-6) 
a il 
Thus, 


Wrevin = (3194.5 — 2675.0) kJ/kg = 519.5 kJ/kg 


Discussion Note that compressing steam in the vapor form would require 
over 500 times more work than compressing it in the liquid form between the 
same pressure limits. 


Proof that Steady-Flow Devices Deliver the 
Most and Consume the Least Work when 
the Process Is Reversible 


We have shown in Chap. 6 that cyclic devices (heat engines, refrigerators, and 
heat pumps) deliver the most work and consume the least when reversible 
processes are used. Now we demonstrate that this is also the case for individ- 
ual devices such as turbines and compressors in steady operation. 

Consider two steady-flow devices, one reversible and the other irre- 
versible, operating between the same inlet and exit states. Again taking heat 
transfer to the system and work done by the system to be positive quantities, 
the energy balance for each of these devices can be expressed in the differ- 
ential form as 


Actual: qat — Wa = dh + dke + dpe 


Reversible: OGrey — OWrey = dh + dke + dpe 


The right-hand sides of these two equations are identical since both devices 
are operating between the same end states. Thus, 


5act — OWact = OGrey — OWrey 
or 
SWrey — OWact = OGrey Z Oact 
However, 
Odrey = T ds 
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FIGURE 7-44 


A reversible turbine delivers more 
work than an irreversible one if both 
operate between the same end states. 
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Substituting this relation into the preceding equation and dividing each term 
by T, we obtain 


OWrey im OWac ô ac 
t- ds dact =0 
T T 
since 
OFac 
ds > act 
T 


Also, T is the absolute temperature, which is always positive. Thus, 
OWrey = OWact 
or 
Wrey = Wact 


Therefore, work-producing devices such as turbines (w is positive) deliver 
more work, and work-consuming devices such as pumps and compressors 
(w is negative) require less work when they operate reversibly (Fig. 7—44). 


7-11 " MINIMIZING THE COMPRESSOR WORK 


We have just shown that the work input to a compressor is minimized when 
the compression process is executed in an internally reversible manner. 
When the changes in kinetic and potential energies are negligible, the com- 
pressor work is given by (Eq. 7-53) 


Wrey,in 7 | v dP (7-56) 
1 


Obviously one way of minimizing the compressor work is to approximate 
an internally reversible process as much as possible by minimizing the irre- 
versibilities such as friction, turbulence, and nonquasi-equilibrium compres- 
sion. The extent to which this can be accomplished is limited by economic 
considerations. A second (and more practical) way of reducing the compres- 
sor work is to keep the specific volume of the gas as small as possible dur- 
ing the compression process. This is done by maintaining the temperature of 
the gas as low as possible during compression since the specific volume of a 
gas is proportional to temperature. Therefore, reducing the work input to a 
compressor requires that the gas be cooled as it is compressed. 

To have a better understanding of the effect of cooling during the com- 
pression process, we compare the work input requirements for three kinds 
of processes: an isentropic process (involves no cooling), a polytropic 
process (involves some cooling), and an isothermal process (involves maxi- 
mum cooling). Assuming all three processes are executed between the same 
pressure levels (P, and P,) in an internally reversible manner and the gas 
behaves as an ideal gas (PV = RT) with constant specific heats, we see that 
the compression work is determined by performing the integration in Eq. 
7-56 for each case, with the following results: 


Isentropic (Pv* = constant): 


kR(T, = T) kRT, (eye | 
in = = 1 7-574) 
Weomp,in r=} pai P, ( ) 
Polytropic (Pv” = constant): 
a) ae 
Weomp,in — | = es | P, = 
Isothermal (Pv = constant): 
P, 
Woa ~ RT in E (7-57c) 


1 


The three processes are plotted on a P-v diagram in Fig. 7-45 for the 
same inlet state and exit pressure. On a P-v diagram, the area to the left of 
the process curve is the integral of v dP. Thus it is a measure of the steady- 
flow compression work. It is interesting to observe from this diagram that of 
the three internally reversible cases considered, the adiabatic compression 
(Pv* = constant) requires the maximum work and the isothermal compres- 
sion (T = constant or Pv = constant) requires the minimum. The work 
input requirement for the polytropic case (Pv” = constant) is between these 
two and decreases as the polytropic exponent n is decreased, by increasing 
the heat rejection during the compression process. If sufficient heat is 
removed, the value of n approaches unity and the process becomes isother- 
mal. One common way of cooling the gas during compression is to use 
cooling jackets around the casing of the compressors. 


Multistage Compression with Intercooling 


It is clear from these arguments that cooling a gas as it is compressed is desir- 
able since this reduces the required work input to the compressor. However, 
often it is not possible to have adequate cooling through the casing of the 
compressor, and it becomes necessary to use other techniques to achieve 
effective cooling. One such technique is multistage compression with inter- 
cooling, where the gas is compressed in stages and cooled between each stage 
by passing it through a heat exchanger called an intercooler. Ideally, the cool- 
ing process takes place at constant pressure, and the gas is cooled to the initial 
temperature T, at each intercooler. Multistage compression with intercooling 
is especially attractive when a gas is to be compressed to very high pressures. 
The effect of intercooling on compressor work is graphically illustrated on 
P-v and T-s diagrams in Fig. 7-46 for a two-stage compressor. The gas is 
compressed in the first stage from P} to an intermediate pressure P, cooled at 
constant pressure to the initial temperature T}, and compressed in the second 
stage to the final pressure P,. The compression processes, in general, can be 
modeled as polytropic (Pv ” = constant) where the value of n varies between 
k and 1. The colored area on the P-v diagram represents the work saved as a 
result of two-stage compression with intercooling. The process paths for single- 
stage isothermal and polytropic processes are also shown for comparison. 
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Isentropic (n = k) 
Polytropic (1 <n < k) 
Isothermal (n = 1) 


FIGURE 7-45 

P-v diagrams of isentropic, polytropic, 
and isothermal compression processes 
between the same pressure limits. 
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FIGURE 7-46 


P-v and T-s diagrams for a two-stage 
steady-flow compression process. 
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The size of the colored area (the saved work input) varies with the value 
of the intermediate pressure P,, and it is of practical interest to determine 
the conditions under which this area is maximized. The total work input for 
a two-stage compressor is the sum of the work inputs for each stage of com- 
pression, as determined from Eq. 7—57b: 


Weomp,in Z Wcomp Lin T Weomp IH,in (7-58) 


En (By ] . a 1 
~n—IAL\P, "n—I1L\P, 


The only variable in this equation is P,. The P, value that minimizes the 
total work is determined by differentiating this expression with respect to P, 
and setting the resulting expression equal to zero. It yields 


Ey Ps 
P, P 


x 


Po= (PP) oe (7-59) 
That is, to minimize compression work during two-stage compression, the 
pressure ratio across each stage of the compressor must be the same. When 
this condition is satisfied, the compression work at each stage becomes 


identical, that is, Weomp tin = Weomp Thin’ 


EXAMPLE 7-13 Work Input for Various Compression Processes 


Air is compressed steadily by a reversible compressor from an inlet state of 
100 kPa and 300 K to an exit pressure of 900 kPa. Determine the compressor 
work per unit mass for (a) isentropic compression with k = 1.4, (b) polytropic 
compression with n = 1.3, (c) isothermal compression, and (d) ideal two- 
stage compression with intercooling with a polytropic exponent of 1.3. 


Solution Air is compressed reversibly from a specified state to a specified 
pressure. The compressor work is to be determined for the cases of 
isentropic, polytropic, isothermal, and two-stage compression. 
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Example 7-13. 


Assumptions 1 Steady operating conditions exist. 2 At specified conditions, 
air can be treated as an ideal gas. 3 Kinetic and potential energy changes are 
negligible. 
Analysis We take the compressor to be the system. This is a control volume 
since mass crosses the boundary. A sketch of the system and the T-s diagram 
for the process are given in Fig. 7-47. 

The steady-flow compression work for all these four cases is determined by 
using the relations developed earlier in this section: 
(a) Isentropic compression with k = 1.4: 


kRT, (2y" | 
Weomp,in — 1 
wa ae 


(1.4) (0.287 kJ/kg + K) (300 K) | e to 1 
= 14= i 100 kPa 
= 263.2 kJ/kg 


(b) Polytropic compression with n = 1.3: 


nRT, Py (n—1)/n 
Weomp in 1 
j i= N 


(1.3) (0.287 kJ/kg - K) (300 K) | (= Ze J 
5 I3 = il 100 kPa 


= 246.4 kJ/kg 


(c) Isothermal compression: 


P, 900 kPa 
a~ RT In — = (0.287 kJ/kg - K) (300 K) 1 
Weomp.,in n P, ( / g ) ( ) n 100 kPa 


= 189.2 kJ/kg 


(d) Ideal two-stage compression with intercooling (n = 1.3): In this case, the 
pressure ratio across each stage is the same, and its value is 


P, = (P,P,)'/? = [ (100 kPa) (900 kPa) ]'/? = 300 kPa 
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ACTUAL 
(irreversible) 


IDEAL 
(reversible) 


FIGURE 7-48 

The isentropic process involves no 
irreversibilities and serves as the ideal 
process for adiabatic devices. 


The compressor work across each stage is also the same. Thus the total 
compressor work is twice the compression work for a single stage: 


e a Se (E 1 
comp,in comp Lin aai P, 
2(1.3) (0.287 kJ/kg - K) (300 K) (> oe 7 | 
13-1 100 kPa 
= 215.3 kJ/kg 


Discussion Of all four cases considered, the isothermal compression requires 
the minimum work and the isentropic compression the maximum. The 
compressor work is decreased when two stages of polytropic compression are 
utilized instead of just one. As the number of compressor stages is increased, 
the compressor work approaches the value obtained for the isothermal case. 


7-12 = ISENTROPIC EFFICIENCIES 
OF STEADY-FLOW DEVICES 


We mentioned repeatedly that irreversibilities inherently accompany all 
actual processes and that their effect is always to downgrade the perfor- 
mance of devices. In engineering analysis, it would be very desirable to 
have some parameters that would enable us to quantify the degree of degra- 
dation of energy in these devices. In the last chapter we did this for cyclic 
devices, such as heat engines and refrigerators, by comparing the actual 
cycles to the idealized ones, such as the Carnot cycle. A cycle that was com- 
posed entirely of reversible processes served as the model cycle to which the 
actual cycles could be compared. This idealized model cycle enabled us to 
determine the theoretical limits of performance for cyclic devices under 
specified conditions and to examine how the performance of actual devices 
suffered as a result of irreversibilities. 

Now we extend the analysis to discrete engineering devices working 
under steady-flow conditions, such as turbines, compressors, and nozzles, 
and we examine the degree of degradation of energy in these devices as a 
result of irreversibilities. However, first we need to define an ideal process 
that serves as a model for the actual processes. 

Although some heat transfer between these devices and the surrounding 
medium is unavoidable, many steady-flow devices are intended to operate 
under adiabatic conditions. Therefore, the model process for these devices 
should be an adiabatic one. Furthermore, an ideal process should involve no 
irreversibilities since the effect of irreversibilities is always to downgrade 
the performance of engineering devices. Thus, the ideal process that can 
serve as a suitable model for adiabatic steady-flow devices is the isentropic 
process (Fig. 7-48). 

The more closely the actual process approximates the idealized isentropic 
process, the better the device performs. Thus, it would be desirable to have 
a parameter that expresses quantitatively how efficiently an actual device 
approximates an idealized one. This parameter is the isentropic or adia- 
batic efficiency, which is a measure of the deviation of actual processes 
from the corresponding idealized ones. 
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Isentropic efficiencies are defined differently for different devices since 
each device is set up to perform different tasks. Next we define the isen- 
tropic efficiencies of turbines, compressors, and nozzles by comparing the 
actual performance of these devices to their performance under isentropic 
conditions for the same inlet state and exit pressure. 


Isentropic Efficiency of Turbines 


For a turbine under steady operation, the inlet state of the working fluid and 
the exhaust pressure are fixed. Therefore, the ideal process for an adiabatic 
turbine is an isentropic process between the inlet state and the exhaust pres- 
sure. The desired output of a turbine is the work produced, and the isen- 
tropic efficiency of a turbine is defined as the ratio of the actual work h4 Inlet state 
output of the turbine to the work output that would be achieved if the 
process between the inlet state and the exit pressure were isentropic: hiba p 


Actual process 


Isentropic process 


Actual turbine work Wa 
(7-60) Wa 


— Isentropic turbine work 7 W, 


Usually the changes in kinetic and potential energies associated with a fluid ”2a L- A Pa 
stream flowing through a turbine are small relative to the change in enthalpy 
and can be neglected. Then the work output of an adiabatic turbine simply ! 
becomes the change in enthalpy, and Eq. 7-60 becomes 


ay 


hy — hs, 
nr = —— (7-61) 52s 


hi = Bii 
A FIGURE 7-49 


The h-s diagram for the actual and 
isentropic processes of an adiabatic 
turbine. 


where h,, and h,, are the enthalpy values at the exit state for actual and 
isentropic processes, respectively (Fig. 7-49). 

The value of 1, greatly depends on the design of the individual compo- 
nents that make up the turbine. Well-designed, large turbines have isentropic 
efficiencies above 90 percent. For small turbines, however, it may drop even 
below 70 percent. The value of the isentropic efficiency of a turbine is 
determined by measuring the actual work output of the turbine and by cal- 
culating the isentropic work output for the measured inlet conditions and the 
exit pressure. This value can then be used conveniently in the design of 
power plants. 


EXAMPLE 7-14 Isentropic Efficiency of a Steam Turbine 


Steam enters an adiabatic turbine steadily at 3 MPa and 400°C and leaves at 
50 kPa and 100°C. If the power output of the turbine is 2 MW, determine (a) 
the isentropic efficiency of the turbine and (b) the mass flow rate of the 
steam flowing through the turbine. 


Solution Steam flows steadily in a turbine between inlet and exit states. For 
a specified power output, the isentropic efficiency and the mass flow rate are 
to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The changes in kinetic 
and potential energies are negligible. 


372 l Thermodynamics 


FIGURE 7-50 


Schematic and T-s diagram for 
Example 7-14. 
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Analysis A sketch of the system and the T-s diagram of the process are given 
in Fig. 7-50. 
(a) The enthalpies at various states are 


P, = 3 MPA h, = 3231.7 kJ/kg 
State 1: Table A-6 
i T, = 400°C } Coss Ke 
Py, = 50 kPa 
2a: haa = 2682.4 kJ/k Table A— 
State 2a T, = ey 2a = 268 J/kg (Table A-6) 


The exit enthalpy of the steam for the isentropic process hz, is determined from 
the requirement that the entropy of the steam remain constant (s2, = $;): 
P,, = 50 kPa sp = 1.0912 kJ/kg- K 


State 2s: 
Mees" (595 = 5) 5, = 7.5931 kI/kg-K 


(Table A-5) 


Obviously, at the end of the isentropic process steam exists as a saturated 

mixture since s;< S,, < Sọ. Thus we need to find the quality at state 2s first: 

Sos — Sp 6.9235 — 1.0912 
Sie 6.5019 


Nog = = 0.897 


and 
hy, = hyp + Xohg = 340.54 + 0.897 (2304.7) = 2407.9 kJ/kg 


By substituting these enthalpy values into Eq. 7-61, the isentropic efficiency 
of this turbine is determined to be 


i = Dan II = DESBAL 
= = = 0.667, or 66.7% 
MT i=, AT = ANA A 
(b) The mass flow rate of steam through this turbine is determined from the 
energy balance for steady-flow systems: 


=H 


mh, = Waou a mha 


E in out 


Wout a m(h T haa) 


1000kI/s\ 
2MWw| ———— ) = m(3231.7 — 2682.4) kJ/kg 
1 MW 


m = 3.64 kg/s 


Isentropic Efficiencies of Compressors and Pumps 


The isentropic efficiency of a compressor is defined as the ratio of the 
work input required to raise the pressure of a gas to a specified value in an 
isentropic manner to the actual work input: 


Isentropic compressor work w, 


qes = 
Actual compressor work Wa 


(7-62) 


Notice that the isentropic compressor efficiency is defined with the isen- 
tropic work input in the numerator instead of in the denominator. This is 
because w, is a smaller quantity than w,, and this definition prevents nc 
from becoming greater than 100 percent, which would falsely imply that the 
actual compressors performed better than the isentropic ones. Also notice 
that the inlet conditions and the exit pressure of the gas are the same for 
both the actual and the isentropic compressor. 

When the changes in kinetic and potential energies of the gas being com- 
pressed are negligible, the work input to an adiabatic compressor becomes 
equal to the change in enthalpy, and Eq. 7—62 for this case becomes 


hy, = hy 
g= 


= = 7-63 
haa zi hy i 


where h,, and h,, are the enthalpy values at the exit state for actual and 
isentropic compression processes, respectively, as illustrated in Fig. 7-51. 
Again, the value of 7. greatly depends on the design of the compressor. 
Well-designed compressors have isentropic efficiencies that range from 80 
to 90 percent. 

When the changes in potential and kinetic energies of a liquid are negligi- 
ble, the isentropic efficiency of a pump is defined similarly as 

Ws V(P. 2—7 P 1) 


~= Wa 7 ha T hı 


(7-64) 


When no attempt is made to cool the gas as it is compressed, the actual 
compression process is nearly adiabatic and the reversible adiabatic (i.e., 
isentropic) process serves well as the ideal process. However, sometimes 
compressors are cooled intentionally by utilizing fins or a water jacket 
placed around the casing to reduce the work input requirements (Fig. 7—52). 
In this case, the isentropic process is not suitable as the model process since 
the device is no longer adiabatic and the isentropic compressor efficiency 
defined above is meaningless. A realistic model process for compressors 
that are intentionally cooled during the compression process is the 
reversible isothermal process. Then we can conveniently define an isother- 
mal efficiency for such cases by comparing the actual process to a 
reversible isothermal one: 


w 
ne = — (7-65) 
Wa 


where w, and w, are the required work inputs to the compressor for the 
reversible isothermal and actual cases, respectively. 
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FIGURE 7-51 


The h-s diagram of the actual and 
isentropic processes of an adiabatic 
compressor. 
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Compressors are sometimes 
intentionally cooled to minimize the 
work input. 
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FIGURE 7-53 


Schematic and T-s diagram for 
Example 7-15. 


EXAMPLE 7-15 Effect of Efficiency on Compressor Power Input 


Air is compressed by an adiabatic compressor from 100 kPa and 12°C to a 
pressure of 800 kPa at a steady rate of 0.2 kg/s. If the isentropic efficiency 
of the compressor is 80 percent, determine (a) the exit temperature of air and 
(b) the required power input to the compressor. 


Solution Air is compressed to a specified pressure at a specified rate. For a 
given isentropic efficiency, the exit temperature and the power input are to be 
determined. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
changes in kinetic and potential energies are negligible. 

Analysis A sketch of the system and the 7-s diagram of the process are given 
in Fig. 7-53. 

(a) We know only one property (pressure) at the exit state, and we need to 
know one more to fix the state and thus determine the exit temperature. The 
property that can be determined with minimal effort in this case is hy, since 
the isentropic efficiency of the compressor is given. At the compressor inlet, 


TSK = m= 28514 ke (Table AW 17) 
(Pa = 1.1584) 


The enthalpy of the air at the end of the isentropic compression process is 
determined by using one of the isentropic relations of ideal gases, 


P 800 kP 
Py = (2) = L1ssa( $ = = 9.2672 
1 


and 
P a = 9.2672 — hy, = 517.05 kJ/kg 
Substituting the known quantities into the isentropic efficiency relation, we have 
[Bas = 1h (517.05 — 285.14) kJ/kg 


SS 00 = 
aa ape (haa — 285.14) kJ/kg 


Thus, 
hy, = 575.03 kJ/kg — Ty, = 569.5 K 


T, KA 
P, = 800 kPa 
Tyg ----------5 
j. T ee Ee 1 Actual process 
AIR 2s a 
COMPRESSOR =g 
m = 0.2 kg/s Isentropic process 
f yoo es 

285 | ----==5 

P, = 100 kPa i 

T, =285 K i 


Bii 


(b) The required power input to the compressor is determined from the energy 
balance for steady-flow devices, 
Ein = joe 


mhi + Wain = mhz 

Wain = o = hy) 
= (0.2 kg/s)[ (575.03 — 285.14) kJ/kg] 
= 58.0 kW 


Discussion Notice that in determining the power input to the compressor, we 
used h, instead of h,, since h», is the actual enthalpy of the air as it exits 
the compressor. The quantity h», is a hypothetical enthalpy value that the air 
would have if the process were isentropic. 


Isentropic Efficiency of Nozzles 


Nozzles are essentially adiabatic devices and are used to accelerate a fluid. 
Therefore, the isentropic process serves as a suitable model for nozzles. The 
isentropic efficiency of a nozzle is defined as the ratio of the actual kinetic 
energy of the fluid at the nozzle exit to the kinetic energy value at the exit of 
an isentropic nozzle for the same inlet state and exit pressure. That is, 


Actual KE at nozzle exit Vv. 
Isentropic KE at nozzle exit V3, 


NN (7-66) 
Note that the exit pressure is the same for both the actual and isentropic 
processes, but the exit state is different. 

Nozzles involve no work interactions, and the fluid experiences little or 
no change in its potential energy as it flows through the device. If, in addi- 
tion, the inlet velocity of the fluid is small relative to the exit velocity, the 
energy balance for this steady-flow device reduces to 
Via 


hy = ha + 
1 12a 2 


Then the isentropic efficiency of the nozzle can be expressed in terms of 
enthalpies as 


= hy 7 haa 


1y = (7-67) 


hi = lz 

where h, and h,, are the enthalpy values at the nozzle exit for the actual 
and isentropic processes, respectively (Fig. 7-54). Isentropic efficiencies of 
nozzles are typically above 90 percent, and nozzle efficiencies above 95 
percent are not uncommon. 


EXAMPLE 7-16 Effect of Efficiency on Nozzle Exit Velocity 


Air at 200 kPa and 950 K enters an adiabatic nozzle at low velocity and is 
discharged at a pressure of 80 kPa. If the isentropic efficiency of the nozzle 
is 92 percent, determine (a) the maximum possible exit velocity, (b) the exit 
temperature, and (c) the actual exit velocity of the air. Assume constant 
specific heats for air. 
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The h-s diagram of the actual and 
isentropic processes of an adiabatic 
nozzle. 
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Solution The acceleration of air in a nozzle is considered. For specified exit 
pressure and isentropic efficiency, the maximum and actual exit velocities 
and the exit temperature are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
inlet kinetic energy is negligible. 

Analysis A sketch of the system and the 7-s diagram of the process are given 
in Fig. 7-55. 

The temperature of air will drop during this acceleration process because 

some of its internal energy is converted to kinetic energy. This problem can 
be solved accurately by using property data from the air table. But we will 
assume constant specific heats (thus sacrifice some accuracy) to demon- 
strate their use. Let us guess the average temperature of the air to be about 
800 K. Then the average values of c, and k at this anticipated average 
temperature are determined from Table A-2b to be c, = 1.099 kJ/kg - K and 
k = 1.354. 
(a) The exit velocity of the air will be a maximum when the process in the 
nozzle involves no irreversibilities. The exit velocity in this case is determined 
from the steady-flow energy equation. However, first we need to determine 
the exit temperature. For the isentropic process of an ideal gas we have: 


Tzs Pos VUE 
T, a 


PN 80 kPa N 0354/1.354 
T,, = T, P, = (950 K) 200 kPa = 748 K 


or 


This gives an average temperature of 849 K, which is somewhat higher than 
the assumed average temperature (800 K). This result could be refined by 
reevaluating the k value at 749 K and repeating the calculations, but it is not 
warranted since the two average temperatures are sufficiently close (doing so 
would change the temperature by only 1.5 K, which is not significant). 

Now we can determine the isentropic exit velocity of the air from the 
energy balance for this isentropic steady-flow process: 


Cin — out 


Vi Vi. 


Y = Vio = ha) = Vere = h) 


= 201.089 kJ/kg + K)[(950 — 748) «(ee 
= 666 m/s 


(b) The actual exit temperature of the air is higher than the isentropic exit 
temperature evaluated above and is determined from 


h, me. haa Gao Li E Toa) 


D lb = Ming 7 Cre = Tos) 
or 
092-2, on = 64K 
950 — 748 e 


That is, the temperature is 16 K higher at the exit of the actual nozzle as a 
result of irreversibilities such as friction. It represents a loss since this rise in 
temperature comes at the expense of kinetic energy (Fig. 7-56). 


(c) The actual exit velocity of air can be determined from the definition of 
isentropic efficiency of a nozzle, 


nw > Va = VayV2, = V0.92(666 m/s)? = 639 m/s 


7-13 = ENTROPY BALANCE 


The property entropy is a measure of molecular disorder or randomness of 
asystem, and the second law of thermodynamics states that entropy can 
be created but it cannot be destroyed. Therefore, the entropy change of 
a system during a process is greater than the entropy transfer by an 
amount equal to the entropy generated during the process within the system, 
and the increase of entropy principle for any system is expressed as 
(Fig. 7-57) 


Total Total Total Change in the 
entropy | — | entropy | + | entropy | = | total entropy 
entering leaving generated of the system 
or 
Sin z Sout T Swen = AS system (7-68) 


which is a verbal statement of Eq. 7—9. This relation is often referred to as 
the entropy balance and is applicable to any system undergoing any 
process. The entropy balance relation above can be stated as: the entropy 
change of a system during a process is equal to the net entropy transfer 
through the system boundary and the entropy generated within the system. 
Next we discuss the various terms in that relation. 
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FIGURE 7-56 


A substance leaves actual nozzles at a 
higher temperature (thus a lower 
velocity) as a result of friction. 
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Energy and entropy balances for a 
system. 
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FIGURE 7-58 


Heat transfer is always accompanied 
by entropy transfer in the amount of 
O/T, where T is the boundary 
temperature. 


Entropy Change of a System, A System 


Despite the reputation of entropy as being vague and abstract and the intim- 
idation associated with it, entropy balance is actually easier to deal with 
than energy balance since, unlike energy, entropy does not exist in various 
forms. Therefore, the determination of entropy change of a system during a 
process involves evaluating entropy of the system at the beginning and at 
the end of the process and taking their difference. That is, 


Entropy change = Entropy at final state — Entropy at initial state 


or 


AS yem = Sinai Sinigal i So Sı (7-69) 


Note that entropy is a property, and the value of a property does not change 
unless the state of the system changes. Therefore, the entropy change of a 
system is zero if the state of the system does not change during the process. 
For example, the entropy change of steady-flow devices such as nozzles, 
compressors, turbines, pumps, and heat exchangers is zero during steady 
operation. 

When the properties of the system are not uniform, the entropy of the sys- 
tem can be determined by integration from 


Ssystem = | s ôm = | sp dV (7-70) 
V 
where V is the volume of the system and p is density. 


Mechanisms of Entropy Transfer, S,, and S,,, 


Entropy can be transferred to or from a system by two mechanisms: heat 
transfer and mass flow (in contrast, energy is transferred by work also). 
Entropy transfer is recognized at the system boundary as it crosses the 
boundary, and it represents the entropy gained or lost by a system during a 
process. The only form of entropy interaction associated with a fixed mass 
or closed system is heat transfer, and thus the entropy transfer for an adia- 
batic closed system is zero. 


1 Heat Transfer 


Heat is, in essence, a form of disorganized energy, and some disorganization 
(entropy) will flow with heat. Heat transfer to a system increases the 
entropy of that system and thus the level of molecular disorder or random- 
ness, and heat transfer from a system decreases it. In fact, heat rejection is 
the only way the entropy of a fixed mass can be decreased. The ratio of the 
heat transfer Q at a location to the absolute temperature T at that location is 
called the entropy flow or entropy transfer and is expressed as (Fig. 7-58) 


Entropy transfer by heat transfer: Sheat = 2 (T = constant) (7-71) 


T 
The quantity Q/T represents the entropy transfer accompanied by heat trans- 
fer, and the direction of entropy transfer is the same as the direction of heat 
transfer since thermodynamic temperature T is always a positive quantity. 


When the temperature T is not constant, the entropy transfer during a 
process 1-2 can be determined by integration (or by summation if appropri- 
ate) as 


2 
Seat = | e =5 A (7-72) 
where Q, is the heat transfer through the boundary at temperature T, at loca- 
tion k. 

When two systems are in contact, the entropy transfer from the warmer 
system is equal to the entropy transfer into the cooler one at the point of 
contact. That is, no entropy can be created or destroyed at the boundary 
since the boundary has no thickness and occupies no volume. 

Note that work is entropy-free, and no entropy is transferred by work. 
Energy is transferred by both heat and work, whereas entropy is transferred 
only by heat. That is, 


Entropy transfer by work: Swor = 0 (7-73) 


The first law of thermodynamics makes no distinction between heat transfer 
and work; it considers them as equals. The distinction between heat transfer 
and work is brought out by the second law: an energy interaction that is 
accompanied by entropy transfer is heat transfer, and an energy interaction 
that is not accompanied by entropy transfer is work. That is, no entropy is 
exchanged during a work interaction between a system and its surroundings. 
Thus, only energy is exchanged during work interaction whereas both 
energy and entropy are exchanged during heat transfer (Fig. 7-59). 


2 Mass Flow 


Mass contains entropy as well as energy, and the entropy and energy con- 
tents of a system are proportional to the mass. (When the mass of a system 
is doubled, so are the entropy and energy contents of the system.) Both 
entropy and energy are carried into or out of a system by streams of matter, 
and the rates of entropy and energy transport into or out of a system are 
proportional to the mass flow rate. Closed systems do not involve any mass 
flow and thus any entropy transfer by mass. When a mass in the amount of 
m enters or leaves a system, entropy in the amount of ms, where s is the 
specific entropy (entropy per unit mass entering or leaving), accompanies it 
(Fig. 7-60). That is, 


Entropy transfer by mass flow: = ms (7-74) 


Sais 


Therefore, the entropy of a system increases by ms when mass in the 
amount of m enters and decreases by the same amount when the same 
amount of mass at the same state leaves the system. When the properties of 
the mass change during the process, the entropy transfer by mass flow can 
be determined by integration from 


Sns | spV,, dA. and Sinass = | son = | Smas dt (7-75) 
A, A 


t 


where A, is the cross-sectional area of the flow and V, is the local velocity 
normal to dA... 
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Entropy is not 
transferred 
with work 


Entropy 
generation 
via friction 


FIGURE 7-59 


No entropy accompanies work as it 
crosses the system boundary. But 
entropy may be generated within the 
system as work is dissipated into a less 
useful form of energy. 
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FIGURE 7-60 


Mass contains entropy as well as 
energy, and thus mass flow into or out 
of system is always accompanied by 
energy and entropy transfer. 
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FIGURE 7-61 


Mechanisms of entropy transfer for a 
general system. 
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FIGURE 7-62 


Entropy generation outside system 
boundaries can be accounted for by 
writing an entropy balance on an 
extended system that includes the 
system and its immediate 
surroundings. 


Entropy Generation, S 


gen 

Irreversibilities such as friction, mixing, chemical reactions, heat transfer 
through a finite temperature difference, unrestrained expansion, nonquasi- 
equilibrium compression, or expansion always cause the entropy of a sys- 
tem to increase, and entropy generation is a measure of the entropy created 
by such effects during a process. 

For a reversible process (a process that involves no irreversibilities), the 
entropy generation is zero and thus the entropy change of a system is equal 
to the entropy transfer. Therefore, the entropy balance relation in the 
reversible case becomes analogous to the energy balance relation, which 
states that energy change of a system during a process is equal to the energy 
transfer during that process. However, note that the energy change of a sys- 
tem equals the energy transfer for any process, but the entropy change of a 
system equals the entropy transfer only for a reversible process. 

The entropy transfer by heat Q/T is zero for adiabatic systems, and the 
entropy transfer by mass ms is zero for systems that involve no mass flow 
across their boundary (i.e., closed systems). 

Entropy balance for any system undergoing any process can be expressed 
more explicitly as 


Sin E Sout + Sae = IS ie (kJ/K) (7-76) 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
or, in the rate form, as 
Sin x D out T Saoti = AS system/ At (kW/K) (7-77) 


Rate of change 
in entropy 


Rate of net entropy 
transfer by heat 
and mass 
where the rates of entropy transfer by heat transferred at a rate of Q and 
mass flowing at a rate of mare Shen = Q/T and Snass = ms. The entropy bal- 
ance can also be expressed on a unit-mass basis as 


(kJ/kg + K) 


Rate of entropy 
generation 


(Sin = Sout) + Sgen — Å Ssystem (7-78) 


where all the quantities are expressed per unit mass of the system. Note that 
for a reversible process, the entropy generation term Sen drops out from all 
of the relations above. 

The term S,.,, represents the entropy generation within the system bound- 
ary only (Fig. 7-61), and not the entropy generation that may occur outside 
the system boundary during the process as a result of external irreversibili- 
ties. Therefore, a process for which S,.,, = 0 is internally reversible, but not 
necessarily totally reversible. The total entropy generated during a process 
can be determined by applying the entropy balance to an extended system 
that includes the system itself and its immediate surroundings where exter- 
nal irreversibilities might be occurring (Fig. 7—62). Also, the entropy change 
in this case is equal to the sum of the entropy change of the system and the 
entropy change of the immediate surroundings. Note that under steady con- 
ditions, the state and thus the entropy of the immediate surroundings (let us 
call it the “buffer zone”) at any point does not change during the process, 
and the entropy change of the buffer zone is zero. The entropy change of the 
buffer zone, if any, is usually small relative to the entropy change of the sys- 
tem, and thus it is usually disregarded. 


When evaluating the entropy transfer between an extended system and the 
surroundings, the boundary temperature of the extended system is simply 
taken to be the environment temperature. 


Closed Systems 


A closed system involves no mass flow across its boundaries, and its 
entropy change is simply the difference between the initial and final 
entropies of the system. The entropy change of a closed system is due to the 
entropy transfer accompanying heat transfer and the entropy generation 
within the system boundaries. Taking the positive direction of heat transfer 
to be to the system, the general entropy balance relation (Eq. 7-76) can be 
expressed for a closed system as 


Closed system: 5% FS = Abyan m (kJ/K) (7-79) 
k 


The entropy balance relation above can be stated as: 


The entropy change of a closed system during a process is equal to the sum 
of the net entropy transferred through the system boundary by heat transfer 
and the entropy generated within the system boundaries. 


For an adiabatic process (Q = 0), the entropy transfer term in the above 
relation drops out and the entropy change of the closed system becomes 
equal to the entropy generation within the system boundaries. That is, 


Adiabatic closed system: Sa = ASen (7-80) 


Noting that any closed system and its surroundings can be treated as an adi- 
abatic system and the total entropy change of a system is equal to the sum 
of the entropy changes of its parts, the entropy balance for a closed system 
and its surroundings can be written as 


System + Surroundings: Sen 5 AS = AS an T AS aroung (7-81) 


where AS ystem = (s2 — sı) and the entropy change of the surroundings can 
be determined from AS... = Qsur/Tsurr if its temperature is constant. At ini- 
tial stages of studying entropy and entropy transfer, it is more instructive to 
start with the general form of the entropy balance (Eq. 7-76) and to sim- 
plify it for the problem under consideration. The specific relations above are 
convenient to use after a certain degree of intuitive understanding of the 


material is achieved. 


Control Volumes 


The entropy balance relations for control volumes differ from those for 
closed systems in that they involve one more mechanism of entropy 
exchange: mass flow across the boundaries. As mentioned earlier, mass pos- 
sesses entropy as well as energy, and the amounts of these two extensive 
properties are proportional to the amount of mass (Fig. 7—63). 

Taking the positive direction of heat transfer to be to the system, the gen- 
eral entropy balance relations (Eqs. 7-76 and 7-77) can be expressed for 
control volumes as 


5% + X ms; = Zma: ae Syen = (S2 — Sew (kI/K) (7-82) 
k 
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FIGURE 7-63 

The entropy of a control volume 
changes as a result of mass flow as 
well as heat transfer. 
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FIGURE 7-64 


The entropy of a substance always 
increases (or remains constant in the 
case of a reversible process) as it flows 
through a single-stream, adiabatic, 
steady-flow device. 


or, in the rate form, as 


5# + > ms; — >) tes. + Sgen = Boyd (kW/K) (7-83) 
k 


This entropy balance relation can be stated as: 


The rate of entropy change within the control volume during a process is 
equal to the sum of the rate of entropy transfer through the control volume 
boundary by heat transfer, the net rate of entropy transfer into the control 
volume by mass flow, and the rate of entropy generation within the 
boundaries of the control volume as a result of irreversibilities. 


Most control volumes encountered in practice such as turbines, compres- 
sors, nozzles, diffusers, heat exchangers, pipes, and ducts operate steadily, 
and thus they experience no change in their entropy. Therefore, the entropy 
balance relation for a general steady-flow process can be obtained from Eq. 
7-83 by setting dScy/dt = 0 and rearranging to give 
Qx 


= 7-84 
a (7-84) 


Steady-flow: Suc ms, = Ss = 


For single-stream (one inlet and one exit) steady-flow devices, the entropy 
balance relation simplifies to 


Steady-flow, single-stream: Sgen = m(se — 5;) ` gi (7-85) 
k 

For the case of an adiabatic single-stream device, the entropy balance rela- 

tion further simplifies to 


Steady-flow, single-stream, adiabatic: Son = (8, — 5;) (7-86) 


gen 
which indicates that the specific entropy of the fluid must increase as it 
flows through an adiabatic device since S,.,, = 0 (Fig. 7—64). If the flow 
through the device is reversible and adiabatic, then the entropy remains 


constant, s, = s, regardless of the changes in other properties. 


EXAMPLE 7-17 Entropy Generation in a Wall 


Consider steady heat transfer through a 5-m X 7-m brick wall of a house of 
thickness 30 cm. On a day when the temperature of the outdoors is O°C, the 
house is maintained at 27°C. The temperatures of the inner and outer 
surfaces of the brick wall are measured to be 20°C and 5°C, respectively, and 
the rate of heat transfer through the wall is 1035 W. Determine the rate of 
entropy generation in the wall, and the rate of total entropy generation 
associated with this heat transfer process. 


Solution Steady heat transfer through a wall is considered. For specified 
heat transfer rate, wall temperatures, and environment temperatures, the 
entropy generation rate within the wall and the total entropy generation rate 
are to be determined. 

Assumptions 1 The process is steady, and thus the rate of heat transfer 
through the wall is constant. 2 Heat transfer through the wall is one- 
dimensional. 


Analysis \We first take the wall as the system (Fig. 7-65). This is a closed 

system since no mass crosses the system boundary during the process. We note 

that the entropy change of the wall is zero during this process since the state 

and thus the entropy of the wall do not change anywhere in the wall. Heat and 

entropy are entering from one side of the wall and leaving from the other side. 
The rate form of the entropy balance for the wall simplifies to 


A 0 (steady) 
Sin T Sout ap Siren = AS Fetem/ At 
Rate of net entropy Rate of entropy Rate of change 
transfer by heat generation in entropy 


and mass 


Q Q 
( an ( ah Seen p : 


1035W = 1035 W $ 
293 K 278 K gen 
Therefore, the rate of entropy generation in the wall is 


Sgen wai = 0.191 W/K 


Note that entropy transfer by heat at any location is Q/T at that location, and 
the direction of entropy transfer is the same as the direction of heat transfer. 

To determine the rate of total entropy generation during this heat transfer 
process, we extend the system to include the regions on both sides of the 
wall that experience a temperature change. Then one side of the system 
boundary becomes room temperature while the other side becomes the 
temperature of the outdoors. The entropy balance for this extended system 
(system + immediate surroundings) is the same as that given above, except 
the two boundary temperatures are now 300 and 273 K instead of 293 and 
278 K, respectively. Then the rate of total entropy generation becomes 


1035 W 1035W 
300 K 273 K 


Discussion Note that the entropy change of this extended system is also zero 
since the state of air does not change at any point during the process. The 
differences between the two entropy generations is 0.150 W/K, and it 
represents the entropy generated in the air layers on both sides of the wall. 
The entropy generation in this case is entirely due to irreversible heat transfer 
through a finite temperature difference. 


= 


Seat = ie Sean = 0.341 W/K 


EXAMPLE 7-18 Entropy Generation during a Throttling Process 


Steam at 7 MPa and 450°C is throttled in a valve to a pressure of 3 MPa 
during a steady-flow process. Determine the entropy generated during this 
process and check if the increase of entropy principle is satisfied. 


Solution Steam is throttled to a specified pressure. The entropy generated 
during this process is to be determined, and the validity of the increase of 
entropy principle is to be verified. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O, AEpy = O, and ASy = O. 2 Heat 
transfer to or from the valve is negligible. 3 The kinetic and potential energy 
changes are negligible, Ake = Ape = O. 
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FIGURE 7-65 
Schematic for Example 7-17. 
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FIGURE 7-66 


Schematic and T-s diagram for 
Example 7-18. 
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Analysis \We take the throttling valve as the system (Fig. 7-66). This is a 
control volume since mass crosses the system boundary during the process. 
We note that there is only one inlet and one exit and thus m, = m, = m. 
Also, the enthalpy of a fluid remains nearly constant during a throttling 
process and thus h, = h). 

The entropy of the steam at the inlet and the exit states is determined from 
the steam tables to be 


P, = 7 MPa h, = 3288.3 kJ/kg 
State 1: 
T, = 450°C sı = 6.6353 kJ/kg. K 
P, = 3 MPa 
State 2: =f S2 = 7.0046 kJ/kg: K 
De AEN 


Then the entropy generation per unit mass of the steam is determined from 
the entropy balance applied to the throttling valve, 


0 (steady) 
Sin Te Sout ap Siren E AS Sstem/ dt 
Rate of net entropy Rate of entropy Rate of change 
transfer by heat generation in entropy 


and mass 
iS), = Ty AP Se = 0 
See = m(s, = Sa) 
Dividing by mass flow rate and substituting gives 


Sgen = 82 — 5, = 7.0046 — 6.6353 = 0.3693 kJ/kg -K 


This is the amount of entropy generated per unit mass of steam as it is 
throttled from the inlet state to the final pressure, and it is caused by 
unrestrained expansion. The increase of entropy principle is obviously 
satisfied during this process since the entropy generation is positive. 


EXAMPLE 7-19 Entropy Generated when a Hot Block Is Dropped 
in a Lake 


A 50-kg block of iron casting at 500 K is thrown into a large lake that is at a 
temperature of 285 K. The iron block eventually reaches thermal equilibrium 
with the lake water. Assuming an average specific heat of 0.45 kJ/kg - K for 
the iron, determine (a) the entropy change of the iron block, (b) the entropy 
change of the lake water, and (c) the entropy generated during this process. 


Solution A hot iron block is thrown into a lake, and cools to the lake 
temperature. The entropy changes of the iron and of the lake as well as the 
entropy generated during this process are to be determined. 

Assumptions 1 Both the water and the iron block are incompressible 
substances. 2 Constant specific heats can be used for the water and the iron. 
3 The kinetic and potential energy changes of the iron are negligible, AKE = 
APE = O and thus AE = AU. 

Properties The specific heat of the iron is 0.45 kJ/kg - K (Table A-3). 
Analysis \We take the iron casting as the system (Fig. 7-67). This is a closed 
system since no mass crosses the system boundary during the process. 

To determine the entropy change for the iron block and for the lake, first 
we need to know the final equilibrium temperature. Given that the thermal 
energy capacity of the lake is very large relative to that of the iron block, the 
lake will absorb all the heat rejected by the iron block without experiencing 
any change in its temperature. Therefore, the iron block will cool to 285 K 
during this process while the lake temperature remains constant at 285 K. 
(a) The entropy change of the iron block can be determined from 


2 
ASiron = m(s> F sı) = MCavg In T 
285 K 
500 K 


(50 kg) (0.45 kJ/kg + K) In 


—12.65 kJ/K 


(b) The temperature of the lake water remains constant during this process at 
285 K. Also, the amount of heat transfer from the iron block to the lake is 
determined from an energy balance on the iron block to be 


En Zz Eou AE sian 
— SSS 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Oo = AU = mc, = M) 
or 
Q out = MCavg (Ti — T,) = (50 kg) (0.45 kJ/kg + K) (500 — 285) K = 4838 kJ 
Then the entropy change of the lake becomes 


Orie +4838 kJ 
AS take = = = 16.97 kJ/K 
lake TH 285K J/ 
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FIGURE 7-67 


Schematic for Example 7-19. 
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FIGURE 7-68 
Schematic for Example 7-20. 


(c) The entropy generated during this process can be determined by applying 
an entropy balance on an extended system that includes the iron block and 
its immediate surroundings so that the boundary temperature of the extended 
system is at 285 K at all times: 


Sia = Sout ar Sen = ASE 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
7 Los T Segn = AS m 
b 
or 
Qout 4838 kJ 
Seen = oP ANS = — (12.65 kJ/K) = 4.32 kJ/K 
gen T system 285K ( / ) kJ/ 


Discussion The entropy generated can also be determined by taking the iron 
block and the entire lake as the system, which is an isolated system, and 
applying an entropy balance. An isolated system involves no heat or entropy 
transfer, and thus the entropy generation in this case becomes equal to the 
total entropy change, 


Seen = AStoiat = ASsystem + AStaxe = — 12.65 + 16.97 = 4.32 KJ/K 


which is the same result obtained above. 


EXAMPLE 7-20 Entropy Generation in a Mixing Chamber 


Water at 20 psia and 50°F enters a mixing chamber at a rate of 300 Ibm/min 
where it is mixed steadily with steam entering at 20 psia and 240°F. The 
mixture leaves the chamber at 20 psia and 130°F, and heat is lost to the 
surrounding air at 70°F at a rate of 180 Btu/min. Neglecting the changes in 
kinetic and potential energies, determine the rate of entropy generation 
during this process. 


Solution Water and steam are mixed in a chamber that is losing heat at a 
specified rate. The rate of entropy generation during this process is to be 
determined. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = 0O, AEpy = O, and ASpy = O. 2 There are 
no work interactions involved. 3 The kinetic and potential energies are 
negligible, ke = pe = 0. 

Analysis \Ne take the mixing chamber as the system (Fig. 7-68). This is a 
control volume since mass crosses the system boundary during the process. 
We note that there are two inlets and one exit. 


Chapter 7 


Under the stated assumptions and observations, the mass and energy 
balances for this steady-flow system can be expressed in the rate form as 


follows: 
0 (steady) 
4 5 D ae ial ae A 
Mass balance: Mig Moy — oaa O0 —> mye my = In, 
A A A 0 (steady) 
Energy balance: lin = Bog = DanS 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
ia = JB ai 


mh, + mh, = rash, + O ou (since W = 0, ke = pe = 0) 


Combining the mass and energy balances gives 


On mh, H mh, (m H m)h 


The desired properties at the specified states are determined from the steam 


tables to be 
ee eae o hy = hee sør = 18.07 Btu/Ibm 
T, = 50°F 51 = Sre sor = 0.03609 Btu/Ibm+R 
State 2: o hy = 1162.3 Btu/Ibm 
T, = 240°F sa = 1.7406 Btu/lbm - R 
Steg Py = 20 ee hz = hre aie = VS Btu/Ibm 
m = IOR S3 = Sp@ 130% = 0.18174 Btu/Ibm-R 


Substituting, 
180 Btu/min = [300 X 18.07 + m, X 1162.3 — (300 + m3) X 97.99] Btu/min 
which gives 

My = 22.7 Ilbm/min 


The rate of entropy generation during this process can be determined by 
applying the rate form of the entropy balance on an extended system that 
includes the mixing chamber and its immediate surroundings so that the 
boundary temperature of the extended system is 70°F = 530 R: 


Sin + Sout ar Shen = AS system/ At 
Rate of net entropy Rate of entropy Rate of change 
transfer by heat generation in entropy 
and mass 
: e . Oui 2 
MS; + MS) — M353 F Seem = O 


T, 
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Substituting, the rate of entropy generation is determined to be 


oo = [50 = 10S) = oa FE = 
= (322.7 X 0.18174 — 300 X 0.03609 — 22.7 X 1.7406) Btu/min-R 
180 Btu/min 
530R 
= 8.65 Btu/min-R 


Discussion Note that entropy is generated during this process at a rate of 
8.65 Btu/min - R. This entropy generation is caused by the mixing of two 
fluid streams (an irreversible process) and the heat transfer between the 
mixing chamber and the surroundings through a finite temperature difference 
(another irreversible process). 


EXAMPLE 7-21 Entropy Generation Associated with Heat 
Transfer 


A frictionless piston-cylinder device contains a saturated liquid—vapor 
mixture of water at 100°C. During a constant-pressure process, 600 kJ of 
heat is transferred to the surrounding air at 25°C. As a result, part of the 
water vapor contained in the cylinder condenses. Determine (a) the entropy 
change of the water and (b) the total entropy generation during this heat 
transfer process. 


Solution Saturated liquid-vapor mixture of water loses heat to its surround- 
ia ings, and some of the vapor condenses. The entropy change of the water and 
the total entropy generation are to be determined. 
Assumptions 1 There are no irreversibilities involved within the system 
boundaries, and thus the process is internally reversible. 2 The water 
Ture = 25°C temperature remains constant at 100°C everywhere, including the 
boundaries. 
Analysis \We first take the water in the cylinder as the system (Fig. 7-69). 


T= 100°C 


H,O 


FIGURE 7-69 This is a closed system since no mass crosses the system boundary during 
Schematic for Example 7-21. the process. We note that the pressure and thus the temperature of water in 


the cylinder remain constant during this process. Also, the entropy of the 
system decreases during the process because of heat loss. 

(a) Noting that water undergoes an internally reversible isothermal process, 
its entropy change can be determined from 


Q —600 kJ 
Tyysem (100 + 273 K) 


A Syge = —1.61 kJ/K 


(b) To determine the total entropy generation during this process, we 
consider the extended system, which includes the water, the piston—cylinder 
device, and the region immediately outside the system that experiences a 
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temperature change so that the entire boundary of the extended system is at 
the surrounding temperature of 25°C. The entropy balance for this extended 
system (system + immediate surroundings) yields 


Sia ne Sout ar Swan = AS 
Net entropy transfer Entropy Change 

by heat and mass generation in entropy 

Qout 
om a F Sam = AS em 
b 
or 
Q 600 kJ 
Ce ee NS + (—1.61 kJ/K) = 0.40 kJ/K 


T, OER 


The entropy generation in this case is entirely due to irreversible heat transfer 
through a finite temperature difference. 

Note that the entropy change of this extended system is equivalent to the 

entropy change of water since the piston—cylinder device and the immediate 
surroundings do not experience any change of state at any point, and thus 
any change in any property, including entropy. 
Discussion For the sake of argument, consider the reverse process (i.e., the 
transfer of 600 kJ of heat from the surrounding air at 25°C to saturated water 
at 100°C) and see if the increase of entropy principle can detect the 
impossibility of this process. This time, heat transfer will be to the water 
(heat gain instead of heat loss), and thus the entropy change of water will be 
+1.61 kJ/K. Also, the entropy transfer at the boundary of the extended 
system will have the same magnitude but opposite direction. This will result 
in an entropy generation of —O.4 kJ/K. The negative sign for the entropy 
generation indicates that the reverse process is impossible. 

To complete the discussion, let us consider the case where the surrounding 
air temperature is a differential amount below 100°C (say 99.999 . . . 9°C) 
instead of being 25°C. This time, heat transfer from the saturated water to 
the surrounding air will take place through a differential temperature 
difference rendering this process reversible. It can be shown that Sgen = O for 
this process. 

Remember that reversible processes are idealized processes, and they can 
be approached but never reached in reality. 


Entropy Generation Associated 
with a Heat Transfer Process 


In Example 7-21 it is determined that 0.4 kJ/K of entropy is generated dur- 
ing the heat transfer process, but it is not clear where exactly the entropy 
generation takes place, and how. To pinpoint the location of entropy genera- 
tion, we need to be more precise about the description of the system, its sur- 
roundings, and the system boundary. 

In that example, we assumed both the system and the surrounding air to 
be isothermal at 100°C and 25°C, respectively. This assumption is reason- 
able if both fluids are well mixed. The inner surface of the wall must also be 
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(a) The wall is ignored 


FIGURE 7-70 


at 100°C while the outer surface is at 25°C since two bodies in physical con- 
tact must have the same temperature at the point of contact. Considering that 
entropy transfer with heat transfer Q through a surface at constant temperature 
T is Q/T, the entropy transfer from the water into the wall is O/T, = 1.61 
kJ/K. Likewise, entropy transfer from the outer surface of the wall into the 
surrounding air is O/T,,,. = 2.01 kJ/K. Obviously, entropy in the amount of 
2.01 — 1.61 = 0.4 kJ/K is generated in the wall, as illustrated in Fig. 7—70b. 

Identifying the location of entropy generation enables us to determine 
whether a process is internally reversible. A process is internally reversible 
if no entropy is generated within the system boundaries. Therefore, the heat 
transfer process discussed in Example 7-21 is internally reversible if the 
inner surface of the wall is taken as the system boundary, and thus the sys- 
tem excludes the container wall. If the system boundary is taken to be the 
outer surface of the container wall, then the process is no longer internally 
reversible since the wall, which is the site of entropy generation, is now part 
of the system. 

For thin walls, it is very tempting to ignore the mass of the wall and to 
regard the wall as the boundary between the system and the surroundings. 
This seemingly harmless choice hides the site of the entropy generation 
from view and is a source of confusion. The temperature in this case drops 
suddenly from Tys to Tur at the boundary surface, and confusion arises as 
to which temperature to use in the relation Q/T for entropy transfer at the 
boundary. 

Note that if the system and the surrounding air are not isothermal as a 
result of insufficient mixing, then part of the entropy generation will occur 
in both the system and the surrounding air in the vicinity of the wall, as 
shown in Fig. 7—70c. 


Wall Wall 


surr 


Location of 
entropy generation 


(b) The wall is considered (c) The wall as well as the variations of 
temperature in the system and the 


surroundings are considered 


Graphical representation of entropy generation during a heat transfer process through a finite temperature difference. 
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TOPIC OF SPECIAL INTEREST* Reducing the Cost of Compressed Air 


Compressed air at gage pressures of 550 to 1000 kPa (80 to 150 psig) is 
commonly used in industrial facilities to perform a wide variety of tasks oy 
such as cleaning, operating pneumatic equipment, and even refrigeration. It TK + Tee B 
is often referred to as the fourth utility after electricity, water, and natural gas Pi slet ati 
or oil. In production facilities, there is a widespread waste of energy associ- a Za ay i | 
ated with compressed-air systems and a general lack of awareness about the : s AA | al ee saa 
opportunities to conserve energy. A considerable portion of the energy waste i ; í 
associated with compressed-air systems can be avoided by following some 
commonsense measures. In this section we discuss the energy losses associ- 
ated with compressed-air systems and their costs to manufacturers. We also 
show how to reduce the cost of compressed air in existing facilities by mak- 
ing some modifications with attractive payback periods. With the exception 
of a few compressors that are driven by natural gas engines, all compressors 
are driven by electric motors (Fig. 7-71). FIGURE 7-71 

Some primitive methods of producing an air blast to keep the fire in fur- A 1250-hp compressor assembly. 
naces alive, such as air-threading bags and the Chinese wind box, date back Courtesy of Dresser Rand Company, Painted 
at least to 2000 Bc. The water trompe that compresses air by the fall of water Post, NY. 
in a tube to blow forges (metal heat shops) is believed to have been in use by 
150 Bc. In 1650, Otto van Guericke made great improvements in both the 
compressor and vacuum pump. In 1683, Papin proposed using compressed air 
to transmit power over long distances. In 1829, William Mann received a 
patent for multistage compression of air. In 1830, Thilorier was recognized 
for compressing gases to high pressures in stages. In 1890, Edward Rix trans- 
mitted power with air several miles to operate lifting machines in the North 
Star mine near Grass Valley, California, by using a compressor driven by Pel- 
ton wheels. In 1872, cooling was adapted to increase efficiency by spraying 
water directly into the cylinder through the air inlet valves. This “wet com- 
pression” was abandoned later because of the problems it caused. The cooling 
then was accomplished externally by water jacketing the cylinders. The first 
large-scale compressor used in the United States was a four-cylinder unit built 
in 1866 for use in the Hoosac tunnel. The cooling was first accomplished by 
water injection into the cylinder, and later by running a stream of water over 
the cylinder. Major advances in recent compressor technology are due to 
Burleigh, Ingersoll, Sergeant, Rand, and Clayton, among others. 

The compressors used range from a few horsepower to more than 10,000 
hp in size, and they are among the major energy-consuming equipment in 
most manufacturing facilities. Manufacturers are quick to identify energy 
(and thus money) losses from hot surfaces and to insulate those surfaces. 
However, somehow they are not so sensitive when it comes to saving com- 
pressed air since they view air as being free, and the only time the air leaks 
and dirty air filters get some attention is when the air and pressure losses 
interfere with the normal operation of the plant. However, paying attention 
to the compressed-air system and practicing some simple conservation mea- 
sures can result in considerable energy and cost savings for the plants. 


*This section can be skipped without a loss in continuity. 
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© Compressor: 125 hp = 93.21 kW 
Operating hours: 6000 h/yr 
Unit cost of electricity: $0.085/kWh 
Motor efficiency: 0.90 


Annual energy usage: 621,417 kWh 
Annual electricity cost: $52,820/yr 


FIGURE 7-72 


The cost of electricity to operate a 
compressor for one year can exceed 


the purchase price of the compressor. 


Air leak 


Compressed 
air 


Joint 


FIGURE 7-73 


Air leaks commonly occur at joints 
and connections. 


The hissing of air leaks can sometimes be heard even in high-noise manu- 
facturing facilities. Pressure drops at end-use points in the order of 40 per- 
cent of the compressor-discharged pressure are not uncommon. Yet a 
common response to such a problem is the installation of a larger compres- 
sor instead of checking the system and finding out what the problem is. The 
latter corrective action is usually taken only after the larger compressor also 
fails to eliminate the problem. The energy wasted in compressed-air systems 
because of poor installation and maintenance can account for up to 50 per- 
cent of the energy consumed by the compressor, and about half of this 
amount can be saved by simple measures. 

The cost of electricity to operate a compressor for one year can exceed the 
purchase price of the compressor. This is especially the case for larger com- 
pressors operating two or three shifts. For example, operating a 125-hp com- 
pressor powered by a 90-percent efficient electric motor at full load for 6000 
hours a year at $0.085/kWh will cost $52,820 a year in electricity cost, which 
greatly exceeds the purchase and installation cost of a typical unit (Fig. 7-72). 

Below we describe some procedures to reduce the cost of compressed air 
in industrial facilities and quantify the energy and cost savings associated 
with them. Once the compressor power wasted is determined, the annual 
energy (usually electricity) and cost savings can be determined from 


Energy savings = (Power saved) (Operating hours )/1motor (7-87) 
and 
Cost savings = (Energy savings) (Unit cost of energy) (7-88) 


where 1notor 1S the efficiency of the motor driving the compressor and the 
unit cost of energy is usually expressed in dollars per kilowatt hour (1 kWh = 
3600 kJ). 


1 Repairing Air Leaks on Compressed-Air Lines 


Air leaks are the greatest single cause of energy loss in manufacturing facili- 
ties associated with compressed-air systems. It takes energy to compress the 
air, and thus the loss of compressed air is a loss of energy for the facility. A 
compressor must work harder and longer to make up for the lost air and 
must use more energy in the process. Several studies at plants have revealed 
that up to 40 percent of the compressed air is lost through leaks. Eliminating 
the air leaks totally is impractical, and a leakage rate of 10 percent is consid- 
ered acceptable. 

Air leaks, in general, occur at the joints, flange connections, elbows, 
reducing bushes, sudden expansions, valve systems, filters, hoses, check valves, 
relief valves, extensions, and the equipment connected to the compressed-air 
lines (Fig. 7-73). Expansion and contraction as a result of thermal cycling 
and vibration are common causes of loosening at the joints, and thus air 
leaks. Therefore, it is a good practice to check the joints for tightness and to 
tighten them periodically. Air leaks also commonly occur at the points of end 
use or where the compressed-air lines are connected to the equipment that 
operates on compressed air. Because of the frequent opening and closing of 
the compressed-air lines at these points, the gaskets wear out quickly, and 
they need to be replaced periodically. 


There are many ways of detecting air leaks in a compressed-air system. 
Perhaps the simplest way of detecting a large air leak is to listen for it. The 
high velocity of the air escaping the line produces a hissing sound that is dif- 
ficult not to notice except in environments with a high noise level. Another 
way of detecting air leaks, especially small ones, is to test the suspected area 
with soap water and to watch for soap bubbles. This method is obviously not 
practical for a large system with many connections. A modern way of check- 
ing for air leaks is to use an acoustic leak detector, which consists of a direc- 
tional microphone, amplifiers, audio filters, and digital indicators. 

A practical way of quantifying the air leaks in a production facility in its 
entirety is to conduct a pressure drop test. The test is conducted by stopping 
all the operations that use compressed air and by shutting down the compres- 
sors and closing the pressure relief valve, which relieves pressure automati- 
cally if the compressor is equipped with one. This way, any pressure drop in 
the compressed-air lines is due to the cumulative effects of air leaks. The drop 
in pressure in the system with time is observed, and the test is conducted until 
the pressure drops by an amount that can be measured accurately, usually 0.5 
atm. The time it takes for the pressure to drop by this amount is measured, 
and the decay of pressure as a function of time is recorded. The total volume 
of the compressed-air system, including the compressed-air tanks, the head- 
ers, accumulators, and the primary compressed-air lines, is calculated. Ignor- 
ing the small lines will make the job easier and will cause the result to be 
more conservative. The rate of air leak can be determined using the ideal gas 
equation of state. 

The amount of mechanical energy wasted as a unit mass of air escapes 
through the leaks is equivalent to the actual amount of energy it takes to 
compress it, and is determined from Eq. 7-57, modified as (Fig. 7-74) 


Wyreversible comp,in nRT, l ( P, i yio 1 | (7-89) 
Ww . — = = 
pales Necomp Ncomp (n a, 1) E 1 


where n is the polytropic compression exponent (n = 1.4 when the compres- 
sion is isentropic and 1 < n < 1.4 when there is intercooling) and neomp 1S 
the compressor efficiency, whose value usually ranges between 0.7 and 0.9. 
Using compressible-flow theory (see Chap. 17), it can be shown that 
whenever the line pressure is above 2 atm, which is usually the case, the 
velocity of air at the leak site must be equal to the local speed of sound. 


Air inlet 

1 atm 

l m t Air leak (20%) 
: 0.2m 


Chapter 7 | 393 


FIGURE 7-74 


The energy wasted as compressed air 
escapes through the leaks is equivalent 
to the energy it takes to compress it. 
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FIGURE 7-75 
Schematic for Example 7-22. 


Then the mass flow rate of air through a leak of minimum cross-sectional 
area A becomes 


Te = Cims =<— = A 4| kR| — ]Tine 7-90 
Mair discharg eae jl Rie Pii l ( ) 


where k is the specific heat ratio (k = 1.4 for air) and Cäischarge 1S a discharge 
(or loss) coefficient that accounts for imperfections in flow at the leak site. 
Its value ranges from about 0.60 for an orifice with sharp edges to 0.97 for a 
well-rounded circular hole. The air-leak sites are imperfect in shape, and 
thus the discharge coefficient can be taken to be 0.65 in the absence of actual 
data. Also, Tine and Pline are the temperature and pressure in the compressed- 
air line, respectively. 

Once tair ANd W.omp in are available, the power wasted by the leaking com- 
pressed air (or the power saved by repairing the leak) is determined from 


Power saved = Power wasted = M air Weomp,in (7-91) 


EXAMPLE 7-22 Energy and Cost Savings by Fixing Air Leaks 


The compressors of a production facility maintain the compressed-air lines at 
a (gauge) pressure of 700 kPa at sea level where the atmospheric pressure is 
101 kPa (Fig. 7-75). The average temperature of air is 20°C at the 
compressor inlet and 24°C in the compressed-air lines. The facility operates 
4200 hours a year, and the average price of electricity is $0.078/kWh. Taking 
the compressor efficiency to be 0.8, the motor efficiency to be 0.92, and the 
discharge coefficient to be 0.65, determine the energy and money saved per 
year by sealing a leak equivalent to a 3-mm-diameter hole on the compressed- 
air line. 


Solution An air leak in the compressed air lines of a facility is considered. 
The energy and money saved per year by sealing the leak are to be 
determined. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 
Pressure losses in the compressed air lines are negligible. 

Analysis \We note that the absolute pressure is the sum of the gauge and 
atmospheric pressures. 


Air inlet 
101 kPa 
| 20°C 
| Air leak 
D=3mm 


Air 
Compressor 
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The work needed to compress a unit mass of air at 20°C from the 
atmospheric pressure of 101 kPa to 700 + 101 = 801 kPa is 


nRT, P, — i | 
Weomp,in a a= Tl P 
Ncomp il 


(1.4) (0.287 kJ/kg + K) (293 K) 801 kPa \ 04/14 
(0.8) (1.4 — 1) (2 te ) 1 = 296.9 kJ/kg 


The cross-sectional area of the 3-mm-diameter hole is 
A = wD?/4 = m(3 X 10° m)?/4 = 7.069 X 10° m? 


Noting that the line conditions are 297 K and 801 kPa, the mass flow rate of 
the air leaking through the hole is determined to be 


( 2 i J Taine ( 2 ) 
Nar = Cai a Se NR SN 
Mair discharge je ae jl RT ine jk 2s || line 


Dee eS) 801 kPa 
=S 7.069 X 10~° m? 
i a + i] (0.287 kPa-m?/kg-K) (297 K)\ ae) 
< 1.4) (0.287 kJ/kg + K (EN : ) 297 K 
Ee) ee ike) a a 
= 0.008632 kg/s 


Then the power wasted by the leaking compressed air becomes 
Power wasted = m4i:Weomp,in 

= (0.008632 kg/s) (296.9 kJ/kg) 
= 2.563 kW 


The compressor operates 4200 h/yr, and the motor efficiency is 0.92. Then 
the annual energy and cost savings resulting from repairing this leak are 
determined to be 


Energy savings = (Power saved) (Operating hours)/7) motor 
= (2.563 kW) (4200 h/yr)/0.92 
= 11,700 kWh/yr 
Cost savings = (Energy savings) (Unit cost of energy) 
= (11,700 kWh/yr) ($0.078/kWh) 
= $913/yr 


Discussion Note that the facility will save 11,700 kWh of electricity worth 
$913 a year when this air leak is fixed. This is a substantial amount for a 
single leak whose equivalent diameter is 3 mm. 


2 Installing High-Efficiency Motors 


Practically all compressors are powered by electric motors, and the electrical 
energy a motor draws for a specified power output is inversely proportional 
to its efficiency. Electric motors cannot convert the electrical energy they 
consume into mechanical energy completely, and the ratio of the mechanical 
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Motor Electrical power 
efficiency consumed per kW of 
Ninotor mechanical (shaft) 

power output, 
Wetectric = shaft/ Nmotor 
Lee ea 
100% 1.00 kW 

90 1.11 
80 1.25 
70 1.43 
60 1.67 
50 2.00 
40 2.50 
30 3.33 
20 5.00 
10 10.00 


FIGURE 7-76 


The electrical energy consumed by a 
motor is inversely proportional to its 


efficiency. 
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FIGURE 7-77 


L > 
100 Load, % 


The efficiency of an electric motor 


decreases at part load. 


power supplied to the electrical power consumed during operation is called 
the motor efficiency, 7,,,;..- Therefore, the electric power consumed by the 
motor and the mechanical (shaft) power supplied to the compressor are 
related to each other by (Fig. 7-76) 


Watectric = cael: Nmotor (7-92) 


For example, assuming no transmission losses, a motor that is 80 percent effi- 
cient will draw 1/0.8 = 1.25 kW of electric power for each kW of shaft 
power it delivers to the compressor, whereas a motor that is 95 percent effi- 
cient will draw only 1/0.95 = 1.05 kW to deliver 1 kW. Therefore, high- 
efficiency motors cost less to operate than their standard counterparts, but 
they also usually cost more to purchase. However, the energy savings usually 
make up for the price differential during the first few years. This is especially 
true for large compressors that operate more than one regular shift. The electric 
power saved by replacing the existing standard motor of efficiency 1gandara DY 
a high-efficiency one of efficiency MNeficien 1S determined from 


Weee end = Weareericcindard ai Woectricefficient 


= We (leaned — 1/ Netticient) (7-93) 
(Rated power) (Load factor) (enra z 1/Netticient) 


where rated power is the nominal power of the motor listed on its label (the 
power the motor delivers at full load) and the load factor is the fraction of 
the rated power at which the motor normally operates. Then the annual 
energy savings as a result of replacing a motor by a high-efficiency motor 
instead of a comparable standard one is 


Energy savings = Whyrctric.savead X Annual operating hours (7-94) 


The efficiencies of motors used to power compressors usually range from 
about 70 percent to over 96 percent. The portion of electric energy not con- 
verted to mechanical energy is converted to heat. The amount of heat gener- 
ated by the motors may reach high levels, especially at part load, and it may 
cause overheating if not dissipated effectively. It may also cause the air tem- 
perature in the compressor room to rise to undesirable levels. For example, a 
90-percent-efficient 100-kW motor generates as much heat as a 10-kW resis- 
tance heater in the confined space of the compressor room, and it contributes 
greatly to the heating of the air in the room. If this heated air is not vented 
properly, and the air into the compressor is drawn from inside the compressor 
room, the performance of the compressor will also decline, as explained later. 

Important considerations in the selection of a motor for a compressor are 
the operating profile of the compressor (i.e., the variation of the load with 
time), and the efficiency of the motor at part-load conditions. The part-load 
efficiency of a motor is as important as the full-load efficiency if the compres- 
sor is expected to operate at part load during a significant portion of the total 
operating time. A typical motor has a nearly flat efficiency curve between half 
load and full load, and peak efficiency is usually at about 75% load. Effi- 
ciency falls off pretty steeply below half load, and thus operation below 50% 
load should be avoided as much as possible. For example, the efficiency of a 
motor may drop from 90 percent at full load to 87 percent at half load and 80 
percent at quarter load (Fig. 7-77). The efficiency of another motor of similar 


specifications, on the other hand, may drop from 91 percent at full load to 75 
percent at quarter load. The first motor is obviously better suited for a situa- 
tion in which a compressor is expected to operate at quarter load during a sig- 
nificant portion of the time. The efficiency at part-load conditions can be 
improved greatly by installing variable voltage controllers if it is economical 
to do so. Also, oversizing a motor just to be on the safe side and to have some 
excess power just in case is a bad practice since this will cause the motor to 
operate almost always at part load and thus at a lower efficiency. Besides, 
oversized motors have a higher initial cost. However, oversized motors waste 
little energy as long as they operate at loads above 50% of design. 


Using a Smaller Motor at High Capacity 


We tend to purchase larger equipment than needed for reasons like having a 
safety margin or anticipated future expansion, and compressors are no excep- 
tion. The uncertainties in plant operation are partially responsible for opting 
for a larger compressor, since it is preferred to have an oversized compressor 
than an undersized one. Sometimes compressors that have several times the 
required capacity are purchased with the perception that the extra capacity 
may be needed some day. The result is a compressor that runs intermittently 
at full load, or one that runs continuously at part load. 

A compressor that operates at part load also causes the motor to operate 
less efficiently since the efficiency of an electric motor decreases as the point 
of operation shifts down from its rated power, as explained above. The result 
is a motor that consumes more electricity per unit power delivered, and 
thus a more expensive operation. The operating costs can be reduced by 
switching to a smaller motor that runs at rated power and thus at a higher 
efficiency. 


3 Using Outside Air for Compressor Intake 


We have pointed out earlier that the power consumed by a compressor is 
proportional to the specific volume, which is proportional to the absolute 
temperature of the gas at a given pressure. It is also clear from Eq. 7—89 
that the compressor work is directly proportional to the inlet temperature of 
air. Therefore, the lower the inlet temperature of the air, the smaller the 
compressor work. Then the power reduction factor, which is the fraction of 
compressor power reduced as a result of taking intake air from the outside, 
becomes 


Weomp,inside a Weomp,outside ince = Testi Te wisi 

Jazinto z E = il (7-95) 
We Tinside Tinside 

where T iside ANd Toutside are the absolute temperatures (in K or R) of the ambi- 


ent air inside and outside the facility, respectively. Thus, reducing the absolute 
inlet temperature by 5 percent, for example, will reduce the compressor 
power input by 5 percent. As a rule of thumb, for a specified amount of com- 
pressed air, the power consumption of the compressor decreases (or, for a 
fixed power input, the amount of compressed air increases) by | percent for 
each 3°C drop in the temperature of the inlet air to the compressor. 
Compressors are usually located inside the production facilities or in 
adjacent shelters specifically built outside these facilities. The intake air is 
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The power consumption of a 
compressor can be reduced by taking 
in air from the outside. 
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FIGURE 7-79 
Schematic for Example 7-23. 


normally drawn from inside the building or the shelter. However, in many 
locations the air temperature in the building is higher than the outside air 
temperature, because of space heaters in the winter and the heat given up by 
a large number of mechanical and electrical equipment as well as the fur- 
naces year round. The temperature rise in the shelter is also due to the heat 
dissipation from the compressor and its motor. The outside air is generally 
cooler and thus denser than the air in the compressor room even on hot 
summer days. Therefore, it is advisable to install an intake duct to the com- 
pressor inlet so that the air is supplied directly from the outside of the build- 
ing instead of the inside, as shown in Fig. 7-78. This will reduce the energy 
consumption of the compressor since it takes less energy to compress a 
specified amount of cool air than the same amount of warm air. Compress- 
ing the warm air in a building in winter also wastes the energy used to heat 
the air. 


4 Reducing the Air Pressure Setting 


Another source of energy waste in compressed-air systems is compressing 
the air to a higher pressure than required by the air-driven equipment since it 
takes more energy to compress air to a higher pressure. In such cases consid- 
erable energy savings can be realized by determining the minimum required 
pressure and then reducing the air pressure control setting on the compressor 
accordingly. This can be done on both screw-type and reciprocating com- 
pressors by simply adjusting the pressure setting to match the needs. 

The amount of energy it takes to compress a unit mass of air is determined 
from Eq. 7-89. We note from that relation that the higher the pressure P, at 
the compressor exit, the larger the work required for compression. Reducing 
the exit pressure of the compressor to P) reducea Will reduce the power input 
requirements of the compressor by a factor of 


Wcomp,current = Weomp,reduced Paone P T EN. 
oana = = 1 = (7-96) 
Weomp,current (EEDS Daa 1 
A power reduction (or savings) factor of fiduction = 0-08, for example, indi- 
cates that the power consumption of the compressor is reduced by 8 percent 
as a result of reducing the pressure setting. 

Some applications require slightly compressed air. In such cases, the need 
can be met by a blower instead of a compressor. Considerable energy can be 
saved in this manner since a blower requires a small fraction of the power 
needed by a compressor for a specified mass flow rate. 


EXAMPLE 7-23 Reducing the Pressure Setting to Reduce Cost 


The compressed-air requirements of a plant located at 1400-m elevation is 
being met by a 75-hp compressor that takes in air at the local atmospheric 
pressure of 85.6 kPa and the average temperature of 15°C and compresses it 
to 900 kPa gauge (Fig. 7-79). The plant is currently paying $12,000 a year 
in electricity costs to run the compressor. An investigation of the compressed- 
air system and the equipment using the compressed air reveals that 
compressing the air to 800 kPa is sufficient for this plant. Determine how 


much money will be saved as a result of reducing the pressure of the 
compressed air. 


Solution It is observed that the compressor of a facility compresses the air 
to much higher pressures than needed. The cost savings associated with 
pressure reduction of the compressor are to be determined. 

Assumptions 1 Air is an ideal gas. 2 Compression process is isentropic, and 
thus n = k= 1.4. 

Analysis The fraction of energy saved as a result of reducing the pressure 
setting of the compressor is 


(ee PN zy 1 


Í: reduction ~ 


ce -=i 
; (885.6/85.6)04 0/4 — 1 oT 
E (985.6/85.6)0 470/14 Sie 


That is, reducing the pressure setting will reduce the energy consumed by the 
compressor by about 6 percent. Then, 


Cost savings = (Current cost) reduction = ($12,000/yr) (0.06) = $720/yr 


Therefore, reducing the pressure setting by 100 kPa will result in annual 
savings of $720 in this case. 


There are also other ways to reduce the cost of compressed air in industrial 
facilities. An obvious way is turning the compressor off during nonproduc- 
tion periods such as lunch hours, nights, and even weekends. A considerable 
amount of power can be wasted during this stand-by mode. This is especially 
the case for screw-type compressors since they consume up to 85 percent of 
their rated power in this mode. The reciprocating compressors are not 
immune from this deficiency, however, since they also must cycle on and off 
because of the air leaks present in the compressed-air lines. The system can 
be shut down manually during nonproduction periods to save energy, but 
installing a timer (with manual override) is preferred to do this automatically 
since it is human nature to put things off when the benefits are not obvious 
or immediate. 

The compressed air is sometimes cooled considerably below its dew 
point in refrigerated dryers in order to condense and remove a large fraction 
of the water vapor in the air as well as other noncondensable gases such as 
oil vapors. The temperature of air rises considerably as it is compressed, 
sometimes exceeding 250°C at compressor exit when compressed adiabati- 
cally to just 700 kPa. Therefore, it is desirable to cool air after compression 
in order to minimize the amount of power consumed by the refrigeration sys- 
tem, just as it is desirable to let the hot food in a pan cool to the ambient 
temperature before putting it into the refrigerator. The cooling can be done 
by either ambient air or water, and the heat picked up by the cooling medium 
can be used for space heating, feedwater heating, or process-related heating. 

Compressors are commonly cooled directly by air or by circulating a liq- 
uid such as oil or water through them in order to minimize the power con- 
sumption. The heat picked up by the oil or water is usually rejected to the 
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Waste heat from a compressor can be 
used to heat a building in winter. 
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ambient in a liquid-to-air heat exchanger. This heat rejected usually amounts 
to 60 to 90 percent of the power input, and thus it represents a huge amount 
of energy that can be used for a useful purpose such as space heating in win- 
ter, preheating the air or water in a furnace, or other process-related purposes 
(Fig. 7-80). For example, assuming 80 percent of the power input is con- 
verted to heat, a 150-hp compressor can reject as much heat as a 90-kW 
electric resistance heater or a 400,000-Btu/h natural gas heater when operat- 
ing at full load. Thus, the proper utilization of the waste heat from a com- 
pressor can result in significant energy and cost savings. 


SUMMARY 


The second law of thermodynamics leads to the definition of 
a new property called entropy, which is a quantitative mea- 
sure of microscopic disorder for a system. Any quantity 
whose cyclic integral is zero is a property, and entropy is 


defined as 
dQ 
dS = m 
( 7 ), rev 


For the special case of an internally reversible, isothermal 
process, it gives 


The inequality part of the Clausius inequality combined with 
the definition of entropy yields an inequality known as the 
increase of entropy principle, expressed as 


Sgen =0 


where Spn is the entropy generated during the process. 
Entropy change is caused by heat transfer, mass flow, and 
irreversibilities. Heat transfer to a system increases the 
entropy, and heat transfer from a system decreases it. The 
effect of irreversibilities is always to increase the entropy. 

The entropy-change and isentropic relations for a process 
can be summarized as follows: 


1. Pure substances: 
Any process: As = 5. — 8 


Isentropic process: Sy = S| 


2. Incompressible substances: 
Any process: S2 — S1 = Cag IN = 


Isentropic process: 


3. Ideal gases: 
a. Constant specific heats (approximate treatment): 
Any process: 


v 
Ss — Si = Cyaye IN — + R In — 
1 vi 

D P, 

S= Sy = Cyayg In T, Rin P, 


Isentropic process: 


ame = GH) 
Team 

Tr P, \&-D/k 
au (A) 

P, {Mi k 
M 


b. Variable specific heats (exact treatment): 
Any process: 


S — S$) = 89 si R In 


Isentropic process: 


ss =s +RIn — 


(2) E3 Pi 
P, s=const. Pa 


(=) = Ya 
Vi / s=const. Va 


where P, is the relative pressure and v, is the relative spe- 
cific volume. The function s° depends on temperature only. 


The steady-flow work for a reversible process can be 
expressed in terms of the fluid properties as 


2 
Wrey = -Í vdP — Ake — Ape 
1 


For incompressible substances (v = constant) it simplifies to 
Wrey = —V(P, — P,) — Ake — Ape 


The work done during a steady-flow process is proportional 
to the specific volume. Therefore, v should be kept as small 
as possible during a compression process to minimize the 
work input and as large as possible during an expansion 
process to maximize the work output. 

The reversible work inputs to a compressor compressing an 
ideal gas from T,, P, to P, in an isentropic (Pv* = constant), 
polytropic (Pv" = constant), or isothermal (Pv = constant) 
manner, are determined by integration for each case with the 
following results: 


Isentropic: = Weompin = 


kR(T,—T,) KRT, oy 1 


k-1  k-1{\P, 
nR(T, — T, nRT, [| ( P, Ņ\0 D" 
Polytropic: Weompin = (n i D = T(>) J 
n= n= 1 


Isothermal: Weomp,in = RTIn = 
1 
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The work input to a compressor can be reduced by using 
multistage compression with intercooling. For maximum sav- 
ings from the work input, the pressure ratio across each stage 
of the compressor must be the same. 

Most steady-flow devices operate under adiabatic condi- 
tions, and the ideal process for these devices is the isentropic 
process. The parameter that describes how efficiently a 
device approximates a corresponding isentropic device is 
called isentropic or adiabatic efficiency. It is expressed for 
turbines, compressors, and nozzles as follows: 


Actual turbine work Wa _ hı — hua 


To Isentropic turbine work E w, hh, 


Isentropic compressor work w, = hy, — hy 


nc = = 
rs Actual compressor work Wa 


Actual KE at nozzle exit Vou — h — ha 


7 Isentropic KE at nozzle exit 7 V3, Ay — hog 


Ny 


In the relations above, h,, and h,, are the enthalpy values at 
the exit state for actual and isentropic processes, respectively. 

The entropy balance for any system undergoing any 
process can be expressed in the general form as 


Sin ~ Sout + Sg = A Sayem 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
or, in the rate form, as 
Sin = Sout + Saon dS system/ dt 


Rate of net entropy 
transfer by 
heat and mass 


Rate of entropy 


Rate of change 
generation i 


in entropy 


For a general steady-flow process it simplifies to 


Sa = X iese ~ > ins; = = 
Ty 
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PROBLEMS * 


Entropy and the Increase of Entropy Principle 


7-1C Does the temperature in the Clausius inequality rela- 
tion have to be absolute temperature? Why? 


7-2C Does a cycle for which $ 6Q > 0 violate the Clausius 
inequality? Why? 


7-3C Is a quantity whose cyclic integral is zero necessarily 
a property? 


7—-4C Does the cyclic integral of heat have to be zero (i.e., 
does a system have to reject as much heat as it receives to 
complete a cycle)? Explain. 


7-5C Does the cyclic integral of work have to be zero (i.e., 
does a system have to produce as much work as it consumes 
to complete a cycle)? Explain. 


7-6C A system undergoes a process between two fixed 
states first in a reversible manner and then in an irreversible 
manner. For which case is the entropy change greater? Why? 


7-7C Is the value of the integral f? S5Q/T the same for all 
processes between states 1 and 2? Explain. 


7-8C Is the value of the integral J? SQ/T the same for all 
reversible processes between states 1 and 2? Why? 


7-9C_ To determine the entropy change for an irreversible 
process between states 1 and 2, should the integral f? 6Q/T 
be performed along the actual process path or an imaginary 
reversible path? Explain. 


7-10C Is an isothermal process necessarily internally 
reversible? Explain your answer with an example. 


7-11C How do the values of the integral f? 6Q/T compare 
for a reversible and irreversible process between the same 
end states? 


7-12C The entropy of a hot baked potato decreases as it 
cools. Is this a violation of the increase of entropy principle? 
Explain. 


7-13C_ Is it possible to create entropy? Is it possible to 
destroy it? 


7-14C A piston-cylinder device contains helium gas. Dur- 
ing a reversible, isothermal process, the entropy of the helium 
will (never, sometimes, always) increase. 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon g are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


7-15C A piston-cylinder device contains nitrogen gas. 
During a reversible, adiabatic process, the entropy of the 
nitrogen will (never, sometimes, always) increase. 


7-16C A _ piston—-cylinder device contains superheated 
steam. During an actual adiabatic process, the entropy of the 
steam will (never, sometimes, always) increase. 


7-17C The entropy of steam will (increase, decrease, 
remain the same) as it flows through an actual adiabatic tur- 
bine. 


7-18C The entropy of the working fluid of the ideal Carnot 
cycle (increases, decreases, remains the same) during the 
isothermal heat addition process. 


7-19C_ The entropy of the working fluid of the ideal Carnot 
cycle (increases, decreases, remains the same) during the 
isothermal heat rejection process. 


7-20C During a heat transfer process, the entropy of a sys- 
tem (always, sometimes, never) increases. 


7-21C Is it possible for the entropy change of a closed sys- 
tem to be zero during an irreversible process? Explain. 


7-22C What three different mechanisms can cause the 
entropy of a control volume to change? 


7-23C Steam is accelerated as it flows through an actual 
adiabatic nozzle. The entropy of the steam at the nozzle exit 
will be (greater than, equal to, less than) the entropy at the 
nozzle inlet. 


7-24 A rigid tank contains an ideal gas at 40°C that is being 
stirred by a paddle wheel. The paddle wheel does 200 kJ of 
work on the ideal gas. It is observed that the temperature of 
the ideal gas remains constant during this process as a result 
of heat transfer between the system and the surroundings at 
30°C. Determine the entropy change of the ideal gas. 


IDEAL GAS 


R 40°C 


30°C == 


200 kJ 


FIGURE P7-24 


7-25 Air is compressed by a 12-kW compressor from P, to 
P,. The air temperature is maintained constant at 25°C during 
this process as a result of heat transfer to the surrounding 
medium at 10°C. Determine the rate of entropy change of the 
air. State the assumptions made in solving this problem. 
Answer: —0.0403 kW/K 


7-26 During the isothermal heat addition process of a 
Carnot cycle, 900 kJ of heat is added to the working fluid 
from a source at 400°C. Determine (a) the entropy change of 
the working fluid, (b) the entropy change of the source, and 
(c) the total entropy change for the process. 


7-27 Reconsider Prob. 7-26. Using EES (or other) 

&% software, study the effects of the varying heat 
added to the working fluid and the source temperature on the 
entropy change of the working fluid, the entropy change of 
the source, and the total entropy change for the process. Let 
the source temperature vary from 100 to 1000°C. Plot the 
entropy changes of the source and of the working fluid 
against the source temperature for heat transfer amounts of 
500 kJ, 900 kJ, and 1300 kJ, and discuss the results. 


7-28E During the isothermal heat rejection process of a 
Carnot cycle, the working fluid experiences an entropy 
change of —0.7 Btu/R. If the temperature of the heat sink is 
95°F, determine (a) the amount of heat transfer, (b) the 
entropy change of the sink, and (c) the total entropy change 
for this process. Answers: (a) 388.5 Btu, (b) 0.7 Btu/R, (c) O 


Carnot heat engine 


FIGURE P7-28E 


7-29  Refrigerant-134a enters the coils of the evaporator of 
a refrigeration system as a saturated liquid—vapor mixture at a 
pressure of 160 kPa. The refrigerant absorbs 180 kJ of heat 
from the cooled space, which is maintained at —5°C, and 
leaves as saturated vapor at the same pressure. Determine 
(a) the entropy change of the refrigerant, (b) the entropy 
change of the cooled space, and (c) the total entropy change 
for this process. 


Entropy Changes of Pure Substances 


7-30C Is a process that is internally reversible and adia- 
batic necessarily isentropic? Explain. 


7-31 The radiator of a steam heating system has a volume 
of 20 L and is filled with superheated water vapor at 200 kPa 
and 150°C. At this moment both the inlet and the exit valves 
to the radiator are closed. After a while the temperature of the 
steam drops to 40°C as a result of heat transfer to the room 
air. Determine the entropy change of the steam during this 
process. Answer: —0.132 kJ/K 


7-32 A 0.5-m° rigid tank contains refrigerant-134a initially 
at 200 kPa and 40 percent quality. Heat is transferred now to 
the refrigerant from a source at 35°C until the pressure rises 
to 400 kPa. Determine (a) the entropy change of the refriger- 
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ant, (b) the entropy change of the heat source, and (c) the 
total entropy change for this process. 
Answers: (a) 3.880 kJ/K, (b) —3.439 kJ/K, (c) 0.441 kJ/K 


7-33 Reconsider Prob. 7-32. Using EES (or other) 

SS software, investigate the effects of the source 
temperature and final pressure on the total entropy change for 
the process. Let the source temperature vary from 30 to 
210°C, and the final pressure vary from 250 to 500 kPa. Plot 
the total entropy change for the process as a function of the 
source temperature for final pressures of 250 kPa, 400 kPa, 
and 500 kPa, and discuss the results. 


7-34 A well-insulated rigid tank contains 2 kg of a satu- 
rated liquid—vapor mixture of water at 100 kPa. Initially, 
three-quarters of the mass is in the liquid phase. An electric 
resistance heater placed in the tank is now turned on and kept 
on until all the liquid in the tank is vaporized. Determine the 
entropy change of the steam during this process. Answer: 
8.10 kJ/K 


H,O 
2kg 
100 kPa 


FIGURE P7-34 


7-35 «a > A rigid tank is divided into two equal parts by a 

<W partition. One part of the tank contains 1.5 kg of 
compressed liquid water at 300 kPa and 60°C while the other 
part is evacuated. The partition is now removed, and the 
water expands to fill the entire tank. Determine the entropy 
change of water during this process, if the final pressure in 
the tank is 15 kPa. Answer: —0.114 kJ/K 


1.5 kg 
compressed 
liquid 


300 kPa 
60°C 


FIGURE P7-35 


7-36 Reconsider Prob. 7-35. Using EES (or other) 

SS software, evaluate and plot the entropy gener- 
ated as a function of surrounding temperature, and determine 
the values of the surrounding temperatures that are valid for 
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this problem. Let the surrounding temperature vary from 0 to 
100°C. Discuss your results. 


Thermodynamics 


7-37E A piston—cylinder device contains 2 lbm of refriger- 
ant-134a at 120 psia and 100°F. The refrigerant is now cooled 
at constant pressure until it exists as a liquid at 50°F. Deter- 
mine the entropy change of the refrigerant during this process. 


7-38 An insulated piston—cylinder device contains 5 L of 
saturated liquid water at a constant pressure of 150 kPa. An 
electric resistance heater inside the cylinder is now turned on, 
and 2200 kJ of energy is transferred to the steam. Determine 
the entropy change of the water during this process. 

Answer: 5.72 kJ/K 


7-39 An insulated piston-cylinder device contains 0.05 m° 
of saturated refrigerant-134a vapor at 0.8-MPa pressure. The 
refrigerant is now allowed to expand in a reversible manner 
until the pressure drops to 0.4 MPa. Determine (a) the final 
temperature in the cylinder and (b) the work done by the 
refrigerant. 


FIGURE P7-39 


7—40 Reconsider Prob. 7-39. Using EES (or other) 

SS software, evaluate and plot the work done by the 
refrigerant as a function of final pressure as it varies from 0.8 
to 0.4 MPa. Compare the work done for this process to one 
for which the temperature is constant over the same pressure 
range. Discuss your results. 


7-41 Refrigerant-134a enters an adiabatic compressor as 
saturated vapor at 160 kPa at a rate of 2 m/min and is com- 
pressed to a pressure of 900 kPa. Determine the minimum 
power that must be supplied to the compressor. 


7-42E Steam enters an adiabatic turbine at 800 psia 
and 900°F and leaves at a pressure of 40 psia. Determine 
the maximum amount of work that can be delivered by this 
turbine. 


7-43E Reconsider Prob. 7-42E. Using EES (or 

SS other) software, evaluate and plot the work 
done by the steam as a function of final pressure as it varies 
from 800 to 40 psia. Also investigate the effect of varying the 
turbine inlet temperature from the saturation temperature at 
800 psia to 900°F on the turbine work. 


7-44 A heavily insulated piston—cylinder device contains 
0.05 m° of steam at 300 kPa and 150°C. Steam is now com- 
pressed in a reversible manner to a pressure of 1 MPa. Deter- 
mine the work done on the steam during this process. 


7-45 Reconsider Prob. 7-44. Using EES (or other) 

SS software, evaluate and plot the work done on the 
steam as a function of final pressure as the pressure varies 
from 300 kPa to 1 MPa. 


7-46 A piston—cylinder device contains 1.2 kg of saturated 
water vapor at 200°C. Heat is now transferred to steam, and 
steam expands reversibly and isothermally to a final pressure 
of 800 kPa. Determine the heat transferred and the work done 
during this process. 


7-47 Reconsider Prob. 7-46. Using EES (or other) 

SS software, evaluate and plot the heat transferred 
to the steam and the work done as a function of final pressure 
as the pressure varies from the initial value to the final value 
of 800 kPa. 


7-48 A piston-cylinder device contains 5 kg of steam at 
100°C with a quality of 50 percent. This steam undergoes 
two processes as follows: 


1-2 Heat is transferred to the steam in a reversible manner 
while the temperature is held constant until the steam exists 
as a saturated vapor. 


2-3 The steam expands in an adiabatic, reversible process 
until the pressure is 15 kPa. 

(a) Sketch these processes with respect to the saturation lines 
on a single T-s diagram. 


(b) Determine the heat added to the steam in process 1-2, in kJ. 
(c) Determine the work done by the steam in process 2-3, in kJ. 


7—49 A rigid tank contains 5 kg of saturated vapor steam at 
100°C. The steam is cooled to the ambient temperature of 25°C. 
(a) Sketch the process with respect to the saturation lines on 
a T-v diagram. 

(b) Determine the entropy change of the steam, in kJ/K. 

(c) For the steam and its surroundings, determine the total 
entropy change or Sen associated with this process, in kJ/K. 


7-50 Steam at 6000 kPa and 500°C enters a steady-flow 
turbine. The steam expands in the turbine while doing work 
until the pressure is 1000 kPa. When the pressure is 1000 
kPa, 10 percent of the steam is removed from the turbine for 
other uses. The remaining 90 percent of the steam continues 
to expand through the turbine while doing work and leaves 
the turbine at 10 kPa. The entire expansion process by the 
steam through the turbine is reversible and adiabatic. 

(a) Sketch the process on a T-s diagram with respect to the 
saturation lines. Be sure to label the data states and the lines 
of constant pressure. 

(b) If the turbine has an isentropic efficiency of 85 percent, 
what is the work done by the steam as it flows through the tur- 
bine per unit mass of steam flowing into the turbine, in kJ/kg? 


7-51E A 1.2-ft? well-insulated rigid can initially contains 
refrigerant-134a at 140 psia and 70°F. Now a crack develops 
in the can, and the refrigerant starts to leak out slowly, 
Assuming the refrigerant remaining in the can has undergone 
a reversible, adiabatic process, determine the final mass in 
the can when the pressure drops to 20 psia. 


R-134a 


140 psia 
70°F 


FIGURE P7-51E 


Entropy Change of Incompressible Substances 


7-52C Consider two solid blocks, one hot and the other 
cold, brought into contact in an adiabatic container. After a 
while, thermal equilibrium is established in the container as a 
result of heat transfer. The first law requires that the amount 
of energy lost by the hot solid be equal to the amount of 
energy gained by the cold one. Does the second law require 
that the decrease in entropy of the hot solid be equal to the 
increase in entropy of the cold one? 


7-53 A 50-kg copper block initially at 80°C is dropped into 
an insulated tank that contains 120 L of water at 25°C. Deter- 
mine the final equilibrium temperature and the total entropy 
change for this process. 


FIGURE P7-53 


7-54 A 25-kg iron block initially at 350°C is quenched in 
an insulated tank that contains 100 kg of water at 18°C. 
Assuming the water that vaporizes during the process con- 
denses back in the tank, determine the total entropy change 
during this process. 


7-55 A 20-kg aluminum block initially at 200°C is brought 
into contact with a 20-kg block of iron at 100°C in an insu- 
lated enclosure. Determine the final equilibrium temperature 
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and the total entropy change for this process. Answers: 


168.4°C, 0.169 kJ/K 


7-56 Reconsider Prob. 7-55. Using EES (or other) 

<= software, study the effect of the mass of the iron 
block on the final equilibrium temperature and the total 
entropy change for the process. Let the mass of the iron vary 
from 1 to 10 kg. Plot the equilibrium temperature and the 
total entropy change as a function of iron mass, and discuss 
the results. 


7-57 A 50-kg iron block and a 20-kg copper block, both 
initially at 80°C, are dropped into a large lake at 15°C. Ther- 
mal equilibrium is established after a while as a result of heat 
transfer between the blocks and the lake water. Determine the 
total entropy change for this process. 


LAKE 15°C 


FIGURE P7-57 


7-58 An adiabatic pump is to be used to compress saturated 
liquid water at 10 kPa to a pressure to 15 MPa in a reversible 
manner. Determine the work input using (a) entropy data from 
the compressed liquid table, (b) inlet specific volume and 
pressure values, (c) average specific volume and pressure val- 
ues. Also, determine the errors involved in parts (b) and (c). 


15 MPa 
10 kPa 
=A 
FIGURE P7-58 


Entropy Change of Ideal Gases 


7-59C_ Prove that the two relations for entropy change of 
ideal gases under the constant-specific-heat assumption (Eqs. 
7-33 and 7-34) are equivalent. 


7-60C Starting with the second T ds relation (Eq. 7-26), 
obtain Eq. 7-34 for the entropy change of ideal gases under 
the constant-specific-heat assumption. 


7-61C Some properties of ideal gases such as internal 
energy and enthalpy vary with temperature only [that is, u = 
u(T) and h = h(T)]. Is this also the case for entropy? 
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7-62C Starting with Eq. 7-34, obtain Eq. 7—43. 


7-63C What are P, and v, called? Is their use limited to 
isentropic processes? Explain. 


7-64C Can the entropy of an ideal gas change during an 
isothermal process? 


7-65C_ An ideal gas undergoes a process between two spec- 
ified temperatures, first at constant pressure and then at con- 
stant volume. For which case will the ideal gas experience a 
larger entropy change? Explain. 


7-66 Oxygen gas is compressed in a piston—cylinder device 
from an initial state of 0.8 m*/kg and 25°C to a final state of 
0.1 m?/kg and 287°C. Determine the entropy change of the 
oxygen during this process. Assume constant specific heats. 


7-67 A 1.5-m? insulated rigid tank contains 2.7 kg of car- 
bon dioxide at 100 kPa. Now paddle-wheel work is done on 
the system until the pressure in the tank rises to 150 kPa. 
Determine the entropy change of carbon dioxide during this 
process. Assume constant specific heats. Answer: 0.719 kJ/K 


FIGURE P7-67 


7-68 An insulated piston—-cylinder device initially contains 
300 L of air at 120 kPa and 17°C. Air is now heated for 
15 min by a 200-W resistance heater placed inside the cylin- 
der. The pressure of air is maintained constant during this 
process. Determine the entropy change of air, assuming 
(a) constant specific heats and (b) variable specific heats. 


7-69 A piston—cylinder device contains 1.2 kg of nitrogen 
gas at 120 kPa and 27°C. The gas is now compressed slowly 
in a polytropic process during which PV! = constant. The 
process ends when the volume is reduced by one-half. Deter- 
mine the entropy change of nitrogen during this process. 
Answer: —0.0617 kJ/K 


7-70 Reconsider Prob. 7-69. Using EES (or other) 

SS software, investigate the effect of varying the 
polytropic exponent from 1 to 1.4 on the entropy change of 
the nitrogen. Show the processes on a common P-v diagram. 


7-71E A mass of 15 Ibm of helium undergoes a process 
from an initial state of 50 ft?/Ibm and 80°F to a final state of 
10 ft/lbm and 200°F. Determine the entropy change of 


helium during this process, assuming (a) the process is 
reversible and (b) the process is irreversible. 


7-72 Air is compressed in a piston—cylinder device from 
90 kPa and 20°C to 400 kPa in a reversible isothermal process. 
Determine (a) the entropy change of air and (b) the work done. 


7-73 Air is compressed steadily by a 5-kW compressor 
from 100 kPa and 17°C to 600 kPa and 167°C at a rate of 1.6 
kg/min. During this process, some heat transfer takes place 
between the compressor and the surrounding medium at 
17°C. Determine the rate of entropy change of air during this 
process. Answer: —0.0025 kW/K 
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7-74 An insulated rigid tank is divided into two equal parts 
by a partition. Initially, one part contains 5 kmol of an ideal 
gas at 250 kPa and 40°C, and the other side is evacuated. The 
partition is now removed, and the gas fills the entire tank. 
Determine the total entropy change during this process. 
Answer: 28.81 kJ/K 


7-75 Air is compressed in a piston—cylinder device from 
100 kPa and 17°C to 800 kPa in a reversible, adiabatic 
process. Determine the final temperature and the work done 
during this process, assuming (a) constant specific heats and 
(b) variable specific heats for air. Answers: (a) 525.3 K, 
171.1 kJ/kg, (b) 522.4 K, 169.3 kJ/kg 


7-16 Reconsider Prob. 7-75. Using EES (or other) 

SS software, evaluate and plot the work done and 
final temperature during the compression process as func- 
tions of the final pressure for the two cases as the final pres- 
sure varies from 100 to 800 kPa. 


7-77 Helium gas is compressed from 90 kPa and 30°C to 
450 kPa in a reversible, adiabatic process. Determine the final 
temperature and the work done, assuming the process takes 
place (a) in a piston—cylinder device and (b) in a steady-flow 
compressor. 


7-78 An insulated rigid tank contains 4 kg of argon gas at 
450 kPa and 30°C. A valve is now opened, and argon is 
allowed to escape until the pressure inside drops to 200 kPa. 


Assuming the argon remaining inside the tank has undergone 
a reversible, adiabatic process, determine the final mass in 
the tank. Answer: 2.46 kg 
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7-79 Reconsider Prob. 7-78. Using EES (or other) 

SS software, investigate the effect of the final pres- 
sure on the final mass in the tank as the pressure varies from 
450 to 150 kPa, and plot the results. 


7-80E Air enters an adiabatic nozzle at 60 psia, 540°F, and 
200 ft/s and exits at 12 psia. Assuming air to be an ideal gas 
with variable specific heats and disregarding any irreversibili- 
ties, determine the exit velocity of the air. 


7-81 Air enters a nozzle steadily at 280 kPa and 77°C with 
a velocity of 50 m/s and exits at 85 kPa and 320 m/s. The 
heat losses from the nozzle to the surrounding medium at 
20°C are estimated to be 3.2 kJ/kg. Determine (a) the exit 
temperature and (b) the total entropy change for this process. 


7-82 Reconsider Prob. 7-81. Using EES (or other) 

SS software, study the effect of varying the sur- 
rounding medium temperature from 10 to 40°C on the exit 
temperature and the total entropy change for this process, and 
plot the results. 


7-83 A container filled with 45 kg of liquid water at 95°C 
is placed in a 90-m? room that is initially at 12°C. Thermal 
equilibrium is established after a while as a result of heat 
transfer between the water and the air in the room. Using 
constant specific heats, determine (a) the final equilibrium 
temperature, (b) the amount of heat transfer between the 


FIGURE P7-83 
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water and the air in the room, and (c) the entropy generation. 
Assume the room is well sealed and heavily insulated. 


7-84 Air at 800 kPa and 400°C enters a steady-flow nozzle 
with a low velocity and leaves at 100 kPa. If the air under- 
goes an adiabatic expansion process through the nozzle, what 
is the maximum velocity of the air at the nozzle exit, in m/s? 


7-85 An ideal gas at 100 kPa and 27°C enters a steady-flow 
compressor. The gas is compressed to 400 kPa, and 10 percent 
of the mass that entered the compressor is removed for some 
other use. The remaining 90 percent of the inlet gas is com- 
pressed to 600 kPa before leaving the compressor. The entire 
compression process is assumed to be reversible and adiabatic. 
The power supplied to the compressor is measured to be 32 
kW. If the ideal gas has constant specific heats such that c, = 
0.8 kJ/kg + K and c, = 1.1 kJ/kg > K, (a) sketch the compres- 
sion process on a T-s diagram, (b) determine the temperature 
of the gas at the two compressor exits, in K, and (c) determine 
the mass flow rate of the gas into the compressor, in kg/s. 


7-86 A constant-volume tank contains 5 kg of air at 100 
kPa and 327°C. The air is cooled to the surroundings temper- 
ature of 27°C. Assume constant specific heats at 300 K. 
(a) Determine the entropy change of the air in the tank dur- 
ing the process, in kJ/K, (b) determine the net entropy change 
of the universe due to this process, in kJ/K, and (c) sketch the 
processes for the air in the tank and the surroundings on a 
single T-s diagram. Be sure to label the initial and final states 
for both processes. 


Reversible Steady-Flow Work 


7-87C In large compressors, the gas is frequently cooled 
while being compressed to reduce the power consumed by 
the compressor. Explain how cooling the gas during a com- 
pression process reduces the power consumption. 


7-88C The turbines in steam power plants operate essen- 
tially under adiabatic conditions. A plant engineer suggests to 
end this practice. She proposes to run cooling water through 
the outer surface of the casing to cool the steam as it flows 
through the turbine. This way, she reasons, the entropy of the 
steam will decrease, the performance of the turbine will 
improve, and as a result the work output of the turbine will 
increase. How would you evaluate this proposal? 


7-89C Itis well known that the power consumed by a com- 
pressor can be reduced by cooling the gas during compres- 
sion. Inspired by this, somebody proposes to cool the liquid 
as it flows through a pump, in order to reduce the power con- 
sumption of the pump. Would you support this proposal? 
Explain. 


7-90 Water enters the pump of a steam power plant as satu- 
rated liquid at 20 kPa at a rate of 45 kg/s and exits at 6 MPa. 
Neglecting the changes in kinetic and potential energies and 
assuming the process to be reversible, determine the power 
input to the pump. 
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7-91 Liquid water enters a 25-kW pump at 100-kPa pres- 
sure at a rate of 5 kg/s. Determine the highest pressure the liq- 
uid water can have at the exit of the pump. Neglect the kinetic 
and potential energy changes of water, and take the specific 
volume of water to be 0.001 m*/kg. Answer: 5100 kPa 


Thermodynamics 
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7-92E Saturated refrigerant-134a vapor at 15 psia is com- 
pressed reversibly in an adiabatic compressor to 80 psia. 
Determine the work input to the compressor. What would 
your answer be if the refrigerant were first condensed at con- 
stant pressure before it was compressed? 


7-93 Consider a steam power plant that operates between 
the pressure limits of 10 MPa and 20 kPa. Steam enters the 
pump as saturated liquid and leaves the turbine as saturated 
vapor. Determine the ratio of the work delivered by the tur- 
bine to the work consumed by the pump. Assume the entire 
cycle to be reversible and the heat losses from the pump and 
the turbine to be negligible. 


7-94 Reconsider Prob. 7-93. Using EES (or other) 

SS software, investigate the effect of the quality of 
the steam at the turbine exit on the net work output. Vary the 
quality from 0.5 to 1.0, and plot the net work output as a 
function of this quality. 


7-95 Liquid water at 120 kPa enters a 7-kW pump where 
its pressure is raised to 5 MPa. If the elevation difference 
between the exit and the inlet levels is 10 m, determine the 
highest mass flow rate of liquid water this pump can handle. 
Neglect the kinetic energy change of water, and take the spe- 
cific volume of water to be 0.001 m*/kg. 


7-96E Helium gas is compressed from 14 psia and 70°F to 
120 psia at a rate of 5 ft/s. Determine the power input to the 
compressor, assuming the compression process to be (a) isen- 
tropic, (b) polytropic with n = 1.2, (c) isothermal, and (d) ideal 
two-stage polytropic with n = 1.2. 
7-97E Reconsider Prob. 7-96E. Using EES (or other) 
& software, evaluate and plot the work of com- 
pression and entropy change of the helium as functions of the 
polytropic exponent as it varies from | to 1.667. Discuss your 
results. 


7-98 Nitrogen gas is compressed from 80 kPa and 27°C to 
480 kPa by a 10-kW compressor. Determine the mass flow 
rate of nitrogen through the compressor, assuming the com- 


pression process to be (a) isentropic, (b) polytropic with n = 
1.3, (c) isothermal, and (d) ideal two-stage polytropic with n 
= 1.3. Answers: (a) 0.048 kg/s, (b) 0.051 kg/s, (c) 0.063 kg/s, 
(a) 0.056 kg/s 


7-99 The compression stages in the axial compressor of the 
industrial gas turbine are close coupled, making intercooling 
very impractical. To cool the air in such compressors and to 
reduce the compression power, it is proposed to spray water 
mist with drop size on the order of 5 microns into the air 
stream as it is compressed and to cool the air continuously as 
the water evaporates. Although the collision of water droplets 
with turbine blades is a concern, experience with steam tur- 
bines indicates that they can cope with water droplet concen- 
trations of up to 14 percent. Assuming air is compressed 
isentropically at a rate of 2 kg/s from 300 K and 100 kPa to 
1200 kPa and the water is injected at a temperature of 20°C 
at a rate of 0.2 kg/s, determine the reduction in the exit tem- 
perature of the compressed air and the compressor power 
saved. Assume the water vaporizes completely before leaving 
the compressor, and assume an average mass flow rate of 2.1 
kg/s throughout the compressor. 


7-100 Reconsider Prob. 7-99. The water-injected compres- 
sor is used in a gas turbine power plant. It is claimed that the 
power output of a gas turbine will increase because of the 
increase in the mass flow rate of the gas (air + water vapor) 
through the turbine. Do you agree? 


Isentropic Efficiencies of Steady-Flow Devices 


7-101C Describe the ideal process for an (a) adiabatic tur- 
bine, (b) adiabatic compressor, and (c) adiabatic nozzle, and 
define the isentropic efficiency for each device. 


7-102C Is the isentropic process a suitable model for com- 
pressors that are cooled intentionally? Explain. 


7-103C Ona T-s diagram, does the actual exit state (state 
2) of an adiabatic turbine have to be on the right-hand side of 
the isentropic exit state (state 2s)? Why? 


7-104 Steam enters an adiabatic turbine at 8 MPa and 
500°C with a mass flow rate of 3 kg/s and leaves at 30 kPa. 
The isentropic efficiency of the turbine is 0.90. Neglecting 
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the kinetic energy change of the steam, determine (a) the 
temperature at the turbine exit and (b) the power output of 
the turbine. Answers: (a) 69.1°C, (b) 3054 kw 


7-105 Reconsider Prob. 7-104. Using EES (or other) 
SS software, study the effect of varying the turbine 

isentropic efficiency from 0.75 to 1.0 on both the work done 

and the exit temperature of the steam, and plot your results. 


7-106 Steam enters an adiabatic turbine at 7 MPa, 600°C, 
and 80 m/s and leaves at 50 kPa, 150°C, and 140 m/s. If the 
power output of the turbine is 6 MW, determine (a) the mass 
flow rate of the steam flowing through the turbine and (b) the 
isentropic efficiency of the turbine. Answers: (a) 6.95 kg/s, 
(b) 73.4 percent 


7-107 Argon gas enters an adiabatic turbine at 800°C and 
1.5 MPa at a rate of 80 kg/min and exhausts at 200 kPa. If 
the power output of the turbine is 370 kW, determine the 
isentropic efficiency of the turbine. 


7-108E Combustion gases enter an adiabatic gas turbine at 
1540°F and 120 psia and leave at 60 psia with a low velocity. 
Treating the combustion gases as air and assuming an isen- 
tropic efficiency of 82 percent, determine the work output of 
the turbine. Answer: 71.7 Btu/lbm 


7-109 (a a Refrigerant-134a enters an adiabatic compres- 

& sor as saturated vapor at 120 kPa at a rate of 
0.3 m?/min and exits at 1-MPa pressure. If the isentropic effi- 
ciency of the compressor is 80 percent, determine (a) the 
temperature of the refrigerant at the exit of the compressor 
and (b) the power input, in kW. Also, show the process on a 
T-s diagram with respect to saturation lines. 
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7-110 Reconsider Prob. 7-109. Using EES (or other) 

SS software, redo the problem by including the 
effects of the kinetic energy of the flow by assuming an inlet- 
to-exit area ratio of 1.5 for the compressor when the com- 
pressor exit pipe inside diameter is 2 cm. 


7-111 Air enters an adiabatic compressor at 100 kPa and 
17°C at a rate of 2.4 m/s, and it exits at 257°C. The com- 
pressor has an isentropic efficiency of 84 percent. Neglecting 
the changes in kinetic and potential energies, determine (a) the 


Chapter 7 | 409 


exit pressure of air and (b) the power required to drive the 
compressor. 


7-112 Air is compressed by an adiabatic compressor from 
95 kPa and 27°C to 600 kPa and 277°C. Assuming variable 
specific heats and neglecting the changes in kinetic and poten- 
tial energies, determine (a) the isentropic efficiency of the 
compressor and (b) the exit temperature of air if the process 
were reversible. Answers: (a) 81.9 percent, (b) 505.5 K 


7-113E Argon gas enters an adiabatic compressor at 20 
psia and 90°F with a velocity of 60 ft/s, and it exits at 200 
psia and 240 ft/s. If the isentropic efficiency of the compres- 
sor is 80 percent, determine (a) the exit temperature of the 
argon and (b) the work input to the compressor. 


7-114 Carbon dioxide enters an adiabatic compressor at 
100 kPa and 300 K at a rate of 1.8 kg/s and exits at 600 kPa 
and 450 K. Neglecting the kinetic energy changes, determine 
the isentropic efficiency of the compressor. 


7-115E Air enters an adiabatic nozzle at 60 psia and 
1020°F with low velocity and exits at 800 ft/s. If the isen- 
tropic efficiency of the nozzle is 90 percent, determine the 
exit temperature and pressure of the air. 


7-116E Reconsider Prob. 7—115E. Using EES (or 
SS other) software, study the effect of varying 

the nozzle isentropic efficiency from 0.8 to 1.0 on both the 

exit temperature and pressure of the air, and plot the results. 


7-117 Hot combustion gases enter the nozzle of a turbojet 
engine at 260 kPa, 747°C, and 80 m/s, and they exit at a 
pressure of 85 kPa. Assuming an isentropic efficiency of 
92 percent and treating the combustion gases as air, determine 


(a) the exit velocity and (b) the exit temperature. Answers: (a) 
728.2 m/s, (b) 786.3 K 
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Entropy Balance 


7-118  Refrigerant-134a is throttled from 900 kPa and 35°C 
to 200 kPa. Heat is lost from the refrigerant in the amount of 
0.8 kJ/kg to the surroundings at 25°C. Determine (a) the exit 
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35°C 
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temperature of the refrigerant and (b) the entropy generation 
during this process. 


Thermodynamics 


7-119 Steam enters an adiabatic turbine steadily at 7 MPa, 
500°C, and 45 m/s, and leaves at 100 kPa and 75 m/s. If the 
power output of the turbine is 5 MW and the isentropic effi- 
ciency is 77 percent, determine (a) the mass flow rate of 
steam through the turbine, (b) the temperature at the turbine 
exit, and (c) the rate of entropy generation during this process. 
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7-120 Air enters a compressor steadily at the ambient con- 
ditions of 100 kPa and 22°C and leaves at 800 kPa. Heat is 
lost from the compressor in the amount of 120 kJ/kg and the 
air experiences an entropy decrease of 0.40 kJ/kg - K. Using 
constant specific heats, determine (a) the exit temperature of 
the air, (b) the work input to the compressor, and (c) the 
entropy generation during this process. 


7-121 A rigid tank contains 7.5 kg of saturated water mix- 
ture at 400 kPa. A valve at the bottom of the tank is now 
opened, and liquid is withdrawn from the tank. Heat is trans- 
ferred to the steam such that the pressure inside the tank 
remains constant. The valve is closed when no liquid is left in 
the tank. If it is estimated that a total of 5 kJ of heat is trans- 
ferred to the tank, determine (a) the quality of steam in the 
tank at the initial state, (b) the amount of mass that has 
escaped, and (c) the entropy generation during this process if 
heat is supplied to the tank from a source at 500°C. 


7-122 Consider a family of four, with each person taking a 
5-min shower every morning. The average flow rate through 
the shower head is 12 L/min. City water at 15°C is heated to 
55°C in an electric water heater and tempered to 42°C by 
cold water at the T-elbow of the shower before being routed 
to the shower head. Determine the amount of entropy gener- 
ated by this family per year as a result of taking daily 
showers. 


7-123 Steam is to be condensed in the condenser of a 
steam power plant at a temperature of 60°C with cooling 
water from a nearby lake, which enters the tubes of the con- 
denser at 18°C at a rate of 75 kg/s and leaves at 27°C. 
Assuming the condenser to be perfectly insulated, determine 
(a) the rate of condensation of the steam and (b) the rate of 


entropy generation in the condenser. 
(b) 1.06 kW/K 


7-124 A well-insulated heat exchanger is to heat water (c, = 
4.18 kJ/kg - °C) from 25 to 60°C at a rate of 0.50 kg/s. 
The heating is to be accomplished by geothermal water (c, = 
4.31 kJ/kg - °C) available at 140°C at a mass flow rate of 0.75 
kg/s. Determine (a) the rate of heat transfer and (b) the rate of 
entropy generation in the heat exchanger. 


Answers: (a) 1.20 kg/s, 
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7-125 An adiabatic heat exchanger is to cool ethylene gly- 
col (c, = 2.56 kJ/kg - °C) flowing at a rate of 2 kg/s from 80 
to 40°C by water (c, = 4.18 kJ/kg - °C) that enters at 20°C 
and leaves at 55°C. Determine (a) the rate of heat transfer 
and (b) the rate of entropy generation in the heat exchanger. 


7-126 A well-insulated, thin-walled, double-pipe, counter- 
flow heat exchanger is to be used to cool oil (c, = 2.20 kJ/kg 
< °C) from 150°C to 40°C at a rate of 2 kg/s by water (c, = 
4.18 kJ/kg - °C) that enters at 22°C at a rate of 1.5 kg/s. 
Determine (a) the rate of heat transfer and (b) the rate of 


entropy generation in the heat exchanger. 


7-127 Cold water (c, = 4.18 kJ/kg - °C) leading to a 
shower enters a well-insulated, thin-walled, double-pipe, 
counter-flow heat exchanger at 15°C at a rate of 0.25 kg/s 
and is heated to 45°C by hot water (c, = 4.19 kJ/kg - °C) 
that enters at 100°C at a rate of 3 kg/s. Determine (a) the rate 
of heat transfer and (b) the rate of entropy generation in the 
heat exchanger. 
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7-128 Air (c, = 1.005 kJ/kg - °C) is to be preheated by hot 
exhaust gases in a cross-flow heat exchanger before it enters the 
furnace. Air enters the heat exchanger at 95 kPa and 20°C at a 
rate of 1.6 m?/s. The combustion gases (c, = 1.10 kJ/kg - °C) 


enter at 180°C at a rate of 2.2 kg/s and leave at 95°C. Deter- 
mine (a) the rate of heat transfer to the air, (b) the outlet tem- 
perature of the air, and (c) the rate of entropy generation. 


7-129 A well-insulated, shell-and-tube heat exchanger is 
used to heat water (c, = 4.18 kJ/kg - °C) in the tubes from 
20 to 70°C at a rate of 4.5 kg/s. Heat is supplied by hot oil 
(c; = 2.30 kJ/kg - °C) that enters the shell side at 170°C at a 
rate of 10 kg/s. Disregarding any heat loss from the heat 
exchanger, determine (a) the exit temperature of the oil and 
(b) the rate of entropy generation in the heat exchanger. 


FIGURE P7-129 


7-130E Steam is to be condensed on the shell side of a 
heat exchanger at 120°F. Cooling water enters the tubes at 
60°F at a rate of 92 Ibm/s and leaves at 73°F. Assuming the 
heat exchanger to be well-insulated, determine (a) the rate of 
heat transfer in the heat exchanger and (b) the rate of entropy 
generation in the heat exchanger. 


7-131 Chickens with an average mass of 2.2 kg and average 
specific heat of 3.54 kJ/kg - °C are to be cooled by chilled 
water that enters a continuous-flow-type immersion chiller at 
0.5°C and leaves at 2.5°C. Chickens are dropped into the 
chiller at a uniform temperature of 15°C at a rate of 250 
chickens per hour and are cooled to an average temperature of 
3°C before they are taken out. The chiller gains heat from the 
surroundings at 25°C at a rate of 150 kJ/h. Determine (a) the 
rate of heat removal from the chickens, in kW, and (b) the rate 
of entropy generation during this chilling process. 


7-132 Ina dairy plant, milk at 4°C is pasteurized continu- 
ously at 72°C at a rate of 12 L/s for 24 hours a day and 365 
days a year. The milk is heated to the pasteurizing tempera- 
ture by hot water heated in a natural-gas-fired boiler that has 
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an efficiency of 82 percent. The pasteurized milk is then 
cooled by cold water at 18°C before it is finally refrigerated 
back to 4°C. To save energy and money, the plant installs a 
regenerator that has an effectiveness of 82 percent. If the cost 
of natural gas is $1.04/therm (1 therm = 105,500 kJ), deter- 
mine how much energy and money the regenerator will save 
this company per year and the annual reduction in entropy 
generation. 


7-133 Stainless-steel ball bearings (p = 8085 kg/m? and Cy 
= 0.480 kJ/kg - °C) having a diameter of 1.2 cm are to be 
quenched in water at a rate of 1400 per minute. The balls 
leave the oven at a uniform temperature of 900°C and are 
exposed to air at 30°C for a while before they are dropped 
into the water. If the temperature of the balls drops to 850°C 
prior to quenching, determine (a) the rate of heat transfer 
from the balls to the air and (b) the rate of entropy generation 
due to heat loss from the balls to the air. 


7-134 Carbon-steel balls (9 = 7833 kg/m? and c, = 0.465 
kJ/kg - °C) 8 mm in diameter are annealed by heating them 
first to 900°C in a furnace and then allowing them to cool 
slowly to 100°C in ambient air at 35°C. If 2500 balls are to 
be annealed per hour, determine (a) the rate of heat transfer 
from the balls to the air and (b) the rate of entropy generation 
due to heat loss from the balls to the air. Answers: (a) 542 W, 
(b) 0.986 W/K 
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7-135 An ordinary egg can be approximated as a 5.5-cm- 
diameter sphere. The egg is initially at a uniform temperature 
of 8°C and is dropped into boiling water at 97°C. Taking the 
properties of the egg to be p = 1020 kg/m? and cy = 3.32 
kJ/kg - °C, determine (a) how much heat is transferred to the 
egg by the time the average temperature of the egg rises to 
70°C and (b) the amount of entropy generation associated 
with this heat transfer process. 


FIGURE P7-135 
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7-136E In a production facility, 1.2-in.-thick, 2-ft X 2-ft 
square brass plates (ọ = 532.5 Ibm/ft? and c, = 0.091 
Btu/lbm - °F) that are initially at a uniform temperature of 
75°F are heated by passing them through an oven at 1300°F 
at a rate of 450 per minute. If the plates remain in the oven 
until their average temperature rises to 1000°F, determine 
(a) the rate of heat transfer to the plates in the furnace and 
(b) the rate of entropy generation associated with this heat 
transfer process. 


7-137 Long cylindrical steel rods (9 = 7833 kg/m? and Cy 
= 0.465 kJ/kg - °C) of 10-cm diameter are heat treated by 
drawing them at a velocity of 3 m/min through a 7-m-long 
oven maintained at 900°C. If the rods enter the oven at 30°C 
and leave at 700°C, determine (a) the rate of heat transfer to 
the rods in the oven and (b) the rate of entropy generation 
associated with this heat transfer process. 


Thermodynamics 
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7-138 The inner and outer surfaces of a 5-m X 7-m brick 
wall of thickness 20 cm are maintained at temperatures of 
20°C and 5°C, respectively. If the rate of heat transfer 
through the wall is 1515 W, determine the rate of entropy 
generation within the wall. 


7-139 For heat transfer purposes, a standing man can be 
modeled as a 30-cm-diameter, 170-cm-long vertical cylinder 
with both the top and bottom surfaces insulated and with the 
side surface at an average temperature of 34°C. If the rate of 
heat loss from this man to the environment at 20°C is 336 W, 
determine the rate of entropy transfer from the body of this 
person accompanying heat transfer, in W/K. 


7-140 A 1000-W iron is left on the ironing board with its 
base exposed to the air at 20°C. If the surface temperature is 
400°C, determine the rate of entropy generation during this 
process in steady operation. How much of this entropy gener- 
ation occurs within the iron? 


7-141E A frictionless piston—cylinder device contains satu- 
rated liquid water at 25-psia pressure. Now 400 Btu of heat is 
transferred to water from a source at 900°F, and part of the 
liquid vaporizes at constant pressure. Determine the total 
entropy generated during this process, in Btu/R. 


7-142E Steam enters a diffuser at 20 psia and 240°F with a 
velocity of 900 ft/s and exits as saturated vapor at 240°F and 


100 ft/s. The exit area of the diffuser is 1 ft?. Determine 
(a) the mass flow rate of the steam and (b) the rate of entropy 
generation during this process. Assume an ambient tempera- 
ture of 77°F. 


7-143 Steam expands in a turbine steadily at a rate of 
25,000 kg/h, entering at 6 MPa and 450°C and leaving at 20 
kPa as saturated vapor. If the power generated by the turbine 
is 4 MW, determine the rate of entropy generation for this 
process. Assume the surrounding medium is at 25°C. 

Answer: 11.0 kW/K 
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7-144 A hot-water stream at 70°C enters an adiabatic mix- 
ing chamber with a mass flow rate of 3.6 kg/s, where it is 
mixed with a stream of cold water at 20°C. If the mixture 
leaves the chamber at 42°C, determine (a) the mass flow rate 
of the cold water and (b) the rate of entropy generation dur- 
ing this adiabatic mixing process. Assume all the streams are 
at a pressure of 200 kPa. 


7-145 Liquid water at 200 kPa and 20°C is heated in a 
chamber by mixing it with superheated steam at 200 kPa and 
150°C. Liquid water enters the mixing chamber at a rate of 
2.5 kg/s, and the chamber is estimated to lose heat to the sur- 
rounding air at 25°C at a rate of 1200 kJ/min. If the mixture 
leaves the mixing chamber at 200 kPa and 60°C, determine 
(a) the mass flow rate of the superheated steam and (b) the 
rate of entropy generation during this mixing process. 
Answers: (a) 0.166 kg/s, (b) 0.333 kW/K 
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7-146 A 0.3-m° rigid tank is filled with saturated liquid 
water at 150°C. A valve at the bottom of the tank is now 


opened, and one-half of the total mass is withdrawn from the 
tank in the liquid form. Heat is transferred to water from a 
source at 200°C so that the temperature in the tank remains 
constant. Determine (a) the amount of heat transfer and 
(b) the total entropy generation for this process. 


7-147E An iron block of unknown mass at 185°F is 
dropped into an insulated tank that contains 0.8 ft? of water at 
70°F. At the same time, a paddle wheel driven by a 200-W 
motor is activated to stir the water. Thermal equilibrium is 
established after 10 min with a final temperature of 75°F. 
Determine (a) the mass of the iron block and (b) the entropy 
generated during this process. 


7-148E Air enters a compressor at ambient conditions of 
15 psia and 60°F with a low velocity and exits at 150 psia, 
620°F, and 350 ft/s. The compressor is cooled by the ambient 
air at 60°F at a rate of 1500 Btu/min. The power input to the 
compressor is 400 hp. Determine (a) the mass flow rate of air 
and (b) the rate of entropy generation. 


7-149 Steam enters an adiabatic nozzle at 4 MPa and 
450°C with a velocity of 70 m/s and exits at 3 MPa and 320 
m/s. If the nozzle has an inlet area of 7 cm?, determine 
(a) the exit temperature and (b) the rate of entropy generation 
for this process. Answers: (a) 422.3°C, (b) 0.0361 kW/K 


Special Topic: Reducing the Cost of Compressed Air 


7-150 Compressed air is one of the key utilities in manufac- 
turing facilities, and the total installed power of compressed- 
air systems in the United States is estimated to be about 20 
million horsepower. Assuming the compressors to operate at 
full load during one-third of the time on average and the aver- 
age motor efficiency to be 85 percent, determine how much 
energy and money will be saved per year if the energy con- 
sumed by compressors is reduced by 5 percent as a result of 
implementing some conservation measures. Take the unit cost 
of electricity to be $0.07/kWh. 


7-151 The energy used to compress air in the United States 
is estimated to exceed one-half quadrillion (0.5  10!5) kJ 
per year. It is also estimated that 10 to 40 percent of the com- 
pressed air is lost through leaks. Assuming, on average, 20 
percent of the compressed air is lost through air leaks and the 
unit cost of electricity is $0.07/kWh, determine the amount 
and cost of electricity wasted per year due to air leaks. 


7-152 The compressed-air requirements of a plant at sea 
level are being met by a 125-hp compressor that takes in air 
at the local atmospheric pressure of 101.3 kPa and the aver- 
age temperature of 15°C and compresses it to 900 kPa. An 
investigation of the compressed-air system and the equipment 
using the compressed air reveals that compressing the air to 
750 kPa is sufficient for this plant. The compressor operates 
3500 h/yr at 75 percent of the rated load and is driven by an 
electric motor that has an efficiency of 88 percent. Taking the 
price of electricity to be $0.085/kWh, determine the amount 
of energy and money saved as a result of reducing the pres- 
sure of the compressed air. 
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7-153 A 150-hp compressor in an industrial facility is 
housed inside the production area where the average tempera- 
ture during operating hours is 25°C. The average temperature 
outdoors during the same hours is 10°C. The compressor 
operates 4500 h/yr at 85 percent of rated load and is driven 
by an electric motor that has an efficiency of 90 percent. Tak- 
ing the price of electricity to be $0.07/kWh, determine the 
amount of energy and money saved as a result of drawing 
outside air to the compressor instead of using the inside air. 


7-154 The compressed-air requirements of a plant are being 
met by a 100-hp screw compressor that runs at full load dur- 
ing 40 percent of the time and idles the rest of the time during 
operating hours. The compressor consumes 35 percent of the 
rated power when idling and 90 percent of the power when 
compressing air. The annual operating hours of the facility are 
3800 h, and the unit cost of electricity is $0.075/kWh. 

It is determined that the compressed-air requirements of 
the facility during 60 percent of the time can be met by a 25- 
hp reciprocating compressor that consumes 95 percent of the 
rated power when compressing air and no power when not 
compressing air. It is estimated that the 25-hp compressor 
runs 85 percent of the time. The efficiencies of the motors of 
the large and the small compressors at or near full load are 
0.90 and 0.88, respectively. The efficiency of the large motor 
at 35 percent load is 0.82. Determine the amount of energy 
and money saved as a result of switching to the 25-hp com- 
pressor during 60 percent of the time. 


7-155 The compressed-air requirements of a plant are 
being met by a 125-hp screw compressor. The facility stops 
production for one hour every day, including weekends, for 
lunch break, but the compressor is kept operating. The com- 
pressor consumes 35 percent of the rated power when idling, 
and the unit cost of electricity is $0.09/kWh. Determine the 
amount of energy and money saved per year as a result of 
turning the compressor off during lunch break. Take the effi- 
ciency of the motor at part load to be 84 percent. 


7-156 The compressed-air requirements of a plant are met 
by a 150-hp compressor equipped with an intercooler, an 
aftercooler, and a refrigerated dryer. The plant operates 4800 
h/yr, but the compressor is estimated to be compressing air 
during only one-third of the operating hours, that is, 1600 
hours a year. The compressor is either idling or is shut off the 
rest of the time. Temperature measurements and calculations 
indicate that 40 percent of the energy input to the compressor 
is removed from the compressed air as heat in the aftercooler. 
The COP of the refrigeration unit is 3.5, and the cost of elec- 
tricity is $0.06/kWh. Determine the amount of the energy and 
money saved per year as a result of cooling the compressed 
air before it enters the refrigerated dryer. 


7-157 The 1800-rpm, 150-hp motor of a compressor is 
burned out and is to be replaced by either a standard motor 
that has a full-load efficiency of 93.0 percent and costs $9031 
or a high-efficiency motor that has an efficiency of 96.2 per- 
cent and costs $10,942. The compressor operates 4368 h/yr at 
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full load, and its operation at part load is negligible. If the cost 
of electricity is $0.075/kWh, determine the amount of energy 
and money this facility will save by purchasing the high- 
efficiency motor instead of the standard motor. Also, deter- 
mine if the savings from the high-efficiency motor justify the 
price differential if the expected life of the motor is 10 years. 
Ignore any possible rebates from the local power company. 


Thermodynamics 


7-158 The space heating of a facility is accomplished by nat- 
ural gas heaters that are 80 percent efficient. The compressed 
air needs of the facility are met by a large liquid-cooled com- 
pressor. The coolant of the compressor is cooled by air in a 
liquid-to-air heat exchanger whose airflow section is 1.0-m 
high and 1.0-m wide. During typical operation, the air is 
heated from 20 to 52°C as it flows through the heat exchanger. 
The average velocity of air on the inlet side is measured to be 
3 m/s. The compressor operates 20 hours a day and 5 days a 
week throughout the year. Taking the heating season to be 6 
months (26 weeks) and the cost of the natural gas to be 
$1.00/therm (1 therm = 100,000 Btu = 105,500 kJ), deter- 
mine how much money will be saved by diverting the com- 
pressor waste heat into the facility during the heating season. 


7-159 The compressors of a production facility maintain the 
compressed-air lines at a (gage) pressure of 850 kPa at 1400- 
m elevation, where the atmospheric pressure is 85.6 kPa. The 
average temperature of air is 15°C at the compressor inlet and 
25°C in the compressed-air lines. The facility operates 4200 
h/yr, and the average price of electricity is $0.07/kWh. Taking 
the compressor efficiency to be 0.8, the motor efficiency to be 
0.93, and the discharge coefficient to be 0.65, determine the 
energy and money saved per year by sealing a leak equivalent 
to a 5-mm-diameter hole on the compressed-air line. 


Review Problems 


7-160 A piston—cylinder device contains steam that under- 
goes a reversible thermodynamic cycle. Initially the steam is 
at 400 kPa and 350°C with a volume of 0.3 m°. The steam is 
first expanded isothermally to 150 kPa, then compressed adi- 
abatically to the initial pressure, and finally compressed at 
the constant pressure to the initial state. Determine the net 
work and heat transfer for the cycle after you calculate the 
work and heat interaction for each process. 


7-161 Determine the work input and entropy generation 
during the compression of steam from 100 kPa to 1 MPa in 
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100 kPa 
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(a) an adiabatic pump and (b) an adiabatic compressor if the 
inlet state is saturated liquid in the pump and saturated vapor 
in the compressor and the isentropic efficiency is 85 percent 
for both devices. 


7-162 A rigid tank contains 1.5 kg of water at 120°C and 
500 kPa. Now 22 kJ of shaft work is done on the system and 
the final temperature in the tank is 95°C. If the entropy change 
of water is zero and the surroundings are at 15°C, determine 
(a) the final pressure in the tank, (b) the amount of heat 
transfer between the tank and the surroundings, and (c) the 
entropy generation during this process. Answers: (a) 84.6 kPa, 
(b) 38.5 kJ, (c) 0.134 kJ/K 


7-163 A horizontal cylinder is separated into two compart- 
ments by an adiabatic, frictionless piston. One side contains 
0.2 m° of nitrogen and the other side contains 0.1 kg of 
helium, both initially at 20°C and 95 kPa. The sides of the 
cylinder and the helium end are insulated. Now heat is added 
to the nitrogen side from a reservoir at 500°C until the pres- 
sure of the helium rises to 120 kPa. Determine (a) the final 
temperature of the helium, (b) the final volume of the nitro- 
gen, (c) the heat transferred to the nitrogen, and (d) the 
entropy generation during this process. 
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7-164 A 0.8-m° rigid tank contains carbon dioxide (CO,) 
gas at 250 K and 100 kPa. A 500-W electric resistance heater 
placed in the tank is now turned on and kept on for 40 min 
after which the pressure of CO, is measured to be 175 kPa. 
Assuming the surroundings to be at 300 K and using constant 
specific heats, determine (a) the final temperature of CO,, 
(b) the net amount of heat transfer from the tank, and (c) the 
entropy generation during this process. 


FIGURE P7-164 


7-165 Helium gas is throttled steadily from 500 kPa and 
70°C. Heat is lost from the helium in the amount of 2.5 kJ/kg 
to the surroundings at 25°C and 100 kPa. If the entropy of 
the helium increases by 0.25 kJ/kg - K in the valve, deter- 
mine (a) the exit pressure and temperature and (b) the 


entropy generation during this process. 
69.5°C, (b) 0.258 kJ/kg = K 


7-166 Refrigerant-134a enters a compressor as a saturated 
vapor at 200 kPa at a rate of 0.03 m*/s and leaves at 700 kPa. 
The power input to the compressor is 10 kW. If the surround- 
ings at 20°C experience an entropy increase of 0.008 kW/K, 
determine (a) the rate of heat loss from the compressor, 
(b) the exit temperature of the refrigerant, and (c) the rate of 
entropy generation. 


7-167 Air at 500 kPa and 400 K enters an adiabatic nozzle 
at a velocity of 30 m/s and leaves at 300 kPa and 350 K. 
Using variable specific heats, determine (a) the isentropic effi- 
ciency, (b) the exit velocity, and (c) the entropy generation. 


Answers: (a) 442 kPa, 
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7-168 Show that the difference between the reversible 
steady-flow work and reversible moving boundary work is 
equal to the flow energy. 


7-169 An insulated tank containing 0.4 m? of saturated 
water vapor at 500 kPa is connected to an initially evacuated, 
insulated piston—cylinder device. The mass of the piston is 
such that a pressure of 150 kPa is required to raise it. Now 
the valve is opened slightly, and part of the steam flows to 
the cylinder, raising the piston. This process continues until 
the pressure in the tank drops to 150 kPa. Assuming the 
steam that remains in the tank to have undergone a reversible 
adiabatic process, determine the final temperature (a) in the 
rigid tank and (b) in the cylinder. 
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150 kPa 


7-170 One ton of liquid water at 80°C is brought into a 
well-insulated and well-sealed 4-m X 5-m X 7-m room ini- 
tially at 22°C and 100 kPa. Assuming constant specific heats 
for both air and water at room temperature, determine (a) the 
final equilibrium temperature in the room and (b) the total 
entropy change during this process, in kJ/K. 
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7-171E A piston—cylinder device initially contains 15 ft? of 
helium gas at 25 psia and 70°F. Helium is now compressed in 
a polytropic process (PV” = constant) to 70 psia and 300°F. 
Determine (a) the entropy change of helium, (b) the entropy 
change of the surroundings, and (c) whether this process is 
reversible, irreversible, or impossible. Assume the surround- 
ings are at 70°F. Answers: (a) —0.016 Btu/R, (b) 0.019 Btu/R, 
(c) irreversible 


7-172 Air is compressed steadily by a compressor from 100 
kPa and 17°C to 700 kPa at a rate of 5 kg/min. Determine the 
minimum power input required if the process is (a) adiabatic 
and (b) isothermal. Assume air to be an ideal gas with variable 
specific heats, and neglect the changes in kinetic and potential 
energies. Answers: (a) 18.0 kW, (b) 13.5 kW 


7-173 Air enters a two-stage compressor at 100 kPa and 
27°C and is compressed to 900 kPa. The pressure ratio across 
each stage is the same, and the air is cooled to the initial tem- 
perature between the two stages. Assuming the compression 
process to be isentropic, determine the power input to the 
compressor for a mass flow rate of 0.02 kg/s. What would 
your answer be if only one stage of compression were used? 
Answers: 4.44 kW, 5.26 kW 
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7-174 Consider a three-stage isentropic compressor with 
two intercoolers that cool the gas to the initial temperature 
between the stages. Determine the two intermediate pressures 
(P, and P) in terms of inlet and exit pressures (P, and P,) 
that will minimize the work input to the compressor. 
Answers: P= 1P3P), P, = (PRPS 


7-175 Steam at 6 MPa and 500°C enters a two-stage adia- 
batic turbine at a rate of 15 kg/s. Ten percent of the steam is 
extracted at the end of the first stage at a pressure of 1.2 MPa 
for other use. The remainder of the steam is further expanded 
in the second stage and leaves the turbine at 20 kPa. Deter- 
mine the power output of the turbine, assuming (a) the 
process is reversible and (b) the turbine has an isentropic effi- 
ciency of 88 percent. Answers: (a) 16,291 kW, (b) 14,336 kW 


Thermodynamics 
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7-176 Steam enters a two-stage adiabatic turbine at 8 MPa 
and 550°C. It expands in the first stage to a pressure of 2 
MPa. Then steam is reheated at constant pressure to 550°C 
before it is expanded in a second stage to a pressure of 200 
kPa. The power output of the turbine is 80 MW. Assuming an 
isentropic efficiency of 84 percent for each stage of the tur- 
bine, determine the required mass flow rate of steam. Also, 
show the process on a T-s diagram with respect to saturation 
lines. Answer: 85.8 kg/s 


7-177  Refrigerant-134a at 140 kPa and —10°C is com- 
pressed by an adiabatic 0.7-kW compressor to an exit state of 
700 kPa and 50°C. Neglecting the changes in kinetic and 
potential energies, determine (a) the isentropic efficiency of 
the compressor, (b) the volume flow rate of the refrigerant at 
the compressor inlet, in L/min, and (c) the maximum volume 
flow rate at the inlet conditions that this adiabatic 0.7-kW 
compressor can handle without violating the second law. 


7-178E Helium gas enters a nozzle whose isentropic effi- 
ciency is 94 percent with a low velocity, and it exits at 14 
psia, 180°F, and 1000 ft/s. Determine the pressure and tem- 
perature at the nozzle inlet. 


7-179 An adiabatic air compressor is to be powered 
K by a direct-coupled adiabatic steam turbine 
that is also driving a generator. Steam enters the turbine at 


12.5 MPa and 500°C at a rate of 25 kg/s and exits at 10 kPa 
and a quality of 0.92. Air enters the compressor at 98 kPa and 
295 K at a rate of 10 kg/s and exits at 1 MPa and 620 K. 
Determine (a) the net power delivered to the generator by the 
turbine and (b) the rate of entropy generation within the tur- 
bine and the compressor during this process. 
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7-180 Reconsider Prob. 7-179. Using EES (or other) 


SS software, determine the isentropic efficiencies for 
the compressor and turbine. Then use EES to study how vary- 
ing the compressor efficiency over the range 0.6 to 0.8 and the 
turbine efficiency over the range 0.7 to 0.95 affect the net work 
for the cycle and the entropy generated for the process. Plot the 
net work as a function of the compressor efficiency for turbine 
efficiencies of 0.7, 0.8, and 0.9, and discuss your results. 


7-181 Consider two bodies of identical mass m and specific 
heat c used as thermal reservoirs (source and sink) for a heat 
engine. The first body is initially at an absolute temperature 
T, while the second one is at a lower absolute temperature T,. 
Heat is transferred from the first body to the heat engine, 
which rejects the waste heat to the second body. The process 
continues until the final temperatures of the two bodies T, 
become equal. Show that T; = VTT, when the heat engine 
produces the maximum possible work. 


m, c 
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7-182 The explosion of a hot water tank in a school in 
Spencer, Oklahoma, in 1982 killed 7 people while injuring 33 
others. Although the number of such explosions has 
decreased dramatically since the development of the ASME 
Pressure Vessel Code, which requires the tanks to be designed 
to withstand four times the normal operating pressures, they 
still occur as a result of the failure of the pressure relief 
valves and thermostats. When a tank filled with a high- 
pressure and high-temperature liquid ruptures, the sudden 
drop of the pressure of the liquid to the atmospheric level 
causes part of the liquid to flash into vapor, and thus to expe- 
rience a huge rise in its volume. The resulting pressure wave 
that propagates rapidly can cause considerable damage. 

Considering that the pressurized liquid in the tank eventu- 
ally reaches equilibrium with its surroundings shortly after 
the explosion, the work that a pressurized liquid would do if 
allowed to expand reversibly and adiabatically to the pressure 
of the surroundings can be viewed as the explosive energy of 
the pressurized liquid. Because of the very short time period 
of the explosion and the apparent calm afterward, the explo- 
sion process can be considered to be adiabatic with no 
changes in kinetic and potential energies and no mixing with 
the air. 

Consider a 80-L hot-water tank that has a working pressure 
of 0.5 MPa. As a result of some malfunction, the pressure in 
the tank rises to 2 MPa, at which point the tank explodes. 
Taking the atmospheric pressure to be 100 kPa and assuming 
the liquid in the tank to be saturated at the time of explosion, 
determine the total explosion energy of the tank in terms of 
the TNT equivalence. (The explosion energy of TNT is about 
3250 kJ/kg, and 5 kg of TNT can cause total destruction of 
unreinforced structures within about a 7-m radius.) Answer: 
1.972 kg TNT 
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7-183 Using the arguments in the Prob. 7-182, determine 
the total explosion energy of a 0.35-L canned drink that 
explodes at a pressure of 1.2 MPa. To how many kg of TNT 
is this explosion energy equivalent? 


7-184 Demonstrate the validity of the Clausius inequality 
using a reversible and an irreversible heat engine operating 
between the same two thermal energy reservoirs at constant 
temperatures of T, and Ty. 
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7-185 The inner and outer surfaces of a 2-m X 2-m win- 
dow glass in winter are 10°C and 3°C, respectively. If the 
rate of heat loss through the window is 3.2 kJ/s, determine 
the amount of heat loss, in kilojoules, through the glass over 
a period of 5 h. Also, determine the rate of entropy genera- 
tion during this process within the glass. 


7-186 Two rigid tanks are connected by a valve. Tank A is 
insulated and contains 0.2 m° of steam at 400 kPa and 80 
percent quality. Tank B is uninsulated and contains 3 kg of 
steam at 200 kPa and 250°C. The valve is now opened, and 
steam flows from tank A to tank B until the pressure in tank 
A drops to 300 kPa. During this process 600 kJ of heat is 
transferred from tank B to the surroundings at 0°C. Assuming 
the steam remaining inside tank A to have undergone a 
reversible adiabatic process, determine (a) the final tempera- 
ture in each tank and (b) the entropy generated during this 
process. Answers: (a) 133.5°C, 113.2°C; (b) 0.916 kJ/K 


FIGURE P7-186 


7-187 Heat is transferred steadily to boiling water in the 
pan through its flat bottom at a rate of 500 W. If the tempera- 
tures of the inner and outer surfaces of the bottom of the tank 
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are 104°C and 105°C, respectively, determine the rate of 
entropy generation within bottom of the pan, in W/K. 


Thermodynamics 
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7-188 A 1200-W electric resistance heating element whose 
diameter is 0.5 cm is immersed in 40 kg of water initially at 
20°C. Assuming the water container is well-insulated, deter- 
mine how long it will take for this heater to raise the water 
temperature to 50°C. Also, determine the entropy generated 
during this process, in kJ/K. 


7-189 A hot-water pipe at 80°C is losing heat to the sur- 
rounding air at 5°C at a rate of 2200 W. Determine the rate of 
entropy generation in the surrounding air, in W/K. 


7-190 In large steam power plants, the feedwater is fre- 
quently heated in closed feedwater heaters, which are basi- 
cally heat exchangers, by steam extracted from the turbine at 
some stage. Steam enters the feedwater heater at 1 MPa and 
200°C and leaves as saturated liquid at the same pressure. 
Feedwater enters the heater at 2.5 MPa and 50°C and leaves 
10°C below the exit temperature of the steam. Neglecting any 
heat losses from the outer surfaces of the heater, determine 
(a) the ratio of the mass flow rates of the extracted steam and 
the feedwater heater and (b) the total entropy change for this 
process per unit mass of the feedwater. 


7-191 Reconsider Prob. 7-190. Using EES (or other) 

SS software, investigate the effect of the state of 
the steam at the inlet of the feedwater heater. Assume the 
entropy of the extraction steam is constant at the value for 1 
MPa, 200°C and decrease the extraction steam pressure from 
1 MPa to 100 kPa. Plot both the ratio of the mass flow rates 
of the extracted steam and the feedwater heater and the total 
entropy change for this process per unit mass of the feedwa- 
ter as functions of the extraction pressure. 


7-192E A 3-fť rigid tank initially contains refrigerant-134a 
at 100 psia and 100 percent quality. The tank is connected by 
a valve to a supply line that carries refrigerant-134a at 140 
psia and 80°F. The valve is now opened, allowing the refrig- 
erant to enter the tank, and is closed when it is observed that 
the tank contains only saturated liquid at 120 psia. Determine 
(a) the mass of the refrigerant that entered the tank, (b) the 


amount of heat transfer with the surroundings at 110°F, and 
(c) the entropy generated during this process. 


7-193 During a heat transfer process, the entropy change of 
incompressible substances, such as liquid water, can be deter- 
mined from AS = mc,,,In(T,/T,). Show that for thermal 
energy reservoirs, such as large lakes, this relation reduces to 


AS = QIT. 


7-194 The inner and outer glasses of a 2-m X 2-m double- 
pane window are at 18°C and 6°C, respectively. If the glasses 
are very nearly isothermal and the rate of heat transfer through 
the window is 110 W, determine the rates of entropy transfer 
through both sides of the window and the rate of entropy 
generation within the window, in W/K. 
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7-195 A well-insulated 4-m X 4-m X 5-m room initially at 
10°C is heated by the radiator of a steam heating system. The 
radiator has a volume of 15 L and is filled with superheated 
vapor at 200 kPa and 200°C. At this moment both the inlet 
and the exit valves to the radiator are closed. A 120-W fan is 
used to distribute the air in the room. The pressure of the 
steam is observed to drop to 100 kPa after 30 min as a result 
of heat transfer to the room. Assuming constant specific heats 
for air at room temperature, determine (a) the average temper- 
ature of air in 30 min, (b) the entropy change of the steam, 
(c) the entropy change of the air in the room, and (d) the 
entropy generated during this process, in kJ/K. Assume the air 
pressure in the room remains constant at 100 kPa at all times. 


7-196 A passive solar house that is losing heat to the out- 
doors at 3°C at an average rate of 50,000 kJ/h is maintained 
at 22°C at all times during a winter night for 10 h. The house 
is to be heated by 50 glass containers, each containing 20 L 
of water that is heated to 80°C during the day by absorbing 
solar energy. A thermostat controlled 15 kW backup electric 
resistance heater turns on whenever necessary to keep the 
house at 22°C. Determine how long the electric heating sys- 
tem was on that night and the amount of entropy generated 
during the night. 


7-197E A 15-fť steel container that has a mass of 75 Ibm 
when empty is filled with liquid water. Initially, both the steel 
tank and the water are at 120°F. Now heat is transferred, and 


the entire system cools to the surrounding air temperature of 
70°F. Determine the total entropy generated during this 
process. 


7-198 Air enters the evaporator section of a window air 
conditioner at 100 kPa and 27°C with a volume flow rate of 6 
m?/min. The refrigerant-134a at 120 kPa with a quality of 0.3 
enters the evaporator at a rate of 2 kg/min and leaves as satu- 
rated vapor at the same pressure. Determine the exit tempera- 
ture of the air and the rate of entropy generation for this 
process, assuming (a) the outer surfaces of the air conditioner 
are insulated and (b) heat is transferred to the evaporator of 
the air conditioner from the surrounding medium at 32°C at a 
rate of 30 kJ/min. Answers: (a) —15.9°C, 0.00193 kW/K, 
(b) —11.6°C, 0.00223 KWK 


FIGURE P7-198 


7-199 A 4-m X 5-m X 7-m well-sealed room is to be heated 
by 1500 kg of liquid water contained in a tank that is placed in 
the room. The room is losing heat to the outside air at 5°C at 
an average rate of 10,000 kJ/h. The room is initially at 20°C 
and 100 kPa and is maintained at a temperature of 20°C at all 
times. If the hot water is to meet the heating requirements of 
this room for a 24-h period, determine (a) the minimum tem- 
perature of the water when it is first brought into the room and 
(b) the entropy generated during a 24-h period. Assume con- 
stant specific heats for both air and water at room temperature. 


7-200 Consider a well-insulated horizontal rigid cylinder 
that is divided into two compartments by a piston that is free 
to move but does not allow either gas to leak into the other 
side. Initially, one side of the piston contains 1 mê of N, gas 
at 500 kPa and 80°C while the other side contains 1 m? of He 
gas at 500 kPa and 25°C. Now thermal equilibrium is estab- 
lished in the cylinder as a result of heat transfer through the 
piston. Using constant specific heats at room temperature, 
determine (a) the final equilibrium temperature in the cylin- 
der and (b) the entropy generation during this process. What 
would your answer be if the piston were not free to move? 


7-201 Reconsider Prob. 7-200. Using EES (or other) 

SS software, compare the results for constant spe- 
cific heats to those obtained using built-in variable specific 
heats built into EES functions. 
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7-202 Repeat Prob. 7-200 by assuming the piston is made 
of 5 kg of copper initially at the average temperature of the 
two gases on both sides. 


7-203 An insulated 5-m? rigid tank contains air at 500 kPa 
and 57°C. A valve connected to the tank is now opened, and 
air is allowed to escape until the pressure inside drops to 200 
kPa. The air temperature during this process is maintained 
constant by an electric resistance heater placed in the tank. 
Determine (a) the electrical energy supplied during this 
process and (b) the total entropy change. Answers: (a) 1501 
kJ, (b) 4.40 kJ/K 


7-204 In order to cool 1-ton of water at 20°C in an insu- 
lated tank, a person pours 80 kg of ice at —5°C into the 
water. Determine (a) the final equilibrium temperature in the 
tank and (b) the entropy generation during this process. The 
melting temperature and the heat of fusion of ice at atmo- 
spheric pressure are 0°C and 333.7 kJ/kg. 


7-205 An insulated piston—cylinder device initially contains 
0.02 m° of saturated liquid—vapor mixture of water with a 
quality of 0.1 at 100°C. Now some ice at —18°C is dropped 
into the cylinder. If the cylinder contains saturated liquid at 
100°C when thermal equilibrium is established, determine 
(a) the amount of ice added and (b) the entropy generation 
during this process. The melting temperature and the heat of 
fusion of ice at atmospheric pressure are 0°C and 333.7 kJ/kg. 


Ice 0.02 m? 
—18°C —e — 100°C 


FIGURE P7-205 


7-206 Consider a 5-L evacuated rigid bottle that is sur- 
rounded by the atmosphere at 100 kPa and 17°C. A valve at 
the neck of the bottle is now opened and the atmospheric air 
is allowed to flow into the bottle. The air trapped in the bottle 
eventually reaches thermal equilibrium with the atmosphere 
as a result of heat transfer through the wall of the bottle. The 
valve remains open during the process so that the trapped air 
also reaches mechanical equilibrium with the atmosphere. 
Determine the net heat transfer through the wall of the bottle 
and the entropy generation during this filling process. 
Answers: 0.5 kJ, 0.0017 kJ/K 


7-207 (a) Water flows through a shower head steadily at a 
rate of 10 L/min. An electric resistance heater placed in the 
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water pipe heats the water from 16 to 43°C. Taking the den- 
sity of water to be 1 kg/L, determine the electric power input 
to the heater, in kW, and the rate of entropy generation during 
this process, in kW/K. 


Thermodynamics 


(b) In an effort to conserve energy, it is proposed to pass the 
drained warm water at a temperature of 39°C through a heat 
exchanger to preheat the incoming cold water. If the heat 
exchanger has an effectiveness of 0.50 (that is, it recovers 
only half of the energy that can possibly be transferred from 
the drained water to incoming cold water), determine the elec- 
tric power input required in this case and the reduction in the 
rate of entropy generation in the resistance heating section. 


Resistance 
heater 


le 


FIGURE P7—207 


7-208 Using EES (or other) software, determine the 

SS work input to a multistage compressor for a 
given set of inlet and exit pressures for any number of stages. 
Assume that the pressure ratio across each stage is identical and 
the compression process is polytropic. List and plot the com- 
pressor work against the number of stages for P, = 100 kPa, 
T, = 17°C, P, = 800 kPa, and n = 1.35 for air. Based on this 
chart, can you justify using compressors with more than three 
stages? 


7-209 A piston—cylinder device contains air that undergoes 
a reversible thermodynamic cycle. Initially, air is at 400 kPa 
and 300 K with a volume of 0.3 m° Air is first expanded 
isothermally to 150 kPa, then compressed adiabatically to the 
initial pressure, and finally compressed at the constant pres- 
sure to the initial state. Accounting for the variation of spe- 
cific heats with temperature, determine the work and heat 
transfer for each process. 


7-210 Consider the turbocharger of an internal combustion 
engine. The exhaust gases enter the turbine at 450°C at a rate 
of 0.02 kg/s and leave at 400°C. Air enters the compressor at 
70°C and 95 kPa at a rate of 0.018 kg/s and leaves at 135 


kPa. The mechanical efficiency between the turbine and the 
compressor is 95 percent (5 percent of turbine work is lost 
during its transmission to the compressor). Using air proper- 
ties for the exhaust gases, determine (a) the air temperature at 
the compressor exit and (b) the isentropic efficiency of the 


compressor. Answers: (a) 126.1°C, (b) 0.642 
Air, 70°C 
95 kPa 
400°C 0.018 kg/s 
ae 
Exh. gas 135 kPa 
450°C 
0.02 kg/s 


FIGURE P7-210 


7-211 Air is compressed steadily by a compressor from 
100 kPa and 20°C to 1200 kPa and 300°C at a rate of 0.4 
kg/s. The compressor is intentionally cooled by utilizing fins 
on the surface of the compressor and heat is lost from the 
compressor at a rate of 15 kW to the surroundings at 20°C. 
Using constant specific heats at room temperature, determine 
(a) the power input to the compressor, (b) the isothermal effi- 
ciency, and (c) the entropy generation during this process. 


7-212 A 0.25-m? insulated piston—cylinder device initially 
contains 0.7 kg of air at 20°C. At this state, the piston is free 
to move. Now air at 500 kPa and 70°C is allowed to enter 
the cylinder from a supply line until the volume increases by 
50 percent. Using constant specific heats at room tempera- 
ture, determine (a) the final temperature, (b) the amount of 
mass that has entered, (c) the work done, and (d) the entropy 
generation. 


FIGURE P7-212 


7-213 When the transportation of natural gas in a pipeline 
is not feasible for economic reasons, it is first liquefied using 
nonconventional refrigeration techniques and then transported 
in super-insulated tanks. In a natural gas liquefaction plant, 
the liquefied natural gas (LNG) enters a cryogenic turbine at 
40 bar and — 160°C at a rate of 55 kg/s and leaves at 3 bar. If 


350 kW power is produced by the turbine, determine the effi- 
ciency of the turbine. Take the density of LNG to be 423.8 
kg/m?. Answer: 72.9 percent 


3 bar 


Cryogenic 


turbine 


LNG, 40 bar 
-160°C, 55 kg/s 


FIGURE P7-213 


Fundamentals of Engineering (FE) Exam Problems 


7-214 Steam is condensed at a constant temperature of 
30°C as it flows through the condensor of a power plant by 
rejecting heat at a rate of 55 MW. The rate of entropy change 
of steam as it flows through the condenser is 


(a) —1.83 MW/K (b) —0.18 MW/K 
(d) 0.56 MW/K (e) 1.22 MW/K 


7-215 Steam is compressed from 6 MPa and 300°C to 10 
MPa isentropically. The final temperature of the steam is 


(a) 290°C (b) 300°C (c) 311°C 
(d) 371°C (e) 422°C 


7-216 An apple with an average mass of 0.15 kg and aver- 
age specific heat of 3.65 kJ/kg - °C is cooled from 20°C to 
5°C. The entropy change of the apple is 


(a) —0.0288 kJ/K (b) —0.192 KJ/K 
(d) 0 KJ/K (e) 0.657 KJ/K 


7-217 A piston—cylinder device contains 5 kg of saturated 
water vapor at 3 MPa. Now heat is rejected from the cylinder 
at constant pressure until the water vapor completely con- 
denses so that the cylinder contains saturated liquid at 3 MPa 
at the end of the process. The entropy change of the system 
during this process is 


(a) 0 KJ/K (b) —3.5 KJ/K 
(d) —17.7 KI/K (e) —19.5 KJ/K 


7-218 Helium gas is compressed from 1 atm and 25°C to a 
pressure of 10 atm adiabatically. The lowest temperature of 
helium after compression is 


(a) 25°C (b) 63°C 
(d) 384°C (e) 476°C 
7-219 Steam expands in an adiabatic turbine from 8 MPa 
and 500°C to 0.1 MPa at a rate of 3 kg/s. If steam leaves 
the turbine as saturated vapor, the power output of the tur- 
bine is 

(a) 2174 kW 
(d) 1674 kW 


(c) 0 MW/K 


(c) —0.526 kJ/K 


(© —12.5 KJ/K 


(c) 250°C 


(b) 698 kW 
(e) 3240 kW 


(c) 2881 kW 
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7-220 Argon gas expands in an adiabatic turbine from 3 
MPa and 750°C to 0.2 MPa at a rate of 5 kg/s. The maximum 
power output of the turbine is 


(a) 1.06 MW (b) 1.29 MW (c) 1.43 MW 
(d) 1.76 MW (e) 2.08 MW 
7-221 A unit mass of a substance undergoes an irreversible 


process from state | to state 2 while gaining heat from the 
surroundings at temperature T in the amount of q. If 
the entropy of the substance is s, at state 1, and s, at state 2, 
the entropy change of the substance As during this process is 


(a) As < 8) — 5, (b) As > sy — sy 

(c) As = s, — 5, (d) As = s — s, + q/T 

(e) As > s, — sı + G/T 

7-222 A unit mass of an ideal gas at temperature T under- 
goes a reversible isothermal process from pressure P, to pres- 
sure P, while losing heat to the surroundings at temperature 
T in the amount of q. If the gas constant of the gas is R, the 
entropy change of the gas As during this process is 


(a) As = R In(P/P) (b) As = R n(P,/P,) — q/T 
(c) As = RIn(P,/P,) (d) As = Rn(P,/P,) — q/T 
(e) As = 0 


7-223 Air is compressed from room conditions to a 
specified pressure in a reversible manner by two compres- 
sors: one isothermal and the other adiabatic. If the entropy 
change of air AS; during the reversible isothermal compres- 
sion, and As,,,, during the reversible adiabatic compression, 
the correct statement regarding entropy change of air per unit 
mass is 


(a) As; = 0 (b) As, 


= As = As 
isot isot 
(d) As; < 0 (e) As, = 0 


7-224 Helium gas is compressed from 15°C and 5.40 
m*/kg to 0.775 m*/kg in a reversible and adiabatic manner. 
The temperature of helium after compression is 


(a) 105°C (b) 55°C (c) 1734°C 
(d) 1051°C (e) 778°C 


7-225 Heat is lost through a plane wall steadily at a rate of 
600 W. If the inner and outer surface temperatures of the wall 
are 20°C and 5°C, respectively, the rate of entropy generation 
within the wall is 


adia adia >0 (c) ASadia >0 


(a) 0.11 W/K (b) 4.21 W/K (c) 2.10 W/K 
(d) 42.1 W/K (e) 90.0 W/K 
7-226 Air is compressed steadily and adiabatically from 


17°C and 90 kPa to 200°C and 400 kPa. Assuming constant 
specific heats for air at room temperature, the isentropic effi- 
ciency of the compressor is 

(a) 0.76 (b) 0.94 
(d) 0.84 (e) 1.00 
7-227 Argon gas expands in an adiabatic turbine steadily 
from 500°C and 800 kPa to 80 kPa at a rate of 2.5 kg/s. For 


(c) 0.86 
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isentropic efficiency of 80 percent, the power produced by 
the turbine is 


Thermodynamics 


(a) 194 kW (b) 291 kW (c) 484 kW 
(d) 363 kW (e) 605 kW 
7-228 Water enters a pump steadily at 100 kPa at a rate of 


35 L/s and leaves at 800 kPa. The flow velocities at the inlet 
and the exit are the same, but the pump exit where the dis- 
charge pressure is measured is 6.1 m above the inlet section. 
The minimum power input to the pump is 


(a) 34 kW (b) 22 kW (c) 27 kW 
(d) 52 kW (e) 44 KW 
7-229 Air at 15°C is compressed steadily and isothermally 


from 100 kPa to 700 kPa at a rate of 0.12 kg/s. The minimum 
power input to the compressor is 


(a) 1.0 kW (b) 11.2 kW (c) 25.8 kW 
(d) 19.3 kW (e) 161 kW 
7-230 Air is to be compressed steadily and isentropically 


from 1 atm to 25 atm by a two-stage compressor. To mini- 
mize the total compression work, the intermediate pressure 
between the two stages must be 


(b) 5 atm 
(e) 13 atm 


(a) 3 atm 
(d) 10 atm 


(c) 8 atm 


7-231 Helium gas enters an adiabatic nozzle steadily at 
500°C and 600 kPa with a low velocity, and exits at a pres- 
sure of 90 kPa. The highest possible velocity of helium gas at 
the nozzle exit is 


(a) 1475 m/s (b) 1662 m/s (c) 1839 m/s 
(d) 2066 m/s (e) 3040 m/s 
7-232 Combustion gases with a specific heat ratio of 1.3 


enter an adiabatic nozzle steadily at 800°C and 800 kPa with 
a low velocity, and exit at a pressure of 85 kPa. The lowest 
possible temperature of combustion gases at the nozzle exit is 


(a) 43°C (b) 237°C (c) 367°C 
(d) 477°C (e) 640°C 


7-233 Steam enters an adiabatic turbine steadily at 400°C 
and 3 MPa, and leaves at 50 kPa. The highest possible per- 
centage of mass of steam that condenses at the turbine exit 
and leaves the turbine as a liquid is 


(a) 5% (b) 10% 
(d) 20% (e) 0% 


7-234 Liquid water enters an adiabatic piping system at 
15°C at a rate of 8 kg/s. If the water temperature rises by 
0.2°C during flow due to friction, the rate of entropy genera- 
tion in the pipe is 
(a) 23 W/K 

(d) 220 W/K 


(c) 15% 


(b) 55 W/K 
(e) 443 W/K 


(c) 68 W/K 


7-235 Liquid water is to be compressed by a pump whose 
isentropic efficiency is 75 percent from 0.2 MPa to 5 MPa at a 
rate of 0.15 m*/min. The required power input to this pump is 


(a) 4.8 kW (b) 6.4 kW 
(d) 16.0 kW (e) 12 kW 


7-236 Steam enters an adiabatic turbine at 8 MPa and 
500°C at a rate of 18 kg/s, and exits at 0.2 MPa and 300°C. 
The rate of entropy generation in the turbine is 


(a) 0 KW/K (b) 7.2 KWIK (©) 21 kKW/K 
(d) 15 KW/K (e) 17 KW/K 


7-237 Helium gas is compressed steadily from 90 kPa and 
25°C to 600 kPa at a rate of 2 kg/min by an adiabatic com- 
pressor. If the compressor consumes 70 kW of power while 
operating, the isentropic efficiency of this compressor is 


(a) 56.7% (b) 83.7% (c) 75.4% 
(d) 92.1% (e) 100.0% 


(c) 9.0 kW 


Design and Essay Problems 


7-238 It is well-known that the temperature of a gas rises 
while it is compressed as a result of the energy input in the 
form of compression work. At high compression ratios, the 
air temperature may rise above the autoignition temperature 
of some hydrocarbons, including some lubricating oil. There- 
fore, the presence of some lubricating oil vapor in high- 
pressure air raises the possibility of an explosion, creating a 
fire hazard. The concentration of the oil within the compres- 
sor is usually too low to create a real danger. However, the oil 
that collects on the inner walls of exhaust piping of the com- 
pressor may cause an explosion. Such explosions have 
largely been eliminated by using the proper lubricating oils, 
carefully designing the equipment, intercooling between 
compressor stages, and keeping the system clean. 

A compressor is to be designed for an industrial applica- 
tion in Los Angeles. If the compressor exit temperature is not 
to exceed 250°C for safety consideration, determine the max- 
imum allowable compression ratio that is safe for all possible 
weather conditions for that area. 


7-239 Identify the major sources of entropy generation in 
your house and propose ways of reducing them. 


7-240 Obtain the following information about a power 
plant that is closest to your town: the net power output; the 
type and amount of fuel; the power consumed by the pumps, 
fans, and other auxiliary equipment; stack gas losses; temper- 
atures at several locations; and the rate of heat rejection at the 
condenser. Using these and other relevant data, determine the 
rate of entropy generation in that power plant. 


7-241 Compressors powered by natural gas engines are 
increasing in popularity. Several major manufacturing facilities 
have already replaced the electric motors that drive their com- 
pressors by gas driven engines in order to reduce their energy 
bills since the cost of natural gas is much lower than the cost 
of electricity. Consider a facility that has a 130-kW compressor 
that runs 4400 h/yr at an average load factor of 0.6. Making 
reasonable assumptions and using unit costs for natural gas 
and electricity at your location, determine the potential cost 
savings per year by switching to gas driven engines. 


Chapter 8 


EXERGY: A MEASURE OF WORK POTENTIAL 


he increased awareness that the world’s energy 

resources are limited has caused many countries to 

reexamine their energy policies and take drastic mea- 
sures in eliminating waste. It has also sparked interest in the 
scientific community to take a closer look at the energy con- 
version devices and to develop new techniques to better utilize 
the existing limited resources. The first law of thermodynamics 
deals with the quantity of energy and asserts that energy can- 
not be created or destroyed. This law merely serves as a nec- 
essary tool for the bookkeeping of energy during a process 
and offers no challenges to the engineer. The second law, 
however, deals with the quality of energy. More specifically, it 
is concerned with the degradation of energy during a process, 
the entropy generation, and the lost opportunities to do work; 
and it offers plenty of room for improvement. 

The second law of thermodynamics has proved to be a 
very powerful tool in the optimization of complex thermody- 
namic systems. In this chapter, we examine the performance 
of engineering devices in light of the second law of thermody- 
namics. We start our discussions with the introduction of 
exergy (also called availability), which is the maximum useful 
work that could be obtained from the system at a given state 
in a specified environment, and we continue with the reversi- 
ble work, which is the maximum useful work that can be 
obtained as a system undergoes a process between two 
specified states. Next we discuss the irreversibility (also called 
the exergy destruction or lost work), which is the wasted work 
potential during a process as a result of irreversibilities, and 
we define a second-law efficiency. We then develop the exergy 
balance relation and apply it to closed systems and control 
volumes. 


Objectives 


The objectives of Chapter 8 are to: 
e Examine the performance of engineering devices in light of 
the second law of thermodynamics. 


e Define exergy, which is the maximum useful work that 
could be obtained from the system at a given state in a 
specified environment. 

e Define reversible work, which is the maximum useful work 
that can be obtained as a system undergoes a process 
between two specified states. 

e Define the exergy destruction, which is the wasted work 
potential during a process as a result of irreversibilities. 

e Define the second-law efficiency. 

e Develop the exergy balance relation. 


e Apply exergy balance to closed systems and control 
volumes. 
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Ty = 25°C 
Py = 101 kPa 


FIGURE 8-1 


A system that is in equilibrium with its 


environment is said to be at the dead 


state. 


FIGURE 8-2 


At the dead state, the useful work 


potential (exergy) of a system is zero. 
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8-1 = EXERGY: WORK POTENTIAL OF ENERGY 


When a new energy source, such as a geothermal well, is discovered, the 
first thing the explorers do is estimate the amount of energy contained in the 
source. This information alone, however, is of little value in deciding 
whether to build a power plant on that site. What we really need to know is 
the work potential of the source—that is, the amount of energy we can 
extract as useful work. The rest of the energy is eventually discarded as 
waste energy and is not worthy of our consideration. Thus, it would be very 
desirable to have a property to enable us to determine the useful work 
potential of a given amount of energy at some specified state. This property 
is exergy, which is also called the availability or available energy. 

The work potential of the energy contained in a system at a specified state 
is simply the maximum useful work that can be obtained from the system. 
You will recall that the work done during a process depends on the initial 
state, the final state, and the process path. That is, 


Work = f(initial state, process path, final state) 


In an exergy analysis, the initial state is specified, and thus it is not a vari- 
able. The work output is maximized when the process between two specified 
states is executed in a reversible manner, as shown in Chap. 7. Therefore, all 
the irreversibilities are disregarded in determining the work potential. 
Finally, the system must be in the dead state at the end of the process to 
maximize the work output. 

A system is said to be in the dead state when it is in thermodynamic equi- 
librium with the environment it is in (Fig. 8—1). At the dead state, a system is 
at the temperature and pressure of its environment (in thermal and mechanical 
equilibrium); it has no kinetic or potential energy relative to the environment 
(zero velocity and zero elevation above a reference level); and it does not 
react with the environment (chemically inert). Also, there are no unbalanced 
magnetic, electrical, and surface tension effects between the system and its 
surroundings, if these are relevant to the situation at hand. The properties of 
a system at the dead state are denoted by subscript zero, for example, Po, To, 
ho, Up, and sọ. Unless specified otherwise, the dead-state temperature and 
pressure are taken to be Ty = 25°C (77°F) and P) = 1 atm (101.325 kPa or 
14.7 psia). A system has zero exergy at the dead state (Fig. 8—2). 

Distinction should be made between the surroundings, immediate sur- 
roundings, and the environment. By definition, surroundings are everything 
outside the system boundaries. The immediate surroundings refer to the 
portion of the surroundings that is affected by the process, and environment 
refers to the region beyond the immediate surroundings whose properties 
are not affected by the process at any point. Therefore, any irreversibilities 
during a process occur within the system and its immediate surroundings, 
and the environment is free of any irreversibilities. When analyzing the 
cooling of a hot baked potato in a room at 25°C, for example, the warm air 
that surrounds the potato is the immediate surroundings, and the remaining 
part of the room air at 25°C is the environment. Note that the temperature of 
the immediate surroundings changes from the temperature of the potato at 
the boundary to the environment temperature of 25°C (Fig. 8-3). 


The notion that a system must go to the dead state at the end of the 
process to maximize the work output can be explained as follows: If the 
system temperature at the final state is greater than (or less than) the tem- 
perature of the environment it is in, we can always produce additional work 
by running a heat engine between these two temperature levels. If the final 
pressure is greater than (or less than) the pressure of the environment, we 
can still obtain work by letting the system expand to the pressure of the 
environment. If the final velocity of the system is not zero, we can catch 
that extra kinetic energy by a turbine and convert it to rotating shaft work, 
and so on. No work can be produced from a system that is initially at the 
dead state. The atmosphere around us contains a tremendous amount of 
energy. However, the atmosphere is in the dead state, and the energy it con- 
tains has no work potential (Fig. 8—4). 

Therefore, we conclude that a system delivers the maximum possible work 
as it undergoes a reversible process from the specified initial state to the 
state of its environment, that is, the dead state. This represents the useful 
work potential of the system at the specified state and is called exergy. It is 
important to realize that exergy does not represent the amount of work that 
a work-producing device will actually deliver upon installation. Rather, it 
represents the upper limit on the amount of work a device can deliver with- 
out violating any thermodynamic laws. There will always be a difference, 
large or small, between exergy and the actual work delivered by a device. 
This difference represents the room engineers have for improvement. 

Note that the exergy of a system at a specified state depends on the condi- 
tions of the environment (the dead state) as well as the properties of the sys- 
tem. Therefore, exergy is a property of the system—environment combination 
and not of the system alone. Altering the environment is another way of 
increasing exergy, but it is definitely not an easy alternative. 

The term availability was made popular in the United States by the M.LT. 
School of Engineering in the 1940s. Today, an equivalent term, exergy, 
introduced in Europe in the 1950s, has found global acceptance partly 
because it is shorter, it rhymes with energy and entropy, and it can be 
adapted without requiring translation. In this text the preferred term is 
exergy. 


Exergy (Work Potential) Associated 
with Kinetic and Potential Energy 


Kinetic energy is a form of mechanical energy, and thus it can be converted 
to work entirely. Therefore, the work potential or exergy of the kinetic energy 
of a system is equal to the kinetic energy itself regardless of the temperature 
and pressure of the environment. That is, 


(8-1) 


Exergy of kinetic energy: Xe = ke = — (kJ/kg) 


2 


where V is the velocity of the system relative to the environment. 
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HOT » 
POTATO 


N = 


Immediate “~~. n i f 
surroundings 25 C 
Environment 
FIGURE 8-3 


The immediate surroundings of a hot 
potato are simply the temperature 
gradient zone of the air next to the 
potato. 


FIGURE 8-4 


The atmosphere contains a 
tremendous amount of energy, but 
no exergy. 
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FIGURE 8-5 

The work potential or exergy of 
potential energy is equal to the 
potential energy itself. 


FIGURE 8-6 


Schematic for Example 8-1. 


Potential energy is also a form of mechanical energy, and thus it can be 
converted to work entirely. Therefore, the exergy of the potential energy of a 
system is equal to the potential energy itself regardless of the temperature 
and pressure of the environment (Fig. 8-5). That is, 


Exergy of potential energy: te = pe= gz (kJ/kg) (8-2) 


where g is the gravitational acceleration and z is the elevation of the system 
relative to a reference level in the environment. 

Therefore, the exergies of kinetic and potential energies are equal to them- 
selves, and they are entirely available for work. However, the internal energy u 
and enthalpy h of a system are not entirely available for work, as shown later. 


EXAMPLE 8-1 Maximum Power Generation by a Wind Turbine 


A wind turbine with a 12-m-diameter rotor, as shown in Fig. 8-6, is to be 
installed at a location where the wind is blowing steadily at an average veloc- 
ity of 10 m/s. Determine the maximum power that can be generated by the 
wind turbine. 


Solution A wind turbine is being considered for a specified location. The max- 
imum power that can be generated by the wind turbine is to be determined. 
Assumptions Air is at standard conditions of 1 atm and 25°C, and thus its 
density is 1.18 kg/m?. 

Analysis The air flowing with the wind has the same properties as the stag- 
nant atmospheric air except that it possesses a velocity and thus some 
kinetic energy. This air will reach the dead state when it is brought to a com- 
plete stop. Therefore, the exergy of the blowing air is simply the kinetic 
energy it possesses: 


We ouy 1 kJ/kg 
DEn 1000 m?/s? 


ke = ) = 0.05 kJ/kg 

That is, every unit mass of air flowing at a velocity of 10 m/s has a work 
potential of 0.05 kJ/kg. In other words, a perfect wind turbine will bring the 
air to a complete stop and capture that 0.05 kJ/kg of work potential. To 
determine the maximum power, we need to know the amount of air passing 
through the rotor of the wind turbine per unit time, that is, the mass flow 
rate, which is determined to be 


D? m(12 m)? 
tn = pAV = p a V = (1.18 kg/m’) ee 


(10 m/s) = 1335 kg/s 


Thus, 
Maximum power = m(ke) = (1335 kg/s) (0.05 kJ/kg) = 66.8 kW 


This is the maximum power available to the wind turbine. Assuming a con- 
version efficiency of 30 percent, an actual wind turbine will convert 20.0 kW 
to electricity. Notice that the work potential for this case is equal to the 
entire kinetic energy of the air. 

Discussion \t should be noted that although the entire kinetic energy of the 
wind is available for power production, Betz’s law states that the power output 
of a wind machine is at maximum when the wind is slowed to one-third of its 
initial velocity. Therefore, for maximum power (and thus minimum cost per 


installed power), the highest efficiency of a wind turbine is about 59 percent. 
In practice, the actual efficiency ranges between 20 and 40 percent and is 
about 35 percent for many wind turbines. 

Wind power is suitable for harvesting when there are steady winds with an 
average velocity of at least 6 m/s (or 13 mph). Recent improvements in 
wind turbine design have brought the cost of generating wind power to 
about 5 cents per kWh, which is competitive with electricity generated from 
other resources. 


EXAMPLE 8-2 Exergy Transfer from a Furnace 


Consider a large furnace that can transfer heat at a temperature of 2000 R 
at a steady rate of 3000 Btu/s. Determine the rate of exergy flow associated 
with this heat transfer. Assume an environment temperature of 77°F. 


Solution Heat is being supplied by a large furnace at a specified tempera- 
ture. The rate of exergy flow is to be determined. 

Analysis The furnace in this example can be modeled as a heat reservoir 
that supplies heat indefinitely at a constant temperature. The exergy of this 
heat energy is its useful work potential, that is, the maximum possible 
amount of work that can be extracted from it. This corresponds to the 
amount of work that a reversible heat engine operating between the furnace 
and the environment can produce. 

The thermal efficiency of this reversible heat engine is 


ip Th 537R 


= =1 =1 = 1 = 0.732 WBE 
N)th,max Nth,rev pe ie 2000 R 0.73 (or 3 %) 


That is, a heat engine can convert, at best, 73.2 percent of the heat received 
from this furnace to work. Thus, the exergy of this furnace is equivalent to 
the power produced by the reversible heat engine: 


Wrax = Wey = Thnzev Qin = (0.732) (3000 Btu/s) = 2196 Btu/s 


Discussion Notice that 26.8 percent of the heat transferred from the fur- 
nace is not available for doing work. The portion of energy that cannot be 
converted to work is called unavailable energy (Fig. 8-7). Unavailable energy 
is simply the difference between the total energy of a system at a specified 
state and the exergy of that energy. 


8-2 = REVERSIBLE WORK AND IRREVERSIBILITY 


The property exergy serves as a valuable tool in determining the quality of 
energy and comparing the work potentials of different energy sources or sys- 
tems. The evaluation of exergy alone, however, is not sufficient for studying 
engineering devices operating between two fixed states. This is because when 
evaluating exergy, the final state is always assumed to be the dead state, 
which is hardly ever the case for actual engineering systems. The isentropic 
efficiencies discussed in Chap. 7 are also of limited use because the exit state 
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Unavailable energy is the portion of 
energy that cannot be converted to 
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For constant-volume systems, the total 
actual and useful works are identical 
(W, = W). 
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The difference between reversible 
work and actual useful work is the 
irreversibility. 


of the model (isentropic) process is not the same as the actual exit state and it 
is limited to adiabatic processes. 

In this section, we describe two quantities that are related to the actual 
initial and final states of processes and serve as valuable tools in the ther- 
modynamic analysis of components or systems. These two quantities are the 
reversible work and irreversibility (or exergy destruction). But first we 
examine the surroundings work, which is the work done by or against the 
surroundings during a process. 

The work done by work-producing devices is not always entirely in a 
usable form. For example, when a gas in a piston—cylinder device expands, 
part of the work done by the gas is used to push the atmospheric air out of 
the way of the piston (Fig. 8—8). This work, which cannot be recovered and 
utilized for any useful purpose, is equal to the atmospheric pressure Po 
times the volume change of the system, 


Wourr = Po(V> ~ V) (8-3) 


The difference between the actual work W and the surroundings work Wur 
is called the useful work W: 


Wa = W = Woure = W =R — Vi) (8-4) 


When a system is expanding and doing work, part of the work done is used 
to overcome the atmospheric pressure, and thus W ur represents a loss. 
When a system is compressed, however, the atmospheric pressure helps the 
compression process, and thus W,,,, represents a gain. 

Note that the work done by or against the atmospheric pressure has signif- 
icance only for systems whose volume changes during the process (i.e., sys- 
tems that involve moving boundary work). It has no significance for cyclic 
devices and systems whose boundaries remain fixed during a process such 
as rigid tanks and steady-flow devices (turbines, compressors, nozzles, heat 
exchangers, etc.), as shown in Fig. 8-9. 

Reversible work W, is defined as the maximum amount of useful work 
that can be produced (or the minimum work that needs to be supplied) as a 
system undergoes a process between the specified initial and final states. This 
is the useful work output (or input) obtained (or expended) when the process 
between the initial and final states is executed in a totally reversible manner. 
When the final state is the dead state, the reversible work equals exergy. For 
processes that require work, reversible work represents the minimum amount 
of work necessary to carry out that process. For convenience in presentation, 
the term work is used to denote both work and power throughout this chapter. 
Any difference between the reversible work W, and the useful work W, 


is due to the irreversibilities present during the process, and this difference 
is called irreversibility Z. It is expressed as (Fig. 8—10) 


= Weva = W,,out or [= Wain = Wievin (8-5) 


The irreversibility is equivalent to the exergy destroyed, discussed in Sec. 
8—4. For a totally reversible process, the actual and reversible work terms 
are identical, and thus the irreversibility is zero. This is expected since 
totally reversible processes generate no entropy. Irreversibility is a positive 
quantity for all actual (irreversible) processes since Wy = W, for work- 


rev 
producing devices and W, = W, for work-consuming devices. 


Irreversibility can be viewed as the wasted work potential or the lost 
opportunity to do work. It represents the energy that could have been con- 
verted to work but was not. The smaller the irreversibility associated with a 
process, the greater the work that is produced (or the smaller the work that 
is consumed). The performance of a system can be improved by minimizing 
the irreversibility associated with it. 


EXAMPLE 8-3 The Rate of Irreversibility of a Heat Engine 


A heat engine receives heat from a source at 1200 K at a rate of 500 kJ/s 
and rejects the waste heat to a medium at 300 K (Fig. 8-11). The power 
output of the heat engine is 180 kW. Determine the reversible power and the 
irreversibility rate for this process. 


Solution The operation of a heat engine is considered. The reversible power 
and the irreversibility rate associated with this operation are to be determined. 
Analysis The reversible power for this process is the amount of power that a 
reversible heat engine, such as a Carnot heat engine, would produce when 
operating between the same temperature limits, and is determined to be: 


Tink \ 5 300 K 
aali kW) = 375k 
X ( 1200 k) Go To 


Wev T N)th,rev Om gE (i 


This is the maximum power that can be produced by a heat engine operating 
between the specified temperature limits and receiving heat at the specified 
rate. This would also represent the available power if 300 K were the lowest 
temperature available for heat rejection. 

The irreversibility rate is the difference between the reversible power (max- 
imum power that could have been produced) and the useful power output: 


P= Wanani ~ Woon = 375 = 180 = 195 kW 


Discussion Note that 195 kW of power potential is wasted during this 
process as a result of irreversibilities. Also, the 500 — 375 = 125 kW of 
heat rejected to the sink is not available for converting to work and thus is 
not part of the irreversibility. 


EXAMPLE 8-4 Irreversibility during the Cooling 
of an Iron Block 


A 500-kg iron block shown in Fig. 8-12 is initially at 200°C and is allowed 
to cool to 27°C by transferring heat to the surrounding air at 27°C. Deter- 
mine the reversible work and the irreversibility for this process. 


Solution A hot iron block is allowed to cool in air. The reversible work and 
irreversibility associated with this process are to be determined. 

Assumptions 1 The kinetic and potential energies are negligible. 2 The 
process involves no work interactions. 
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FIGURE 8-11 
Schematic for Example 8-3. 
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FIGURE 8-12 
Schematic for Example 8-4. 
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An irreversible heat transfer process 
can be made reversible by the use of a 
reversible heat engine. 


Analysis We take the iron block as the system. This is a closed system 
since no mass crosses the system boundary. We note that heat is lost from 
the system. 

It probably came as a surprise to you that we are asking to find the 
“reversible work” for a process that does not involve any work interactions. 
Well, even if no attempt is made to produce work during this process, the 
potential to do work still exists, and the reversible work is a quantitative 
measure of this potential. 

The reversible work in this case is determined by considering a series of 
imaginary reversible heat engines operating between the source (at a variable 
temperature T) and the sink (at a constant temperature Tọ), as shown in 
Fig. 8-13. Summing their work output: 


Us To 
Wev = Tihrev SON = 1 TR Oin a íl T 60 in 


Wer = [1-2] 
rev ap Di 


The source temperature T changes from T, = 200°C = 473 K to 7) = 27°C = 
300 K during this process. A relation for the differential heat transfer from the 
iron block can be obtained from the differential form of the energy balance 
applied on the iron block, 


and 


OE in TE ÔE out JEEN 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


— 60 o = dU = Kee dT 
Then, 
ôO in neat engine = OO neon = = MCavg dT 


since heat transfers from the iron and to the heat engine are equal in magni- 
tude and opposite in direction. Substituting and performing the integration, 
the reversible work is determined to be 


T, 
0 To T, 
Whey, = | (i Z PN (men dT) = TENA E To) = MCay To hn = 
r T g 8 Thy 


473 K 
= (500 kg) (0.45 ki/ke-K)| (473 — 300) K — (300 K) In mK 


= 8191 kJ 


where the specific heat value is obtained from Table A-3. The first term in 
the above equation [Q = mc,(7, — To) = 38,925 kJ] is the total heat 
transfer from the iron block to the heat engine. The reversible work for this 
problem is found to be 8191 kJ, which means that 8191 (21 percent) of the 
38,925 kJ of heat transferred from the iron block to the ambient air could 
have been converted to work. If the specified ambient temperature of 27°C 
is the lowest available environment temperature, the reversible work deter- 
mined above also represents the exergy, which is the maximum work poten- 
tial of the sensible energy contained in the iron block. 


The irreversibility for this process is determined from its definition, 


I= We, — W, = 8191 — 0 = 8191 kJ 


Discussion Notice that the reversible work and irreversibility (the wasted 
work potential) are the same for this case since the entire work potential is 
wasted. The source of irreversibility in this process is the heat transfer 
through a finite temperature difference. 


EXAMPLE 8-5 Heating Potential of a Hot Iron Block 


The iron block discussed in Example 8-4 is to be used to maintain a house 
at 27°C when the outdoor temperature is 5°C. Determine the maximum 
amount of heat that can be supplied to the house as the iron cools to 27°C. 


Solution The iron block is now reconsidered for heating a house. The max- 
imum amount of heating this block can provide is to be determined. 
Analysis Probably the first thought that comes to mind to make the most 
use of the energy stored in the iron block is to take it inside and let it cool 
in the house, as shown in Fig. 8-14, transferring its sensible energy as 
heat to the indoors air (provided that it meets the approval of the house- 
hold, of course). The iron block can keep “losing” heat until its tempera- 
ture drops to the indoor temperature of 27°C, transferring a total of 
38,925 kJ of heat. Since we utilized the entire energy of the iron block 
available for heating without wasting a single kilojoule, it seems like we 
have a 100-percent-efficient operation, and nothing can beat this, right? 
Well, not quite. 

In Example 8-4 we determined that this process has an irreversibility of 
8191 kJ, which implies that things are not as “perfect” as they seem. 
A “perfect” process is one that involves “zero” irreversibility. The irreversibil- 
ity in this process is associated with the heat transfer through a finite tem- 
perature difference that can be eliminated by running a reversible heat 
engine between the iron block and the indoor air. This heat engine produces 
(as determined in Example 8-4) 8191 kJ of work and reject the remaining 
38,925 — 8191 = 30,734 kJ of heat to the house. Now we managed to 
eliminate the irreversibility and ended up with 8191 kJ of work. What can 
we do with this work? Well, at worst we can convert it to heat by running a 
paddle wheel, for example, creating an equal amount of irreversibility. Or we 
can supply this work to a heat pump that transports heat from the outdoors 
at 5°C to the indoors at 27°C. Such a heat pump, if reversible, has a coeffi- 
cient of performance of 


1 1 
1 —T,/Ty 1 — (278 K)/(300K) — 


CORR 13.6 

That is, this heat pump can supply the house with 13.6 times the energy it 
consumes as work. In our case, it will consume the 8191 kJ of work and 
deliver 8191 x 13.6 = 111,398 kJ of heat to the house. Therefore, the hot 
iron block has the potential to supply 


(30,734 + 111,398) kJ = 142,132 kJ = 142 MJ 
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Schematic for Example 8-5. 
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FIGURE 8-16 


Second-law efficiency is a measure of 
the performance of a device relative to 
its performance under reversible 
conditions. 


of heat to the house. The irreversibility for this process is zero, and this is 
the best we can do under the specified conditions. A similar argument can 
be given for the electric heating of residential or commercial buildings. 
Discussion Now try to answer the following question: What would happen if 
the heat engine were operated between the iron block and the outside air 
instead of the house until the temperature of the iron block fell to 27°C? 
Would the amount of heat supplied to the house still be 142 MJ? Here is a 
hint: The initial and final states in both cases are the same, and the irre- 
versibility for both cases is zero. 


8-3 = SECOND-LAW EFFICIENCY, n 


In Chap. 6 we defined the thermal efficiency and the coefficient of perfor- 
mance for devices as a measure of their performance. They are defined on 
the basis of the first law only, and they are sometimes referred to as the 
jirst-law efficiencies. The first law efficiency, however, makes no reference 
to the best possible performance, and thus it may be misleading. 

Consider two heat engines, both having a thermal efficiency of 30 per- 
cent, as shown in Fig. 8—15. One of the engines (engine A) is supplied with 
heat from a source at 600 K, and the other one (engine B) from a source at 
1000 K. Both engines reject heat to a medium at 300 K. At first glance, both 
engines seem to convert to work the same fraction of heat that they receive; 
thus they are performing equally well. When we take a second look at these 
engines in light of the second law of thermodynamics, however, we see a 
totally different picture. These engines, at best, can perform as reversible 
engines, in which case their efficiencies would be 


T, 300 K 
m. +) =] = 50% 


Ta 600 K 
É 300 K 

saali =1 = 70% 

ae ( i i 1000 K í 


Now it is becoming apparent that engine B has a greater work potential 
available to it (70 percent of the heat supplied as compared to 50 percent for 
engine A), and thus should do a lot better than engine A. Therefore, we can 
say that engine B is performing poorly relative to engine A even though 
both have the same thermal efficiency. 

It is obvious from this example that the first-law efficiency alone is not a 
realistic measure of performance of engineering devices. To overcome this 
deficiency, we define a second-law efficiency ^y as the ratio of the actual 
thermal efficiency to the maximum possible (reversible) thermal efficiency 
under the same conditions (Fig. 8-16): 


(heat engines) (8-6) 


Based on this definition, the second-law efficiencies of the two heat engines 
discussed above are 
0.30 0.30 


=e a) d aia 
Ta = 959 OO and tine = 979 S 


That is, engine A is converting 60 percent of the available work potential to 
useful work. This ratio is only 43 percent for engine B. 

The second-law efficiency can also be expressed as the ratio of the useful 
work output and the maximum possible (reversible) work output: 


W, 
Wrey 


Nn = (work-producing devices) (8-7) 
This definition is more general since it can be applied to processes (in tur- 
bines, piston—cylinder devices, etc.) as well as to cycles. Note that the second- 
law efficiency cannot exceed 100 percent (Fig. 8-17). 

We can also define a second-law efficiency for work-consuming noncyclic 
(such as compressors) and cyclic (such as refrigerators) devices as the ratio 
of the minimum (reversible) work input to the useful work input: 

Wrev . . 
i= = (work-consuming devices) (8-8) 
For cyclic devices such as refrigerators and heat pumps, it can also be 
expressed in terms of the coefficients of performance as 


COP 
COP, 


Nu (refrigerators and heat pumps) (8-9) 
Again, because of the way we defined the second-law efficiency, its value 
cannot exceed 100 percent. In the above relations, the reversible work Wey 
should be determined by using the same initial and final states as in the 
actual process. 

The definitions above for the second-law efficiency do not apply to devices 
that are not intended to produce or consume work. Therefore, we need a more 
general definition. However, there is some disagreement on a general defini- 
tion of the second-law efficiency, and thus a person may encounter different 
definitions for the same device. The second-law efficiency is intended to serve 
as a measure of approximation to reversible operation, and thus its value 
should range from zero in the worst case (complete destruction of exergy) to 
one in the best case (no destruction of exergy). With this in mind, we define 
the second-law efficiency of a system during a process as (Fig. 8—18) 


Exergy recovered Exergy destroyed 


Mh = (8-10) 


Exergy supplied Exergy supplied 

Therefore, when determining the second-law efficiency, the first thing we 
need to do is determine how much exergy or work potential is consumed 
during a process. In a reversible operation, we should be able to recover 
entirely the exergy supplied during the process, and the irreversibility in this 
case should be zero. The second-law efficiency is zero when we recover 
none of the exergy supplied to the system. Note that the exergy can be sup- 
plied or recovered at various amounts in various forms such as heat, work, 
kinetic energy, potential energy, internal energy, and enthalpy. Sometimes 
there are differing (though valid) opinions on what constitutes supplied 
exergy, and this causes differing definitions for second-law efficiency. At all 
times, however, the exergy recovered and the exergy destroyed (the irre- 
versibility) must add up to the exergy supplied. Also, we need to define the 
system precisely in order to identify correctly any interactions between the 
system and its surroundings. 
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For a heat engine, the exergy supplied is the decrease in the exergy of the 
heat transferred to the engine, which is the difference between the exergy of 
the heat supplied and the exergy of the heat rejected. (The exergy of the 
heat rejected at the temperature of the surroundings is zero.) The net work 
output is the recovered exergy. 

For a refrigerator or heat pump, the exergy supplied is the work input 
since the work supplied to a cyclic device is entirely available. The recov- 
ered exergy is the exergy of the heat transferred to the high-temperature 
medium (which is the reversible work) for a heat pump, and the exergy of 
the heat transferred from the low-temperature medium for a refrigerator. 

For a heat exchanger with two unmixed fluid streams, normally the 
exergy supplied is the decrease in the exergy of the higher-temperature fluid 
stream, and the exergy recovered is the increase in the exergy of the lower- 
temperature fluid stream. This is discussed further in Sec. 8-8. 


EXAMPLE 8-6 Second-Law Efficiency of Resistance Heaters 


A dealer advertises that he has just received a shipment of electric resis- 
tance heaters for residential buildings that have an efficiency of 100 percent 
(Fig. 8-19). Assuming an indoor temperature of 21°C and outdoor tempera- 
ture of 10°C, determine the second-law efficiency of these heaters. 


Solution Electric resistance heaters are being considered for residential 
buildings. The second-law efficiency of these heaters is to be determined. 
Analysis Obviously the efficiency that the dealer is referring to is the first- 
law efficiency, meaning that for each unit of electric energy (work) con- 
sumed, the heater will supply the house with 1 unit of energy (heat). That is, 
the advertised heater has a COP of 1. 

At the specified conditions, a reversible heat pump would have a coeffi- 
cient of the performance of 


1 1 
1 — T,/Tg 1 — (283 K)/(294K) 


COP = 26.7 


That is, it would supply the house with 26.7 units of heat (extracted from 
the cold outside air) for each unit of electric energy it consumes. 
The second-law efficiency of this resistance heater is 


COP 10 
CoP, 26.7 


Th = = 0.037 or 3.7% 

which does not look so impressive. The dealer will not be happy to see this 
value. Considering the high price of electricity, a consumer will probably be 
better off with a “less” efficient gas heater. 


8—4 = EXERGY CHANGE OF A SYSTEM 


The property exergy is the work potential of a system in a specified environ- 
ment and represents the maximum amount of useful work that can be 
obtained as the system is brought to equilibrium with the environment. 


Unlike energy, the value of exergy depends on the state of the environment 
as well as the state of the system. Therefore, exergy is a combination prop- 
erty. The exergy of a system that is in equilibrium with its environment is 
zero. The state of the environment is referred to as the “dead state” since the 
system is practically “dead” (cannot do any work) from a thermodynamic 
point of view when it reaches that state. 

In this section we limit the discussion to thermo-mechanical exergy, and 
thus disregard any mixing and chemical reactions. Therefore, a system at 
this “restricted dead state” is at the temperature and pressure of the environ- 
ment and it has no kinetic or potential energies relative to the environment. 
However, it may have a different chemical composition than the environ- 
ment. Exergy associated with different chemical compositions and chemical 
reactions is discussed in later chapters. 

Below we develop relations for the exergies and exergy changes for a 
fixed mass and a flow stream. 


Exergy of a Fixed Mass: 
Nonflow (or Closed System) Exergy 


In general, internal energy consists of sensible, latent, chemical, and nuclear 
energies. However, in the absence of any chemical or nuclear reactions, the 
chemical and nuclear energies can be disregarded and the internal energy can 
be considered to consist of only sensible and latent energies that can be 
transferred to or from a system as heat whenever there is a temperature dif- 
ference across the system boundary. The second law of thermodynamics 
states that heat cannot be converted to work entirely, and thus the work 
potential of internal energy must be less than the internal energy itself. But 
how much less? 

To answer that question, we need to consider a stationary closed system at 
a specified state that undergoes a reversible process to the state of the envi- 
ronment (that is, the final temperature and pressure of the system should be 
T and Po, respectively). The useful work delivered during this process is the 
exergy of the system at its initial state (Fig. 8—20). 

Consider a piston—cylinder device that contains a fluid of mass m at tem- 
perature T and pressure P. The system (the mass inside the cylinder) has a 
volume V, internal energy U, and entropy S. The system is now allowed to 
undergo a differential change of state during which the volume changes by a 
differential amount dV and heat is transferred in the differential amount of 
6Q. Taking the direction of heat and work transfers to be from the system 
(heat and work outputs), the energy balance for the system during this dif- 
ferential process can be expressed as 


OE in ~ ÔE out = dE systèm (8-11) 
im ` ae 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
— 60 — 8W = dU 


since the only form of energy the system contains is internal energy, and the 
only forms of energy transfer a fixed mass can involve are heat and work. 
Also, the only form of work a simple compressible system can involve during 
a reversible process is the boundary work, which is given to be ôW = P dV 
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FIGURE 8-20 


The exergy of a specified mass at a 
specified state is the useful work that 
can be produced as the mass 
undergoes a reversible process to the 
state of the environment. 


436 


Thermodynamics 


when the direction of work is taken to be from the system (otherwise it 
would be —P dV). The pressure P in the P dV expression is the absolute pres- 
sure, which is measured from absolute zero. Any useful work delivered by a 
piston—cylinder device is due to the pressure above the atmospheric level. 
Therefore, 


SW = PdV = (P — Pp) dV + Py dV = ôW, uset + Po dV (8-12) 


A reversible process cannot involve any heat transfer through a finite tem- 
perature difference, and thus any heat transfer between the system at tem- 
perature T and its surroundings at 7, must occur through a reversible heat 
engine. Noting that dS = 6Q/T for a reversible process, and the thermal effi- 
ciency of a reversible heat engine operating between the temperatures of T 
and To is Np = 1 — T/T, the differential work produced by the engine as a 
result of this heat transfer is 


5 To To 
War = {1 — =] 8Q = 8@ — = 80 = 8Q Ra) 


50 = ôW — T dS (8-13) 


Substituting the 6W and ôQ expressions in Eqs. 8-12 and 8-13 into the 
energy balance relation (Eq. 8—11) gives, after rearranging, 


OWrotal useful = OWae + OW, useful = dU Po dV + To dS 


Integrating from the given state (no subscript) to the dead state (0 subscript) 
we obtain 


Wootal useful a (U Uo) H Po(V Vo) T(S So) (8-14) 


where W otal usefu 1S the total useful work delivered as the system undergoes a 
reversible process from the given state to the dead state, which is exergy by 
definition. 

A closed system, in general, may possess kinetic and potential energies, 
and the total energy of a closed system is equal to the sum of its internal, 
kinetic, and potential energies. Noting that kinetic and potential energies 
themselves are forms of exergy, the exergy of a closed system of mass m is 


y? 
X=(U= U) + Po(V- Y) = T(S — So) + mz + mgz (8-15) 


On a unit mass basis, the closed system (or nonflow) exergy ¢ is expressed as 


y? 
= (u — ug) + Pa(V — vo) — To(s — so) + Fagz (8-16) 


= (e — e) + Po(v — vo) — Th(s — so) 


where uo, Vo, and so are the properties of the system evaluated at the dead 
state. Note that the exergy of a system is zero at the dead state since e = ep, 
V = Vp, and s = sọ at that state. 

The exergy change of a closed system during a process is simply the dif- 
ference between the final and initial exergies of the system, 


AX = X,— X, = mz Qı) — (E> E,) H Po(V5 V1) T(S S,)(8-17) 


2 2 


Va = Vi 


= (U> U;) H Po(V, v) T(S» Sı) +m mg (2 zı) 


or, on a unit mass basis, 


V2 
Ad = h,- = (uz — uy) + Pa(v — vi) — Th(82 ~ sı) + 2 H 


= (e, — €1) + Po(¥2 — vi) — Th(s2 — 51) (8-18) 


For stationary closed systems, the kinetic and potential energy terms drop out. 

When the properties of a system are not uniform, the exergy of the system 
can be determined by integration from 

X system = | ġo ôm = | dp dV (8-19) 
V 
where V is the volume of the system and p is density. 

Note that exergy is a property, and the value of a property does not 
change unless the state changes. Therefore, the exergy change of a system is 
zero if the state of the system or the environment does not change during 
the process. For example, the exergy change of steady flow devices such as 
nozzles, compressors, turbines, pumps, and heat exchangers in a given envi- 
ronment is zero during steady operation. 

The exergy of a closed system is either positive or zero. It is never negative. 
Even a medium at low temperature (T < Tọ) and/or low pressure (P < Py) 
contains exergy since a cold medium can serve as the heat sink to a heat 
engine that absorbs heat from the environment at Ty, and an evacuated space 


makes it possible for the atmospheric pressure to move a piston and do useful 
work (Fig. 8-21). 


Exergy of a Flow Stream: Flow (or Stream) Exergy 


In Chap. 5 it was shown that a flowing fluid has an additional form of 
energy, called the flow energy, which is the energy needed to maintain flow 
in a pipe or duct, and was expressed as Waow = PV where v is the specific 
volume of the fluid, which is equivalent to the volume change of a unit mass 
of the fluid as it is displaced during flow. The flow work is essentially the 
boundary work done by a fluid on the fluid downstream, and thus the exergy 
associated with flow work is equivalent to the exergy associated with the 
boundary work, which is the boundary work in excess of the work done 
against the atmospheric air at P, to displace it by a volume v (Fig. 8-22). 
Noting that the flow work is Pv and the work done against the atmosphere 
is Pov, the exergy associated with flow energy can be expressed as 


Xow = Pv — Pov = (P — Py)v (8-20) 


Therefore, the exergy associated with flow energy is obtained by replacing 
the pressure P in the flow work relation by the pressure in excess of the 
atmospheric pressure, P — Po. Then the exergy of a flow stream is deter- 
mined by simply adding the flow exergy relation above to the exergy rela- 
tion in Eq. 8-16 for a nonflowing fluid, 


flowing fluid T Xnonflowing fluid F Xflow (8-21) 


Ug) + Po(v — vo) So) 4 + gz + (P — Piv 
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The exergy of a cold medium is also a 
positive quantity since work can be 
produced by transferring heat to it. 


Imaginary piston 
(represents the 
fluid downstream) 


Flowing | 
fluid 


s Wshaft 


Atmospheric 
air displaced 


PV = PoV + W haft 


FIGURE 8-22 


The exergy associated with flow 
energy is the useful work that would 
be delivered by an imaginary piston 
in the flow section. 


2 
= (u-u) + Po(V— Vo) — Tols — So) + Ve 


@) A fixed mass (nonflowing) 
eee 


Energy: 


2 a 
0=h+¥-+gz LA 
2 stream 
Exergy: 


2 
b= (h—hy) + Ty(s— 55) +o +22 


(6) A fluid stream (flowing) 


FIGURE 8-23 


The energy and exergy contents of 
(a) a fixed mass and (b) a fluid stream. 
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FIGURE 8-24 


Schematic for Example 8-7. 


2 
= (u + Pv) — (uo + Povo) — To(s — so) + F gz 


= (h — ho) — To(s — so) 4 F gz 


The final expression is called flow (or stream) exergy, and is denoted by y 
(Fig. 8-23). 


V 
Flow exergy: wb = (h — ho) — To(s — 59) + J + gz (8-22) 


Then the exergy change of a fluid stream as it undergoes a process from 
state 1 to state 2 becomes 
vien 


Ap = ty — th = hy — hy) + HS — 8) + — 2 Fena) (8-23) 


For fluid streams with negligible kinetic and potential energies, the kinetic 
and potential energy terms drop out. 

Note that the exergy change of a closed system or a fluid stream represents 
the maximum amount of useful work that can be done (or the minimum 
amount of useful work that needs to be supplied if it is negative) as the sys- 
tem changes from state 1 to state 2 in a specified environment, and repre- 
sents the reversible work W,,,. It is independent of the type of process 
executed, the kind of system used, and the nature of energy interactions with 
the surroundings. Also note that the exergy of a closed system cannot be neg- 
ative, but the exergy of a flow stream can at pressures below the environment 
pressure Po. 


EXAMPLE 8-7 Work Potential of Compressed Air in a Tank 


A 200-m rigid tank contains compressed air at 1 MPa and 300 K. Deter- 
mine how much work can be obtained from this air if the environment condi- 
tions are 100 kPa and 300 K. 


Solution Compressed air stored in a large tank is considered. The work 
potential of this air is to be determined. 
Assumptions 1 Air is an ideal gas. 2 The kinetic and potential energies are 
negligible. 
Analysis We take the air in the rigid tank as the system (Fig. 8-24). This is 
a closed system since no mass crosses the system boundary during the 
process. Here the question is the work potential of a fixed mass, which is 
the nonflow exergy by definition. 

Taking the state of the air in the tank to be state 1 and noting that 7, = 
To = 300 K, the mass of air in the tank is 

PV (1000 kPa) (200 m°) 


tos = 2323 k 
™ RT, (0.287 kPa-m°/kg - K) (300 K) È 
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The exergy content of the compressed air can be determined from 


X, = mg, 


Q 
N 


Z m| (m = m + Po(Y = Yo) — T — 50) 


m[Po(Vi — Vo) — (sı — 50) ] 
We note that 


RU RERI P 
P=) = p,( : 2) = rri( . 1) (since T, = Ty) 


P, Po at 
Ti P; P; ; 
MSi — 89) = | Gi T, Rin pe RT In P, (since T; = To) 


Therefore, 


Po Bi Pi 0 
pı = RTo p! Rin p = Ta [el 


1 0 0 1 


1000 kPa , 100kPa 1) 


= D ke- K K){ 1 i 
(0.287 kJ/kg + K) (300 (m 100kPa ` 1000 kPa 


= 120.76 kJ/kg 
and 


X, = md, = (2323 kg) (120.76 kJ/kg) = 280,525 kJ = 281 MJ 


Discussion The work potential of the system is 281 MJ, and thus a maxi- 
mum of 281 MJ of useful work can be obtained from the compressed air 
stored in the tank in the specified environment. 


EXAMPLE 8-8 Exergy Change during a Compression Process pcos 
= 


Refrigerant-134a is to be compressed from 0.14 MPa and —10°C to 0.8 T, = 50°C 
P= 0.8 MPa 


MPa and 50°C steadily by a compressor. Taking the environment conditions 
to be 20°C and 95 kPa, determine the exergy change of the refrigerant dur- 
ing this process and the minimum work input that needs to be supplied to 
the compressor per unit mass of the refrigerant. 


. ; : ; a À COMPRESSOR 
Solution Refrigerant-134a is being compressed from a specified inlet state 


to a specified exit state. The exergy change of the refrigerant and the mini- 
mum compression work per unit mass are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The kinetic and poten- 
tial energies are negligible. a 
Analysis \We take the compressor as the system (Fig. 8-25). This is a con- Fit ME 
trol volume since mass crosses the system boundary during the process. ae 
Here the question is the exergy change of a fluid stream, which is the 


change in the flow exergy w. FIGURE 8-25 


Schematic for Example 8-8. 
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The properties of the refrigerant at the inlet and the exit states are 


P, = 0.14 a h, = 246.36 kJ/kg 


Inlet state: 
ee m = -10°C sı = 0.9724 kI/kg+K 


P, = 0.8 hy = 286.69 kJ/kg 
T, = 50°C s2 = 0.9802 kJ/kg- K 


The exergy change of the refrigerant during this compression process is 
determined directly from Eq. 8-23 to be 


Exit state: 


2 2 20 
Wa = War 0 
AW = da — Va ig) = a= S) S = + g(Z2 — ae 


2 
= (hz hy) To(s2 sı) 
= (286.69 = 246.36) kJ/kg = (293 K)[ (0.9802 = 0.9724)kJ/kg - K] 
= 38.0 kJ/kg 


Therefore, the exergy of the refrigerant increases during compression by 
38.0 kJ/kg. 

The exergy change of a system in a specified environment represents the 
reversible work in that environment, which is the minimum work input 
required for work-consuming devices such as compressors. Therefore, the 
increase in exergy of the refrigerant is equal to the minimum work that 
needs to be supplied to the compressor: 


Win,min = Wo = pi = 38.0 kJ/kg 


Discussion Note that if the compressed refrigerant at 0.8 MPa and 50°C 
were to be expanded to 0.14 MPa and —10°C in a turbine in the same envi- 
ronment in a reversible manner, 38.0 kJ/kg of work would be produced. 


8-5 = EXERGY TRANSFER BY HEAT, WORK, 
AND MASS 


Exergy, like energy, can be transferred to or from a system in three forms: 
heat, work, and mass flow. Exergy transfer is recognized at the system 
boundary as exergy crosses it, and it represents the exergy gained or lost by 
a system during a process. The only two forms of exergy interactions asso- 
ciated with a fixed mass or closed system are heat transfer and work. 


Exergy by Heat Transfer, Q 


Recall from Chap. 6 that the work potential of the energy transferred from 
a heat source at temperature T is the maximum work that can be obtained 
from that energy in an environment at temperature T) and is equivalent to 
the work produced by a Carnot heat engine operating between the source 
and the environment. Therefore, the Carnot efficiency n, = 1 — T/T rep- 
resents the fraction of energy of a heat source at temperature T that can be 
converted to work (Fig. 8-26). For example, only 70 percent of the energy 
transferred from a heat source at T = 1000 K can be converted to work in 
an environment at Tọ = 300 K. 


Heat is a form of disorganized energy, and thus only a portion of it can 
be converted to work, which is a form of organized energy (the second 
law). We can always produce work from heat at a temperature above the 
environment temperature by transferring it to a heat engine that rejects the 
waste heat to the environment. Therefore, heat transfer is always accom- 
panied by exergy transfer. Heat transfer Q at a location at thermodynamic 
temperature T is always accompanied by exergy transfer X,,,, in the 
amount of 


Ty 
Exergy transfer by heat: X heat = ( {= 2) Q (kJ) (8-24) 


This relation gives the exergy transfer accompanying heat transfer Q 
whether T is greater than or less than Tọ. When T > Tọ, heat transfer to a 
system increases the exergy of that system and heat transfer from a sys- 
tem decreases it. But the opposite is true when T < Tọ. In this case, the 
heat transfer Q is the heat rejected to the cold medium (the waste heat), 
and it should not be confused with the heat supplied by the environment 
at Tọ. The exergy transferred with heat is zero when T = T, at the point 
of transfer. 

Perhaps you are wondering what happens when T < Tọ. That is, what if 
we have a medium that is at a lower temperature than the environment? In 
this case it is conceivable that we can run a heat engine between the environ- 
ment and the “cold” medium, and thus a cold medium offers us an opportu- 
nity to produce work. However, this time the environment serves as the heat 
source and the cold medium as the heat sink. In this case, the relation above 
gives the negative of the exergy transfer associated with the heat Q trans- 
ferred to the cold medium. For example, for T = 100 K and a heat transfer 
of Q = 1 kJ to the medium, Eq. 8-24 gives X,.,, = (1 — 300/100)(1 kJ) 
= —2 kJ, which means that the exergy of the cold medium decreases by 
2 kJ. It also means that this exergy can be recovered, and the cold 
medium—environment combination has the potential to produce 2 units of 
work for each unit of heat rejected to the cold medium at 100 K. That is, 
a Carnot heat engine operating between Tọ = 300 K and T = 100 K pro- 
duces 2 units of work while rejecting 1 unit of heat for each 3 units of 
heat it receives from the environment. 

When T > Ty, the exergy and heat transfer are in the same direction. 
That is, both the exergy and energy content of the medium to which heat is 
transferred increase. When T < To (cold medium), however, the exergy and 
heat transfer are in opposite directions. That is, the energy of the cold 
medium increases as a result of heat transfer, but its exergy decreases. The 
exergy of the cold medium eventually becomes zero when its temperature 
reaches Tọ. Equation 8—24 can also be viewed as the exergy associated with 
thermal energy Q at temperature T. 

When the temperature T at the location where heat transfer is taking place 
is not constant, the exergy transfer accompanying heat transfer is deter- 
mined by integration to be 


T 
Xna = | (1-7 ) 80 (8-25) 
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FIGURE 8-26 


The Carnot efficiency n, = 1 — T)/T 
represents the fraction of the energy 
transferred from a heat source at 
temperature T that can be converted 
to work in an environment at 
temperature To. 
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The transfer and destruction of exergy 
during a heat transfer process through 
a finite temperature difference. 


FIGURE 8-28 


There is no useful work transfer 
associated with boundary work when 
the pressure of the system is 
maintained constant at atmospheric 
pressure. 


Note that heat transfer through a finite temperature difference is irreversible, 
and some entropy is generated as a result. The entropy generation is always 
accompanied by exergy destruction, as illustrated in Fig. 8—27. Also note 
that heat transfer Q at a location at temperature T is always accompanied by 
entropy transfer in the amount of Q/T and exergy transfer in the amount of 
(1 — T/T)Q. 


Exergy Transfer by Work, W 

Exergy is the useful work potential, and the exergy transfer by work can 
simply be expressed as 

W = Wore 
W (for other forms of work) 


(for boundary work) 


Exergy transfer by work: X wok = { (8-26) 


where Wur = Po(V, — V,), Po is atmospheric pressure, and V, and V, are the 
initial and final volumes of the system. Therefore, the exergy transfer with 
work such as shaft work and electrical work is equal to the work W itself. In 
the case of a system that involves boundary work, such as a piston—cylinder 
device, the work done to push the atmospheric air out of the way during 
expansion cannot be transferred, and thus it must be subtracted. Also, during 
a compression process, part of the work is done by the atmospheric air, and 
thus we need to supply less useful work from an external source. 

To clarify this point further, consider a vertical cylinder fitted with a 
weightless and frictionless piston (Fig. 8—28). The cylinder is filled with a 
gas that is maintained at the atmospheric pressure Py at all times. Heat is 
now transferred to the system and the gas in the cylinder expands. As a 
result, the piston rises and boundary work is done. However, this work can- 
not be used for any useful purpose since it is just enough to push the atmo- 
spheric air aside. (If we connect the piston to an external load to extract 
some useful work, the pressure in the cylinder will have to rise above Py to 
beat the resistance offered by the load.) When the gas is cooled, the piston 
moves down, compressing the gas. Again, no work is needed from an exter- 
nal source to accomplish this compression process. Thus we conclude that 
the work done by or against the atmosphere is not available for any useful 
purpose, and should be excluded from available work. 


Exergy Transfer by Mass, m 


Mass contains exergy as well as energy and entropy, and the exergy, energy, 
and entropy contents of a system are proportional to mass. Also, the rates of 
exergy, entropy, and energy transport into or out of a system are proportional 
to the mass flow rate. Mass flow is a mechanism to transport exergy, entropy, 
and energy into or out of a system. When mass in the amount of m enters 
or leaves a system, exergy in the amount of mip, where Yy = (h — ho) — 
T(S — So) + V7/2 + gz, accompanies it. That is, 


Exergy transfer by mass: X mass = MY (8-27) 


Therefore, the exergy of a system increases by my when mass in the 
amount of m enters, and decreases by the same amount when the same 
amount of mass at the same state leaves the system (Fig. 8-29). 


Exergy flow associated with a fluid stream when the fluid properties are 
variable can be determined by integration from 


Xe = | Wov, dA. and Xa = | won = | X mass dt (8-28) 
A, At 
where A, is the cross-sectional area of the flow and V, is the local velocity 
normal to dA... 

Note that exergy transfer by heat Xhea 1S zero for adiabatic systems, and the 
exergy transfer by mass X,,,,, is zero for systems that involve no mass flow 
across their boundaries (i.e., closed systems). The total exergy transfer is 
zero for isolated systems since they involve no heat, work, or mass transfer. 


8-6 = THE DECREASE OF EXERGY PRINCIPLE 
AND EXERGY DESTRUCTION 


In Chap. 2 we presented the conservation of energy principle and indicated 
that energy cannot be created or destroyed during a process. In Chap. 7 we 
established the increase of entropy principle, which can be regarded as one 
of the statements of the second law, and indicated that entropy can be cre- 
ated but cannot be destroyed. That is, entropy generation S,.,, must be posi- 
tive (actual processes) or zero (reversible processes), but it cannot be 
negative. Now we are about to establish an alternative statement of the sec- 
ond law of thermodynamics, called the decrease of exergy principle, which 
is the counterpart of the increase of entropy principle. 

Consider an isolated system shown in Fig. 8-30. By definition, no heat, 
work, or mass can cross the boundaries of an isolated system, and thus there 
is no energy and entropy transfer. Then the energy and entropy balances for 
an isolated system can be expressed as 


Energy balance: EZ -E4 = AE vy stem > 0 = E, — E 
7 7 
Entropy balance: Sin — Soar + Sgen = ASsystem —> Sgen = So — S| 


Multiplying the second relation by T) and subtracting it from the first one 
gives 


To Sgen = Fy — Ey To(S2 = Sı) (8-29) 
From Eq. 8-17 we have 


X> Xı = (E, E) H Po(V, Vi) 
E (E> E\) To(S> Sı) 


Ta(S2 — S;) (8-30) 


since V, = V, for an isolated system (it cannot involve any moving bound- 
ary and thus any boundary work). Combining Eqs. 8-29 and 8-30 gives 


—Tp Syen = Xp — X, <0 (8-31) 
since JT, is the thermodynamic temperature of the environment and thus a 


positive quantity, S,.,, = 0, and thus 7)S,.,, = 0. Then we conclude that 


BR iinet’ = Vo Xilema = 0 (8-32) 
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Mass contains energy, entropy, and 
exergy, and thus mass flow into or out 
of a system is accompanied by energy, 
entropy, and exergy transfer. 
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No heat, work 
or mass transfer 
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(or X destroyed 2 0) 


FIGURE 8-30 


The isolated system considered in the 
development of the decrease of exergy 
principle. 
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The exergy change of a system can be 
negative, but the exergy destruction 
cannot. 
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This equation can be expressed as the exergy of an isolated system during a 
process always decreases or, in the limiting case of a reversible process, 
remains constant. In other words, it never increases and exergy is destroyed 
during an actual process. This is known as the decrease of exergy princi- 
ple. For an isolated system, the decrease in exergy equals exergy destroyed. 


Exergy Destruction 


Irreversibilities such as friction, mixing, chemical reactions, heat transfer 
through a finite temperature difference, unrestrained expansion, nonquasi- 
equilibrium compression or expansion always generate entropy, and any- 
thing that generates entropy always destroys exergy. The exergy destroyed 
is proportional to the entropy generated, as can be seen from Eq. 8-31, and 
is expressed as 


A isna = To Do =0 (8-33) 


Note that exergy destroyed is a positive quantity for any actual process and 
becomes zero for a reversible process. Exergy destroyed represents the lost 
work potential and is also called the irreversibility or lost work. 

Equations 8-32 and 8-33 for the decrease of exergy and the exergy destruc- 
tion are applicable to any kind of system undergoing any kind of process since 
any system and its surroundings can be enclosed by a sufficiently large arbi- 
trary boundary across which there is no heat, work, and mass transfer, and 
thus any system and its surroundings constitute an isolated system. 

No actual process is truly reversible, and thus some exergy is destroyed 
during a process. Therefore, the exergy of the universe, which can be con- 
sidered to be an isolated system, is continuously decreasing. The more irre- 
versible a process is, the larger the exergy destruction during that process. 
No exergy is destroyed during a reversible process (X4estroyed,rev = 0). 

The decrease of exergy principle does not imply that the exergy of a sys- 
tem cannot increase. The exergy change of a system can be positive or neg- 
ative during a process (Fig. 8—31), but exergy destroyed cannot be negative. 
The decrease of exergy principle can be summarized as follows: 


> 0 Irreversible process 
X destroyed‘) = 9 Reversible process (8-34) 
<0 Impossible process 


This relation serves as an alternative criterion to determine whether a 
process is reversible, irreversible, or impossible. 


8-7 = EXERGY BALANCE: CLOSED SYSTEMS 


The nature of exergy is opposite to that of entropy in that exergy can be 
destroyed, but it cannot be created. Therefore, the exergy change of a sys- 
tem during a process is less than the exergy transfer by an amount equal to 
the exergy destroyed during the process within the system boundaries. Then 
the decrease of exergy principle can be expressed as (Fig. 8-32) 


Total Total Total Change in the 
exergy | — | exergy |—| exergy | =| total exergy 
entering leaving destroyed of the system 


or 


X; ~ Xout z X destroyed = AX 


system 


(8-35) 


This relation is referred to as the exergy balance and can be stated as the 
exergy change of a system during a process is equal to the difference 
between the net exergy transfer through the system boundary and the exergy 
destroyed within the system boundaries as a result of irreversibilities. 

We mentioned earlier that exergy can be transferred to or from a system 
by heat, work, and mass transfer. Then the exergy balance for any system 
undergoing any process can be expressed more explicitly as 


General: Xin zx Xout g X desroyed = AN van (kJ) (8-36) 
eos Nea ieee Sy —S—— 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 


or, in the rate form, as 


General, rate form: Xin — Xot = Xdestroyed = 4X system/ at (kW) (8-37) 
—SS—— oe mnm 
Rate of net exergy transfer Rate of exergy Rate of change 
by heat, work, and mass destruction in exergy 


where the rates of exergy transfer by heat, work, and mass are expressed 
aS Xhe = (1 — To/T)Q, Xwore = Wasetur and Xmass = mw, respectively. The 
exergy balance can also be expressed per unit mass as 


General, unit-mass basis: (Xin — Xan) — Xdestroyed = AXsystem (kJ/kg) (8-38) 


where all the quantities are expressed per unit mass of the system. Note that 
for a reversible process, the exergy destruction term X4estroyea drops Out from 
all of the relations above. Also, it is usually more convenient to find the 
entropy generation Sen first, and then to evaluate the exergy destroyed 


directly from Eq. 8-33. That is, 
K destroyed z ToS gen or E = Tos (8-39) 


When the environment conditions P, and T) and the end states of the system 
are specified, the exergy change of the system AX,ysem = X2 — X, can be 
determined directly from Eq. 8-17 regardless of how the process is exe- 
cuted. However, the determination of the exergy transfers by heat, work, and 
mass requires a knowledge of these interactions. 

A closed system does not involve any mass flow and thus any exergy 
transfer associated with mass flow. Taking the positive direction of heat 
transfer to be to the system and the positive direction of work transfer to be 
from the system, the exergy balance for a closed system can be expressed 


more explicitly as (Fig. 8-33) 
Closed system: X heat = X work ~ Xcestroyed = AX stem (8-40) 
or 


T 
T 


Closed system: X (1 Jo, [W — Po(Vp — Vi)] — To Sgen = X2 — X; (8-41) 
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Mechanisms of exergy transfer. 
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FIGURE 8-33 


Exergy balance for a closed system 
when the direction of heat transfer is 
taken to be to the system and the 
direction of work from the system. 
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FIGURE 8-34 


Exergy destroyed outside system 
boundaries can be accounted for by 
writing an exergy balance on the 
extended system that includes the 
system and its immediate 
surroundings. 


where Q, is the heat transfer through the boundary at temperature T, at loca- 
tion k. Dividing the previous equation by the time interval Af and taking the 
limit as At > 0 gives the rate form of the exergy balance for a closed system, 


dV. dX system 


Ty : . system x 
Rate form: > 1 T Qk W — Po d Tossa = dt (8-42) 
k 


Note that the relations above for a closed system are developed by taking 
the heat transfer to a system and work done by the system to be positive 
quantities. Therefore, heat transfer from the system and work done on the 
system should be taken to be negative quantities when using those relations. 

The exergy balance relations presented above can be used to determine 
the reversible work W,.., by setting the exergy destruction term equal to zero. 
The work W in that case becomes the reversible work. That is, W = Wev 
when Xdestroyed = Ty Sgen = 0. 

Note that Xaestroyea represents the exergy destroyed within the system bound- 
ary only, and not the exergy destruction that may occur outside the system 
boundary during the process as a result of external irreversibilities. Therefore, 
a process for which X4esroyea = O is internally reversible but not necessarily 
totally reversible. The total exergy destroyed during a process can be deter- 
mined by applying the exergy balance to an extended system that includes the 
system itself and its immediate surroundings where external irreversibilities 
might be occurring (Fig. 8-34). Also, the exergy change in this case is equal 
to the sum of the exergy changes of the system and the exergy change of the 
immediate surroundings. Note that under steady conditions, the state and thus 
the exergy of the immediate surroundings (the “buffer zone”) at any point 
does not change during the process, and thus the exergy change of the imme- 
diate surroundings is zero. When evaluating the exergy transfer between an 
extended system and the environment, the boundary temperature of the 
extended system is simply taken to be the environment temperature 7). 

For a reversible process, the entropy generation and thus the exergy 
destruction are zero, and the exergy balance relation in this case becomes 
analogous to the energy balance relation. That is, the exergy change of the 
system becomes equal to the exergy transfer. 

Note that the energy change of a system equals the energy transfer for 
any process, but the exergy change of a system equals the exergy transfer 
only for a reversible process. The quantity of energy is always preserved 
during an actual process (the first law), but the quality is bound to decrease 
(the second law). This decrease in quality is always accompanied by an 
increase in entropy and a decrease in exergy. When 10 kJ of heat is trans- 
ferred from a hot medium to a cold one, for example, we still have 10 kJ of 
energy at the end of the process, but at a lower temperature, and thus at a 
lower quality and at a lower potential to do work. 


EXAMPLE 8-9 General Exergy Balance for Closed Systems 


Starting with energy and entropy balances, derive the general exergy balance 
relation for a closed system (Eq. 8-41). 


Solution Starting with energy and entropy balance relations, a general rela- 
tion for exergy balance for a closed system is to be obtained. 


Analysis \We consider a general closed system (a fixed mass) that is free to 
exchange heat and work with its surroundings (Fig. 8-35). The system under- 
goes a process from state 1 to state 2. Taking the positive direction of heat 
transfer to be to the system and the positive direction of work transfer to be 
from the system, the energy and entropy balances for this closed system can 
be expressed as 


Energy balance: En Hore Oe Oe WS 
2 
6 
een Sin = Soat S) en “7 AS, stem So we ae Siren = S3 z Si 
balance: i À 1 \T /bouday ` 


Multiplying the second relation by Tọ and subtracting it from the first one gives 


2 50 
Q To T W Tys gen A E, E; T(S S;) 
1 boundary 


However, the heat transfer for the process 1-2 can be expressed as Q = | 6Q 

1 
and the right side of the above equation is, from Eq. 8-17, (X, — X) =- 
Po(V> — V;). Thus, 


2 2 50 
| 6Q im al (2) W TS ag Xa Xı P (V vi) 
1 1 boundary 


Letting T, denote the boundary temperature and rearranging give 


a T 
| (i z) 6Q [w Po(V, V1) ] Ty S gen = 16) Xx, (8-43) 
1 b 


which is equivalent to Eq. 8-41 for the exergy balance except that the inte- 
gration is replaced by summation in that equation for convenience. This 
completes the proof. 

Discussion Note that the exergy balance relation above is obtained by 
adding the energy and entropy balance relations, and thus it is not an inde- 
pendent equation. However, it can be used in place of the entropy balance 
relation as an alternative second law expression in exergy analysis. 


EXAMPLE 8-10 Exergy Destruction during Heat Conduction 


Consider steady heat transfer through a 5-m X 6-m brick wall of a house of 
thickness 30 cm. On a day when the temperature of the outdoors is 0°C, the 
house is maintained at 27°C. The temperatures of the inner and outer sur- 
faces of the brick wall are measured to be 20°C and 5°C, respectively, and 
the rate of heat transfer through the wall is 1035 W. Determine the rate of 
exergy destruction in the wall, and the rate of total exergy destruction associ- 
ated with this heat transfer process. 


Solution Steady heat transfer through a wall is considered. For specified 
heat transfer rate, wall surface temperatures, and environment conditions, 
the rate of exergy destruction within the wall and the rate of total exergy 
destruction are to be determined. 

Assumptions 1 The process is steady, and thus the rate of heat transfer 
through the wall is constant. 2 The exergy change of the wall is zero during 
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Example 8-9. 
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FIGURE 8-36 
Schematic for Example 8-10. 


this process since the state and thus the exergy of the wall do not change 
anywhere in the wall. 3 Heat transfer through the wall is one-dimensional. 
Analysis We first take the wall as the system (Fig. 8-36). This is a closed 
system since no mass crosses the system boundary during the process. We 
note that heat and exergy are entering from one side of the wall and leaving 
from the other side. 
Applying the rate form of the exergy balance to the wall gives 
O (steady) 
Xj z ons = Nad a AX ysem/ dt = 


Rate of net exergy transfer 
by heat, work, and mass 


Tr ; T ! 
Q 1 T a Q 1 T M X destroyed = 
DTA IK ZTS 


1035 W)| = EE] — (1035 W)| a = ERI = 
( 035 ( 293 3 ( 035 ( 278 3 destroyed 0 


Rate of exergy 
destruction 


Rate of change 
in exergy 


Solving, the rate of exergy destruction in the wall is determined to be 
ares = 52.0 W 


Note that exergy transfer with heat at any location is (1 — 7,/7)Q at that 
location, and the direction of exergy transfer is the same as the direction of 
heat transfer. 

To determine the rate of total exergy destruction during this heat trans- 
fer process, we extend the system to include the regions on both sides of 
the wall that experience a temperature change. Then one side of the sys- 
tem boundary becomes room temperature while the other side, the tem- 
perature of the outdoors. The exergy balance for this extended system 
(system + immediate surroundings) is the same as that given above, 
except the two boundary temperatures are 300 and 273 K instead of 293 
and 278 K, respectively. Then the rate of total exergy destruction becomes 


: 2K 
a = (1035 W) (i = aik) = (1035 w(i = a) = 


The difference between the two exergy destructions is 41.2 W and repre- 
sents the exergy destroyed in the air layers on both sides of the wall. The 
exergy destruction in this case is entirely due to irreversible heat transfer 
through a finite temperature difference. 

Discussion This problem was solved in Chap. 7 for entropy generation. We 
could have determined the exergy destroyed by simply multiplying the 
entropy generations by the environment temperature of 7, = 273 K. 


EXAMPLE 8-11 


A piston-cylinder device contains 0.05 kg of steam at 1 MPa and 300°C. 
Steam now expands to a final state of 200 kPa and 150°C, doing work. Heat 
losses from the system to the surroundings are estimated to be 2 kJ during this 
process. Assuming the surroundings to be at 7, = 25°C and P, = 100 kPa, 


Exergy Destruction during Expansion of Steam 


determine (a) the exergy of the steam at the initial and the final states, (b) the 
exergy change of the steam, (c) the exergy destroyed, and (d) the second-law 
efficiency for the process. 


Solution Steam in a piston-cylinder device expands to a specified state. The 
exergies of steam at the initial and final states, the exergy change, the exergy 
destroyed, and the second-law efficiency for this process are to be determined. 
Assumptions The kinetic and potential energies are negligible. 

Analysis We take the steam contained within the piston-cylinder device as 
the system (Fig. 8-37). This is a closed system since no mass crosses the 
system boundary during the process. We note that boundary work is done by 
the system and heat is lost from the system during the process. 

(a) First we determine the properties of the steam at the initial and final 
states as well as the state of the surroundings: 


u, = 2793.7 kJ/kg 


P, = 1MP 
State: et v, = 0.25799 m3/kg (Table A-6) 
: sı = 7.1246 kJ/kg- K 
= 2577.1 kJ/k: 
eean 
State 2: eae v = 0.95986 m°/kg (Table A-6) 
i s2 = 7.2810 kJ/kg- K 
P, = 100 kPa Uy = Upe@rsc = 104.83 ee 
Dead state: T = 25°C Vo = Ye 25°c = 0.00103 m°/kg (Table A-4) 
= 


So = Sp@rsec = 0.3672 kJ/kg K 


The exergies of the system at the initial state X} and the final state X, are 
determined from Eq. 8-15 to be 


X, = m| (u; — uo) — Tolsı — so) + Po(vi — Vo)] 
= (0.05 kg){ (2793.7 — 104.83) kJ/kg 
= (298 K)|[ (7.1246 — 0.3672) kJ/kg: K] 
+ (100 kPa)[ (0.25799 — 0.00103) m?/kg]}(kJ/kPa - m°) 
= 35.0 kJ 


and 


X, = m| (u, — Uo) — To(S2 — so) + Po(V2 — vo)] 
= (0.05 kg){ (2577.1 — 104.83) kJ/kg 
— (298 K)[ (7.2810 — 0.3672) kJ/kg: K] 
+ (100 kPa)[ (0.95986 — 0.00103) m?/kg]}(kJ/kPa- m°) 
= 25.4kJ 


That is, steam initially has an exergy content of 35 kJ, which drops to 25.4 
kJ at the end of the process. In other words, if the steam were allowed to 
undergo a reversible process from the initial state to the state of the environ- 
ment, it would produce 35 kJ of useful work. 


(b) The exergy change for a process is simply the difference between the 
exergy at the initial and final states of the process, 


35:0) = —9:6kJ, 


AX = X, — X, = 254 
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That is, if the process between states 1 and 2 were executed in a reversible 
manner, the system would deliver 9.6 kJ of useful work. 


(c) The total exergy destroyed during this process can be determined from 
the exergy balance applied on the extended system (system + immediate 
surroundings) whose boundary is at the environment temperature of Tọ (so 
that there is no exergy transfer accompanying heat transfer to or from the 
environment), 


xa Moni K eed 5 AX Se 

eon e] n—_ Á 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 


EX ork out oe Ke a A = Xa = x, 
A = XxX; = Xə z W 


where Wout is the useful boundary work delivered as the system expands. By 
writing an energy balance on the system, the total boundary work done dur- 
ing the process is determined to be 


li i Eu = ANE ss 
— Sy 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


—Qou = Woon = AU 

Wa NY py AU = =O = a = a) 
—(2kJ) — (0.05 kg (2577.1 — 2793.7) kJ/kg 
= 8.8 KJ 


This is the total boundary work done by the system, including the work done 
against the atmosphere to push the atmospheric air out of the way during 
the expansion process. The useful work is the difference between the two: 


W, it W Weer = Wi out Po(V5 V) aa W, out Pym(Vy ars vi) 
7 1 kJ 
= 8.8kJ — (100 kPa) (0.05 kg)[ (0.9599 — 0.25799) m°/kg]| ———_,, 
1 kPa -m 
Z553] 
Substituting, the exergy destroyed is determined to be 
Aand A = 2a = Wem = IO = 254) = 33 = 4E3Ih)) 


That is, 4.3 kJ of work potential is wasted during this process. In other 
words, an additional 4.3 kJ of energy could have been converted to work 
during this process, but was not. 

The exergy destroyed could also be determined from 


Ove 
T 


A ed = TOS gen = 1 m(s z sı) + 


D 
= (298 K){ oos kg)[ (7.2810 — 7.1246) kI/ke-K] E \ 
298 K 
= 43k] 


which is the same result obtained before. 


(d) Noting that the decrease in the exergy of the steam is the exergy sup- 
plied and the useful work output is the exergy recovered, the second-law effi- 
ciency for this process can be determined from 


Exergy recovered W, 59 


na Exergy supplied > xX, — X, 35.0 — 25.4 


= 0.552 or 55.2% 


That is, 44.8 percent of the work potential of the steam is wasted during 
this process. 


EXAMPLE 8-12 Exergy Destroyed during Stirring of a Gas 


An insulated rigid tank contains 2 Ibm of air at 20 psia and 70°F. A paddle 
wheel inside the tank is now rotated by an external power source until the 
temperature in the tank rises to 130°F (Fig. 8-38). If the surrounding air is 
at Tọ = 70°F, determine (a) the exergy destroyed and (b) the reversible work 
for this process. 


Solution The air in an adiabatic rigid tank is heated by stirring it by a pad- 
dle wheel. The exergy destroyed and the reversible work for this process are to 
be determined. 

Assumptions 1 Air at about atmospheric conditions can be treated as an 
ideal gas with constant specific heats at room temperature. 2 The kinetic 
and potential energies are negligible. 3 The volume of a rigid tank is con- 
stant, and thus there is no boundary work. 4 The tank is well insulated and 
thus there is no heat transfer. 

Analysis We take the air contained within the tank as the system. This is a 
closed system since no mass crosses the system boundary during the 
process. We note that shaft work is done on the system. 

(a) The exergy destroyed during a process can be determined from an exergy 
balance, or directly from Xgestroyed = ToSgen: We will use the second approach 
since it is usually easier. But first we determine the entropy generated from 
an entropy balance, 


Sin = Sout aF Sten = INS cess 
U M 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
a0 


T v 
Oar Sam = ASen = e in ARIE 
8 ai T 7 


2 
Seon = Mayin T, 
Taking c, = 0.172 Btu/lbm - °F and substituting, the exergy destroyed 
becomes 


T 

Matas a To Sa = To mcy In T 
1 

590 R 


= (530 R)(2 lbm) (0.172 Btu/lbm: °F)In ——— 
(530 R) (2 Ibm) (0.172 Buu/Ibm-°F)In = 


= 19.6 Btu 
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The same effect on the system can be 
accomplished by a reversible heat 
pump that consumes only 1 Btu of 
work. 


(b) The reversible work, which represents the minimum work input Wevin in 
this case, can be determined from the exergy balance by setting the exergy 
destruction equal to zero, 


5 0 (reversible) = 


AG z= X out ai K a= INK ocean 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 
W = Xa i x, 
7 
i — — 
= (23 = Fi) + RV = Vi) Ty(S2 — S1) 


= (Uh = Wn) = WE = Si) 
since AKE = APE = 0 and V, = Vj. Noting thari — S,) = To ASxctem 
= 19.6 Btu, the reversible work becomes 
W = me (T, SA T,) A T(S a Si) 

= (2 Ibm) (0.172 Btu/lbm: °F) (130 — 70)°F — 19.6 Btu 

= (20.6 — 19.6) Btu 

= 1.0 Btu 
Therefore, a work input of just 1.0 Btu would be sufficient to accomplish 
this process (raise the temperature of air in the tank from 70 to 130°F) if all 
the irreversibilities were eliminated. 
Discussion The solution is complete at this point. However, to gain some 
physical insight, we will set the stage for a discussion. First, let us deter- 


mine the actual work (the paddle-wheel work W,,,) done during this process. 
Applying the energy balance on the system, 


Ein F E = AE A 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Wowin = AU = 20.6 Btu [from part (b) | 


since the system is adiabatic (Q = O) and involves no moving boundaries 
(W, = 0). 

To put the information into perspective, 20.6 Btu of work is consumed 
during the process, 19.6 Btu of exergy is destroyed, and the reversible work 
input for the process is 1.0 Btu. What does all this mean? It simply means 
that we could have created the same effect on the closed system (raising its 
temperature to 130°F at constant volume) by consuming 1.0 Btu of work 
only instead of 20.6 Btu, and thus saving 19.6 Btu of work from going to 
waste. This would have been accomplished by a reversible heat pump. 

To prove what we have just said, consider a Carnot heat pump that absorbs 
heat from the surroundings at 7, = 530 R and transfers it to the air in the 
rigid tank until the air temperature T rises from 530 to 590 R, as shown in 
Fig. 8-39. The system involves no direct work interactions in this case, and 
the heat supplied to the system can be expressed in differential form as 


Qy = dU = mc, dT 


The coefficient of performance of a reversible heat pump is given by 


Qp 1 
Werin p= T/T 


COP, = 


Thus, 


ôO y 2) 
OWretin = =(1 IT 
Waan COPyp ( T mMCy d 


Integrating, we get 


4 Ty 
Wret.in = 1 Se hey, dT 
i IË 


T 
= TiC ayes J T,) z To MCy avg by 


(20.6 — 19.6) Btu = 1.0 Btu 


The first term on the right-hand side of the final expression above is rec- 

ognized as AU and the second term as the exergy destroyed, whose values 
were determined earlier. By substituting those values, the total work input to 
the heat pump is determined to be 1.0 Btu, proving our claim. Notice that 
the system is still supplied with 20.6 Btu of energy; all we did in the latter 
case is replace the 19.6 Btu of valuable work by an equal amount of “use- 
less” energy captured from the surroundings. 
Discussion \t is also worth mentioning that the exergy of the system as a 
result of 20.6 Btu of paddle-wheel work done on it has increased by 1.0 Btu 
only, that is, by the amount of the reversible work. In other words, if the 
system were returned to its initial state, it would produce, at most, 1.0 Btu 
of work. 


EXAMPLE 8-13 Dropping a Hot Iron Block into Water 


A 5-kg block initially at 350°C is quenched in an insulated tank that con- 
tains 100 kg of water at 30°C (Fig. 8-40). Assuming the water that vapor- 
izes during the process condenses back in the tank and the surroundings are 
at 20°C and 100 kPa, determine (a) the final equilibrium temperature, 
(b) the exergy of the combined system at the initial and the final states, and 
(c) the wasted work potential during this process. 


Solution A hot iron block is quenched in an insulated tank by water. The 
final equilibrium temperature, the initial and final exergies, and the wasted 
work potential are to be determined. 

Assumptions 1 Both water and the iron block are incompressible substances. 
2 Constant specific heats at room temperature can be used for both the water 
and the iron. 3 The system is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O. 4 There are no electrical, shaft, or 
other forms of work involved. 5 The system is well-insulated and thus there is 
no heat transfer. 

Analysis We take the entire contents of the tank, water + iron block, as the 
system. This is a closed system since no mass crosses the system boundary 
during the process. We note that the volume of a rigid tank is constant, and 
thus there is no boundary work. 
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(a) Noting that no energy enters or leaves the system during the process, the 
application of the energy balance gives 


lB a E > AE nen 
SS 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
0 = AU 


O= (AU) iron ats (AU) arcs 
O= [me(T; 1) lim H [me(T; TE) Nees 


By using the specific-heat values for water and iron at room temperature 
(from Table A-3), the final equilibrium temperature T; becomes 


0 = (5kg)(0.45 kJ/kg - °C) (T; — 350°C) 
+ (100 kg) (4.18 kJ/kg « °C) (T; — 30°C) 


which yields 
T; = 31.7°C 


(b) Exergy X is an extensive property, and the exergy of a composite system 
at a specified state is the sum of the exergies of the components of that sys- 
tem at that state. It is determined from Eq. 8-15, which for an incompress- 
ible substance reduces to 0 


wee 
X = (U - U) = T(S = So) Pol = Vo) 


If 
=m T-P) bmn t0 
To 


IE 
= me( 7 Ay = Nin ) 
To 


where T is the temperature at the specified state and Tọ is the temperature 
of the surroundings. At the initial state, 


623 K 
X iiron = (5 kg) (0.45 /ke-K)| (623 — 293) K — (293 K) ln S3 =| 
= 245.2 KJ 
303 K 
X tater = (100 kg) (4.18 kI/kg+K)} (303 — 293) K — (293 K) noo 
= 69.8 kJ 


Xi total = Xricon + Xt water = (245.2 + 69.8)kJ = 315 kJ 
Similarly, the total exergy at the final state is 
Xp iron = 0.5 kJ 
Kowar — 9S. IKI 
Xp total = Xriron + Xowater = 0.5 + 95.1 = 95.6 kJ 


That is, the exergy of the combined system (water + iron) decreased from 
315 to 95.6 kJ as a result of this irreversible heat transfer process. 


(c) The wasted work potential is equivalent to the exergy destroyed, which can 
be determined from Xoestroyed = ToSgen Or by performing an exergy balance on 
the system. The second approach is more convenient in this case since the 


initial and final exergies of the system are already evaluated. 


Gi 7 X ut if k = AN A 
—— m 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 


Q= X destroyed = Xa i XxX; 
XCerored faa xX, Xa = 315 95.6 = 219.4 kJ 


Discussion Note that 219.4 kJ of work could have been produced as the 
iron was cooled from 350 to 31.7°C and water was heated from 30 to 
31.7°C, but was not. 


EXAMPLE 8-14 Exergy Destruction 
during Heat Transfer to a Gas 


A frictionless piston—cylinder device, shown in Fig. 8-41, initially contains 
0.01 m? of argon gas at 400 K and 350 kPa. Heat is now transferred to the 
argon from a furnace at 1200 K, and the argon expands isothermally until 
its volume is doubled. No heat transfer takes place between the argon and 
the surrounding atmospheric air, which is at Tọ = 300 K and Pp = 100 kPa. 
Determine (a) the useful work output, (b) the exergy destroyed, and (c) the 
reversible work for this process. 


Solution Argon gas in a piston-cylinder device expands isothermally as a 
result of heat transfer from a furnace. The useful work output, the exergy 
destroyed, and the reversible work are to be determined. 

Assumptions 1 Argon at specified conditions can be treated as an ideal gas 
since it is well above its critical temperature of 151 K. 2 The kinetic and 
potential energies are negligible. 

Analysis We take the argon gas contained within the piston—cylinder device 
as the system. This is a closed system since no mass crosses the system 
boundary during the process. We note that heat is transferred to the system 
from a source at 1200 K, but there is no heat exchange with the environment 
at 300 K. Also, the temperature of the system remains constant during the 
expansion process, and its volume doubles, that is, 7, = 7, and V, = 2V. 
(a) The only work interaction involved during this isothermal process is the 
quasi-equilibrium boundary work, which is determined from 


0.02 m? 
0.01 m? 


2 
V. 
W= W, = | PdV= PV, In = (350 kPa) (0.01 m°) In 
1 1 


= 2.43 kPa-m? = 2.43 kJ 


This is the total boundary work done by the argon gas. Part of this work is 
done against the atmospheric pressure P) to push the air out of the way, and 
it cannot be used for any useful purpose. It is determined from Eq. 8-3: 


Wour = Po(V,. = Vi) = (100 kPa)[ (0.02 = 0.01) mas) =1kJ 
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The useful work is the difference between these two: 


W, = W — Wan = 2.43 — 1 = 1.43 kJ 


That is, 1.43 kJ of the work done is available for creating a useful effect 
such as rotating a shaft. 

Also, the heat transfer from the furnace to the system is determined from 
an energy balance on the system to be 


lB ee Fou = AE oem 
a T 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


0 
On or W, out = AU= mcy AT” =) 


Qin = Went = 2.43 kJ 


(b) The exergy destroyed during a process can be determined from an exergy 
balance, or directly from Xgestroyed = ToSgen: We will use the second approach 
since it is usually easier. But first we determine the entropy generation by 
applying an entropy balance on an extended system (system + immediate 
surroundings), which includes the temperature gradient zone between the 
cylinder and the furnace so that the temperature at the boundary where heat 
transfer occurs is Tz = 1200 K. This way, the entropy generation associated 
with the heat transfer is included. Also, the entropy change of the argon gas 


can be determined from Q/T7,,, since its temperature remains constant. 


Din E Soi ar Sen = NS Oem 
es PEES 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
Q Q 
= + Syn = ASsystem = = 
Tih gen system T 
Therefore, 
Q Q _243kJ  2.43kJ 
S = = 0.00405 kJ 
oo Ta T Ok DOK 
and 


X destroyed = To Sgen = (300 K) (0.00405 kJ/K) = 1.22 kJ/K 


(c) The reversible work, which represents the maximum useful work that 
could be produced Wevouty can be determined from the exergy balance by 
setting the exergy destruction equal to zero, 


0 (reversible) 


XG i Mon B K = AX sect 
— e 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 
1 
1 Q M =X 2 Xx 1 
T, 


= (Uh = U) T A = v) = e = Si) 


= 0 ar Wars N ma 
i 


since AKE = APE = O and AU = O (the change in internal energy of an ideal 
gas is zero during an isothermal process), and AS, = Q/T,,, for isothermal 
processes in the absence of any irreversibilities. Then, 


T 
Wheat =a To Z Wourr (i e Jo 


Tes Tr 
2.43 kJ 300 K 
= K 1 r {il 2.4 
CE) 400 K cy) ( 1200 J Co) 
= 2.65kJ 


Therefore, the useful work output would be 2.65 kJ instead of 1.43 kJ if the 
process were executed in a totally reversible manner. 

Alternative Approach The reversible work could also be determined by apply- 
ing the basics only, without resorting to exergy balance. This is done by 
replacing the irreversible portions of the process by reversible ones that cre- 
ate the same effect on the system. The useful work output of this idealized 
process (between the actual end states) is the reversible work. 

The only irreversibility the actual process involves is the heat transfer 
between the system and the furnace through a finite temperature difference. 
This irreversibility can be eliminated by operating a reversible heat engine 
between the furnace at 1200 K and the surroundings at 300 K. When 2.43 
kJ of heat is supplied to this heat engine, it produces a work output of 


T, 300 K 
Wa = n. =(1 = || il 2A = 1.82 
HE = "evOu ( i ) Qn ( 1200 3 ( 3 kJ) 82 kJ 


The 2.43 kJ of heat that was transferred to the system from the source is 
now extracted from the surrounding air at 300 K by a reversible heat pump 
that requires a work input of 


Qu | Qn | 2.43 kJ 
COPpp p Tu/ (Tu — Ti) Jne R (400 K)/[ (400 — 300) K] 


Then the net work output of this reversible process (i.e., the reversible work) 
becomes 


Wap,in = = 0.61 kJ 


Wey = W, + Wap — Wapin = 1.43 + 1.82 — 0.61 = 2.64 kJ 


which is practically identical to the result obtained before. Also, the exergy 
destroyed is the difference between the reversible work and the useful work, 
and is determined to be 


X desroyed a Weoat We a 2.65 1.43 fa 122 kJ 


which is identical to the result obtained before. 


8-8 = EXERGY BALANCE: CONTROL VOLUMES 


The exergy balance relations for control volumes differ from those for closed 
systems in that they involve one more mechanism of exergy transfer: mass flow 
across the boundaries. As mentioned earlier, mass possesses exergy as well as 
energy and entropy, and the amounts of these three extensive properties are 
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FIGURE 8-42 


Exergy is transferred into or out of a 
control volume by mass as well as 
heat and work transfer. 


Steady flow 


iraa 


FIGURE 8-43 


The exergy transfer to a steady-flow 
system is equal to the exergy transfer 
from it plus the exergy destruction 
within the system. 


proportional to the amount of mass (Fig. 8—42). Again taking the positive 
direction of heat transfer to be to the system and the positive direction of work 
transfer to be from the system, the general exergy balance relations (Eqs. 8-36 
and 8-37) can be expressed for a control volume more explicitly as 


X heat = X work + X masin E X massiout = X destroyed = (X2 ~~ Xi )ev (8-44) 


or 
To 
> 1 s Q; [w Po(Vy v)] H X my X mp A ivel = (X2 —Xi)ey 
T, 
k in out 
(8-45) 
It can also be expressed in the rate form as 
Ta i dVe , , ' dX 
S| n), (w Po “er ) H 2 zee = A wya = "i 
(8-46) 


The exergy balance relation above can be stated as the rate of exergy change 
within the control volume during a process is equal to the rate of net exergy 
transfer through the control volume boundary by heat, work, and mass flow 
minus the rate of exergy destruction within the boundaries of the control 
volume. 

When the initial and final states of the control volume are specified, the 
exergy change of the control volume is X, — X, = mọ, — mQ. 


Exergy Balance for Steady-Flow Systems 


Most control volumes encountered in practice such as turbines, compres- 
sors, nozzles, diffusers, heat exchangers, pipes, and ducts operate steadily, 
and thus they experience no changes in their mass, energy, entropy, and 
exergy contents as well as their volumes. Therefore, dV.y/dt = O and 
dXçy/dt = 0 for such systems, and the amount of exergy entering a steady- 
flow system in all forms (heat, work, mass transfer) must be equal to the 
amount of exergy leaving plus the exergy destroyed. Then the rate form of 
the general exergy balance (Eq. 8—46) reduces for a steady-flow process to 
(Fig. 8-43) 


Tos : i 
Steady-flow: > € — Plo, -W+ X iny — Dd — Xaesroya =0 (8-47) 
k in out 
For a single-stream (one-inlet, one-exit) steady-flow device, the relation 
above further reduces to 
l ME er . 
Single-stream: X, | 1- aie ws mn — Wo) — Xaestroyea = 0 (8-48) 
k 
where the subscripts 1 and 2 represent inlet and exit states, m is the mass 
flow rate, and the change in the flow exergy is given by Eq. 8-23 as 
Vi- V3 


pı — Wy = (h — hy) — Tols — s2) + 2 + ghz — z2) 


Dividing Eq. 8-48 by m gives the exergy balance on a unit-mass basis as 


-uni T 
clas > (i ~ D)o —wt (pi T p) T Xdestroyed =0 (kJ/kg) (8-49) 
where g = Q/r and w = W/ri are the heat transfer and work done per unit 
mass of the working fluid, respectively. 

For the case of an adiabatic single-stream device with no work interactions, 
the exergy balance relation further simplifies to Meee = mw, — pa), which 
indicates that the specific exergy of the fluid must decrease as it flows through 
a work-free adiabatic device or remain the same (Ww, = y,) in the limiting case 
of a reversible process regardless of the changes in other properties of the fluid. 


Reversible Work, W. 


rev 

The exergy balance relations presented above can be used to determine the 
reversible work W, by setting the exergy destroyed equal to zero. The work 
W in that case becomes the reversible work. That is, 


General: W = We when X destroyed = O (8-50) 


For example, the reversible power for a single-stream steady-flow device is, 
from Eq. 8-48, 


i Tyi 
Single stream: Wrey = m(, — Wo) 4 = (i 6, (kW) (8-51) 
k 
which reduces for an adiabatic device to 


Adiabatic, single stream: Was mpi — p) (8-52) 


Note that the exergy destroyed is zero only for a reversible process, and 
reversible work represents the maximum work output for work-producing 
devices such as turbines and the minimum work input for work-consuming 
devices such as compressors. 


Second-Law Efficiency of Steady-Flow Devices, 7,, 
The second-law efficiency of various steady-flow devices can be determined 
from its general definition, ny = (Exergy recovered)/(Exergy supplied). When 
the changes in kinetic and potential energies are negligible, the second-law 
efficiency of an adiabatic turbine can be determined from 


w hy = h, To Sgen 


Nub =- = r Mu = 1 — (8-53) 
sai Wey pip i p — Po 
where Soon = S2 — S4. For an adiabatic compressor with negligible kinetic 
and potential energies, the second-law efficiency becomes 
Wrey,in Wo = pi To Sgen 
= or =1- (8-54) 
Ti,comp Win h, _ h, NII,comp h, _ h, 
where again Syen = 52 T 5}. 


For an adiabatic heat exchanger with two unmixed fluid streams 
(Fig. 8-44), the exergy supplied is the decrease in the exergy of the hot 
stream, and the exergy recovered is the increase in the exergy of the 
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FIGURE 8-45 
Schematic for Example 8-15. 


cold stream, provided that the cold stream is not at a lower temperature than 
the surroundings. Then the second-law efficiency of the heat exchanger 
becomes 


= Meora(Wa — Ws) j To S gen (8-55) 
ki Myo (1 = Yr) on ee Myo (Wy, — Wy) 

where Sica = MoS. — S1) + Megig(S4 — 53). Perhaps you are wondering what 
happens if the heat exchanger is not adiabatic; that is, it is losing some heat 
to its surroundings at Tọ. If the temperature of the boundary (the outer sur- 
face of the heat exchanger) T, is equal T), the definition above still holds 
(except the entropy generation term needs to be modified if the second defi- 
nition is used). However, if T, > Tọ, then the exergy of the lost heat at the 
boundary should be included in the recovered exergy. Although no attempt is 
made in practice to utilize this exergy and it is allowed to be destroyed, the 
heat exchanger should not be held responsible for this destruction, which 
occurs outside its boundaries. If we are interested in the exergy destroyed 
during the process, not just within the boundaries of the device, then it 
makes sense to consider an extended system that includes the immediate sur- 
roundings of the device such that the boundaries of the new enlarged system 
are at T}. The second-law efficiency of the extended system reflects the 
effects of the irreversibilities that occur within and just outside the device. 

An interesting situation arises when the temperature of the cold stream 
remains below the temperature of the surroundings at all times. In that case 
the exergy of the cold stream actually decreases instead of increasing. In 
such cases it is better to define the second-law efficiency as the ratio of the 
sum of the exergies of the outgoing streams to the sum of the exergies of the 
incoming streams. 

For an adiabatic mixing chamber where a hot stream | is mixed with a cold 
stream 2, forming a mixture 3, the exergy supplied is the sum of the exergies 
of the hot and cold streams, and the exergy recovered is the exergy of the 
mixture. Then the second-law efficiency of the mixing chamber becomes 


maps To Sich 
oe a | (8-56) 
mp, + my “Tiii 


mip, + my 
where m, = m, + m, and S,., = 383 — M5. — Ms]. 
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EXAMPLE 8-15 Second-Law Analysis of a Steam Turbine 


Steam enters a turbine steadily at 3 MPa and 450°C at a rate of 8 kg/s and 
exits at 0.2 MPa and 150°C, (Fig. 8-45). The steam is losing heat to the sur- 
rounding air at 100 kPa and 25°C at a rate of 300 kW, and the kinetic and 
potential energy changes are negligible. Determine (a) the actual power output, 
(b) the maximum possible power output, (c) the second-law efficiency, (d) the 
exergy destroyed, and (e) the exergy of the steam at the inlet conditions. 


Solution A steam turbine operating steadily between specified inlet and exit 
states is considered. The actual and maximum power outputs, the second-law 
efficiency, the exergy destroyed, and the inlet exergy are to be determined. 
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Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = 0, AE, = O, and AX, = O. 2 The 
kinetic and potential energies are negligible. 
Analysis We take the turbine as the system. This is a control volume since 
mass crosses the system boundary during the process. We note that there is 
only one inlet and one exit and thus m, = m, = m. Also, heat is lost to the 
Surrounding air and work is done by the system. 

The properties of the steam at the inlet and exit states and the state of 
the environment are 


P,=3MPa) h, = 3344.9 kJ/kg 
Inlet state: Table A-6 
ie a = Reissue 6 see ee 
P, =0.2MPa) M, = 2769.1 kI/k 
Exit state: T | 2 [ke (Table A-6) 
T, = 150°C s, = 7.2810 kJ/kg + K 
P= iwa mE rore 10483 kik 
pa a (a o ea E E e A 
T, = 25°C So = sre 2c = 0.3672 kJ/kg- K 


(a) The actual power output of the turbine is determined from the rate form 
of the energy balance, 


z —_ È pe A 0 (steady) 
Be JB ot = dE eldi = 0 
e—a =< 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
E iin E out 


mh, = Wout ar OM ar mhy (since ke = pe = 0) 
Wou z m(hy a h) m oe 

(8 kg/s)[ (3344.9 — 2769.1) kJ/kg] — 300 kW 
= 4306 kW 


(b) The maximum power output (reversible power) is determined from the 
rate form of the exergy balance applied on the extended system (system + 
immediate surroundings), whose boundary is at the environment temperature 
of To, and by setting the exergy destruction term equal to zero, 


a 0 (reversible) A 0 (steady) = 


Xin = X i z A desmoyed = AX systomm/ at 0 
Rate of net exergy transfer Rate of exergy Rate of change 
by heat, work, and mass destruction in exergy 


Xin = Xen 
: : ; 70 : 
mip, = Weit oF Gon Ar mip, 
Wereut a my, ae Po) 


0 0 
= m| (hi — hy) — Talsi — s2) Ake" — Ape” 


] 


Note that exergy transfer with heat is zero when the temperature at the point 
of transfer is the environment temperature Tọ. Substituting, 


Weev our = (8 kg/s)[ (3344.9 — 2769.1) kJ/kg 
— (298 K)(7.0856 — 7.2810)kJ/kg - K] 
= 4665 kW 
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Schematic for Example 8-16. 


(c) The second-law efficiency of a turbine is the ratio of the actual work 
delivered to the reversible work, 


War 4306 kW 
Weevour 4665 kW 


hin = = 0.923 or 92.3% 


That is, 7.7 percent of the work potential is wasted during this process. 


(d) The difference between the reversible work and the actual useful work is 
the exergy destroyed, which is determined to be 


X destroyed = Weeviour — Wou = 4665 — 4306 = 359 kW 


That is, the potential to produce useful work is wasted at a rate of 359 kW 
during this process. The exergy destroyed could also be determined by first 
calculating the rate of entropy generation Se, during the process. 


gen 
(e) The exergy (maximum work potential) of the steam at the inlet conditions 
is simply the stream exergy, and is determined from 


a 
da = (o = fp) — MS = So) + 2 ar Ei 
= (h, = ho) = e = 50) 
= (3344.9 — 104.83)kJ/kg — (298 K) (7.0856 — 0.3672) kJ/kg: K 
= 1238 kJ/kg 


That is, not counting the kinetic and potential energies, every kilogram of 
the steam entering the turbine has a work potential of 1238 kJ. This corre- 
sponds to a power potential of (8 kg/s)(1238 kJ/kg) = 9904 kW. Obviously, 
the turbine is converting 4306/9904 = 43.5 percent of the available work 
potential of the steam to work. 


0 


EXAMPLE 8-16 Exergy Destroyed 
during Mixing of Fluid Streams 


Water at 20 psia and 50°F enters a mixing chamber at a rate of 
300 |Ibm/min, where it is mixed steadily with steam entering at 20 psia 
and 240°F. The mixture leaves the chamber at 20 psia and 130°F, and 
heat is being lost to the surrounding air at Tọ = 70°F at a rate of 
180 Btu/min (Fig. 8-46). Neglecting the changes in kinetic and potential 
energies, determine the reversible power and the rate of exergy destruction 
for this process. 


Solution Liquid water and steam are mixed in a chamber that is losing 
heat at a specified rate. The reversible power and the rate of exergy destruc- 
tion are to be determined. 

Analysis This is a steady-flow process, which was discussed in Example 
7-20 with regard to entropy generation. The mass flow rate of the steam was 
determined in Example 7-20 to be m, = 22.7 |bm/min. 


The maximum power output (reversible power) is determined from the rate 
form of the exergy balance applied on the extended system (system + imme- 
diate surroundings), whose boundary is at the environment temperature of 
To, and by setting the exergy destruction term equal to zero, 


0 (reversible) 0 (steady) 
A = A Y= 
= K ys Gh =0 


Xi F oni a KE 
— 
Rate of net exergy transfer Rate of exergy Rate of change 
by heat, work, and mass destruction in exergy 


Xin = Xoi 


0 
6 z P 3 
Mp, + My = Wrey our + X heat + Maya 


Weyer = mpi + mp — mps 


Note that exergy transfer by heat is zero when the temperature at the point 
of transfer is the environment temperature Tọ, and the kinetic and potential 
energies are negligible. Therefore, 


V = mj(hy — Tosi) + (h — Tos) — m3(h3 — Toss) 
= (300 lbm/min)[18.07 Btu/lbm — (530 R) (0.03609 Btu/lbm - R)] 
+ (22.7 lbm/min)[1162.3 Btu/lbm — (530 R) (1.7406 Btu/lbm - R) | 
— (322.7 lbm/min)[ 97.99 Btu/lbm — (530 R) (0.18174 Btu/lbm - R)] 
= 4588 Btu/min 


That is, we could have produced work at a rate of 4588 Btu/min if we ran a 
heat engine between the hot and the cold fluid streams instead of allowing 
them to mix directly. 

The exergy destroyed is determined from 


é i ; 0 ; 

Niena Eg WE Wi T To Seen 
Thus, 

Mace = Weevout = 4588 Btu/min 


since there is no actual work produced during the process (Fig. 8-47). 
Discussion The entropy generation rate for this process was determined in 
Example 7-20 to be S,., = 8.65 Btu/min - R. Thus the exergy destroyed 
could also be determined from the second part of the above equation: 


Xeestroyed = To Sgen = (530 R)(8.65 Btu/min-R) = 4585 Btu/min 


The slight difference between the two results is due to roundoff error. 


EXAMPLE 8-17 Charging a Compressed Air Storage System 


A 200-m rigid tank initially contains atmospheric air at 100 kPa and 300 K 
and is to be used as a storage vessel for compressed air at 1 MPa and 300 K 
(Fig. 8-48). Compressed air is to be supplied by a compressor that takes in 
atmospheric air at P) = 100 kPa and 7, = 300 K. Determine the minimum 
work requirement for this process. 


Solution Air is to be compressed and stored at high pressure in a large 
tank. The minimum work required is to be determined. 
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For systems that involve no actual 
work, the reversible work and 
irreversibility are identical. 
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Features Syndicate. 
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FIGURE 8-48 
Schematic for Example 8-17. 
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Assumptions 1 Air is an ideal gas. 2 The kinetic and potential energies are 
negligible. 3 The properties of air at the inlet remain constant during the 
entire charging process. 

Analysis \We take the rigid tank combined with the compressor as the sys- 
tem. This is a contro/ volume since mass crosses the system boundary during 
the process. We note that this is an unsteady-flow process since the mass 
content of the system changes as the tank is charged. Also, there is only one 
inlet and no exit. 

The minimum work required for a process is the reversible work, which 
can be determined from the exergy balance applied on the extended system 
(system + immediate surroundings) whose boundary is at the environment 
temperature of Tọ (so that there is no exergy transfer accompanying heat 
transfer to or from the environment) and by setting the exergy destruction 
term equal to zero, 


a 0 (reversible) = 


Xin J X out E X Jestroyed a IN sce 
—S r ee 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 
Xin n X out F Xə je Xx, 


Wievin = mo 


Note that ¢, = y, = O since the initial air in the tank and the air entering 
are at the state of the environment, and the exergy of a substance at the 
state of the environment is zero. The final mass of air and the exergy of the 
pressurized air in the tank at the end of the process are 


P,V (1000 kPa) (200 m°) 
RT, (0.287 kPa: m3/kg + K) (300 K) 


= 2323 kg 


ny = 


O(since T)=Th) V 270 0 


2 
by = (uz = uo)” + Po(V2 — Vo) — Ty(s2 — 50) + > tea 


= RV — Vo) = e = 55) 
We note that 


Ria Rin Py 
Po(Vo — Vo) = Po = RT) 1 (since T) = Tp) 


P, Po P, 
0 
n7 P, P, 
To(s2 — s0) = Tol c, In T, Rin P,) RT In P, (since T, = Th) 
Therefore, 
P, P, B 2) 
b> = RTh (VCE Ri ia — = Rr in — 
Py Po Po 2 


1000 kPa | 100 kPa ) 


287 ko-K K){ 1 j 
(0.287 kJ/kg - K) (300 (m 100kPa — 1000 kPa 


120.76 kJ/kg 


and 
Weev,in = Moby = (2323 kg) (120.76 kJ/kg) = 280,525 kJ = 281 MJ 


Discussion Note that a minimum of 281 MJ of work input is required to fill 
the tank with compressed air at 300 K and 1 MPa. In reality, the required 
work input will be greater by an amount equal to the exergy destruction dur- 
ing the process. Compare this to the result of Example 8-7. What can you 
conclude? 


TOPIC OF SPECIAL INTEREST* 


Second-Law Aspects of Daily Life 


Thermodynamics is a fundamental natural science that deals with various 
aspects of energy, and even nontechnical people have a basic understanding of 
energy and the first law of thermodynamics since there is hardly any aspect of 
life that does not involve the transfer or transformation of energy in different 
forms. All the dieters, for example, base their lifestyle on the conservation of 
energy principle. Although the first-law aspects of thermodynamics are readily 
understood and easily accepted by most people, there is not a public awareness 
about the second law of thermodynamics, and the second-law aspects are not 
fully appreciated even by people with technical backgrounds. This causes 
some students to view the second law as something that is of theoretical inter- 
est rather than an important and practical engineering tool. As a result, students 
show little interest in a detailed study of the second law of thermodynamics. 
This is unfortunate because the students end up with a one-sided view of ther- 
modynamics and miss the balanced, complete picture. 

Many ordinary events that go unnoticed can serve as excellent vehicles to 
convey important concepts of thermodynamics. Below we attempt to demon- 
strate the relevance of the second-law concepts such as exergy, reversible 
work, irreversibility, and the second-law efficiency to various aspects of daily 
life using examples with which even nontechnical people can identify. Hope- 
fully, this will enhance our understanding and appreciation of the second law 
of thermodynamics and encourage us to use it more often in technical and 
even nontechnical areas. The critical reader is reminded that the concepts pre- 
sented below are soft and difficult to quantize, and that they are offered here 
to stimulate interest in the study of the second law of thermodynamics and to 
enhance our understanding and appreciation of it. 

The second-law concepts are implicitly used in various aspects of daily 
life. Many successful people seem to make extensive use of them without 
even realizing it. There is growing awareness that quality plays as important 
a role as quantity in even ordinary daily activities. The following appeared in 
an article in the Reno Gazette-Journal on March 3, 1991: 


Dr. Held considers himself a survivor of the tick-tock conspiracy. About four 
years ago, right around his 40th birthday, he was putting in 21-hour days— 
working late, working out, taking care of his three children and getting 
involved in sports. He got about four or five hours of sleep a night... . 


*This section can be skipped without a loss in continuity. 
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“Now I’m in bed by 9:30 and I’m up by 6,” he says. “I get twice as much 
done as | used to. | don’t have to do things twice or read things three times 
before | understand them.” 


This statement has a strong relevance to the second-law discussions. It indi- 
cates that the problem is not how much time we have (the first law), but, 
rather, how effectively we use it (the second law). For a person to get more 
done in less time is no different than for a car to go more miles on less fuel. 

In thermodynamics, reversible work for a process is defined as the maxi- 
mum useful work output (or minimum work input) for that process. It is the 
useful work that a system would deliver (or consume) during a process 
between two specified states if that process is executed in a reversible (per- 
fect) manner. The difference between the reversible work and the actual use- 
ful work is due to imperfections and is called irreversibility (the wasted work 
potential). For the special case of the final state being the dead state or the 
state of the surroundings, the reversible work becomes a maximum and is 
called the exergy of the system at the initial state. The irreversibility for a 
reversible or perfect process is zero. 

The exergy of a person in daily life can be viewed as the best job that per- 
son can do under the most favorable conditions. The reversible work in daily 
life, on the other hand, can be viewed as the best job a person can do under 
some specified conditions. Then the difference between the reversible work 
and the actual work done under those conditions can be viewed as the irre- 
versibility or the exergy destroyed. In engineering systems, we try to identify 
the major sources of irreversibilities and minimize them in order to maxi- 
mize performance. In daily life, a person should do just that to maximize his 
or her performance. 

The exergy of a person at a given time and place can be viewed as the 
maximum amount of work he or she can do at that time and place. Exergy 
is certainly difficult to quantify because of the interdependence of physical 
and intellectual capabilities of a person. The ability to perform physical and 
intellectual tasks simultaneously complicates things even further. Schooling 
and training obviously increase the exergy of a person. Aging decreases the 
physical exergy. Unlike most mechanical things, the exergy of human 
beings is a function of time, and the physical and/or intellectual exergy of a 
person goes to waste if it is not utilized at the time. A barrel of oil loses 
nothing from its exergy if left unattended for 40 years. However, a person 
will lose much of his or her entire exergy during that time period if he or 
she just sits back. 

A hard-working farmer, for example, may make full use of his physical 
exergy but very little use of his intellectual exergy. That farmer, for example, 
could learn a foreign language or a science by listening to some educational 
CDs at the same time he is doing his physical work. This is also true for peo- 
ple who spend considerable time in the car commuting to work. It is hoped 
that some day we will be able to do exergy analysis for people and their 
activities. Such an analysis will point out the way for people to minimize 
their exergy destruction, and get more done in less time. Computers can per- 
form several tasks at once. Why shouldn’t human beings be able to do the 
same? 


Children are born with different levels of exergies (talents) in different 
areas. Giving aptitude tests to children at an early age is simply an attempt to 
uncover the extent of their “hidden” exergies, or talents. The children are 
then directed to areas in which they have the greatest exergy. As adults, they 
are more likely to perform at high levels without stretching the limits if they 
are naturally fit to be in that area. 

We can view the level of alertness of a person as his or her exergy for 
intellectual affairs. When a person is well-rested, the degree of alertness, 
and thus intellectual exergy, is at a maximum and this exergy decreases 
with time as the person gets tired, as illustrated in Fig. 8-49. Different 
tasks in daily life require different levels of intellectual exergy, and the 
difference between available and required alertness can be viewed as the 
wasted alertness or exergy destruction. To minimize exergy destruction, 
there should be a close match between available alertness and required 
alertness. 

Consider a well-rested student who is planning to spend her next 4 h 
studying and watching a 2-h-long movie. From the first-/aw point of view, it 
makes no difference in what order these tasks are performed. But from the 
second-law point of view, it makes a lot of difference. Of these two tasks, 
studying requires more intellectual alertness than watching a movie does, 
and thus it makes thermodynamic sense to study first when the alertness is 
high and to watch the movie later when the alertness is lower, as shown in 
the figure. A student who does it backwards wastes a lot of alertness while 
watching the movie, as illustrated in Fig. 8-49, and she has to keep going 
back and forth while studying because of insufficient alertness, thus getting 
less done in the same time period. 


Mental 4 Mental 
alertness alertness 


Variation of mental 
alertness with time 


Variation of mental 
alertness with time 


P| | 


Wasted alertness 
x (irreversibility) 


Wasted alertness 
a (irreversibility) 


Alertness Alertness 
required for i required for 
studying Alertness Alertness studying 
required for required for 
watching TV watching TV 
i 
0 2 4 Time (h) 0 2 4 Time (h) 
(a) Studying first (b) Watching a movie first 
FIGURE 8-49 


The irreversibility associated with a student studying and watching a movie on 
television, each for two hours. 
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I have only just a minute, 
Only 60 seconds in it, 
Forced upon me—can’t refuse it 
Didn’t seek it, didn’t choose it. 
But it is up to me to use it. 

I must suffer if I lose it. 

Give account if I abuse it, 

Just a tiny little minute— 

But eternity is in it. 


(anonymous) 


FIGURE 8-50 


A poetic expression of exergy and 
exergy destruction. 


In thermodynamics, the first-law efficiency (or thermal efficiency) of a 
heat engine is defined as the ratio of net work output to total heat input. 
That is, it is the fraction of the heat supplied that is converted to net work. 
In general, the first-law efficiency can be viewed as the ratio of the desired 
output to the required input. The first-law efficiency makes no reference to 
the best possible performance, and thus the first-law efficiency alone is not 
a realistic measure of performance. To overcome this deficiency, we defined 
the second-law efficiency, which is a measure of actual performance relative 
to the best possible performance under the same conditions. For heat 
engines, the second-law efficiency is defined as the ratio of the actual ther- 
mal efficiency to the maximum possible (reversible) thermal efficiency 
under the same conditions. 

In daily life, the first-law efficiency or performance of a person can be 
viewed as the accomplishment of that person relative to the effort he or she 
puts in. The second-law efficiency of a person, on the other hand, can be 
viewed as the performance of that person relative to the best possible perfor- 
mance under the circumstances. 

Happiness is closely related to the second-law efficiency. Small children 
are probably the happiest human beings because there is so little they can do, 
but they do it so well, considering their limited capabilities. That is, children 
have very high second-law efficiencies in their daily lives. The term “full 
life” also refers to second-law efficiency. A person is considered to have a 
full life, and thus a very high second-law efficiency, if he or she has utilized 
all of his or her abilities to the limit during a lifetime. 

Even a person with some disabilities has to put in considerably more effort 
to accomplish what a physically fit person accomplishes. Yet, despite accom- 
plishing less with more effort, the person with disabilities who gives an 
impressive performance often gets more praise. Thus we can say that this 
person with disabilities had a low first-law efficiency (accomplishing little 
with a lot of effort) but a very high second-law efficiency (accomplishing as 
much as possible under the circumstances). 

In daily life, exergy can also be viewed as the opportunities that we have 
and the exergy destruction as the opportunities wasted. Time is the biggest 
asset that we have, and the time wasted is the wasted opportunity to do 
something useful (Fig. 8—50). 

The examples above show that several parallels can be drawn between the 
supposedly abstract concepts of thermodynamics related to the second law 
and daily life, and that the second-law concepts can be used in daily life as 
frequently and authoritatively as the first-law concepts. Relating the abstract 
concepts of thermodynamics to ordinary events of life benefits both engi- 
neers and social scientists: it helps engineers to have a clearer picture of 
those concepts and to understand them better, and it enables social scientists 
to use these concepts to describe and formulate some social or psychological 
phenomena better and with more precision. This is like mathematics and sci- 
ences being used in support of each other: abstract mathematical concepts 
are best understood using examples from sciences, and scientific phenomena 
are best described and formulated with the help of mathematics. 
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The arguments presented here are exploratory in nature, and they are 
hoped to initiate some interesting discussions and research that may lead into 
better understanding of performance in various aspects of daily life. The sec- 
ond law may eventually be used to determine quantitatively the most effec- 
tive way to improve the quality of life and performance in daily life, as it is 
presently used to improve the performance of engineering systems. 


SUMMARY 


The energy content of the universe is constant, just as its 
mass content is. Yet at times of crisis we are bombarded with 
speeches and articles on how to “conserve” energy. As engi- 
neers, we know that energy is already conserved. What is not 
conserved is exergy, which is the useful work potential of the 
energy. Once the exergy is wasted, it can never be recovered. 
When we use energy (to heat our homes for example), we are 
not destroying any energy; we are merely converting it to a 
less useful form, a form of less exergy. 

The useful work potential of a system at the specified state 
is called exergy. Exergy is a property and is associated with 
the state of the system and the environment. A system that is 
in equilibrium with its surroundings has zero exergy and is 
said to be at the dead state. The exergy of heat supplied by 
thermal energy reservoirs is equivalent to the work output of 
a Carnot heat engine operating between the reservoir and the 
environment. 

Reversible work W,,, is defined as the maximum amount 
of useful work that can be produced (or the minimum work 
that needs to be supplied) as a system undergoes a process 
between the specified initial and final states. This is the use- 
ful work output (or input) obtained when the process between 
the initial and final states is executed in a totally reversible 
manner. The difference between the reversible work Wev 
and the useful work W, is due to the irreversibilities present 
during the process and is called the irreversibility I. It is 
equivalent to the exergy destroyed and is expressed as 


I= X destroyed — T) Seen = Weev-out W,, out = Wain Wievin 


where Spon 1s the entropy generated during the process. For a 
totally reversible process, the useful and reversible work 
terms are identical and thus exergy destruction is zero. 
Exergy destroyed represents the lost work potential and is 
also called the wasted work or lost work. 

The second-law efficiency is a measure of the performance 
of a device relative to the performance under reversible con- 


ditions for the same end states and is given by 


mm = Nin — Wi 
E Nih,rev Wrey 


for heat engines and other work-producing devices and 


COP Wey 


~ COP W, 


Ni 


for refrigerators, heat pumps, and other work-consuming 
devices. In general, the second-law efficiency is expressed as 


Exergy recovered Exergy destroyed 


Ni = 


Exergy supplied exergy supplied 


The exergies of a fixed mass (nonflow exergy) and of a flow 
stream are expressed as 


Nonflow exergy: œ= (u — uo) + Po(v— v) - T (s 


Flow exergy: Y= (h = ho) = Th(s = 59) + + gz 


2 


Then the exergy change of a fixed mass or fluid stream as it 
undergoes a process from state 1 to state 2 is given by 


AX = X, — X, = m(¢, — Qı) 
= (E, — E,) + Pa(⁄V — Vi) — D(S2 — Sı) 
= (U, — Uy) + Pa(V — Vi) — D(S2 — $1) 
Vi-Vi 
t m——= + mg(z2 — zı) 
Ay = p — p = (hy — hy) — Tols — s1) 
y2- y2 
t - 2 ! H g(z2 zı) 


Exergy can be transferred by heat, work, and mass flow, and 
exergy transfer accompanied by heat, work, and mass transfer 
are given by 

Exergy T 
transfer — Xien = (1 = Pje 
by heat: T 
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Exergy W — Wa (for boundary work) 
transfer Xwok = 

by work: W (for other forms of work) 
Exergy 

transfer Xmas = mp 

by mass: 


The exergy of an isolated system during a process always 
decreases or, in the limiting case of a reversible process, 
remains constant. This is known as the decrease of exergy 
principle and is expressed as 


AX isolated = (X2 ~ X )isctated =0 


Exergy balance for any system undergoing any process can 
be expressed as 


General: Xin = Xout a X destroyed = AX system 
a 
Net exergy transfer Exergy Change 
by heat, work, and mass destruction in exergy 
General Xin T X out X destroyed = dX system/ dt 
id — a) ed 
rate for M: Rate of net exergy transfer Rate of exergy Rate of change 
by heat, work, and mass destruction in exergy 


General, (Xin — 
unit-mass basis: 


Xout) T Xdestroyed T Ayaan 


where 

X heat = (1 ~ T,/T)Q 

X work — Wasetul 

X mas = mip 
For a reversible process, the exergy destruction term Xgesroyed 
drops out. Taking the positive direction of heat transfer to be to 
the system and the positive direction of work transfer to be 


from the system, the general exergy balance relations can be 
expressed more explicitly as 


S(1- Bo. - w- ru- v) 


F X, my ~ > mp T X destroyed = Xə = xX; 


in out 
se 
1-= P 
> ( rô G a 
; ; . dX 
T Dy mip = > inp = X destroyed = a 
in out 
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PROBLEMS* 


Exergy, Irreversibility, Reversible Work, 
and Second-Law Efficiency 


8-1C How does reversible work differ from useful work? 


8-2C Under what conditions does the reversible work equal 
irreversibility for a process? 


8-3C What final state will maximize the work output of a 
device? 


8-4C Is the exergy of a system different in different 
environments? 


8-5C How does useful work differ from actual work? For 
what kind of systems are these two identical? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon § are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


8-6C Consider a process that involves no irreversibilities. 
Will the actual useful work for that process be equal to the 
reversible work? 


8-7C Consider two geothermal wells whose energy con- 
tents are estimated to be the same. Will the exergies of these 
wells necessarily be the same? Explain. 


8-8C Consider two systems that are at the same pressure as 
the environment. The first system is at the same temperature 
as the environment, whereas the second system is at a lower 
temperature than the environment. How would you compare 
the exergies of these two systems? 


8-9C Consider an environment of zero absolute pressure 
(such as outer space). How will the actual work and the use- 
ful work compare in that environment? 


8-10C What is the second-law efficiency? How does it 
differ from the first-law efficiency? 


8-11C Does a power plant that has a higher thermal effi- 
ciency necessarily have a higher second-law efficiency than 
one with a lower thermal efficiency? Explain. 


8-12C Does a refrigerator that has a higher COP necessar- 
ily have a higher second-law efficiency than one with a lower 
COP? Explain. 


8-13C Can a process for which the reversible work is zero 
be reversible? Can it be irreversible? Explain. 


8-14C Consider a process during which no entropy is gen- 
erated (Sgen = 0). Does the exergy destruction for this process 
have to be zero? 


8-15 The electric power needs of a community are to be 
met by windmills with 10-m-diameter rotors. The windmills 
are to be located where the wind is blowing steadily at an 
average velocity of 8 m/s. Determine the minimum number 
of windmills that need to be installed if the required power 
output is 600 kW. 


8-16 One method of meeting the extra electric power 
demand at peak periods is to pump some water from a large 


FIGURE P8-16 
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body of water (such as a lake) to a water reservoir at a higher 
elevation at times of low demand and to generate electricity at 
times of high demand by letting this water run down and rotate 
a turbine (i.e., convert the electric energy to potential energy 
and then back to electric energy). For an energy storage capac- 
ity of 5 X 10° kWh, determine the minimum amount of water 
that needs to be stored at an average elevation (relative to the 
ground level) of 75 m. Answer: 2.45 x 101° kg 


8-17 Consider a thermal energy reservoir at 1500 K that 
can supply heat at a rate of 150,000 kJ/h. Determine the 
exergy of this supplied energy, assuming an environmental 
temperature of 25°C. 


8-18 q a A heat engine receives heat from a source at 1500 
D K at a rate of 700 kJ/s, and it rejects the waste 
heat to a medium at 320 K. The measured power output of the 
heat engine is 320 kW, and the environment temperature is 
25°C. Determine (a) the reversible power, (b) the rate of irre- 
versibility, and (c) the second-law efficiency of this heat 
engine. Answers: (a) 550.7 kW, (b) 230.7 kW, (c) 58.1 percent 


8-19 Reconsider Prob. 8-18. Using EES (or other) 

SS software, study the effect of reducing the temper- 
ature at which the waste heat is rejected on the reversible 
power, the rate of irreversibility, and the second-law efficiency 
as the rejection temperature is varied from 500 to 298 K, and 
plot the results. 


8-20E A heat engine that rejects waste heat to a sink at 530 R 
has a thermal efficiency of 36 percent and a second-law effi- 
ciency of 60 percent. Determine the temperature of the source 
that supplies heat to this engine. Answer: 1325 R 


FIGURE P8-20E 
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8-21 How much of the 100 kJ of thermal energy at 800 K 
can be converted to useful work? Assume the environment to 
be at 25°C. 


8-22 A heat engine that receives heat from a furnace at 
1200°C and rejects waste heat to a river at 20°C has a ther- 
mal efficiency of 40 percent. Determine the second-law effi- 
ciency of this power plant. 


8-23 A house that is losing heat at a rate of 80,000 kJ/h 
when the outside temperature drops to 15°C is to be heated by 
electric resistance heaters. If the house is to be maintained at 
22°C at all times, determine the reversible work input for this 
process and the irreversibility. Answers: 0.53 kW, 21.69 kW 


8-24E A freezer is maintained at 20°F by removing heat 
from it at a rate of 75 Btu/min. The power input to the freezer 
is 0.70 hp, and the surrounding air is at 75°F. Determine 
(a) the reversible power, (b) the irreversibility, and (c) the 
second-law efficiency of this freezer. Answers: (a) 0.20 hp, 
(b) 0.50 hp, (c) 28.9 percent 


8-25 Show that the power produced by a wind turbine is 
proportional to the cube of the wind velocity and to the 
square of the blade span diameter. 


8-26 A geothermal power plant uses geothermal liquid water 
at 160°C at a rate of 440 kg/s as the heat source, and produces 
14 MW of net power in an environment at 25°C. If 18.5 MW 
of exergy entering the plant with the geothermal water is 
destructed within the plant, determine (a) the exergy of the 
geothermal water entering the plant, (b) the second-law effi- 
ciency, and (c) the exergy of the heat rejected from the plant. 


Exergy Analysis of Closed Systems 


8-27C 
(S 
8-28C Can a system have a higher second-law efficiency 


than the first-law efficiency during a process? Give examples. 


8-29 A piston—cylinder device initially contains 2 L of air at 
100 kPa and 25°C. Air is now compressed to a final state of 
600 kPa and 150°C. The useful work input is 1.2 kJ. Assuming 


Is a process during which no entropy is generated 


sen 0) necessarily reversible? 


V,=2L 


P, = 100 kPa 
T, =25°C 


FIGURE P8-29 


the surroundings are at 100 kPa and 25°C, determine (a) the 
exergy of the air at the initial and the final states, (b) the mini- 
mum work that must be supplied to accomplish this compres- 
sion process, and (c) the second-law efficiency of this process. 
Answers: (a) O, 0.171 kJ, (b) 0.171 kJ, (c) 14.3 percent 


8-30 A piston—cylinder device contains 5 kg of refrigerant- 
134a at 0.7 MPa and 60°C. The refrigerant is now cooled at 
constant pressure until it exists as a liquid at 24°C. If the sur- 
roundings are at 100 kPa and 24°C, determine (a) the exergy 
of the refrigerant at the initial and the final states and (b) the 
exergy destroyed during this process. 


8-31 The radiator of a steam heating system has a volume of 
20 L and is filled with superheated water vapor at 200 kPa and 
200°C. At this moment both the inlet and the exit valves to the 
radiator are closed. After a while it is observed that the temper- 
ature of the steam drops to 80°C as a result of heat transfer to 
the room air, which is at 21°C. Assuming the surroundings to 
be at 0°C, determine (a) the amount of heat transfer to the 
room and (b) the maximum amount of heat that can be sup- 
plied to the room if this heat from the radiator is supplied to a 
heat engine that is driving a heat pump. Assume the heat 
engine operates between the radiator and the surroundings. 
Answers: (a) 30.3 kJ, (b) 116.3 kJ 


Q 
STEAM “a 
20E 
Bi = 200 kPa 
T; = 200°C "E 
FIGURE P8-31 
8-32 Reconsider Prob. 8-31. Using EES (or other) 


SS software, investigate the effect of the final steam 
temperature in the radiator on the amount of actual heat 
transfer and the maximum amount of heat that can be trans- 
ferred. Vary the final steam temperature from 80 to 21°C and 
plot the actual and maximum heat transferred to the room as 
functions of final steam temperature. 


8-33E A well-insulated rigid tank contains 6 lbm of satu- 
rated liquid—vapor mixture of water at 35 psia. Initially, 
three-quarters of the mass is in the liquid phase. An electric 
resistance heater placed in the tank is turned on and kept on 
until all the liquid in the tank is vaporized. Assuming the 
surroundings to be at 75°F and 14.7 psia, determine (a) the 
exergy destruction and (b) the second-law efficiency for 
this process. 


8-34 A rigid tank is divided into two equal parts by a parti- 
tion. One part of the tank contains 1.5 kg of compressed liq- 
uid water at 300 kPa and 60°C and the other side is evacuated. 


Now the partition is removed, and the water expands to fill the 
entire tank. If the final pressure in the tank is 15 kPa, deter- 
mine the exergy destroyed during this process. Assume the 
surroundings to be at 25°C and 100 kPa. Answer: 3.67 kJ 


8-35 Reconsider Prob. 8-34. Using EES (or other) 
SS software, study the effect of final pressure in the 
tank on the exergy destroyed during the process. Plot the 
exergy destroyed as a function of the final pressure for final 
pressures between 25 and 15 kPa, and discuss the results. 


8-36 An insulated piston—cylinder device contains 2 L of 
saturated liquid water at a constant pressure of 150 kPa. An 
electric resistance heater inside the cylinder is turned on, and 
electrical work is done on the water in the amount of 2200 kJ. 
Assuming the surroundings to be at 25°C and 100 kPa, deter- 
mine (a) the minimum work with which this process could be 
accomplished and (b) the exergy destroyed during this 
process. Answers: (a) 437.7 kJ, (b) 1705 kJ 


Saturated 
liquid 
H,O 
P= ISOKRa 


FIGURE P8-36 


8-37 Reconsider Prob. 8-36. Using EES (or other) 

& software, investigate the effect of the amount of 
electrical work supplied to the device on the minimum work 
and the exergy destroyed as the electrical work is varied from 
0 to 2200 kJ, and plot your results. 


8-38 An insulated piston—cylinder device contains 0.05 m° 
of saturated refrigerant-134a vapor at 0.8 MPa pressure. The 
refrigerant is now allowed to expand in a reversible manner 
until the pressure drops to 0.2 MPa. Determine the change in 
the exergy of the refrigerant during this process and the 
reversible work. Assume the surroundings to be at 25°C 
and 100 kPa. 


8-39E Oxygen gas is compressed in a piston—cylinder 
device from an initial state of 12 ft?/lbm and 75°F to a final 
state of 1.5 ft?/Ilbm and 525°F. Determine the reversible work 
input and the increase in the exergy of the oxygen during this 
process. Assume the surroundings to be at 14.7 psia and 
75°F. Answers: 60.7 Btu/Ibm, 60.7 Btu/Ibm 


8-40 A 1.2-m° insulated rigid tank contains 2.13 kg of car- 
bon dioxide at 100 kPa. Now paddle-wheel work is done on 
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the system until the pressure in the tank rises to 120 kPa. 
Determine (a) the actual paddle-wheel work done during this 
process and (b) the minimum paddle-wheel work with which 
this process (between the same end states) could be accom- 
plished. Take Ty) = 298 K. Answers: (a) 87.0 kJ, (b) 7.74 kJ 


FIGURE P8—40 


8-41 An insulated piston—cylinder device initially contains 
30 L of air at 120 kPa and 27°C. Air is now heated for 5 min 
by a 50-W resistance heater placed inside the cylinder. The 
pressure of air is maintained constant during this process, and 
the surroundings are at 27°C and 100 kPa. Determine the 
exergy destroyed during this process. Answer: 9.9 kJ 


8-42 A mass of 8 kg of helium undergoes a process from 
an initial state of 3 m*/kg and 15°C to a final state of 0.5 
m*/kg and 80°C. Assuming the surroundings to be at 25°C 
and 100 kPa, determine the increase in the useful work 
potential of the helium during this process. 


8-43 An insulated rigid tank is divided into two equal parts 
by a partition. Initially, one part contains 3 kg of argon gas at 
300 kPa and 70°C, and the other side is evacuated. The parti- 
tion is now removed, and the gas fills the entire tank. Assum- 
ing the surroundings to be at 25°C, determine the exergy 
destroyed during this process. Answer: 129 kJ 


8-44E A 70-lbm copper block initially at 250°F is dropped 
into an insulated tank that contains 1.5 ft? of water at 75°F. 
Determine (a) the final equilibrium temperature and (b) the 
work potential wasted during this process. Assume the sur- 
roundings to be at 75°F. 


8-45 An iron block of unknown mass at 85°C is dropped 
into an insulated tank that contains 100 L of water at 20°C. 
At the same time, a paddle wheel driven by a 200-W motor is 


FIGURE P8-45 
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activated to stir the water. It is observed that thermal equilib- 
rium is established after 20 min with a final temperature of 
24°C. Assuming the surroundings to be at 20°C, determine 
(a) the mass of the iron block and (b) the exergy destroyed 
during this process. Answers: (a) 52.0 kg, (b) 375 kJ 


8-46 A 50-kg iron block and a 20-kg copper block, both 
initially at 80°C, are dropped into a large lake at 15°C. Ther- 
mal equilibrium is established after a while as a result of heat 
transfer between the blocks and the lake water. Assuming the 
surroundings to be at 20°C, determine the amount of work 
that could have been produced if the entire process were exe- 
cuted in a reversible manner. 


8-47E A 12-fť rigid tank contains refrigerant-134a at 
40 psia and 55 percent quality. Heat is transferred now to the 
refrigerant from a source at 120°F until the pressure rises to 
60 psia. Assuming the surroundings to be at 75°F, determine 
(a) the amount of heat transfer between the source and the 
refrigerant and (b) the exergy destroyed during this process. 


Thermodynamics 


8—48 Chickens with an average mass of 2.2 kg and average 
specific heat of 3.54 kJ/kg - °C are to be cooled by chilled 
water that enters a continuous-flow-type immersion chiller at 
0.5°C and leaves at 2.5°C. Chickens are dropped into the 
chiller at a uniform temperature of 15°C at a rate of 500 chick- 
ens per hour and are cooled to an average temperature of 3°C 
before they are taken out. The chiller gains heat from the sur- 
roundings at a rate of 200 kJ/h. Determine (a) the rate of heat 
removal from the chicken, in kW, and (b) the rate of exergy 
destruction during this chilling process. Take Tọ = 25°C. 


8-49 An ordinary egg can be approximated as a 5.5-cm- 
diameter sphere. The egg is initially at a uniform temperature of 
8°C and is dropped into boiling water at 97°C. Taking the prop- 
erties of egg to be p = 1020 kg/m? and c, = 3.32 kJ/kg - °C, 
determine how much heat is transferred to the egg by the time 
the average temperature of the egg rises to 70°C and the 
amount of exergy destruction associated with this heat transfer 
process. Take Tọ = 25°C. 


FIGURE P8-49 


8-50 Stainless steel ball bearings (ọ = 8085 kg/m? and 
c, = 0.480 kJ/kg - °C) having a diameter of 1.2 cm are to be 
quenched in water at a rate of 1400 per minute. The balls 
leave the oven at a uniform temperature of 900°C and are 


exposed to air at 30°C for a while before they are dropped 
into the water. If the temperature of the balls drops to 850°C 
prior to quenching, determine (a) the rate of heat transfer 
from the balls to the air and (b) the rate of exergy destruction 
due to heat loss from the balls to the air. 


8-51 Carbon steel balls (9 = 7833 kg/m? and c, = 0.465 
kJ/kg - °C) 8 mm in diameter are annealed by heating them first 
to 900°C in a furnace and then allowing them to cool slowly to 
100°C in ambient air at 35°C. If 1200 balls are to be annealed 
per hour, determine (a) the rate of heat transfer from the balls to 
the air and (b) the rate of exergy destruction due to heat loss 


from the balls to the air. Answers: (a) 260 W, (b) 146 W 


Furnace Air, 35°C 


900°C Steel ball 100°C 


FIGURE P8-51 


8-52 A 0.04-m? tank initially contains air at ambient condi- 
tions of 100 kPa and 22°C. Now, a 15-liter tank containing liq- 
uid water at 85°C is placed into the tank without causing any 
air to escape. After some heat transfer from the water to the air 
and the surroundings, both the air and water are measured to 
be at 44°C. Determine (a) the amount of heat lost to the sur- 
roundings and (b) the exergy destruction during this process. 


FIGURE P8-52 


8-53 A piston—cylinder device initially contains 1.4 kg of 
refrigerant-134a at 140 kPa and 20°C. Heat is now transferred 
to the refrigerant, and the piston, which is resting on a set of 
stops, starts moving when the pressure inside reaches 180 kPa. 
Heat transfer continues until the temperature reaches 120°C. 
Assuming the surroundings to be at 25°C and 100 kPa, deter- 
mine (a) the work done, (b) the heat transfer, (c) the exergy 
destroyed, and (d) the second-law efficiency of this process. 
Answers: (a) 2.57 kJ, (b) 120 kJ, (c) 13.5 kJ, (d) 0.078 


Exergy Analysis of Control Volumes 


8-54 Steam is throttled from 8 MPa and 450°C to 6 MPa. 
Determine the wasted work potential during this throttling 


FIGURE P8-53 


process. Assume the surroundings to be at 25°C. Answer: 
36.6 kJ/kg 


8-55 Ip Air is compressed steadily by an 8-kW com- 

D pressor from 100 kPa and 17°C to 600 kPa and 
167°C at a rate of 2.1 kg/min. Neglecting the changes in 
kinetic and potential energies, determine (a) the increase in 
the exergy of the air and (b) the rate of exergy destroyed dur- 
ing this process. Assume the surroundings to be at 17°C. 


600 kPa 
167°C 


AIR ‘i 


100 kPa 
172€ 
FIGURE P8-55 
8-56 Reconsider Prob. 8-55. Using EES (or other) 


SS software, solve the problem and in addition 
determine the actual heat transfer, if any, and its direction, the 
minimum power input (the reversible power), and the com- 
pressor second-law efficiency. Then interpret the results when 
the outlet temperature is set to, say, 300°C. Explain the val- 
ues of heat transfer, exergy destroyed, and efficiency when 
the outlet temperature is set to 209.31°C and mass flow rate 
to 2.466 kg/min. 


8-57  Refrigerant-134a at 1 MPa and 100°C is throttled to a 
pressure of 0.8 MPa. Determine the reversible work and 
exergy destroyed during this throttling process. Assume the 
surroundings to be at 30°C. 


8-58 Reconsider Prob. 8-57. Using EES (or other) 

SS software, investigate the effect of exit pressure 
on the reversible work and exergy destruction. Vary the throt- 
tle exit pressure from 1 to 0.1 MPa and plot the reversible 
work and exergy destroyed as functions of the exit pressure. 
Discuss the results. 


Chapter 8 | 415 


8-59 Air enters a nozzle steadily at 300 kPa and 87°C with 
a velocity of 50 m/s and exits at 95 kPa and 300 m/s. The 
heat loss from the nozzle to the surrounding medium at 17°C 
is estimated to be 4 kJ/kg. Determine (a) the exit temperature 
and (b) the exergy destroyed during this process. Answers: 
(a) 39.5°C, (b) 58.4 kJ/kg 


8—60 Reconsider Prob. 8-59. Using EES (or other) soft- 

SS ware, study the effect of varying the nozzle exit 
velocity from 100 to 300 m/s on both the exit temperature and 
exergy destroyed, and plot the results. 


8-61 Steam enters a diffuser at 10 kPa and 50°C with a 
velocity of 300 m/s and exits as saturated vapor at 50°C and 
70 m/s. The exit area of the diffuser is 3 m?. Determine (a) the 
mass flow rate of the steam and (b) the wasted work potential 
during this process. Assume the surroundings to be at 25°C. 


8-62E Air is compressed steadily by a compressor from 
14.7 psia and 60°F to 100 psia and 480°F at a rate of 
22 lbm/min. Assuming the surroundings to be at 60°F, deter- 
mine the minimum power input to the compressor. Assume 
air to be an ideal gas with variable specific heats, and neglect 
the changes in kinetic and potential energies. 


8-63 Steam enters an adiabatic turbine at 6 MPa, 600°C, 
and 80 m/s and leaves at 50 kPa, 100°C, and 140 m/s. If the 
power output of the turbine is 5 MW, determine (a) the 
reversible power output and (b) the second-law efficiency of 
the turbine. Assume the surroundings to be at 25°C. 

Answers: (a) 5.84 MW, (b) 85.6 percent 


80 m/s 
6 MPa 
600°C 


50 kPa 
100°C 
140 m/s 


FIGURE P8-63 


8-64 Steam is throttled from 9 MPa and 500°C to a pres- 
sure of 7 MPa. Determine the decrease in exergy of the steam 
during this process. Assume the surroundings to be at 25°C. 
Answer: 32.3 kJ/kg 


8-65 Combustion gases enter a gas turbine at 900°C, 800 
kPa, and 100 m/s and leave at 650°C, 400 kPa, and 220 m/s. 
Taking c, = 1.15 kJ/kg - °C and k = 1.3 for the combustion 
gases, determine (a) the exergy of the combustion gases at 
the turbine inlet and (b) the work output of the turbine under 
reversible conditions. Assume the surroundings to be at 25°C 
and 100 kPa. Can this turbine be adiabatic? 
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8-66E Refrigerant-134a enters an adiabatic compressor as 
saturated vapor at 30 psia at a rate of 20 ft?/min and exits at 
70 psia pressure. If the isentropic efficiency of the compressor 
is 80 percent, determine (a) the actual power input and (b) the 
second-law efficiency of the compressor. Assume the sur- 
roundings to be at 75°F. Answers: (a) 2.85 hp, (b) 79.8 percent 


8-67 Refrigerant-134a at 140 kPa and — 10°C is compressed 
by an adiabatic 0.5-kW compressor to an exit state of 700 kPa 
and 60°C. Neglecting the changes in kinetic and potential 
energies and assuming the surroundings to be at 27°C, deter- 
mine (a) the isentropic efficiency and (b) the second-law 
efficiency of the compressor. 


Thermodynamics 


700 kPa 
60°C 
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FIGURE P8-67 


8-68 Air is compressed by a compressor from 95 kPa and 
27°C to 600 kPa and 277°C at a rate of 0.06 kg/s. Neglecting 
the changes in kinetic and potential energies and assuming 
the surroundings to be at 25°C, determine the reversible 
power input for this process. Answer: 13.7 kW 


8-69 Reconsider Prob. 8-68. Using EES (or other) 
SS software, investigate the effect of compressor 
exit pressure on reversible power. Vary the compressor exit 
pressure from 200 to 600 kPa while keeping the exit temper- 
ature at 277°C. Plot the reversible power input for this 
process as a function of the compressor exit pressure. 


8-70 Argon gas enters an adiabatic compressor at 120 kPa 
and 30°C with a velocity of 20 m/s and exits at 1.2 MPa, 
530°C, and 80 m/s. The inlet area of the compressor is 
130 cm?. Assuming the surroundings to be at 25°C, deter- 
mine the reversible power input and exergy destroyed. 
Answers: 126 kW, 4.12 kW 


8-71 Steam expands in a turbine steadily at a rate of 
15,000 kg/h, entering at 8 MPa and 450°C and leaving at 
50 kPa as saturated vapor. Assuming the surroundings to be 
at 100 kPa and 25°C, determine (a) the power potential of the 
steam at the inlet conditions and (b) the power output of the 
turbine if there were no irreversibilities present. Answers: 
(a) 5515 kW, (b) 3902 kW 


8-72E Air enters a compressor at ambient conditions of 
15 psia and 60°F with a low velocity and exits at 150 psia, 
620°F, and 350 ft/s. The compressor is cooled by the ambient 


air at 60°F at a rate of 1500 Btu/min. The power input to the 
compressor is 400 hp. Determine (a) the mass flow rate of air 
and (b) the portion of the power input that is used just to 
overcome the irreversibilities. 


8-73 Hot combustion gases enter the nozzle of a turbojet 
engine at 260 kPa, 747°C, and 80 m/s and exit at 70 kPa and 
500°C. Assuming the nozzle to be adiabatic and the sur- 
roundings to be at 20°C, determine (a) the exit velocity and 
(b) the decrease in the exergy of the gases. Take k = 1.3 and 
c, = 1.15 kJ/kg - °C for the combustion gases. 


ee 


Se Combustion 70 kPa 
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FIGURE P8-73 


8-74 Steam is usually accelerated in the nozzle of a turbine 
before it strikes the turbine blades. Steam enters an adiabatic 
nozzle at 7 MPa and 500°C with a velocity of 70 m/s and 
exits at 5 MPa and 450°C. Assuming the surroundings to be 
at 25°C, determine (a) the exit velocity of the steam, (b) the 
isentropic efficiency, and (c) the exergy destroyed within the 
nozzle. 


8-75 Carbon dioxide enters a compressor at 100 kPa and 
300 K at a rate of 0.2 kg/s and exits at 600 kPa and 450 K. 
Determine the power input to the compressor if the process 
involved no irreversibilities. Assume the surroundings to be at 
25°C. Answer: 25.5 kW 


8-76E A hot-water stream at 160°F enters an adiabatic 
mixing chamber with a mass flow rate of 4 lbm/s, where it is 
mixed with a stream of cold water at 70°F. If the mixture 
leaves the chamber at 110°F, determine (a) the mass flow rate 
of the cold water and (b) the exergy destroyed during this 
adiabatic mixing process. Assume all the streams are at a 
pressure of 50 psia and the surroundings are at 75°F. 
Answers: (a) 5.0 Ibm/s, (b) 14.6 Btu/s 


8-77 Liquid water at 200 kPa and 20°C is heated in a 
chamber by mixing it with superheated steam at 200 kPa and 


600 kJ/min 
—_— ra 
| 
2.5 kg/ l ii 
cS eee corc 
chamber = |——————> 
I 
300°C ||  200kPa | 
A we | 
FIGURE P8-77 


300°C. Liquid water enters the mixing chamber at a rate of 
2.5 kg/s, and the chamber is estimated to lose heat to the sur- 
rounding air at 25°C at a rate of 600 kJ/min. If the mixture 
leaves the mixing chamber at 200 kPa and 60°C, determine 
(a) the mass flow rate of the superheated steam and (b) the 
wasted work potential during this mixing process. 


8-78 Air enters the evaporator section of a window air con- 
ditioner at 100 kPa and 27°C with a volume flow rate of 
6 m/min. Refrigerant-134a at 120 kPa with a quality of 0.3 
enters the evaporator at a rate of 2 kg/min and leaves as satu- 
rated vapor at the same pressure. Determine the exit tempera- 
ture of the air and the exergy destruction for this process, 
assuming (a) the outer surfaces of the air conditioner are 
insulated and (b) heat is transferred to the evaporator of the 
air conditioner from the surrounding medium at 32°C at a 
rate of 30 kJ/min. 


8-79 A 0.1-m’ rigid tank initially contains refrigerant-134a 
at 1.2 MPa and 100 percent quality. The tank is connected 
by a valve to a supply line that carries refrigerant-134a at 
1.6 MPa and 30°C. The valve is now opened, allowing the 
refrigerant to enter the tank, and it is closed when the tank 
contains only saturated liquid at 1.4 MPa. The refrigerant 
exchanges heat with its surroundings at 45°C and 100 kPa 
during this process. Determine (a) the mass of the refrigerant 
that entered the tank and (b) the exergy destroyed during this 
process. 


8-80 A 0.6-m? rigid tank is filled with saturated liquid 
water at 170°C. A valve at the bottom of the tank is now 
opened, and one-half of the total mass is withdrawn from the 
tank in liquid form. Heat is transferred to water from a source 
of 210°C so that the temperature in the tank remains con- 
stant. Determine (a) the amount of heat transfer and (b) the 
reversible work and exergy destruction for this process. 
Assume the surroundings to be at 25°C and 100 kPa. 
Answers: (a) 2545 kJ, (b) 141.2 kJ, 141.2 kJ 


8-81E An insulated 150-ft* rigid tank contains air at 
75 psia and 140°F. A valve connected to the tank is opened, 
and air is allowed to escape until the pressure inside drops to 
30 psia. The air temperature during this process is maintained 
constant by an electric resistance heater placed in the tank. 
Determine (a) the electrical work done during this process 
and (b) the exergy destruction. Assume the surroundings to 
be at 70°F. Answers: (a) 1249 Btu, (b) 1068 Btu 


8-82 A 0.1-m? rigid tank contains saturated refrigerant- 
134a at 800 kPa. Initially, 30 percent of the volume is occu- 
pied by liquid and the rest by vapor. A valve at the bottom of 
the tank is opened, and liquid is withdrawn from the tank. 
Heat is transferred to the refrigerant from a source at 60°C so 
that the pressure inside the tank remains constant. The valve 
is closed when no liquid is left in the tank and vapor starts to 
come out. Assuming the surroundings to be at 25°C, deter- 
mine (a) the final mass in the tank and (b) the reversible 
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work associated with this process. Answers: (a) 3.90 kg, 


(b) 16.9 kJ 


8-83 A vertical piston—cylinder device initially contains 
0.1 m? of helium at 20°C. The mass of the piston is such that 
it maintains a constant pressure of 300 kPa inside. A valve is 
now opened, and helium is allowed to escape until the vol- 
ume inside the cylinder is decreased by one-half. Heat trans- 
fer takes place between the helium and its surroundings at 
20°C and 95 kPa so that the temperature of helium in the 
cylinder remains constant. Determine (a) the maximum work 
potential of the helium at the initial state and (b) the exergy 
destroyed during this process. 


Surroundings 
20°C 
95 kPa 


FIGURE P8-83 


8-84 A 0.2-m’ rigid tank initially contains saturated refrig- 
erant-134a vapor at 1 MPa. The tank is connected by a valve 
to a supply line that carries refrigerant-134a at 1.4 MPa and 
60°C. The valve is now opened, and the refrigerant is allowed 
to enter the tank. The valve is closed when one-half of the 
volume of the tank is filled with liquid and the rest with 
vapor at 1.2 MPa. The refrigerant exchanges heat during this 
process with the surroundings at 25°C. Determine (a) the 
amount of heat transfer and (b) the exergy destruction associ- 
ated with this process. 


8-85 An insulated vertical piston—cylinder device initially 
contains 15 kg of water, 9 kg of which is in the vapor phase. 
The mass of the piston is such that it maintains a constant 
pressure of 200 kPa inside the cylinder. Now steam at 1 MPa 
and 400°C is allowed to enter the cylinder from a supply 
line until all the liquid in the cylinder is vaporized. Assuming 
the surroundings to be at 25°C and 100 kPa, determine (a) the 
amount of steam that has entered and (b) the exergy destroyed 
during this process. Answers: (a) 23.66 kg, (b) 7610 kJ 


8-86 Consider a family of four, with each person taking a 
6-minute shower every morning. The average flow rate 
through the shower head is 10 L/min. City water at 15°C is 
heated to 55°C in an electric water heater and tempered to 
42°C by cold water at the T-elbow of the shower before being 
routed to the shower head. Determine the amount of exergy 
destroyed by this family per year as a result of taking daily 
showers. Take Tọ = 25°C. 
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8-87 Ambient air at 100 kPa and 300 K is compressed 
isentropically in a steady-flow device to 1 MPa. Determine 
(a) the work input to the compressor, (b) the exergy of the air 
at the compressor exit, and (c) the exergy of compressed air 
after it is cooled to 300 K at 1 MPa pressure. 


8-88 Cold water (c, = 4.18 kJ/kg - °C) leading to a shower 
enters a well-insulated, thin-walled, double-pipe, counter-flow 
heat exchanger at 15°C at a rate of 0.25 kg/s and is heated to 
45°C by hot water (c, = 4.19 kJ/kg - °C) that enters at 100°C 
at a rate of 3 kg/s. Determine (a) the rate of heat transfer and 
(b) the rate of exergy destruction in the heat exchanger. Take 
Ty = 25°C. 


Cold water 
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FIGURE P8-88 


8-89 Outdoor air (c, = 1.005 kJ/kg - °C) is to be preheated 
by hot exhaust gases in a cross-flow heat exchanger before it 
enters the furnace. Air enters the heat exchanger at 95 kPa and 
20°C at a rate of 0.8 m/s. The combustion gases (c, = 1.10 
kJ/kg - °C) enter at 180°C at a rate of 1.1 kg/s and leave at 
95°C. Determine the rate of heat transfer to the air and the rate 


of exergy destruction in the heat exchanger. 
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FIGURE P8-89 


8-90 A well-insulated shell-and-tube heat exchanger is 
used to heat water (c, = 4.18 kJ/kg - °C) in the tubes from 20 
to 70°C at a rate of 4.5 kg/s. Heat is supplied by hot oil (c, = 
2.30 kJ/kg - °C) that enters the shell side at 170°C at a rate of 


10 kg/s. Disregarding any heat loss from the heat exchanger, 


determine (a) the exit temperature of oil and (b) the rate of 
exergy destruction in the heat exchanger. Take T) = 25°C. 


8-91E Steam is to be condensed on the shell side of a heat 
exchanger at 120°F. Cooling water enters the tubes at 60°F at 
a rate of 115.3 lbm/s and leaves at 73°F. Assuming the heat 
exchanger to be well-insulated, determine (a) the rate of heat 
transfer in the heat exchanger and (b) the rate of exergy 
destruction in the heat exchanger. Take T) = 77°F. 


8-92 Steam enters a turbine at 12 MPa, 550°C, and 60 m/s 
and leaves at 20 kPa and 130 m/s with a moisture content of 
5 percent. The turbine is not adequately insulated and it esti- 
mated that heat is lost from the turbine at a rate of 150 kW. 
The power output of the turbine is 2.5 MW. Assuming the 
surroundings to be at 25°C, determine (a) the reversible 
power output of the turbine, (b) the exergy destroyed within 
the turbine, and (c) the second-law efficiency of the turbine. 
(d) Also, estimate the possible increase in the power output 
of the turbine if the turbine were perfectly insulated. 
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FIGURE P8-92 


8-93 Air enters a compressor at ambient conditions of 
100 kPa and 20°C at a rate of 4.5 m?/s with a low velocity, 
and exits at 900 kPa, 60°C, and 80 m/s. The compressor is 
cooled by cooling water that experiences a temperature rise 
of 10°C. The isothermal efficiency of the compressor is 70 
percent. Determine (a) the actual and reversible power inputs, 
(b) the second-law efficiency, and (c) the mass flow rate of 
the cooling water. 


8-94 Liquid water at 15°C is heated in a chamber by mix- 
ing it with saturated steam. Liquid water enters the chamber 
at the steam pressure at a rate of 4.6 kg/s and the saturated 
steam enters at a rate of 0.23 kg/s. The mixture leaves the 
mixing chamber as a liquid at 45°C. If the surroundings are 
at 15°C, determine (a) the temperature of saturated steam 
entering the chamber, (b) the exergy destruction during this 
mixing process, and (c) the second-law efficiency of the mix- 
ing chamber. Answers: (a) 114.3°C, (b) 114.7 kW, (c) 0.207 
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Review Problems 


8-95 Refrigerant-134a is expanded adiabatically in an 
expansion valve from 1.2 MPa and 40°C to 180 kPa. For 
environment conditions of 100 kPa and 20°C, determine 
(a) the work potential of R-134a at the inlet, (b) the exergy 
destruction during the process, and (c) the second-law effi- 
ciency. 

8-96 Steam enters an adiabatic nozzle at 3.5 MPa and 
300°C with a low velocity and leaves at 1.6 MPa and 250°C 
at a rate of 0.4 kg/s. If the ambient state is 100 kPa and 18°C, 
determine (a) the exit velocity, (b) the rate of exergy destruc- 
tion, and (c) the second-law efficiency. 


8-97 A 30-L electrical radiator containing heating oil is 
placed in a well-sealed 50-m? room. Both the air in the room 
and the oil in the radiator are initially at the environment 
temperature of 10°C. Electricity with a rating of 1.8 kW is 
now turned on. Heat is also lost from the room at an average 
rate of 0.35 kW. The heater is turned off after some time 
when the temperatures of the room air and oil are measured 
to be 20°C and 50°C, respectively. Taking the density and the 
specific heat of oil to be 950 kg/m? and 2.2 kJ/kg -+ °C, deter- 
mine (a) how long the heater is kept on, (b) the exergy 
destruction, and (c) the second-law efficiency for this 
process. Answers: (a) 2038 s, (b) 3500 kJ, (c) 0.046 
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Radiator 
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FIGURE P8-97 


8-98 Hot exhaust gases leaving an internal combustion 
engine at 400°C and 150 kPa at a rate of 0.8 kg/s is to be 
used to produce saturated steam at 200°C in an insulated heat 
exchanger. Water enters the heat exchanger at the ambient 
temperature of 20°C, and the exhaust gases leave the heat 
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FIGURE P8-98 


exchanger at 350°C. Determine (a) the rate of steam produc- 
tion, (b) the rate of exergy destruction in the heat exchanger, 
and (c) the second-law efficiency of the heat exchanger. 


8-99 The inner and outer surfaces of a 5-m X 6-m brick 
wall of thickness 30 cm are maintained at temperatures of 
20°C and 5°C, respectively, and the rate of heat transfer 
through the wall is 900 W. Determine the rate of exergy 
destruction associated with this process. Take T} = 0°C. 
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8-100 A 1000-W iron is left on the ironing board with its 
base exposed to the air at 20°C. If the temperature of the base 
of the iron is 150°C, determine the rate of exergy destruction 
for this process due to heat transfer, in steady operation. 


8-101 One method of passive solar heating is to stack gal- 
lons of liquid water inside the buildings and expose them to 
the sun. The solar energy stored in the water during the day is 
released at night to the room air, providing some heating. Con- 
sider a house that is maintained at 22°C and whose heating is 
assisted by a 350-L water storage system. If the water is heated 
to 45°C during the day, determine the amount of heating this 
water will provide to the house at night. Assuming an outside 
temperature of 5°C, determine the exergy destruction associ- 
ated with this process. Answers: 33,548 kJ, 1172 kJ 


8-102 The inner and outer surfaces of a 0.5-cm-thick, 2-m 
x 2-m window glass in winter are 10°C and 3°C, respec- 
tively. If the rate of heat loss through the window is 3.2 kJ/s, 
determine the amount of heat loss, in kJ, through the glass 
over a period of 5 h. Also, determine the exergy destruction 
associated with this process. Take Tọ = 5°C. 


8-103 An aluminum pan has a flat bottom whose diameter 
is 20 cm. Heat is transferred steadily to boiling water in the 
pan through its bottom at a rate of 800 W. If the temperatures 
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of the inner and outer surfaces of the bottom of the pan are 
104°C and 105°C, respectively, determine the rate of exergy 
destruction within the bottom of the pan during this process, 
in W. Take Tọ = 25°C. 


8-104 A crater lake has a base area of 20,000 m2, and the 
water it contains is 12 m deep. The ground surrounding the 
crater is nearly flat and is 140 m below the base of the lake. 
Determine the maximum amount of electrical work, in kWh, 
that can be generated by feeding this water to a hydroelectric 
power plant. Answer: 95,500 kWh 


Thermodynamics 


8-105E A refrigerator has a second-law efficiency of 
45 percent, and heat is removed from the refrigerated space 
at a rate of 200 Btu/min. If the space is maintained at 35°F 
while the surrounding air temperature is 75°F, determine the 
power input to the refrigerator. 


8-106 Writing the first- and second-law relations and simpli- 
fying, obtain the reversible work relation for a closed system 
that exchanges heat with the surrounding medium at T} in the 
amount of Qù as well as a heat reservoir at Tg in the amount of 
Qp. (Hint: Eliminate Q, between the two equations.) 


8-107 Writing the first- and second-law relations and sim- 
plifying, obtain the reversible work relation for a steady-flow 
system that exchanges heat with the surrounding medium at 
To in the amount of Qù as well as a thermal reservoir at T, at 
arate of Qp. (Hint: Eliminate Q) between the two equations.) 


8-108 Writing the first- and second-law relations and simpli- 
fying, obtain the reversible work relation for a uniform-flow 
system that exchanges heat with the surrounding medium at T) 
in the amount of Q as well as a heat reservoir at Tẹ in the 
amount of Qp. (Hint: Eliminate Qg between the two equations.) 


8-109 A 50-cm-long, 800-W electric resistance heating 
element whose diameter is 0.5 cm is immersed in 40 kg of 
water initially at 20°C. Assuming the water container is well- 
insulated, determine how long it will take for this heater to 
raise the water temperature to 80°C. Also, determine the min- 
imum work input required and exergy destruction for this 
process, in kJ. Take T) = 20°C. 


FIGURE P8-109 


8-110 A 5-cm-external-diameter, 10-m-long hot water pipe 
at 80°C is losing heat to the surrounding air at 5°C by natural 
convection at a rate of 45 W. Determine the rate at which the 
work potential is wasted during this process as a result of this 
heat loss. 


8-111 Two rigid tanks are connected by a valve. Tank A is 
insulated and contains 0.2 m? of steam at 400 kPa and 80 per- 
cent quality. Tank B is uninsulated and contains 3 kg of steam 
at 200 kPa and 250°C. The valve is now opened, and steam 
flows from tank A to tank B until the pressure in tank A drops 
to 300 kPa. During this process 900 kJ of heat is transferred 
from tank B to the surroundings at 0°C. Assuming the steam 
remaining inside tank A to have undergone a reversible adia- 
batic process, determine (a) the final temperature in each tank 
and (b) the work potential wasted during this process. 


FIGURE P8-111 


8-112E A piston-cylinder device initially contains 15 ft? of 
helium gas at 25 psia and 70°F. Helium is now compressed in 
a polytropic process (PV" = constant) to 70 psia and 300°F. 
Assuming the surroundings to be at 14.7 psia and 70°F, 
determine (a) the actual useful work consumed and (b) the 
minimum useful work input needed for this process. 

Answers: (a) 36 Btu, (b) 34.2 Btu 


8-113 A well-insulated 4-m X 4-m X 5-m room initially at 
10°C is heated by the radiator of a steam heating system. The 
radiator has a volume of 15 L and is filled with superheated 
vapor at 200 kPa and 200°C. At this moment both the inlet 
and the exit valves to the radiator are closed. A 150-W fan is 
used to distribute the air in the room. The pressure of the 
steam is observed to drop to 100 kPa after 30 min as a result 
of heat transfer to the room. Assuming constant specific heats 
for air at room temperature, determine (a) the average tem- 
perature of room air in 24 min, (b) the entropy change of the 
steam, (c) the entropy change of the air in the room, and 
(d) the exergy destruction for this process, in kJ. Assume the 
air pressure in the room remains constant at 100 kPa at all 
times, and take Ty = 10°C. 
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8-114 A passive solar house that is losing heat to the out- 
doors at 5°C at an average rate of 50,000 kJ/h is maintained 
at 22°C at all times during a winter night for 10 h. The 
house is to be heated by 50 glass containers, each contain- 
ing 20 L of water that is heated to 80°C during the day by 
absorbing solar energy. A thermostat-controlled 15-kW 
back-up electric resistance heater turns on whenever neces- 
sary to keep the house at 22°C. Determine (a) how long the 
electric heating system was on that night, (b) the exergy 
destruction, and (c) the minimum work input required for 
that night, in kJ. 


8-115 Steam at 9 MPa and 500°C enters a two-stage adia- 
batic turbine at a rate of 15 kg/s. Ten percent of the steam is 
extracted at the end of the first stage at a pressure of 1.4 MPa 
for other use. The remainder of the steam is further expanded 
in the second stage and leaves the turbine at 50 kPa. If the 
turbine has an isentropic efficiency of 88 percent, determine 
the wasted power potential during this process as a result of 
irreversibilities. Assume the surroundings to be at 25°C. 


8-116 Steam enters a two-stage adiabatic turbine at 8 MPa 
and 500°C. It expands in the first stage to a state of 2 MPa 
and 350°C. Steam is then reheated at constant pressure to a 
temperature of 500°C before it is routed to the second stage, 
where it exits at 30 kPa and a quality of 97 percent. The work 
output of the turbine is 5 MW. Assuming the surroundings to 
be at 25°C, determine the reversible power output and the 
rate of exergy destruction within this turbine. 

Answers: 5457 kW, 457 kW 
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8-117 One ton of liquid water at 80°C is brought into a 
well-insulated and well-sealed 4-m X 5-m X 6-m room ini- 
tially at 22°C and 100 kPa. Assuming constant specific heats 
for both the air and water at room temperature, determine 
(a) the final equilibrium temperature in the room, (b) the 
exergy destruction, (c) the maximum amount of work that 
can be produced during this process, in kJ. Take Ty = 10°C. 
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8-118 Consider a well-insulated horizontal rigid cylinder 
that is divided into two compartments by a piston that is free 
to move but does not allow either gas to leak into the other 
side. Initially, one side of the piston contains 1 m°? of N, gas 
at 500 kPa and 80°C while the other side contains 1 m° of He 
gas at 500 kPa and 25°C. Now thermal equilibrium is estab- 
lished in the cylinder as a result of heat transfer through the 
piston. Using constant specific heats at room temperature, 
determine (a) the final equilibrium temperature in the cylin- 
der and (b) the wasted work potential during this process. 
What would your answer be if the piston were not free to 
move? Take T) = 25°C. 


FIGURE P8-118 


8-119 Repeat Prob. 8-118 by assuming the piston is made 
of 5 kg of copper initially at the average temperature of the 
two gases on both sides. 


8-120E Argon gas enters an adiabatic turbine at 1500°F 
and 200 psia at a rate of 40 Ibm/min and exhausts at 30 psia. 
If the power output of the turbine is 95 hp, determine (a) the 
isentropic efficiency and (b) the second-law efficiency of the 
turbine. Assume the surroundings to be at 77°F. 


8-121 In large steam power plants, the feedwater is 

< frequently heated in closed feedwater heaters, 
which are basically heat exchangers, by steam extracted from 
the turbine at some stage. Steam enters the feedwater heater 
at 1 MPa and 200°C and leaves as saturated liquid at the 
same pressure. Feedwater enters the heater at 2.5 MPa and 
50°C and leaves 10°C below the exit temperature of the 


Steam | 1 MPa 


from 200°C 
turbine 
Feedwater 
an 
2.5 MPa 
50°C 
<_— 
Sat. liquid 


FIGURE P8-121 


482 | 


steam. Neglecting any heat losses from the outer surfaces of 
the heater, determine (a) the ratio of the mass flow rates of 
the extracted steam and the feedwater heater and (b) the 
reversible work for this process per unit mass of the feed- 
water. Assume the surroundings to be at 25°C. 

Answers: (a) 0.247, (b) 63.5 kJ/kg 


8-122 Reconsider Prob. 8-121. Using EES (or other) 

<S software, investigate the effect of the state of 
the steam at the inlet of the feedwater heater on the ratio of 
mass flow rates and the reversible power. Assume the entropy 
of the extracted steam is constant at the value for 1 MPa, 
200°C and decrease the extracted steam pressure from 1 MPa 
to 100 kPa. Plot both the ratio of the mass flow rates of the 
extracted steam and the feedwater heater and the reversible 
work for this process per unit mass of feedwater as functions 
of the extraction pressure. 


Thermodynamics 


8-123 In order to cool 1 ton of water at 20°C in an insulated 
tank, a person pours 80 kg of ice at —S°C into the water. 
Determine (a) the final equilibrium temperature in the tank 
and (b) the exergy destroyed during this process. The melting 
temperature and the heat of fusion of ice at atmospheric pres- 
sure are 0°C and 333.7 kJ/kg, respectively. Take Ty = 20°C. 


8-124 Consider a 12-L evacuated rigid bottle that is sur- 
rounded by the atmosphere at 100 kPa and 17°C. A valve at 
the neck of the bottle is now opened and the atmospheric air 
is allowed to flow into the bottle. The air trapped in the bottle 
eventually reaches thermal equilibrium with the atmosphere 
as a result of heat transfer through the wall of the bottle. The 
valve remains open during the process so that the trapped air 
also reaches mechanical equilibrium with the atmosphere. 
Determine the net heat transfer through the wall of the bottle 
and the exergy destroyed during this filling process. 
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8-125 Two constant-volume tanks, each filled with 30 kg 
of air, have temperatures of 900 K and 300 K. A heat engine 
placed between the two tanks extracts heat from the high- 
temperature tank, produces work, and rejects heat to the low- 
temperature tank. Determine the maximum work that can be 
produced by the heat engine and the final temperatures of the 
tanks. Assume constant specific heats at room temperature. 
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8-126 Two constant-pressure devices, each filled with 30 kg 
of air, have temperatures of 900 K and 300 K. A heat engine 
placed between the two devices extracts heat from the high- 
temperature device, produces work, and rejects heat to the low- 
temperature device. Determine the maximum work that can be 
produced by the heat engine and the final temperatures of the 
devices. Assume constant specific heats at room temperature. 


8-127 A 4-L pressure cooker has an operating pressure of 
175 kPa. Initially, one-half of the volume is filled with liquid 
water and the other half by water vapor. The cooker is now 
placed on top of a 750-W electrical heating unit that is kept 
on for 20 min. Assuming the surroundings to be at 25°C and 
100 kPa, determine (a) the amount of water that remained in 
the cooker and (b) the exergy destruction associated with the 
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entire process, including the conversion of electric energy to 
heat energy. Answers: (a) 1.507 kg, (b) 689 kJ 


8-128 What would your answer to Prob. 8-127 be if heat 
were supplied to the pressure cooker from a heat source at 
180°C instead of the electrical heating unit? 


8-129 A constant-volume tank contains 20 kg of nitrogen 
at 1000 K, and a constant-pressure device contains 10 kg of 
argon at 300 K. A heat engine placed between the tank and 
device extracts heat from the high-temperature tank, produces 
work, and rejects heat to the low-temperature device. Deter- 
mine the maximum work that can be produced by the heat 


FIGURE P8-129 


engine and the final temperatures of the nitrogen and argon. 
Assume constant specific heats at room temperature. 


8-130 A constant-volume tank has a temperature of 800 K 
and a constant-pressure device has a temperature of 290 K. 
Both the tank and device are filled with 20 kg of air. A heat 
engine placed between the tank and device receives heat from 
the high-temperature tank, produces work, and rejects heat to 
the low-temperature device. Determine the maximum work 
that can be produced by the heat engine and the final temper- 
atures of the tank and device. Assume constant specific heats 
at room temperature. 


8-131 Can closed-system exergy be negative? How about 
flow exergy? Explain using an incompressible substance as 
an example. 


8-132 Obtain a relation for the second-law efficiency of a 
heat engine that receives heat Q,, from a source at tempera- 
ture Ty and rejects heat Q, to a sink at T,, which is higher 
than T) (the temperature of the surroundings), while produc- 
ing work in the amount of W. 


8-133E In a production facility, 1.2-in-thick, 2-ft x 2-ft 


square brass plates (p = 532.5 Ibm/ft? and c, = 0.091 Btu/lbm 


- °F) that are initially at a uniform temperature of 75°F are 
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heated by passing them through an oven at 1300°F at a rate of 
300 per minute. If the plates remain in the oven until their 
average temperature rises to 1000°F, determine the rate of heat 
transfer to the plates in the furnace and the rate of exergy 
destruction associated with this heat transfer process. 


8-134 Long cylindrical steel rods (pọ = 7833 kg/m? and 
c, = 0.465 kJ/kg - °C) of 10-cm diameter are heat-treated by 
drawing them at a velocity of 3 m/min through a 6-m-long 
oven maintained at 900°C. If the rods enter the oven at 30°C 
and leave at 700°C, determine (a) the rate of heat transfer to 
the rods in the oven and (b) the rate of exergy destruction 
associated with this heat transfer process. Take T} = 25°C. 


8-135 Steam is to be condensed in the condenser of a steam 
power plant at a temperature of 60°C with cooling water from 
a nearby lake that enters the tubes of the condenser at 15°C at 
a rate of 140 kg/s and leaves at 25°C. Assuming the condenser 
to be perfectly insulated, determine (a) the rate of condensa- 
tion of the steam and (b) the rate of exergy destruction in the 
condenser. Answers: (a) 2.48 kg, (b) 694 kW 


8-136 A well-insulated heat exchanger is to heat water 
(c, = 4.18 kJ/kg - °C) from 25°C to 60°C at a rate of 0.4 kg/s. 
The heating is to be accomplished by geothermal water (c, = 
4.31 kJ/kg - °C) available at 140°C at a mass flow rate of 
0.3 kg/s. The inner tube is thin-walled and has a diameter of 
0.6 cm. Determine (a) the rate of heat transfer and (b) the 
rate of exergy destruction in the heat exchanger. 
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8-137 An adiabatic heat exchanger is to cool ethylene glycol 
(c, = 2.56 kJ/kg - °C) flowing at a rate of 2 kg/s from 80 to 
40°C by water (c, = 4.18 kJ/kg - °C) that enters at 20°C and 
leaves at 55°C. Determine (a) the rate of heat transfer and (b) 
the rate of exergy destruction in the heat exchanger. 


8-138 A well-insulated, thin-walled, counter-flow heat 
exchanger is to be used to cool oil (c, = 2.20 kJ/kg - °C) 
from 150 to 40°C at a rate of 2 kg/s by water (c, = 4.18 
kJ/kg - °C) that enters at 22°C at a rate of 1.5 kg/s. The diam- 
eter of the tube is 2.5 cm, and its length is 6 m. Determine 
(a) the rate of heat transfer and (b) the rate of exergy destruc- 


tion in the heat exchanger. 


Thermodynamics 
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8-139 In a dairy plant, milk at 4°C is pasteurized continu- 
ously at 72°C at a rate of 12 L/s for 24 h/day and 365 days/yr. 
The milk is heated to the pasteurizing temperature by hot 
water heated in a natural gas-fired boiler having an efficiency 
of 82 percent. The pasteurized milk is then cooled by cold 
water at 18°C before it is finally refrigerated back to 4°C. To 
save energy and money, the plant installs a regenerator that 
has an effectiveness of 82 percent. If the cost of natural gas is 
$1.04/therm (1 therm = 105,500 kJ), determine how much 
energy and money the regenerator will save this company per 
year and the annual reduction in exergy destruction. 


8-140 Combustion gases enter a gas turbine at 750°C and 
1.2 MPa at a rate of 3.4 kg/s and leave at 630°C and 500 kPa. 
It is estimated that heat is lost from the turbine at a rate of 
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30 kW. Using air properties for the combustion gases and 
assuming the surroundings to be at 25°C and 100 kPa, deter- 
mine (a) the actual and reversible power outputs of the tur- 
bine, (b) the exergy destroyed within the turbine, and (c) the 
second-law efficiency of the turbine. 


8-141 Refrigerant-134a enters an adiabatic compressor at 
160 kPa superheated by 3°C, and leaves at 1.0 MPa. If the 
compressor has a second-law efficiency of 80 percent, deter- 
mine (a) the actual work input, (b) the isentropic efficiency, 
and (c) the exergy destruction. Take the environment tempera- 
ture to be 25°C. Answers: (a) 49.8 kJ/kg, (b) 0.78, (c) 9.95 
kJ/kg 
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8-142 Water enters a pump at 100 kPa and 30°C at a rate of 
1.35 kg/s, and leaves at 4 MPa. If the pump has an isentropic 
efficiency of 70 percent, determine (a) the actual power input, 
(b) the rate of frictional heating, (c) the exergy destruction, 
and (d) the second-law efficiency for an environment temper- 
ature of 20°C. 


8-143 Argon gas expands from 3.5 MPa and 100°C to 
500 kPa in an adiabatic expansion valve. For environment con- 
ditions of 100 kPa and 25°C, determine (a) the exergy of argon 
at the inlet, (b) the exergy destruction during the process, and 
(c) the second-law efficiency. 
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8-144 Nitrogen gas enters a diffuser at 100 kPa and 150°C 
with a velocity of 180 m/s, and leaves at 110 kPa and 25 m/s. It 
is estimated that 4.5 kJ/kg of heat is lost from the diffuser to the 
surroundings at 100 kPa and 27°C. The exit area of the diffuser 
is 0.06 m°. Accounting for the variation of the specific heats 
with temperature, determine (a) the exit temperature, (b) the 
rate of exergy destruction, and (c) the second-law efficiency of 
the diffuser. Answers: (a) 161°C, (b) 5.11 kW, (c) 0.892 


Fundamentals of Engineering (FE) Exam Problems 


8-145 Heat is lost through a plane wall steadily at a rate of 
800 W. If the inner and outer surface temperatures of the wall 
are 20°C and 5°C, respectively, and the environment temper- 
ature is 0°C, the rate of exergy destruction within the wall is 


(a) 40 W (b) 17,500 W (c) 765 W 
(d) 32,800 W (e) OW 
8-146 Liquid water enters an adiabatic piping system at 15°C 


at a rate of 5 kg/s. It is observed that the water temperature rises 
by 0.5°C in the pipe due to friction. If the environment temper- 
ature is also 15°C, the rate of exergy destruction in the pipe is 


(a) 8.36 kW (b) 10.4 kW (c) 197 kW 
(d) 265 kW (e) 2410 kW 


8-147 A heat engine receives heat from a source at 1500 K 
at a rate of 600 kJ/s and rejects the waste heat to a sink at 
300 K. If the power output of the engine is 400 kW, the 
second-law efficiency of this heat engine is 


(a) 42% (b) 53% 
(d) 67% (e) 80% 


8-148 A water reservoir contains 100 tons of water at an 
average elevation of 60 m. The maximum amount of electric 
power that can be generated from this water is 


(a) 8 kWh (b) 16 kWh 
(d) 16,300 kWh (e) 58,800 kWh 
8-149 A house is maintained at 25°C in winter by electric 


resistance heaters. If the outdoor temperature is 2°C, the 
second-law efficiency of the resistance heaters is 


(c) 83% 


(c) 1630 kWh 


(a) 0% (b) 7.7% (c) 8.7% 
(d) 13% (e) 100% 
8-150 A 12-kg solid whose specific heat is 2.8 kJ/kg - °C is 


at a uniform temperature of — 10°C. For an environment tem- 
perature of 20°C, the exergy content of this solid is 


(a) Less than zero (b) 0 kJ (c) 4.6 kJ 

(d) 55 kJ (e) 1008 kJ 

8-151 Keeping the limitations imposed by the second law of 
thermodynamics in mind, choose the wrong statement below: 
(a) A heat engine cannot have a thermal efficiency of 100%. 


(b) For all reversible processes, the second-law efficiency is 
100%. 


(c) The second-law efficiency of a heat engine cannot be 
greater than its thermal efficiency. 


(d) The second-law efficiency of a process is 100% if no 
entropy is generated during that process. 


(e) The coefficient of performance of a refrigerator can be 
greater than 1. 


8-152 A furnace can supply heat steadily at a 1600 K at a 
rate of 800 kJ/s. The maximum amount of power that can be 
produced by using the heat supplied by this furnace in an 
environment at 300 K is 
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(a) 150 kW (b) 210 kW (c) 325 kW 
(d) 650 kW (e) 984 kW 


8-153 Air is throttled from 50°C and 800 kPa to a pressure 
of 200 kPa at a rate of 0.5 kg/s in an environment at 25°C. 
The change in kinetic energy is negligible, and no heat trans- 
fer occurs during the process. The power potential wasted 
during this process is 

(a) 0 (b) 0.20 kW 
(d) 59 kW (e) 119 kW 
8-154 Steam enters a turbine steadily at 4 MPa and 400°C 
and exits at 0.2 MPa and 150°C in an environment at 25°C. 
The decrease in the exergy of the steam as it flows through 
the turbine is 


(a) 58 kJ/kg 
(d) 518 kJ/kg 


(c) 47 kw 


(b) 445 kJ/kg 
(e) 597 kJ/kg 


(c) 458 KJ/kg 


Design and Essay Problems 


8-155 Obtain the following information about a power 
plant that is closest to your town: the net power output; the 
type and amount of fuel used; the power consumed by the 
pumps, fans, and other auxiliary equipment; stack gas losses; 
temperatures at several locations; and the rate of heat rejec- 
tion at the condenser. Using these and other relevant data, 
determine the rate of irreversibility in that power plant. 


8-156 Human beings are probably the most capable crea- 
tures, and they have a high level of physical, intellectual, 
emotional, and spiritual potentials or exergies. Unfortunately 
people make little use of their exergies, letting most of their 
exergies go to waste. Draw four exergy versus time charts, 
and plot your physical, intellectual, emotional, and spiritual 
exergies on each of these charts for a 24-h period using your 
best judgment based on your experience. On these four 
charts, plot your respective exergies that you have utilized 
during the last 24 h. Compare the two plots on each chart and 
determine if you are living a “full” life or if you are wasting 
your life away. Can you think of any ways to reduce the mis- 
match between your exergies and your utilization of them? 


8-157 Consider natural gas, electric resistance, and heat pump 
heating systems. For a specified heating load, which one of these 
systems will do the job with the least irreversibility? Explain. 


8-158 The domestic hot-water systems involve a high level 
of irreversibility and thus they have low second-law efficien- 
cies. The water in these systems is heated from about 15°C to 
about 60°C, and most of the hot water is mixed with cold 
water to reduce its temperature to 45°C or even lower before 
it is used for any useful purpose such as taking a shower or 
washing clothes at a warm setting. The water is discarded at 
about the same temperature at which it was used and 
replaced by fresh cold water at 15°C. Redesign a typical resi- 
dential hot-water system such that the irreversibility is greatly 
reduced. Draw a sketch of your proposed design. 


wo important areas of application for thermodynamics 

are power generation and refrigeration. Both are usually 

accomplished by systems that operate on a thermody- 
namic cycle. Thermodynamic cycles can be divided into two 
general categories: power cycles, which are discussed in this 
chapter and Chap. 10, and refrigeration cycles, which are dis- 
cussed in Chap. 11. 

The devices or systems used to produce a net power output 
are often called engines, and the thermodynamic cycles they 
operate on are called power cycles. The devices or systems 
used to produce a refrigeration effect are called refrigerators, 
air conditioners, or heat pumps, and the cycles they operate 
on are called refrigeration cycles. 

Thermodynamic cycles can also be categorized as gas 
cycles and vapor cycles, depending on the phase of the 
working fluid. In gas cycles, the working fluid remains in the 
gaseous phase throughout the entire cycle, whereas in vapor 
cycles the working fluid exists in the vapor phase during one 
part of the cycle and in the liquid phase during another part. 

Thermodynamic cycles can be categorized yet another 
way: closed and open cycles. In closed cycles, the working 
fluid is returned to the initial state at the end of the cycle and 
is recirculated. In open cycles, the working fluid is renewed at 
the end of each cycle instead of being recirculated. In auto- 
mobile engines, the combustion gases are exhausted and 
replaced by fresh air-fuel mixture at the end of each cycle. 
The engine operates on a mechanical cycle, but the working 
fluid does not go through a complete thermodynamic cycle. 

Heat engines are categorized as internal combustion 
and external combustion engines, depending on how the 
heat is supplied to the working fluid. In external combustion 
engines (such as steam power plants), heat is supplied to the 
working fluid from an external source such as a furnace, a 


geothermal well, a nuclear reactor, or even the sun. In inter- 
nal combustion engines (such as automobile engines), this is 
done by burning the fuel within the system boundaries. In 
this chapter, various gas power cycles are analyzed under 
some simplifying assumptions. 


Objectives 


The objectives of Chapter 9 are to: 
e Evaluate the performance of gas power cycles for which the 
working fluid remains a gas throughout the entire cycle. 


e Develop simplifying assumptions applicable to gas power 
cycles. 


e Review the operation of reciprocating engines. 
e Analyze both closed and open gas power cycles. 


e Solve problems based on the Otto, Diesel, Stirling, and 
Ericsson cycles. 


e Solve problems based on the Brayton cycle; the Brayton 
cycle with regeneration; and the Brayton cycle with 
intercooling, reheating, and regeneration. 


e Analyze jet-propulsion cycles. 


e Identify simplifying assumptions for second-law analysis of 
gas power cycles. 


e Perform second-law analysis of gas power cycles. 
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The analysis of many complex 
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9-1 = BASIC CONSIDERATIONS IN THE ANALYSIS 
OF POWER CYCLES 


Most power-producing devices operate on cycles, and the study of power 
cycles is an exciting and important part of thermodynamics. The cycles 
encountered in actual devices are difficult to analyze because of the pres- 
ence of complicating effects, such as friction, and the absence of sufficient 
time for establishment of the equilibrium conditions during the cycle. To 
make an analytical study of a cycle feasible, we have to keep the complexi- 
ties at a manageable level and utilize some idealizations (Fig. 9-1). When 
the actual cycle is stripped of all the internal irreversibilities and complexi- 
ties, we end up with a cycle that resembles the actual cycle closely but is 
made up totally of internally reversible processes. Such a cycle is called an 
ideal cycle (Fig. 9-2). 

A simple idealized model enables engineers to study the effects of the 
major parameters that dominate the cycle without getting bogged down in the 
details. The cycles discussed in this chapter are somewhat idealized, but they 
still retain the general characteristics of the actual cycles they represent. The 
conclusions reached from the analysis of ideal cycles are also applicable to 
actual cycles. The thermal efficiency of the Otto cycle, the ideal cycle for 
spark-ignition automobile engines, for example, increases with the compres- 
sion ratio. This is also the case for actual automobile engines. The numerical 
values obtained from the analysis of an ideal cycle, however, are not necessar- 
ily representative of the actual cycles, and care should be exercised in their 
interpretation (Fig. 9-3). The simplified analysis presented in this chapter for 
various power cycles of practical interest may also serve as the starting point 
for a more in-depth study. 

Heat engines are designed for the purpose of converting thermal energy to 
work, and their performance is expressed in terms of the thermal efficiency 
Nin» Which is the ratio of the net work produced by the engine to the total 
heat input: 

= Woe _ Wnet 
7 Qin = din 

Recall that heat engines that operate on a totally reversible cycle, such as 
the Carnot cycle, have the highest thermal efficiency of all heat engines 
operating between the same temperature levels. That is, nobody can develop 
a cycle more efficient than the Carnot cycle. Then the following question 
arises naturally: If the Carnot cycle is the best possible cycle, why do we 
not use it as the model cycle for all the heat engines instead of bothering 
with several so-called ideal cycles? The answer to this question is hardware- 
related. Most cycles encountered in practice differ significantly from the 
Carnot cycle, which makes it unsuitable as a realistic model. Each ideal 
cycle discussed in this chapter is related to a specific work-producing device 
and is an idealized version of the actual cycle. 

The ideal cycles are internally reversible, but, unlike the Carnot cycle, 
they are not necessarily externally reversible. That is, they may involve irre- 
versibilities external to the system such as heat transfer through a finite tem- 
perature difference. Therefore, the thermal efficiency of an ideal cycle, in 
general, is less than that of a totally reversible cycle operating between the 


(9-1) 


same temperature limits. However, it is still considerably higher than the 
thermal efficiency of an actual cycle because of the idealizations utilized 
(Fig. 9-4). 

The idealizations and simplifications commonly employed in the analysis 
of power cycles can be summarized as follows: 


1. The cycle does not involve any friction. Therefore, the working fluid 
does not experience any pressure drop as it flows in pipes or devices 
such as heat exchangers. 

2. All expansion and compression processes take place in a quasi- 
equilibrium manner. 

3. The pipes connecting the various components of a system are well insu- 
lated, and heat transfer through them is negligible. 


Neglecting the changes in kinetic and potential energies of the working 
fluid is another commonly utilized simplification in the analysis of power 
cycles. This is a reasonable assumption since in devices that involve shaft 
work, such as turbines, compressors, and pumps, the kinetic and potential 
energy terms are usually very small relative to the other terms in the energy 
equation. Fluid velocities encountered in devices such as condensers, boilers, 
and mixing chambers are typically low, and the fluid streams experience little 
change in their velocities, again making kinetic energy changes negligible. 
The only devices where the changes in kinetic energy are significant are the 
nozzles and diffusers, which are specifically designed to create large changes 
in velocity. 

In the preceding chapters, property diagrams such as the P-v and T-s dia- 
grams have served as valuable aids in the analysis of thermodynamic 
processes. On both the P-v and T-s diagrams, the area enclosed by the 
process curves of a cycle represents the net work produced during the cycle 
(Fig. 9-5), which is also equivalent to the net heat transfer for that cycle. 
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FIGURE 9-4 


An automotive engine with the 
combustion chamber exposed. 


Courtesy of General Motors 
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FIGURE 9-5 


On both P-v and T-s diagrams, the 
area enclosed by the process curve 


represents the net work of the cycle. 
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FIGURE 9-6 


P-v and T-s diagrams of a Carnot 
cycle. 
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The 7-s diagram is particularly useful as a visual aid in the analysis of ideal 
power cycles. An ideal power cycle does not involve any internal irre- 
versibilities, and so the only effect that can change the entropy of the work- 
ing fluid during a process is heat transfer. 

On a T-s diagram, a heat-addition process proceeds in the direction of 
increasing entropy, a heat-rejection process proceeds in the direction of 
decreasing entropy, and an isentropic (internally reversible, adiabatic) 
process proceeds at constant entropy. The area under the process curve on a 
T-s diagram represents the heat transfer for that process. The area under the 
heat addition process on a T-s diagram is a geometric measure of the total 
heat supplied during the cycle q;,, and the area under the heat rejection 
process is a measure of the total heat rejected q,,,. The difference between 
these two (the area enclosed by the cyclic curve) is the net heat transfer, 
which is also the net work produced during the cycle. Therefore, on a T-s 
diagram, the ratio of the area enclosed by the cyclic curve to the area under 
the heat-addition process curve represents the thermal efficiency of the 
cycle. Any modification that increases the ratio of these two areas will also 
increase the thermal efficiency of the cycle. 

Although the working fluid in an ideal power cycle operates on a closed 
loop, the type of individual processes that comprises the cycle depends on 
the individual devices used to execute the cycle. In the Rankine cycle, which 
is the ideal cycle for steam power plants, the working fluid flows through a 
series of steady-flow devices such as the turbine and condenser, whereas in 
the Otto cycle, which is the ideal cycle for the spark-ignition automobile 
engine, the working fluid is alternately expanded and compressed in a piston— 
cylinder device. Therefore, equations pertaining to steady-flow systems 
should be used in the analysis of the Rankine cycle, and equations pertaining 
to closed systems should be used in the analysis of the Otto cycle. 


9-2 = THE CARNOT CYCLE AND ITS VALUE 
IN ENGINEERING 


The Carnot cycle is composed of four totally reversible processes: isother- 
mal heat addition, isentropic expansion, isothermal heat rejection, and isen- 
tropic compression. The P-v and T-s diagrams of a Carnot cycle are 
replotted in Fig. 9-6. The Carnot cycle can be executed in a closed system 
(a piston—cylinder device) or a steady-flow system (utilizing two turbines 
and two compressors, as shown in Fig. 9-7), and either a gas or a vapor can 


Isothermal Isentropic Isothermal m)  Tsentropic 
compressor compressor turbine Wet 


be utilized as the working fluid. The Carnot cycle is the most efficient cycle 
that can be executed between a heat source at temperature Ty and a sink at 
temperature 7,, and its thermal efficiency is expressed as 
T; 

Nith,Carnot — i= To (9-2) 
Reversible isothermal heat transfer is very difficult to achieve in reality 
because it would require very large heat exchangers and it would take a very 
long time (a power cycle in a typical engine is completed in a fraction of a 
second). Therefore, it is not practical to build an engine that would operate 
on a cycle that closely approximates the Carnot cycle. 

The real value of the Carnot cycle comes from its being a standard 
against which the actual or the ideal cycles can be compared. The thermal 
efficiency of the Carnot cycle is a function of the sink and source temper- 
atures only, and the thermal efficiency relation for the Carnot cycle 
(Eq. 9-2) conveys an important message that is equally applicable to both 
ideal and actual cycles: Thermal efficiency increases with an increase 
in the average temperature at which heat is supplied to the system or with 
a decrease in the average temperature at which heat is rejected from 
the system. 

The source and sink temperatures that can be used in practice are not 
without limits, however. The highest temperature in the cycle is limited by 
the maximum temperature that the components of the heat engine, such as 
the piston or the turbine blades, can withstand. The lowest temperature is 
limited by the temperature of the cooling medium utilized in the cycle such 
as a lake, a river, or the atmospheric air. 


EXAMPLE 9-1 Derivation of the Efficiency of the Carnot Cycle 


Show that the thermal efficiency of a Carnot cycle operating between the 
temperature limits of T4 and T, is solely a function of these two tempera- 
tures and is given by Eq. 9-2. 


Solution It is to be shown that the efficiency of a Carnot cycle depends on 
the source and sink temperatures alone. 
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FIGURE 9-7 
A steady-flow Carnot engine. 
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T-s diagram for Example 9-1. 
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The combustion process is replaced by 
a heat-addition process in ideal cycles. 


Analysis The T-s diagram of a Carnot cycle is redrawn in Fig. 9-8. All four 
processes that comprise the Carnot cycle are reversible, and thus the area 
under each process curve represents the heat transfer for that process. Heat 
is transferred to the system during process 1-2 and rejected during process 
3-4. Therefore, the amount of heat input and heat output for the cycle can 
be expressed as 


Gia = Uns = o) AN G = Mal 194) = ea 8) 


since processes 2-3 and 4-1 are isentropic, and thus s) = s3 and S4 = S}. 
Substituting these into Eq. 9-1, we see that the thermal efficiency of a 
Carnot cycle is 


out Tr (s2 =S ) 1 T; 


=| = 
din din Ty(s2 — 54) Ty 
Discussion Notice that the thermal efficiency of a Carnot cycle is indepen- 


dent of the type of the working fluid used (an ideal gas, steam, etc.) or 
whether the cycle is executed in a closed or steady-flow system. 


9-3 = AIR-STANDARD ASSUMPTIONS 


In gas power cycles, the working fluid remains a gas throughout the entire 
cycle. Spark-ignition engines, diesel engines, and conventional gas turbines 
are familiar examples of devices that operate on gas cycles. In all these 
engines, energy is provided by burning a fuel within the system boundaries. 
That is, they are internal combustion engines. Because of this combustion 
process, the composition of the working fluid changes from air and fuel to 
combustion products during the course of the cycle. However, considering 
that air is predominantly nitrogen that undergoes hardly any chemical reac- 
tions in the combustion chamber, the working fluid closely resembles air at 
all times. 

Even though internal combustion engines operate on a mechanical cycle 
(the piston returns to its starting position at the end of each revolution), the 
working fluid does not undergo a complete thermodynamic cycle. It is 
thrown out of the engine at some point in the cycle (as exhaust gases) 
instead of being returned to the initial state. Working on an open cycle is the 
characteristic of all internal combustion engines. 

The actual gas power cycles are rather complex. To reduce the analysis to 
a manageable level, we utilize the following approximations, commonly 
known as the air-standard assumptions: 


ils 


2. 
3; 


4. 


The working fluid is air, which continuously circulates in a closed loop 
and always behaves as an ideal gas. 

All the processes that make up the cycle are internally reversible. 

The combustion process is replaced by a heat-addition process from an 
external source (Fig. 9—9). 

The exhaust process is replaced by a heat-rejection process that restores 
the working fluid to its initial state. 


Another assumption that is often utilized to simplify the analysis even 
more is that air has constant specific heats whose values are determined at 


room temperature (25°C, or 77°F). When this assumption is utilized, the 
air-standard assumptions are called the cold-air-standard assumptions. 
A cycle for which the air-standard assumptions are applicable is frequently 
referred to as an air-standard cycle. 

The air-standard assumptions previously stated provide considerable sim- 
plification in the analysis without significantly deviating from the actual 
cycles. This simplified model enables us to study qualitatively the influence 
of major parameters on the performance of the actual engines. 


9—4 = AN OVERVIEW OF RECIPROCATING ENGINES 


Despite its simplicity, the reciprocating engine (basically a piston—cylinder 
device) is one of the rare inventions that has proved to be very versatile and 
to have a wide range of applications. It is the powerhouse of the vast major- 
ity of automobiles, trucks, light aircraft, ships, and electric power genera- 
tors, as well as many other devices. 

The basic components of a reciprocating engine are shown in Fig. 9-10. 
The piston reciprocates in the cylinder between two fixed positions called 
the top dead center (TDC)—the position of the piston when it forms the 
smallest volume in the cylinder—and the bottom dead center (BDC)—the 
position of the piston when it forms the largest volume in the cylinder. 
The distance between the TDC and the BDC is the largest distance that the 
piston can travel in one direction, and it is called the stroke of the engine. 
The diameter of the piston is called the bore. The air or air—fuel mixture is 
drawn into the cylinder through the intake valve, and the combustion prod- 
ucts are expelled from the cylinder through the exhaust valve. 

The minimum volume formed in the cylinder when the piston is at TDC 
is called the clearance volume (Fig. 9-11). The volume displaced by the 
piston as it moves between TDC and BDC is called the displacement vol- 
ume. The ratio of the maximum volume formed in the cylinder to the mini- 
mum (clearance) volume is called the compression ratio r of the engine: 

Vas Venc 


r= —— = 
Vajs Vroc 


(9-3) 


Notice that the compression ratio is a volume ratio and should not be con- 
fused with the pressure ratio. 

Another term frequently used in conjunction with reciprocating engines is 
the mean effective pressure (MEP). It is a fictitious pressure that, if it acted 
on the piston during the entire power stroke, would produce the same amount 
of net work as that produced during the actual cycle (Fig. 9-12). That is, 


We = MEP X Piston area X Stroke = MEP X Displacement volume 
or 


Waet Wnet 
MEP = = (kPa) (9-4) 
go M Was =y 


max min max min 


The mean effective pressure can be used as a parameter to compare the 
performances of reciprocating engines of equal size. The engine with a larger 
value of MEP delivers more net work per cycle and thus performs better. 
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Displacement and clearance volumes 
of a reciprocating engine. 
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The net work output of a cycle is 
equivalent to the product of the mean 
effective pressure and the 
displacement volume. 
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FIGURE 9-13 


Reciprocating engines are classified as spark-ignition (SI) engines or 
compression-ignition (CI) engines, depending on how the combustion 
process in the cylinder is initiated. In SI engines, the combustion of the 
air—fuel mixture is initiated by a spark plug. In CI engines, the air—fuel 
mixture is self-ignited as a result of compressing the mixture above its self- 
ignition temperature. In the next two sections, we discuss the Otto and 
Diesel cycles, which are the ideal cycles for the SI and CI reciprocating 
engines, respectively. 


9-5 = 


‘The Otto cycle is the ideal cycle for spark-ignition reciprocating engines. It 
is named after Nikolaus A. Otto, who built a successful four-stroke engine 
in 1876 in Germany using the cycle proposed by Frenchman Beau de 
Rochas in 1862. In most spark-ignition engines, the piston executes four 
complete strokes (two mechanical cycles) within the cylinder, and the 
crankshaft completes two revolutions for each thermodynamic cycle. These 
engines are called four-stroke internal combustion engines. A schematic of 
each stroke as well as a P-v diagram for an actual four-stroke spark-ignition 
engine is given in Fig. 9-13(a). 
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(a) Actual four-stroke spark-ignition engine 
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(b) Ideal Otto cycle 


Initially, both the intake and the exhaust valves are closed, and the piston is 
at its lowest position (BDC). During the compression stroke, the piston moves 
upward, compressing the air—fuel mixture. Shortly before the piston reaches 
its highest position (TDC), the spark plug fires and the mixture ignites, 
increasing the pressure and temperature of the system. The high-pressure 
gases force the piston down, which in turn forces the crankshaft to rotate, 
producing a useful work output during the expansion or power stroke. At the 
end of this stroke, the piston is at its lowest position (the completion of the 
first mechanical cycle), and the cylinder is filled with combustion products. 
Now the piston moves upward one more time, purging the exhaust gases 
through the exhaust valve (the exhaust stroke), and down a second time, 
drawing in fresh air—fuel mixture through the intake valve (the intake 
stroke). Notice that the pressure in the cylinder is slightly above the atmo- 
spheric value during the exhaust stroke and slightly below during the intake 
stroke. 

In two-stroke engines, all four functions described above are executed in 
just two strokes: the power stroke and the compression stroke. In these 
engines, the crankcase is sealed, and the outward motion of the piston is 
used to slightly pressurize the air—fuel mixture in the crankcase, as shown in 
Fig. 9-14. Also, the intake and exhaust valves are replaced by openings in 
the lower portion of the cylinder wall. During the latter part of the power 
stroke, the piston uncovers first the exhaust port, allowing the exhaust gases 
to be partially expelled, and then the intake port, allowing the fresh air—fuel 
mixture to rush in and drive most of the remaining exhaust gases out of the 
cylinder. This mixture is then compressed as the piston moves upward dur- 
ing the compression stroke and is subsequently ignited by a spark plug. 

The two-stroke engines are generally less efficient than their four-stroke 
counterparts because of the incomplete expulsion of the exhaust gases and 
the partial expulsion of the fresh air-fuel mixture with the exhaust gases. 
However, they are relatively simple and inexpensive, and they have high 
power-to-weight and power-to-volume ratios, which make them suitable for 
applications requiring small size and weight such as for motorcycles, chain 
saws, and lawn mowers (Fig. 9-15). 

Advances in several technologies—such as direct fuel injection, stratified 
charge combustion, and electronic controls—brought about a renewed inter- 
est in two-stroke engines that can offer high performance and fuel economy 
while satisfying the stringent emission requirements. For a given weight and 
displacement, a well-designed two-stroke engine can provide significantly 
more power than its four-stroke counterpart because two-stroke engines pro- 
duce power on every engine revolution instead of every other one. In the new 
two-stroke engines, the highly atomized fuel spray that is injected into the 
combustion chamber toward the end of the compression stroke burns much 
more completely. The fuel is sprayed after the exhaust valve is closed, which 
prevents unburned fuel from being ejected into the atmosphere. With strati- 
fied combustion, the flame that is initiated by igniting a small amount of the 
rich fuel—air mixture near the spark plug propagates through the combustion 
chamber filled with a much leaner mixture, and this results in much cleaner 
combustion. Also, the advances in electronics have made it possible to ensure 
the optimum operation under varying engine load and speed conditions. 
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Schematic of a two-stroke 
reciprocating engine. 


FIGURE 9-15 


Two-stroke engines are commonly 
used in motorcycles and lawn mowers. 


© Vol. 26/PhotoDisc 


496 | Thermodynamics 


FIGURE 9-16 
T-s diagram of the ideal Otto cycle. 


Major car companies have research programs underway on two-stroke 
engines which are expected to make a comeback in the future. 

The thermodynamic analysis of the actual four-stroke or two-stroke cycles 
described is not a simple task. However, the analysis can be simplified sig- 
nificantly if the air-standard assumptions are utilized. The resulting cycle, 
which closely resembles the actual operating conditions, is the ideal Otto 
cycle. It consists of four internally reversible processes: 


The execution of the Otto cycle in a piston—cylinder device together with 
a P-v diagram is illustrated in Fig. 9-13b. The T-s diagram of the Otto cycle 
is given in Fig. 9-16. 

The Otto cycle is executed in a closed system, and disregarding the 
changes in kinetic and potential energies, the energy balance for any of the 
processes is expressed, on a unit-mass basis, as 


(Gin Gout) (Win Wout) ~ Au (kJ/kg) (9-5) 


No work is involved during the two heat transfer processes since both take 
place at constant volume. Therefore, heat transfer to and from the working 
fluid can be expressed as 


Gin = U3 — Uy = c,(T3 — T) (9-6a) 
and 


Jou = U4 — Uy = (TT, — T) (9-6b) 


Then the thermal efficiency of the ideal Otto cycle under the cold air stan- 
dard assumptions becomes 


Waet T, — T, T/T — 1) 
HO E 
Mow = ga Gin T-T, 


> B(B/T- 1) 


Processes 1-2 and 3-4 are isentropic, and v, = v, and v, = v,. Thus, 


Ti (2) k-1 
m = (9-7) 
T,” (+) =F 


Substituting these equations into the thermal Peat relation and simpli- 


fying give 
ew 9825 


e 8-9 
corm Oma (9-9) 
e5"a"e 
is the compression ratio and k is the specific heat ratio c,,/c,. 

Equation 9-8 shows that under the cold-air-standard assumptions, the 
thermal efficiency of an ideal Otto cycle depends on the compression ratio 
of the engine and the specific heat ratio of the working fluid. The thermal 
efficiency of the ideal Otto cycle increases with both the compression ratio 


(9-8) 


where 


and the specific heat ratio. This is also true for actual spark-ignition internal 
combustion engines. A plot of thermal efficiency versus the compression 
ratio is given in Fig. 9-17 for k = 1.4, which is the specific heat ratio value 
of air at room temperature. For a given compression ratio, the thermal effi- 
ciency of an actual spark-ignition engine is less than that of an ideal Otto 
cycle because of the irreversibilities, such as friction, and other factors such 
as incomplete combustion. 

We can observe from Fig. 9-17 that the thermal efficiency curve is rather 
steep at low compression ratios but flattens out starting with a compression 
ratio value of about 8. Therefore, the increase in thermal efficiency with the 
compression ratio is not as pronounced at high compression ratios. Also, 
when high compression ratios are used, the temperature of the air—fuel mix- 
ture rises above the autoignition temperature of the fuel (the temperature at 
which the fuel ignites without the help of a spark) during the combustion 
process, causing an early and rapid burn of the fuel at some point or points 
ahead of the flame front, followed by almost instantaneous inflammation of 
the end gas. This premature ignition of the fuel, called autoignition, pro- 
duces an audible noise, which is called engine knock. Autoignition in 
spark-ignition engines cannot be tolerated because it hurts performance and 
can cause engine damage. The requirement that autoignition not be allowed 
places an upper limit on the compression ratios that can be used in spark- 
ignition internal combustion engines. 

Improvement of the thermal efficiency of gasoline engines by utilizing 
higher compression ratios (up to about 12) without facing the autoignition 
problem has been made possible by using gasoline blends that have good 
antiknock characteristics, such as gasoline mixed with tetraethyl lead. 
Tetraethyl lead had been added to gasoline since the 1920s because it is an 
inexpensive method of raising the octane rating, which is a measure of the 
engine knock resistance of a fuel. Leaded gasoline, however, has a very 
undesirable side effect: it forms compounds during the combustion process 
that are hazardous to health and pollute the environment. In an effort to 
combat air pollution, the government adopted a policy in the mid-1970s that 
resulted in the eventual phase-out of leaded gasoline. Unable to use lead, the 
refiners developed other techniques to improve the antiknock characteristics 
of gasoline. Most cars made since 1975 have been designed to use unleaded 
gasoline, and the compression ratios had to be lowered to avoid engine 
knock. The ready availability of high octane fuels made it possible to raise 
the compression ratios again in recent years. Also, owing to the improve- 
ments in other areas (reduction in overall automobile weight, improved 
aerodynamic design, etc.), today’s cars have better fuel economy and conse- 
quently get more miles per gallon of fuel. This is an example of how engi- 
neering decisions involve compromises, and efficiency is only one of the 
considerations in final design. 

The second parameter affecting the thermal efficiency of an ideal Otto 
cycle is the specific heat ratio k. For a given compression ratio, an ideal 
Otto cycle using a monatomic gas (such as argon or helium, k = 1.667) as 
the working fluid will have the highest thermal efficiency. The specific heat 
ratio k, and thus the thermal efficiency of the ideal Otto cycle, decreases as 
the molecules of the working fluid get larger (Fig. 9-18). At room tempera- 
ture it is 1.4 for air, 1.3 for carbon dioxide, and 1.2 for ethane. The working 
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Thermal efficiency of the ideal Otto 
cycle as a function of compression 
ratio (k = 1.4). 
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The thermal efficiency of the Otto 
cycle increases with the specific heat 
ratio k of the working fluid. 
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FIGURE 9-19 


P-v diagram for the Otto cycle 
discussed in Example 9-2. 


fluid in actual engines contains larger molecules such as carbon dioxide, 
and the specific heat ratio decreases with temperature, which is one of the 
reasons that the actual cycles have lower thermal efficiencies than the ideal 
Otto cycle. The thermal efficiencies of actual spark-ignition engines range 
from about 25 to 30 percent. 


EXAMPLE 9-2 The Ideal Otto Cycle 


An ideal Otto cycle has a compression ratio of 8. At the beginning of the 
compression process, air is at 100 kPa and 17°C, and 800 kJ/kg of heat is 
transferred to air during the constant-volume heat-addition process. Account- 
ing for the variation of specific heats of air with temperature, determine 
(a) the maximum temperature and pressure that occur during the cycle, 
(b) the net work output, (c) the thermal efficiency, and (d) the mean effec- 
tive pressure for the cycle. 


Solution An ideal Otto cycle is considered. The maximum temperature and 
pressure, the net work output, the thermal efficiency, and the mean effective 
pressure are to be determined. 

Assumptions 1 The air-standard assumptions are applicable. 2 Kinetic and 
potential energy changes are negligible. 3 The variation of specific heats 
with temperature is to be accounted for. 

Analysis The P-v diagram of the ideal Otto cycle described is shown in 
Fig. 9-19. We note that the air contained in the cylinder forms a closed 
system. 


(a) The maximum temperature and pressure in an Otto cycle occur at the 
end of the constant-volume heat-addition process (state 3). But first we need 
to determine the temperature and pressure of air at the end of the isentropic 
compression process (state 2), using data from Table A-17: 


T, = 290K — u, = 206.91 kJ/kg 


Va = 676.1 
Process 1-2 (isentropic compression of an ideal gas): 
V, vy 1 v 676.1 
2z > V = — = —— = 84.51 —> T, = 6524K 
Vai U FP r 8 
uy = 475.11 kJ/kg 
Pyv. Py, T, v 
A. 
T T, TORN 
652.4 K 
= (100 kP: = 1799.7 kP. 
(100 a( AOU Je) 799 a 


Process 2-3 (constant-volume heat addition): 
din — U3 — Ug 
800 kJ/kg uz — 475.11 kJ/kg 
u, = 1275.11 kJ/kg > T, = 1575.1K 
Va = 6.108 
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p n 
T; T T,/\ V3 


1575.1 K 
= (7997 Mpa)( SEK 


1) = 4.345 MP 
652.4 K J Nats 2 
(b) The net work output for the cycle is determined either by finding the 
boundary (PdV) work involved in each process by integration and adding 
them or by finding the net heat transfer that is equivalent to the net work 
done during the cycle. We take the latter approach. However, first we need 
to find the internal energy of the air at state 4: 

Process 3-4 (isentropic expansion of an ideal gas): 

Vy V4 


TT == > Va = Va = (8)(6.108) = 48.864 > T, = 795.6 K 
13 3 


u4 = 588.74 kJ/kg 


Process 4-1 (constant-volume heat rejection): 


dou T 41 U4 > Aout = U4 — Uy 


dou = 588.74 — 206.91 = 381.83 kJ/kg 
Thus, 


Waet = Inet = Gin — Gout = 800 — 381.83 = 418.17 kJ/kg 


(c) The thermal efficiency of the cycle is determined from its definition: 


ec Cat ee 
wE o 8 Es0O ice So 


Under the cold-air-standard assumptions (constant specific heat values at 
room temperature), the thermal efficiency would be (Eq. 9-8) 


1 
Mnai = 1 =i- = 1— (8) = 0.565 06 56.5% 


re} 


which is considerably different from the value obtained above. Therefore, 
care should be exercised in utilizing the cold-air-standard assumptions. 


(d) The mean effective pressure is determined from its definition, Eq. 9-4: 


MEP Wnet Wnet Whet 
vuzu v= u/r u(1—1/r) 
where 
RT, (0.287 kPa- m?/kg - K) (290 K) 
= = = 0.832 m/k 
"= 100 kPa mkg 
Thus, 
418.17 kJ/kg 1 kPa- m° 
MEP = = 574 kPa 
(0.832 m3/kg)(1 - })\ 18 


Discussion Note that a constant pressure of 574 kPa during the power 
stroke would produce the same net work output as the entire cycle. 
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The Diesel cycle is the ideal cycle for CI reciprocating engines. The CI 
mE engine, first proposed by Rudolph Diesel in the 1890s, is very similar to the 
SI engine discussed in the last section, differing mainly in the method of 
initiating combustion. In spark-ignition engines (also known as gasoline 
engines), the air-fuel mixture is compressed to a temperature that is below 
the autoignition temperature of the fuel, and the combustion process is initi- 
ated by firing a spark plug. In CI engines (also known as diesel engines), 

Gasoline engine Diesel engine the air is compressed to a temperature that is above the autoignition temper- 
FIGURE 9-20 ature of the fuel, and combustion starts on contact as the fuel is injected into 
this hot air. Therefore, the spark plug and carburetor are replaced by a fuel 
injector in diesel engines (Fig. 9-20). 

In gasoline engines, a mixture of air and fuel is compressed during the 
compression stroke, and the compression ratios are limited by the onset of 
autoignition or engine knock. In diesel engines, only air is compressed dur- 
ing the compression stroke, eliminating the possibility of autoignition. 
Therefore, diesel engines can be designed to operate at much higher com- 
din pression ratios, typically between 12 and 24. Not having to deal with the 
problem of autoignition has another benefit: many of the stringent require- 
ments placed on the gasoline can now be removed, and fuels that are less 
refined (thus less expensive) can be used in diesel engines. 

The fuel injection process in diesel engines starts when the piston 
approaches TDC and continues during the first part of the power stroke. 
Therefore, the combustion process in these engines takes place over a 
longer interval. Because of this longer duration, the combustion process in 
the ideal Diesel cycle is approximated as a constant-pressure heat-addition 
process. In fact, this is the only process where the Otto and the Diesel 
cycles differ. The remaining three processes are the same for both ideal 
cycles. That is, process 1-2 is isentropic compression, 3-4 is isentropic 
Th expansion, and 4-1 is constant-volume heat rejection. The similarity 
between the two cycles is also apparent from the P-v and T-s diagrams of 
the Diesel cycle, shown in Fig. 9-21. 

Noting that the Diesel cycle is executed in a piston—cylinder device, 
which forms a closed system, the amount of heat transferred to the working 
fluid at constant pressure and rejected from it at constant volume can be 
expressed as 


in — Wout = U3 — U2 — Gin = Po(V3 — v2) + (uz — u2) 
= hy — hy = ¢,(T; — T) (9-10a) 


and 


ay 


(b) T-s diagram 


FIGURE 9-21 


T-s and P-v diagrams for the ideal 
Diesel cycle. 


dou = Uy U4 —> Jou U4 uy; = c(T, Tı) (9-10b) 


Then the thermal efficiency of the ideal Diesel cycle under the cold-air- 
standard assumptions becomes 


Whet dout Ty = T, T (T/T, E 1) 


iesel ~ — 1 =, 1 =, 
ee. din k(T; — Ts) kT,(Tx/T, — 1) 


We now define a new quantity, the cutoff ratio r,, as the ratio of the cylin- 
der volumes after and before the combustion process: 


astee (9-11) 


Utilizing this definition and the isentropic ideal-gas relations for processes 
1-2 and 3-4, we see that the thermal efficiency relation reduces to 


a. ae 


where r is the compression ratio defined by Eq. 9-9. Looking at Eq. 9-12 
carefully, one would notice that under the cold-air-standard assumptions, the 
efficiency of a Diesel cycle differs from the efficiency of an Otto cycle by 
the quantity in the brackets. This quantity is always greater than 1. Therefore, 


Ne,ouo > Tn,Dieset (9-13) 
‘when both cycles operate on the same compression ratio. Also, as the cutoff 
ratio decreases, the efficiency of the Diesel cycle increases (Fig. 9-22). For the 
limiting case of r, = 1, the quantity in the brackets becomes unity (can you 
prove it?), and the efficiencies of the Otto and Diesel cycles become identical. 
Remember, though, that diesel engines operate at much higher compression 
ratios and thus are usually more efficient than the spark-ignition (gasoline) 
engines. The diesel engines also burn the fuel more completely since they 
usually operate at lower revolutions per minute and the air—fuel mass ratio is 
much higher than spark-ignition engines. Thermal efficiencies of large diesel 
engines range from about 35 to 40 percent. 

The higher efficiency and lower fuel costs of diesel engines make them 
attractive in applications requiring relatively large amounts of power, such 
as in locomotive engines, emergency power generation units, large ships, 
and heavy trucks. As an example of how large a diesel engine can be, a 12- 
cylinder diesel engine built in 1964 by the Fiat Corporation of Italy had a 
normal power output of 25,200 hp (18.8 MW) at 122 rpm, a cylinder bore 
of 90 cm, and a stroke of 91 cm. 

Approximating the combustion process in internal combustion engines as a 
constant-volume or a constant-pressure heat-addition process is overly simplis- 
tic and not quite realistic. Probably a better (but slightly more complex) 
approach would be to model the combustion process in both gasoline and 
diesel engines as a combination of two heat-transfer processes, one at constant 
volume and the other at constant pressure. The ideal cycle based on this con- 
cept is called the dual cycle, and a P-v diagram for it is given in Fig. 9-23. 
The relative amounts of heat transferred during each process can be adjusted to 
approximate the actual cycle more closely. Note that both the Otto and the 
Diesel cycles can be obtained as special cases of the dual cycle. 


EXAMPLE 9-3 The Ideal Diesel Cycle 


An ideal Diesel cycle with air as the working fluid has a compression ratio of 
18 and a cutoff ratio of 2. At the beginning of the compression process, the 
working fluid is at 14.7 psia, 80°F, and 117 in. Utilizing the cold-air- 
standard assumptions, determine (a) the temperature and pressure of air at 
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FIGURE 9-22 


Thermal efficiency of the ideal Diesel 
cycle as a function of compression and 
cutoff ratios (k = 1.4). 


FIGURE 9-23 
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FIGURE 9-24 


P-V diagram for the ideal Diesel cycle 
discussed in Example 9-3. 


the end of each process, (b) the net work output and the thermal efficiency, 
and (c) the mean effective pressure. 


Solution An ideal Diesel cycle is considered. The temperature and pressure 
at the end of each process, the net work output, the thermal efficiency, and 
the mean effective pressure are to be determined. 

Assumptions 1 The cold-air-standard assumptions are applicable and thus 
air can be assumed to have constant specific heats at room temperature. 
2 Kinetic and potential energy changes are negligible. 

Properties The gas constant of air is R = 0.3704 psia - ft?/lbm - R and its 
other properties at room temperature are c, = 0.240 Btu/lbm - R, cy = 
0.171 Btu/lbm - R, and k = 1.4 (Table A-2Ea). 

Analysis The P-V diagram of the ideal Diesel cycle described is shown in 
Fig. 9-24. We note that the air contained in the cylinder forms a closed 
system. 


(a) The temperature and pressure values at the end of each process can be 
determined by utilizing the ideal-gas isentropic relations for processes 1-2 
and 3-4. But first we determine the volumes at the end of each process from 
the definitions of the compression ratio and the cutoff ratio: 

= Vi 117 in? 


els = 65 ie 
V ; 18 6.5 in 


v = 7, = (2)(65 in’) = 13 in’ 
Ve = Ve — y 


Process 1-2 (isentropic compression of an ideal gas, constant specific heats): 


kal 
m= n( +) = (540 R) (18)! = 1716 R 
2 


V, k 
p= > (+) = (14.7 psia)(18)!'* = 841 psia 
2 


Process 2-3 (constant-pressure heat addition to an ideal gas): 
P, = P, = 841 psia 

Eo PWV V. 

2Y 2) ehk] SIR a 3 


T H v 


) = (1716 R) (2) = 3432 R 


Process 3-4 (isentropic expansion of an ideal gas, constant specific heats): 


V; k-1 13 in? 14-1 
T, = T;\ — = (3432R = 1425R 
: a) ( one! 


V;\# T : 
P, = P, ul (841 psia) aw = 38.8 psia 
4 


(b) The net work for a cycle is equivalent to the net heat transfer. But first 
we find the mass of air: 


ERVE (14.7 psia) (117 in?) ( 1 fe 
RT, (0.3704 psia- f®/lbm - R) (540 R) \ 1728 in? 


) = 0.00498 Ibm 
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Process 2-3 is a constant-pressure heat-addition process, for which the 
boundary work and Au terms can be combined into Ah. Thus, 


De = m(h; z hy) = mc,(T; Z Tz) 
= (0.00498 Ibm) (0.240 Btu/Ibm - R)[ (3432 — 1716) R] 
= 2.051 Btu 


Process 4-1 is a constant-volume heat-rejection process (it involves no work 
interactions), and the amount of heat rejected is 


Ooi = ay = a) = mc = M) 
= (0.00498 Ibm) (0.171 Btu/lbm - R)[ (1425 — 540) R] 
= 0.754 Btu 
Thus, 


Wet = Qin — Qo = 2.051 — 0.754 = 1.297 Btu 
Then the thermal efficiency becomes 


Wye 1.297 Btu 
Q 2.051 Btu 


Na = = 0.632 or 63.2% 


The thermal efficiency of this Diesel cycle under the cold-air-standard 
assumptions could also be determined from Eq. 9-12. 


(c) The mean effective pressure is determined from its definition, Eq. 9-4: 


Wet Waet 1.297 Btu (=E lbf - *) ( 12 mn.) 


MEP = = = 
Virax — Vinin Vi — Vp (117 — 6.5) in? 1 Btu 1 ft 


= 110 psia 


Discussion Note that a constant pressure of 110 psia during the power 
stroke would produce the same net work output as the entire Diesel cycle. 


9-7 = STIRLING AND ERICSSON CYCLES 


The ideal Otto and Diesel cycles discussed in the preceding sections are 
composed entirely of internally reversible processes and thus are internally 
reversible cycles. These cycles are not totally reversible, however, since they 
involve heat transfer through a finite temperature difference during the non- 
isothermal heat-addition and heat-rejection processes, which are irreversible. 
Therefore, the thermal efficiency of an Otto or Diesel engine will be less 
than that of a Carnot engine operating between the same temperature limits. 

Consider a heat engine operating between a heat source at Ty and a heat 
sink at T,. For the heat-engine cycle to be totally reversible, the temperature 
difference between the working fluid and the heat source (or sink) should 
never exceed a differential amount dT during any heat-transfer process. That 
is, both the heat-addition and heat-rejection processes during the cycle must 
take place isothermally, one at a temperature of 7,, and the other at a tem- 
perature of T,. This is precisely what happens in a Carnot cycle. 
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A regenerator is a device that borrows 
energy from the working fluid during 
one part of the cycle and pays it back 
(without interest) during another part. 


FIGURE 9-26 


T-s and P-v diagrams of Carnot, 
Stirling, and Ericsson cycles. 


There are two other cycles that involve an isothermal heat-addition process 
at Ty and an isothermal heat-rejection process at T: the Stirling cycle and 
the Ericsson cycle. They differ from the Carnot cycle in that the two isen- 
tropic processes are replaced by two constant-volume regeneration processes 
in the Stirling cycle and by two constant-pressure regeneration processes in 
the Ericsson cycle. Both cycles utilize regeneration, a process during which 
heat is transferred to a thermal energy storage device (called a regenerator) 
during one part of the cycle and is transferred back to the working fluid dur- 
ing another part of the cycle (Fig. 9-25). 

Figure 9-26(b) shows the T-s and P-v diagrams of the Stirling cycle, 
which is made up of four totally reversible processes: 


1-2 T = constant expansion (heat addition from the external source) 


2-3 v = constant regeneration (internal heat transfer from the working 
fluid to the regenerator) 


3-4 T= 
4-1 v 


constant compression (heat rejection to the external sink) 


constant regeneration (internal heat transfer from the 
regenerator back to the working fluid) 


The execution of the Stirling cycle requires rather innovative hardware. 
The actual Stirling engines, including the original one patented by Robert 
Stirling, are heavy and complicated. To spare the reader the complexities, 
the execution of the Stirling cycle in a closed system is explained with the 
help of the hypothetical engine shown in Fig. 9-27. 

This system consists of a cylinder with two pistons on each side and a 
regenerator in the middle. The regenerator can be a wire or a ceramic mesh 
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or any kind of porous plug with a high thermal mass (mass times specific 
heat). It is used for the temporary storage of thermal energy. The mass of 
the working fluid contained within the regenerator at any instant is consid- 
ered negligible. 

Initially, the left chamber houses the entire working fluid (a gas), which is 
at a high temperature and pressure. During process 1-2, heat is transferred 
to the gas at Ty from a source at Ty. As the gas expands isothermally, the 
left piston moves outward, doing work, and the gas pressure drops. During 
process 2-3, both pistons are moved to the right at the same rate (to keep the 
volume constant) until the entire gas is forced into the right chamber. As the 
gas passes through the regenerator, heat is transferred to the regenerator and 
the gas temperature drops from Ty to T,. For this heat transfer process to be 
reversible, the temperature difference between the gas and the regenerator 
should not exceed a differential amount dT at any point. Thus, the tempera- 
ture of the regenerator will be Ty at the left end and T, at the right end of 
the regenerator when state 3 is reached. During process 3-4, the right piston 
is moved inward, compressing the gas. Heat is transferred from the gas to a 
sink at temperature T, so that the gas temperature remains constant at T, 
while the pressure rises. Finally, during process 4-1, both pistons are moved 
to the left at the same rate (to keep the volume constant), forcing the entire 
gas into the left chamber. The gas temperature rises from T, to Ty as it 
passes through the regenerator and picks up the thermal energy stored there 
during process 2-3. This completes the cycle. 

Notice that the second constant-volume process takes place at a smaller 
volume than the first one, and the net heat transfer to the regenerator during 
a cycle is zero. That is, the amount of energy stored in the regenerator during 
process 2-3 is equal to the amount picked up by the gas during process 4-1. 

The 7-s and P-v diagrams of the Ericsson cycle are shown in Fig. 9—26c. 
The Ericsson cycle is very much like the Stirling cycle, except that the two 
constant-volume processes are replaced by two constant-pressure processes. 

A steady-flow system operating on an Ericsson cycle is shown in Fig. 9-28. 
Here the isothermal expansion and compression processes are executed in a 
compressor and a turbine, respectively, and a counter-flow heat exchanger 
serves as a regenerator. Hot and cold fluid streams enter the heat exchanger 
from opposite ends, and heat transfer takes place between the two streams. In 
the ideal case, the temperature difference between the two fluid streams does 
not exceed a differential amount at any point, and the cold fluid stream leaves 
the heat exchanger at the inlet temperature of the hot stream. 
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The execution of the Stirling cycle. 


FIGURE 9-28 


A steady-flow Ericsson engine. 
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Both the Stirling and Ericsson cycles are totally reversible, as is the Carnot 
cycle, and thus according to the Carnot principle, all three cycles must have 
the same thermal efficiency when operating between the same temperature 
limits: 

T; 

Nth, Stirling = )}th,Ericsson — ")th,Carnot — 1= T, (9-14) 
H 

This is proved for the Carnot cycle in Example 9-1 and can be proved in a 
similar manner for both the Stirling and Ericsson cycles. 


EXAMPLE 9-4 Thermal Efficiency of the Ericsson Cycle 


Using an ideal gas as the working fluid, show that the thermal efficiency of 
an Ericsson cycle is identical to the efficiency of a Carnot cycle operating 
between the same temperature limits. 


Solution It is to be shown that the thermal efficiencies of Carnot and 
Ericsson cycles are identical. 

Analysis Heat is transferred to the working fluid isothermally from an external 
source at temperature Ty during process 1-2, and it is rejected again isother- 
mally to an external sink at temperature 7, during process 3-4. For a 
reversible isothermal process, heat transfer is related to the entropy change by 


q=TAs 
The entropy change of an ideal gas during an isothermal process is 
a 
As=c,ln_ =Rin ~ ==Rin 
T; P. P 


i i i 


The heat input and heat output can be expressed as 


Tal ) 1y(-R =) RTy In! 
din Z 4H\S2 — $1) = Lay oie = a 
and 
Pi P, 
dou = T; (84 53) = n( Rin =) = RT, In P; 
Then the thermal efficiency of the Ericsson cycle becomes 
1 dout RT, In(P,/P3) T, 
Nith,Ericsson din Rie In (P,/P>) T 


since P, = P, and P, = P,. Notice that this result is independent of 
whether the cycle is executed in a closed or steady-flow system. 


Stirling and Ericsson cycles are difficult to achieve in practice because 
they involve heat transfer through a differential temperature difference in all 
components including the regenerator. This would require providing infi- 
nitely large surface areas for heat transfer or allowing an infinitely long time 
for the process. Neither is practical. In reality, all heat transfer processes take 
place through a finite temperature difference, the regenerator does not have 
an efficiency of 100 percent, and the pressure losses in the regenerator are 
considerable. Because of these limitations, both Stirling and Ericsson cycles 


have long been of only theoretical interest. However, there is renewed inter- 
est in engines that operate on these cycles because of their potential for 
higher efficiency and better emission control. The Ford Motor Company, 
General Motors Corporation, and the Phillips Research Laboratories of the 
Netherlands have successfully developed Stirling engines suitable for trucks, 
buses, and even automobiles. More research and development are needed 
before these engines can compete with the gasoline or diesel engines. 

Both the Stirling and the Ericsson engines are external combustion engines. 
That is, the fuel in these engines is burned outside the cylinder, as opposed to 
gasoline or diesel engines, where the fuel is burned inside the cylinder. 

External combustion offers several advantages. First, a variety of fuels can 
be used as a source of thermal energy. Second, there is more time for com- 
bustion, and thus the combustion process is more complete, which means 
less air pollution and more energy extraction from the fuel. Third, these 
engines operate on closed cycles, and thus a working fluid that has the most 
desirable characteristics (stable, chemically inert, high thermal conductivity) 
can be utilized as the working fluid. Hydrogen and helium are two gases 
commonly employed in these engines. 

Despite the physical limitations and impracticalities associated with them, 
both the Stirling and Ericsson cycles give a strong message to design engi- 
neers: Regeneration can increase efficiency. It is no coincidence that modern 
gas-turbine and steam power plants make extensive use of regeneration. In 
fact, the Brayton cycle with intercooling, reheating, and regeneration, which is 
utilized in large gas-turbine power plants and discussed later in this chapter, 
closely resembles the Ericsson cycle. 


9-8 = 


The Brayton cycle was first proposed by George Brayton for use in the recip- 
rocating oil-burning engine that he developed around 1870. Today, it is used 
for gas turbines only where both the compression and expansion processes 
take place in rotating machinery. Gas turbines usually operate on an open 
cycle, as shown in Fig. 9-29. Fresh air at ambient conditions is drawn into 
the compressor, where its temperature and pressure are raised. The high- 
pressure air proceeds into the combustion chamber, where the fuel is burned 
at constant pressure. The resulting high-temperature gases then enter the tur- 
bine, where they expand to the atmospheric pressure while producing 
power. The exhaust gases leaving the turbine are thrown out (not recircu- 
lated), causing the cycle to be classified as an open cycle. 

The open gas-turbine cycle described above can be modeled as a closed 
cycle, as shown in Fig. 9-30, by utilizing the air-standard assumptions. Here 
the compression and expansion processes remain the same, but the combus- 
tion process is replaced by a constant-pressure heat-addition process from 
an external source, and the exhaust process is replaced by a constant- 
pressure heat-rejection process to the ambient air. The ideal cycle that the 
working fluid undergoes in this closed loop is the Brayton cycle, which is 
made up of four internally reversible processes: 
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A closed-cycle gas-turbine engine. 
T} 3-4 Isentropic expansion (in a turbine) 
4-1 Constant-pressure heat rejection 


The 7-s and P-v diagrams of an ideal Brayton cycle are shown in Fig. 9-31. 
Notice that all four processes of the Brayton cycle are executed in steady- 
flow devices; thus, they should be analyzed as steady-flow processes. When 
the changes in kinetic and potential energies are neglected, the energy bal- 
ance for a steady-flow process can be expressed, on a unit—mass basis, as 


(Gin ~ out) + (Win a Wout) = Nexit ~ hintet (9-15) 


Therefore, heat transfers to and from the working fluid are 


(a) T-s diagram din = h; — h, = c,(Ts Tə) (9-16a) 


and 


Pi dout = hy hy a ce (Ty T,) (9-164) 
Then the thermal efficiency of the ideal Brayton cycle under the cold-air- 
standard assumptions becomes 

Wnet 1 out cp (Ty 7 T,) 7, (T/T, E 1) 


TNih,Brayton T din din c (T — Tr) T, (T/T, = 1) 


Processes 1-2 and 3-4 are isentropic, and P, = P, and P, = P,. Thus, 


T, ew ef B 
= — == 
@ 


dout T, P 1 


(b) P-v diagram Substituting these equations into the thermal efficiency relation and simpli- 


fyi i 
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T-s and P-v diagrams for the ideal Tamate (9-17) 
Brayton cycle. 


where 
P, 


= (9-18) 
r; P, 


is the pressure ratio and k is the specific heat ratio. Equation 9-17 shows 
that under the cold-air-standard assumptions, the thermal efficiency of an 
ideal Brayton cycle depends on the pressure ratio of the gas turbine and the 
specific heat ratio of the working fluid. The thermal efficiency increases with 
both of these parameters, which is also the case for actual gas turbines. 
A plot of thermal efficiency versus the pressure ratio is given in Fig. 9-32 for 
k = 1.4, which is the specific-heat-ratio value of air at room temperature. 


This also limits the pressure ratios that can be 
used in the cycle. For a fixed turbine inlet temperature T}, 


| 


The air in gas turbines performs two important functions: It supplies the 
necessary oxidant for the combustion of the fuel, and it serves as a coolant 
to keep the temperature of various components within safe limits. The sec- 
ond function is accomplished by drawing in more air than is needed for the 
complete combustion of the fuel. In gas turbines, an air—fuel mass ratio of 
50 or above is not uncommon. Therefore, in a cycle analysis, treating the 
combustion gases as air does not cause any appreciable error. Also, the mass 
flow rate through the turbine is greater than that through the compressor, the 
difference being equal to the mass flow rate of the fuel. Thus, assuming a 
constant mass flow rate throughout the cycle yields conservative results for 
open-loop gas-turbine engines. 

The two major application areas of gas-turbine engines are aircraft propul- 
sion and electric power generation. When it is used for aircraft propulsion, 
the gas turbine produces just enough power to drive the compressor and a 
small generator to power the auxiliary equipment. The high-velocity exhaust 
gases are responsible for producing the necessary thrust to propel the air- 
craft. Gas turbines are also used as stationary power plants to generate elec- 
tricity as stand-alone units or in conjunction with steam power plants on the 
high-temperature side. In these plants, the exhaust gases of the gas turbine 
serve as the heat source for the steam. The gas-turbine cycle can also be exe- 
cuted as a closed cycle for use in nuclear power plants. This time the work- 
ing fluid is not limited to air, and a gas with more desirable characteristics 
(such as helium) can be used. 

The majority of the Western world’s naval fleets already use gas-turbine 
engines for propulsion and electric power generation. The General Electric 
LM2500 gas turbines used to power ships have a simple-cycle thermal effi- 
ciency of 37 percent. The General Electric WR-21 gas turbines equipped with 
intercooling and regeneration have a thermal efficiency of 43 percent and 
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Thermal efficiency of the ideal 
Brayton cycle as a function of the 
pressure ratio. 
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to drive the compressor is called the 
back work ratio. 


produce 21.6 MW (29,040 hp). The regeneration also reduces the exhaust tem- 
perature from 600°C (1100°F) to 350°C (650°F). Air is compressed to 3 atm 
before it enters the intercooler. Compared to steam-turbine and diesel- 
propulsion systems, the gas turbine offers greater power for a given size and 
weight, high reliability, long life, and more convenient operation. The engine 
start-up time has been reduced from 4 h required for a typical steam- 
propulsion system to less than 2 min for a gas turbine. Many modern marine 
propulsion systems use gas turbines together with diesel engines because of the 
high fuel consumption of simple-cycle gas-turbine engines. In combined diesel 
and gas-turbine systems, diesel is used to provide for efficient low-power and 
cruise operation, and gas turbine is used when high speeds are needed. 

In gas-turbine power plants, the ratio of the compressor work to the tur- 
bine work, called the back work ratio, is very high (Fig. 9-34). Usually 
more than one-half of the turbine work output is used to drive the compres- 
sor. The situation is even worse when the isentropic efficiencies of the com- 
pressor and the turbine are low. This is quite in contrast to steam power 
plants, where the back work ratio is only a few percent. This is not surpris- 
ing, however, since a liquid is compressed in steam power plants instead of 
a gas, and the steady-flow work is proportional to the specific volume of the 
working fluid. 

A power plant with a high back work ratio requires a larger turbine to 
provide the additional power requirements of the compressor. Therefore, the 
turbines used in gas-turbine power plants are larger than those used in steam 
power plants of the same net power output. 


Development of Gas Turbines 


The gas turbine has experienced phenomenal progress and growth since its 
first successful development in the 1930s. The early gas turbines built in the 
1940s and even 1950s had simple-cycle efficiencies of about 17 percent 
because of the low compressor and turbine efficiencies and low turbine inlet 
temperatures due to metallurgical limitations of those times. Therefore, gas 
turbines found only limited use despite their versatility and their ability to 
burn a variety of fuels. The efforts to improve the cycle efficiency concen- 
trated in three areas: 


1. Increasing the turbine inlet (or firing) temperatures This has 
been the primary approach taken to improve gas-turbine efficiency. The tur- 
bine inlet temperatures have increased steadily from about 540°C (1000°F) in 
the 1940s to 1425°C (2600°F) and even higher today. These increases were 
made possible by the development of new materials and the innovative cool- 
ing techniques for the critical components such as coating the turbine blades 
with ceramic layers and cooling the blades with the discharge air from the 
compressor. Maintaining high turbine inlet temperatures with an air-cooling 
technique requires the combustion temperature to be higher to compensate for 
the cooling effect of the cooling air. However, higher combustion tempera- 
tures increase the amount of nitrogen oxides (NO,), which are responsible for 
the formation of ozone at ground level and smog. Using steam as the coolant 
allowed an increase in the turbine inlet temperatures by 200°F without an 
increase in the combustion temperature. Steam is also a much more effective 
heat transfer medium than air. 


2. Increasing the efficiencies of turbomachinery components 
The performance of early turbines suffered greatly from the inefficiencies of 
turbines and compressors. However, the advent of computers and advanced 
techniques for computer-aided design made it possible to design these com- 
ponents aerodynamically with minimal losses. The increased efficiencies of 
the turbines and compressors resulted in a significant increase in the cycle 
efficiency. 

3. Adding modifications to the basic cycle The simple-cycle efficien- 
cies of early gas turbines were practically doubled by incorporating intercool- 
ing, regeneration (or recuperation), and reheating, discussed in the next two 
sections. These improvements, of course, come at the expense of increased 
initial and operation costs, and they cannot be justified unless the decrease in 
fuel costs offsets the increase in other costs. The relatively low fuel prices, the 
general desire in the industry to minimize installation costs, and the tremen- 
dous increase in the simple-cycle efficiency to about 40 percent left little desire 
for opting for these modifications. 


The first gas turbine for an electric utility was installed in 1949 in 
Oklahoma as part of a combined-cycle power plant. It was built by General 
Electric and produced 3.5 MW of power. Gas turbines installed until the 
mid-1970s suffered from low efficiency and poor reliability. In the past, the 
base-load electric power generation was dominated by large coal and 
nuclear power plants. However, there has been an historic shift toward nat- 
ural gas-fired gas turbines because of their higher efficiencies, lower capital 
costs, shorter installation times, and better emission characteristics, and the 
abundance of natural gas supplies, and more and more electric utilities are 
using gas turbines for base-load power production as well as for peaking. 
The construction costs for gas-turbine power plants are roughly half that of 
comparable conventional fossil-fuel steam power plants, which were the pri- 
mary base-load power plants until the early 1980s. More than half of all 
power plants to be installed in the foreseeable future are forecast to be gas- 
turbine or combined gas—steam turbine types. 

A gas turbine manufactured by General Electric in the early 1990s had a 
pressure ratio of 13.5 and generated 135.7 MW of net power at a thermal 
efficiency of 33 percent in simple-cycle operation. A more recent gas turbine 
manufactured by General Electric uses a turbine inlet temperature of 1425°C 
(2600°F) and produces up to 282 MW while achieving a thermal efficiency 
of 39.5 percent in the simple-cycle mode. A 1.3-ton small-scale gas turbine 
labeled OP-16, built by the Dutch firm Opra Optimal Radial Turbine, can run 
on gas or liquid fuel and can replace a 16-ton diesel engine. It has a pressure 
ratio of 6.5 and produces up to 2 MW of power. Its efficiency is 26 percent 
in the simple-cycle operation, which rises to 37 percent when equipped with 
a regenerator. 


EXAMPLE 9-5 The Simple Ideal Brayton Cycle 


A gas-turbine power plant operating on an ideal Brayton cycle has a pressure 
ratio of 8. The gas temperature is 300 K at the compressor inlet and 1300 K 
at the turbine inlet. Utilizing the air-standard assumptions, determine (a) the 
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FIGURE 9-35 


T-s diagram for the Brayton cycle 
discussed in Example 9-5. 


“uy 


gas temperature at the exits of the compressor and the turbine, (b) the back 
work ratio, and (c) the thermal efficiency. 


Solution A power plant operating on the ideal Brayton cycle is considered. 
The compressor and turbine exit temperatures, back work ratio, and the ther- 
mal efficiency are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The air-standard assump- 
tions are applicable. 3 Kinetic and potential energy changes are negligible. 
4 The variation of specific heats with temperature is to be considered. 
Analysis The T-s diagram of the ideal Brayton cycle described is shown in 
Fig. 9-35. We note that the components involved in the Brayton cycle are 
steady-flow devices. 

(a) The air temperatures at the compressor and turbine exits are determined 
from isentropic relations: 


Process 1-2 (isentropic compression of an ideal gas): 
T, = 300 K —> h, = 300.19 kJ/kg 
P = 1.386 


Py 


Pa = Pa = (8) (1.386) = 11.09 > T, = 540K 
1 


(at compressor exit) 


hy = 544.35 kJ/kg 
Process 3-4 (isentropic expansion of an ideal gas): 
T; = 1300 K —> h; = 1395.97 kJ/kg 
P, = 330.9 


P, 


1 
Pa = pie = (=) (330.9) = 41.36 > T, = 770 K (at turbine exit) 
3 


hy = 789.37 kJ/kg 


(b) To find the back work ratio, we need to find the work input to the com- 
pressor and the work output of the turbine: 


Weompin = Aa — hy = 544.35 — 300.19 = 244.16 kJ/kg 
Weurrow = A3 — hy = 1395.97 — 789.37 = 606.60 kJ/kg 
Thus, 
Weompin 244.16 kI/k: 
low =—— /kg 0.403 


Wturb,out R 606.60 kJ/kg E 


That is, 40.3 percent of the turbine work output is used just to drive the 
compressor. 
(c) The thermal efficiency of the cycle is the ratio of the net power output to 
the total heat input: 

din = hz — h, = 1395.97 — 544.35 = 851.62 kJ/kg 

Wnet = Wout — Win = 606.60 — 244.16 = 362.4 kJ/kg 
Thus, 


Whe 362.4 kJ/kg 
din 851.62 kJ/kg 


Na = = 0.426 or 42.6% 


The thermal efficiency could also be determined from 


out 
din 


in = l= 
where 
dou = h4 — hı = 789.37 — 300.19 = 489.2 kJ/kg 


Discussion Under the cold-air-standard assumptions (constant specific heat 
values at room temperature), the thermal efficiency would be, from Eq. 9-17, 


1 
Thn.Brayton = 1 pbk 1 giana 0.448 
which is sufficiently close to the value obtained by accounting for the varia- 
tion of specific heats with temperature. 


The actual gas-turbine cycle differs from the ideal Brayton cycle on several 
accounts. For one thing, some pressure drop during the heat-addition and heat- 
rejection processes is inevitable. More importantly, the actual work input to the 
compressor is more, and the actual work output from the turbine is less 
because of irreversibilities. The deviation of actual compressor and turbine 
behavior from the idealized isentropic behavior can be accurately accounted 
for by utilizing the isentropic efficiencies of the turbine and compressor as 


nat e@en 
(9-19) 
me 5? mem 


and 


nee Rem 
(9-20) 
ae, Seam 


where states 2a and 4a are the actual exit states of the compressor and the 
turbine, respectively, and 2s and 4s are the corresponding states for the isen- 
tropic case, as illustrated in Fig. 9-36. The effect of the turbine and com- 
pressor efficiencies on the thermal efficiency of the gas-turbine engines is 
illustrated below with an example. 


EXAMPLE 9-6 An Actual Gas-Turbine Cycle 


Assuming a compressor efficiency of 80 percent and a turbine efficiency of 
85 percent, determine (a) the back work ratio, (b) the thermal efficiency, 
and (c) the turbine exit temperature of the gas-turbine cycle discussed in 
Example 9-5. 


Solution The Brayton cycle discussed in Example 9-5 is reconsidered. For 
specified turbine and compressor efficiencies, the back work ratio, the ther- 
mal efficiency, and the turbine exit temperature are to be determined. 
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The deviation of an actual gas-turbine 
cycle from the ideal Brayton cycle as a 
result of irreversibilities. 
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FIGURE 9-37 


T-s diagram of the gas-turbine cycle 
discussed in Example 9-6. 


Analysis (a) The T-s diagram of the cycle is shown in Fig. 9-37. The actual 
compressor work and turbine work are determined by using the definitions of 
compressor and turbine efficiencies, Eqs. 9-19 and 9-20: 


w, 244.16 kJ/kg 


Ci $ n= = .20 kJ/k 
ompressor. Weompin a 0.80 305.20 kJ/kg 
Turbine: Weursot = M1, = (0.85) (606.60 kJ/kg) = 515.61 kI/kg 

Thus, 


Weomp,in 305.20 kJ/kg 
Wiurb,out J SSI kJ/kg > 
That is, the compressor is now consuming 59.2 percent of the work pro- 


duced by the turbine (up from 40.3 percent). This increase is due to the 
irreversibilities that occur within the compressor and the turbine. 


0.592 


Tow = 


(b) In this case, air leaves the compressor at a higher temperature and 
enthalpy, which are determined to be 


Mennin = Mag = Mi > Ban = iin oP Warmi 
= 300.19 + 305.20 
= 605.39 kJ/kg (and T}, = 598 K) 
Thus, 
din = h3 — hog = 1395.97 — 605.39 = 790.58 kJ/kg 
Waet = Wout — Win = 515.61 — 305.20 = 210.41 kJ/kg 
and 
Woe 210.41 kJ/kg 
dn 790.58 kJ/kg 


That is, the irreversibilities occurring within the turbine and compressor 
caused the thermal efficiency of the gas turbine cycle to drop from 42.6 to 
26.6 percent. This example shows how sensitive the performance of a 
gas-turbine power plant is to the efficiencies of the compressor and the 
turbine. In fact, gas-turbine efficiencies did not reach competitive values 
until significant improvements were made in the design of gas turbines and 
compressors. 


Nth = = 0.266 or 26.6% 


(c) The air temperature at the turbine exit is determined from an energy bal- 
ance on the turbine: 


Wiurb,out a h, Nga > Nga = h, ia Wiurb,out 
IBPS = SIS 
880.36 kJ/kg 


Then, from Table A-17, 
Ti, = 853 K 


Discussion The temperature at turbine exit is considerably higher than that 
at the compressor exit (7,, = 598 K), which suggests the use of regeneration 
to reduce fuel cost. 


Regenerator 


Combustion 
chamber 


Compressor 


In gas-turbine engines, the temperature of the exhaust gas leaving the tur- 
bine is often considerably higher than the temperature of the air leaving the 
compressor. Therefore, the high-pressure air leaving the compressor can be 
heated by transferring heat to it from the hot exhaust gases in a counter-flow 
heat exchanger, which is also known as 

A sketch of the gas-turbine engine utilizing a regenerator and the T-s 
diagram of the new cycle are shown in Figs. 9-38 and 9-39, respectively. 


‘chamber. This, in turn, decreases the heat input (thus fuel) requirements for 
the same net work output. Note, however, that the use of a regenerator is rec- 
ommended only when the turbine exhaust temperature is higher than the com- 
pressor exit temperature. Otherwise, heat will flow in the reverse direction (to 
the exhaust gases), decreasing the efficiency. This situation is encountered in 
gas-turbine engines operating at very high pressure ratios. 

The highest temperature occurring within the regenerator is T}, the tem- 
perature of the exhaust gases leaving the turbine and entering the regenera- 
tor. Under no conditions can the air be preheated in the regenerator to a 
temperature above this value. Air normally leaves the regenerator at a lower 
temperature, T;. In the limiting (ideal) case, the air exits the regenerator at 
the inlet temperature of the exhaust gases T}. Assuming the regenerator to 
be well insulated and any changes in kinetic and potential energies to be 
negligible, the actual and maximum heat transfers from the exhaust gases to 
the air can be expressed as 


Fregen.act = hs = h, (9-21) 


and 


dregen,max z hs, hy E hy hy (9-22) 


The extent to which a regenerator approaches an ideal regenerator is called 
the effectiveness € and is defined as 
dregen,act hs a hy 


a= = (9-23) 
dregen,max h4 g h, 
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A gas-turbine engine with regenerator. 
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FIGURE 9-41 


When the cold-air-standard assumptions are utilized, it reduces to 


TT 
e= > 7 (9-24) 
i= 


A regenerator with a higher effectiveness obviously saves a greater 
amount of fuel since it preheats the air to a higher temperature prior to com- 
bustion. However, achieving a higher effectiveness requires the use of a 
larger regenerator, which carries a higher price tag and causes a larger pres- 
sure drop. Therefore, the use of a regenerator with a very high effectiveness 
cannot be justified economically unless the savings from the fuel costs 
exceed the additional expenses involved. The effectiveness of most regener- 
ators used in practice is below 0.85. 

Under the cold-air-standard assumptions, the thermal efficiency of an 
ideal Brayton cycle with regeneration is 


teem =1= (Fey (9-25) 


Therefore, the thermal efficiency of an ideal Brayton cycle with regenera- 
tion depends on the ratio of the minimum to maximum temperatures as well 
as the pressure ratio. The thermal efficiency is plotted in Fig. 9-40 for vari- 
ous pressure ratios and minimum-to-maximum temperature ratios. This fig- 
ure shows that regeneration is most effective at lower pressure ratios and 
low minimum-to-maximum temperature ratios. 


EXAMPLE 9-7 Actual Gas-Turbine Cycle with Regeneration 


Determine the thermal efficiency of the gas-turbine described in Example 
9-6 if a regenerator having an effectiveness of 80 percent is installed. 


Solution The gas-turbine discussed in Example 9-6 is equipped with a 
regenerator. For a specified effectiveness, the thermal efficiency is to be 
determined. 

Analysis The T-s diagram of the cycle is shown in Fig. 9-41. We first deter- 
mine the enthalpy of the air at the exit of the regenerator, using the defini- 
tion of effectiveness: 


(hs — 605.39) kJ/kg 
~ (880.36 — 605.39) kJ/kg 


0.80 > h; = 825.37 kJ/kg 


Thus, 
din = 3 — hs = (1395.97 — 825.37) kJ/kg = 570.60 kJ/kg 
This represents a savings of 220.0 kJ/kg from the heat input requirements. 


The addition of a regenerator (assumed to be frictionless) does not affect the 
net work output. Thus, 


Wet 210.41 kJ/kg 


=" = = 0.369 or 36.9% 
Th “Gn 570.60 KJ/kg ated 
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Discussion Note that the thermal efficiency of the gas turbine has gone up 
from 26.6 to 36.9 percent as a result of installing a regenerator that helps 
to recuperate some of the thermal energy of the exhaust gases. 


— i 
9 1 0 O INTERACTIVE 
TUTORIAL 


SEE TUTORIAL CH. 9, SEC. 5 ON THE DVD. 


The net work of a gas-turbine cycle is the difference between the turbine 
work output and the compressor work input, and it can be increased by 


either decreasing the compressor work or increasing the turbine work, or Fy 
both. It was shown in Chap. 7 that the work required to compress a gas Polyiropie ‘ 
between two specified pressures can be decreased by carrying out the com- procos PHS Work saved 
pression process in stages and cooling the gas in between (Fig. 9-42)—that eee (0 ari 
is, using multistage compression with intercooling. As the number of stages 
is increased, the compression process becomes nearly isothermal at the Tatercooling 
compressor inlet temperature, and the compression work decreases. 

Likewise, the work output of a turbine operating between two pressure Kohlin 


levels can be increased by expanding the gas in stages and reheating it in 
between—that is, utilizing multistage expansion with reheating. This is 
accomplished without raising the maximum temperature in the cycle. As the 
number of stages is increased, the expansion process becomes nearly 
isothermal. The foregoing argument is based on a simple principle: The 
steady-flow compression or expansion work is proportional to the specific 
volume of the fluid. Therefore, the specific volume of the working fluid 
should be as low as possible during a compression process and as high as 
possible during an expansion process. This is precisely what intercooling 
and reheating accomplish. 

Combustion in gas turbines typically occurs at four times the amount of 
air needed for complete combustion to avoid excessive temperatures. There- 
fore, the exhaust gases are rich in oxygen, and reheating can be accom- 
plished by simply spraying additional fuel into the exhaust gases between 
two expansion states. 

The working fluid leaves the compressor at a lower temperature, and the 
turbine at a higher temperature, when intercooling and reheating are uti- 
lized. This makes regeneration more attractive since a greater potential for 
regeneration exists. Also, the gases leaving the compressor can be heated to 
a higher temperature before they enter the combustion chamber because of 
the higher temperature of the turbine exhaust. 

A schematic of the physical arrangement and the T-s diagram of an ideal 
two-stage gas-turbine cycle with intercooling, reheating, and regeneration are 
shown in Figs. 9-43 and 9-44. The gas enters the first stage of the compres- 
sor at state 1, is compressed isentropically to an intermediate pressure P,, is 
cooled at constant pressure to state 3 (7; = T,), and is compressed in the sec- 
ond stage isentropically to the final pressure P,. At state 4 the gas enters the 
regenerator, where it is heated to T, at constant pressure. In an ideal regenera- 
tor, the gas leaves the regenerator at the temperature of the turbine exhaust, 
that is, T; = Ty. The primary heat addition (or combustion) process takes 


process paths 


FIGURE 9-42 


Comparison of work inputs to a 


<T 


single-stage compressor (1AC) and a 


two-stage compressor with 
intercooling (1ABD). 


518 | Thermodynamics 


Compressor 


Regenerator 


Combustion 
chamber 


Compressor 
I 


m 


Intercooler 


FIGURE 9-43 


T4 


dre gen 


10 
x dregen = saved 
dout 


3 4°71 


FIGURE 9-44 


T-s diagram of an ideal gas-turbine 
cycle with intercooling, reheating, and 
regeneration. 


place between states 5 and 6. The gas enters the first stage of the turbine at 
state 6 and expands isentropically to state 7, where it enters the reheater. It is 
reheated at constant pressure to state 8 (T, = T6), where it enters the second 
stage of the turbine. The gas exits the turbine at state 9 and enters the regener- 
ator, where it is cooled to state 10 at constant pressure. The cycle is completed 
by cooling the gas to the initial state (or purging the exhaust gases). 

It was shown in Chap. 7 that the work input to a two-stage compressor is 
minimized when equal pressure ratios are maintained across each stage. It 
can be shown that this procedure also maximizes the turbine work output. 
Thus, for best performance we have 


P,- Py 
P, P 


Po _ Ps 


an = 
P3 Po 


(9-26) 
In the analysis of the actual gas-turbine cycles, the irreversibilities that are 
present within the compressor, the turbine, and the regenerator as well as the 
pressure drops in the heat exchangers should be taken into consideration. 

The back work ratio of a gas-turbine cycle improves as a result of inter- 
cooling and reheating. However, this does not mean that the thermal effi- 
ciency also improves. The fact is, intercooling and reheating always 
decreases the thermal efficiency unless they are accompanied by regenera- 
tion. This is because intercooling decreases the average temperature at 
which heat is added, and reheating increases the average temperature at which 
heat is rejected. This is also apparent from Fig. 9-44. Therefore, in gas- 
turbine power plants, intercooling and reheating are always used in conjunc- 
tion with regeneration. 
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However, the contri- 
bution of each additional stage to the thermal efficiency is less and less, and 
the use of more than two or three stages cannot be justified economically. 


EXAMPLE 9-8 A Gas Turbine with Reheating and Intercooling Thavg j 


An ideal gas-turbine cycle with two stages of compression and two stages of 
expansion has an overall pressure ratio of 8. Air enters each stage of the 
compressor at 300 K and each stage of the turbine at 1300 K. Determine 
the back work ratio and the thermal efficiency of this gas-turbine cycle, FIGURE 9-45 
assuming (a) no regenerators and (b) an ideal regenerator with 100 percent 
effectiveness. Compare the results with those obtained in Example 9-5. 


a 


As the number of compression and 
expansion stages increases, the gas- 
turbine cycle with intercooling, 
reheating, and regeneration 
approaches the Ericsson cycle. 


Solution An ideal gas-turbine cycle with two stages of compression and two 
stages of expansion is considered. The back work ratio and the thermal effi- 
ciency of the cycle are to be determined for the cases of no regeneration and 
maximum regeneration. 
Assumptions 1 Steady operating conditions exist. 2 The air-standard assump- 
tions are applicable. 3 Kinetic and potential energy changes are negligible. 
Analysis The T-s diagram of the ideal gas-turbine cycle described is shown 6 8 
in Fig. 9-46. We note that the cycle involves two stages of expansion, two 1300 
stages of compression, and regeneration. 

For two-stage compression and expansion, the work input is minimized 
and the work output is maximized when both stages of the compressor and 
the turbine have the same pressure ratio. Thus, 


Dy Ph lo Jey 
fe = V8=S TR d == = V8 =I 4 
z V8 an E F V8 


FE 4 dreheat 


d primary 


Air enters each stage of the compressor at the same temperature, and each 
stage has the same isentropic efficiency (100 percent in this case). There- > 
fore, the temperature (and enthalpy) of the air at the exit of each compres- 

sion stage will be the same. A similar argument can be given for the turbine. FIGURE 9-46 


Th 
Be T-s diagram of the gas-turbine cycle 
At inlets: Mh = Tey Th = [hg eG Ts = Tg, Tg = Ts discussed in Example 9-8. 


At exits: T,=T, h =h and T= To, h,= h 


Under these conditions, the work input to each stage of the compressor will 
be the same, and so will the work output from each stage of the turbine. 


(a) In the absence of any regeneration, the back work ratio and the thermal 
efficiency are determined by using data from Table A-17 as follows: 


T, = 300 Kh, = 300.19 kJ/kg 
Pı = 1.386 
P, 
B /8(1.386) = 3.92 > T, = 403.3 K 


1 


hy = 404.31 kJ/kg 
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Ts = 1300 K hg = 1395.97 kJ/kg 


P, = 330.9 
pe : (330.9) = 117.0 > T, = 1006.4 K 
ial Ps Ze) V3 : om $ NS . 


h, = 1053.33 kJ/kg 

Then 

Woman = 2'(Weompina) = 2(hy — hı) = 2(404.31 — 300.19) = 208.24 kJ/kg 
Weurbout = 2(Weur.outt) = 2(A6 — h1) = 2(1395.97 — 1053.33) = 685.28 kJ/kg 


Wnet = Wrurbout — Weompin = 685.28 — 208.24 = 477.04 kJ/kg 


lin 7 d primary ar dreheat — (he h4) H (hs h;) 
= (1395.97 — 404.31) + (1395.97 — 1053.33) = 1334.30 kJ/kg 


Thus, 
fe ec ee EES 0501 0 30 
” Wardour 685.28 kJ/kg 
and 
Wnet 477.04 kJ/kg 
Nh = = 0.358 or 35.8 % 


din 1334.30 kJ/kg 


A comparison of these results with those obtained in Example 9-5 (single- 
stage compression and expansion) reveals that multistage compression with 
intercooling and multistage expansion with reheating improve the back work 
ratio (it drops from 40.3 to 30.4 percent) but hurt the thermal efficiency (it 
drops from 42.6 to 35.8 percent). Therefore, intercooling and reheating are 
not recommended in gas-turbine power plants unless they are accompanied 
by regeneration. 


(b) The addition of an ideal regenerator (no pressure drops, 100 percent effec- 
tiveness) does not affect the compressor work and the turbine work. There- 
fore, the net work output and the back work ratio of an ideal gas-turbine 
cycle are identical whether there is a regenerator or not. A regenerator, how- 
ever, reduces the heat input requirements by preheating the air leaving the 
compressor, using the hot exhaust gases. In an ideal regenerator, the com- 
pressed air is heated to the turbine exit temperature 7, before it enters the 
combustion chamber. Thus, under the air-standard assumptions, hs = hy = ho. 
The heat input and the thermal efficiency in this case are 


Gin = Gpimay T Carer = Wa = a) T (tg = a) 
= (1395.97 — 1053.33) + (1395.97 — 1053.33) = 685.28 kJ/kg 
and 
Weer 477.04 kJ/kg 


= = 0.696 or 69.6% 
Mn a 685.28 KJ/kg es 


Discussion Note that the thermal efficiency almost doubles as a result of 
regeneration compared to the no-regeneration case. The overall effect of two- 
stage compression and expansion with intercooling, reheating, and regenera- 


tion on the thermal efficiency is an increase of 63 percent. As the number of 
compression and expansion stages is increased, the cycle will approach the 
Ericsson cycle, and the thermal efficiency will approach 


T, 300 K 


1th, Ericsson TNth,Carnot Ths, 1300 K 


Adding a second stage increases the thermal efficiency from 42.6 to 69.6 
percent, an increase of 27 percentage points. This is a significant increase 
in efficiency, and usually it is well worth the extra cost associated with the 
second stage. Adding more stages, however (no matter how many), can 
increase the efficiency an additional 7.3 percentage points at most, and 
usually cannot be justified economically. 


9-11 = IDEAL JET-PROPULSION CYCLES 


Gas-turbine engines are widely used to power aircraft because they are light 
and compact and have a high power-to-weight ratio. Aircraft gas turbines 
operate on an open cycle called a jet-propulsion cycle. The ideal jet- 
propulsion cycle differs from the simple ideal Brayton cycle in that the 
gases are not expanded to the ambient pressure in the turbine. Instead, they 
are expanded to a pressure such that the power produced by the turbine is 
just sufficient to drive the compressor and the auxiliary equipment, such as 
a small generator and hydraulic pumps. That is, the net work output of a jet- 
propulsion cycle is zero. The gases that exit the turbine at a relatively high 
pressure are subsequently accelerated in a nozzle to provide the thrust to 
propel the aircraft (Fig. 9-47). Also, aircraft gas turbines operate at higher 
pressure ratios (typically between 10 and 25), and the fluid passes through a 
diffuser first, where it is decelerated and its pressure is increased before it 
enters the compressor. 

Aircraft are propelled by accelerating a fluid in the opposite direction to 
motion. This is accomplished by either slightly accelerating a large mass of 
fluid (propeller-driven engine) or greatly accelerating a small mass of fluid 
( jet or turbojet engine) or both (turboprop engine). 

A schematic of a turbojet engine and the 7-s diagram of the ideal turbojet 
cycle are shown in Fig. 9-48. The pressure of air rises slightly as it is decel- 
erated in the diffuser. Air is compressed by the compressor. It is mixed with 
fuel in the combustion chamber, where the mixture is burned at constant 
pressure. The high-pressure and high-temperature combustion gases partially 
expand in the turbine, producing enough power to drive the compressor and 
other equipment. Finally, the gases expand in a nozzle to the ambient pres- 
sure and leave the engine at a high velocity. 

In the ideal case, the turbine work is assumed to equal the compressor 
work. Also, the processes in the diffuser, the compressor, the turbine, and 
the nozzle are assumed to be isentropic. In the analysis of actual cycles, 
however, the irreversibilities associated with these devices should be consid- 
ered. The effect of the irreversibilities is to reduce the thrust that can be 
obtained from a turbojet engine. 

The thrust developed in a turbojet engine is the unbalanced force that is 
caused by the difference in the momentum of the low-velocity air entering 
the engine and the high-velocity exhaust gases leaving the engine, and it is 
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In jet engines, the high-temperature 
and high-pressure gases leaving the 
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Basic components of a turbojet engine and the 7-s diagram for the ideal turbojet cycle. 


Source: The Aircraft Gas Turbine Engine and Its Operation. © United Aircraft Corporation (now United Technologies Corp.), 1951, 1974. 


FIGURE 9-49 


Propulsive power is the thrust acting 
on the aircraft through a distance per 
unit time. 


determined from Newton’s second law. The pressures at the inlet and the 
exit of a turbojet engine are identical (the ambient pressure); thus, the net 
thrust developed by the engine is 


pa (MV) exit z (MV) T = tia Vexit = Vintet) (N) (9-27) 


where V is the exit velocity of the exhaust gases and V,,,., is the inlet veloc- 
ity of the air, both relative to the aircraft. Thus, for an aircraft cruising in still 
air, Vet IS the aircraft velocity. In reality, the mass flow rates of the gases at 
the engine exit and the inlet are different, the difference being equal to the 
combustion rate of the fuel. However, the air—fuel mass ratio used in jet- 
propulsion engines is usually very high, making this difference very small. 
Thus, 72 in Eq. 9-27 is taken as the mass flow rate of air through the engine. 
For an aircraft cruising at a constant speed, the thrust is used to overcome air 
drag, and the net force acting on the body of the aircraft is zero. Commercial 
airplanes save fuel by flying at higher altitudes during long trips since air at 
higher altitudes is thinner and exerts a smaller drag force on aircraft. 

The power developed from the thrust of the engine is called the propulsive 
power W,, which is the propulsive force (thrust) times the distance this force 
acts on the aircraft per unit time, that is, the thrust times the aircraft velocity 
(Fig. 9-49): 

Wp = FV isc = m (Voxit g Vinit) Via (kW) (9-28) 
The net work developed by a turbojet engine is zero. Thus, we cannot 
define the efficiency of a turbojet engine in the same way as stationary gas- 
turbine engines. Instead, we should use the general definition of efficiency, 
which is the ratio of the desired output to the required input. The desired 
output in a turbojet engine is the power produced to propel the aircraft W,, 
and the required input is the heating value of the fuel Q,,. The ratio of these 
two quantities is called the propulsive efficiency and is given by 


Propulsive power Wp 


a= ; a (9-29) 
Energy input rate Qin 


Propulsive efficiency is a measure of how efficiently the thermal energy 
released during the combustion process is converted to propulsive energy. The 


remaining part of the energy released shows up as the kinetic energy of the 
exhaust gases relative to a fixed point on the ground and as an increase in 
the enthalpy of the gases leaving the engine. 


EXAMPLE 9-9 The Ideal Jet-Propulsion Cycle 


A turbojet aircraft flies with a velocity of 850 ft/s at an altitude where the air is 
at 5 psia and —40°F. The compressor has a pressure ratio of 10, and the tem- 
perature of the gases at the turbine inlet is 2000°F. Air enters the compressor 
at a rate of 100 Ibm/s. Utilizing the cold-air-standard assumptions, determine 
(a) the temperature and pressure of the gases at the turbine exit, (b) the veloc- 
ity of the gases at the nozzle exit, and (c) the propulsive efficiency of the cycle. 


Solution The operating conditions of a turbojet aircraft are specified. The 
temperature and pressure at the turbine exit, the velocity of gases at the 
nozzle exit, and the propulsive efficiency are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The cold-air-standard 
assumptions are applicable and thus air can be assumed to have constant 
specific heats at room temperature (c, = 0.240 Btu/Ibm - °F and k = 1.4). 
3 Kinetic and potential energies are negligible, except at the diffuser inlet 
and the nozzle exit. 4 The turbine work output is equal to the compressor 
work input. 

Analysis The T-s diagram of the ideal jet propulsion cycle described is shown 
in Fig. 9-50. We note that the components involved in the jet-propulsion 
cycle are steady-flow devices. 

(a) Before we can determine the temperature and pressure at the turbine 
exit, we need to find the temperatures and pressures at other states: 


Process 1-2 (isentropic compression of an ideal gas in a diffuser): For con- 
venience, we can assume that the aircraft is stationary and the air is moving 
toward the aircraft at a velocity of V, = 850 ft/s. Ideally, the air exits the 
diffuser with a negligible velocity (V, = 0): 


0 
ae ee 
er eee 
y2 
Q= c(h T,) : 
2 
i 
T= T 
2 Ye 
(850 ft/s)? 1 Btu/Ibm 
= 420R + == 
2(0.240 Btu/lbm - R) \ 25,037 f2/s? 
= 480R 
T. k/(k—1) i 480 R 1.4/1.4- 1) ; 
P, = p( 2) = (5 psiay( 0R) = 8.0 psia 


Process 2-3 (isentropic compression of an ideal gas in a compressor): 


P, = (r,)(P2) = (10)(8.0 psia) = 80 psia (= Py) 


E P, k-I/k £ (14-114 — 
n= 1% (480 R) (10) oie 
2 
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FIGURE 9-50 


T-s diagram for the turbojet cycle 
described in Example 9-9. 
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Process 4-5 (isentropic expansion of an ideal gas in a turbine): Neglecting 
the kinetic energy changes across the compressor and the turbine and 
assuming the turbine work to be equal to the compressor work, we find the 
temperature and pressure at the turbine exit to be 


Weomp,in = Wturb,out 
h; = hy = h4 = hs 
C in T») z Cada oy Ts) 
T; = T, — T, + T, = 2460 — 927 + 480 = 2013 R 


Te VED A 2013 R \ 1404-1) : 
P; = p=) = (80 psia) ( 5460 =) = 39.7 psia 


(b) To find the air velocity at the nozzle exit, we need to first determine the 
nozzle exit temperature and then apply the steady-flow energy equation. 


Process 5-6 (isentropic expansion of an ideal gas in a nozzle): 


Ps (k—1)/k 5 psia (1.4-1)/1.4 
Te = z(=) = (2013 R( oe) =1114R 
P; 39.7 psia 


V 
COE 1 


V6 az 2c,(T5 iz Ts) 


POTS 
= 1 2(0.240 Bwu/ibm R)[ (2013 — 1114) RY T raion 


= 3288 ft/s 
(c) The propulsive efficiency of a turbojet engine is the ratio of the propul- 
sive power developed W, to the total heat transfer rate to the working fluid: 
Wp = Tia( Vexit = Vinies) Vaircraft 


1 Btu/lbm 
= (100 lbm/s)[ (3288 — 850) ft/s](850 wys)( ) 


25,037 ft/s? 
= 8276 Btu/s (or 11,707 hp) 

Qin = tn(hyg — h3) = the,(Ty — Ts) 
= (100 Ibm/s) (0.240 Btu/Ibm - R)[ (2460 — 927) R] 
= 36,794 Btu/s 


Wp 8276 Btu/s 
Ò 36,794 Btu/s — 


Np = 22.5% 


That is, 22.5 percent of the energy input is used to propel the aircraft and 
to overcome the drag force exerted by the atmospheric air. 


Discussion For those who are wondering what happened to the rest of the 
energy, here is a brief account: 


Ve [us = Sosi 


al 


1 Btu/lbm 
"E = = (100 Ibm/s) 5 / ) 


25,037 ft2/s? 


11,867 Btu/s (32.2%) 

= tile = m) = mic, (Ty = T) 

(100 Ibm/s) (0.24 Btu/Ibm- R)[ (1114 — 420) R] 
16,651 Btu/s (45.3%) 


Thus, 32.2 percent of the energy shows up as excess kinetic energy (kinetic 
energy of the gases relative to a fixed point on the ground). Notice that for 
the highest propulsion efficiency, the velocity of the exhaust gases relative to 
the ground V, should be zero. That is, the exhaust gases should leave the 
nozzle at the velocity of the aircraft. The remaining 45.3 percent of the 
energy shows up as an increase in enthalpy of the gases leaving the engine. 
These last two forms of energy eventually become part of the internal energy 
of the atmospheric air (Fig. 9-51). 


Modifications to Turbojet Engines 


The first airplanes built were all propeller-driven, with propellers powered 
by engines essentially identical to automobile engines. The major break- 
through in commercial aviation occurred with the introduction of the turbo- 
jet engine in 1952. Both propeller-driven engines and jet-propulsion-driven 
engines have their own strengths and limitations, and several attempts have 
been made to combine the desirable characteristics of both in one engine. 
Two such modifications are the propjet engine and the turbofan engine. 

The most widely used engine in aircraft propulsion is the turbofan (or 
fanjet) engine wherein a large fan driven by the turbine forces a consider- 
able amount of air through a duct (cowl) surrounding the engine, as shown 
in Figs. 9-52 and 9-53. The fan exhaust leaves the duct at a higher veloc- 
ity, enhancing the total thrust of the engine significantly. A turbofan engine 
is based on the principle that for the same power, a large volume of slower- 
moving air produces more thrust than a small volume of fast-moving air. 
The first commercial turbofan engine was successfully tested in 1955. 


Low-pressure 
compressor 


Fan Duct Burners 
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High-pressure 
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Wp (propulsive power) 


Qin 
~ 
out 
AIRCRAFT (excess kinetic energy) 
Qour 
(excess thermal energy) 
FIGURE 9-51 


Energy supplied to an aircraft (from 
the burning of a fuel) manifests itself 
in various forms. 


FIGURE 9-52 
A turbofan engine. 


Source: The Aircraft Gas Turbine and Its 
Operation. © United Aircraft Corporation (now 
United Technologies Corp.), 1951, 1974. 
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Low pressure Fan air bypassing 2-stage high pressure 
compressor the jet engine turbine to turn outer shaft 


Low pressure turbine 


Combustors to turn inner shaft 


High pressure R 
compressor = Thrust 


FIGURE 9-53 

A modern jet engine used to power Air] 
Boeing 777 aircraft. This is a Pratt & inlet | 
Whitney PW4084 turbofan capable of 


= Thrust 
producing 84,000 pounds of thrust. It — į = 
is 4.87 m (192 in.) long, has a 2.84 m a Ly, 
(112 in.) diameter fan, and it weighs =A e] 7 Poi pool ; 
6800 kg (15,000 Ibm). ie dinate 


and the compressors 
Courtesy of Pratt & Whitney Corp. 


Propeller 


Compressor Burners Turbine 


— 
FIGURE 9-54 
A turboprop engine. R pi — 


Source: The Aircraft Gas Turbine Engine and Its 
Operation. © United Aircraft Corporation (now 
United Technologies Corp.), 1951, 1974. Gear reduction 


The turbofan engine on an airplane can be distinguished from the less- 
efficient turbojet engine by its fat cowling covering the large fan. All the 
thrust of a turbojet engine is due to the exhaust gases leaving the engine at 
about twice the speed of sound. In a turbofan engine, the high-speed exhaust 
gases are mixed with the lower-speed air, which results in a considerable 
reduction in noise. 

New cooling techniques have resulted in considerable increases in effi- 
ciencies by allowing gas temperatures at the burner exit to reach over 
1500°C, which is more than 100°C above the melting point of the turbine 
blade materials. Turbofan engines deserve most of the credit for the success 
of jumbo jets that weigh almost 400,000 kg and are capable of carrying over 
400 passengers for up to a distance of 10,000 km at speeds over 950 km/h 
with less fuel per passenger mile. 

The ratio of the mass flow rate of air bypassing the combustion chamber to 
that of air flowing through it is called the bypass ratio. The first commercial 
high-bypass-ratio engines had a bypass ratio of 5. Increasing the bypass ratio 
of a turbofan engine increases thrust. Thus, it makes sense to remove the 
cowl from the fan. The result is a propjet engine, as shown in Fig. 9-54. 
Turbofan and propjet engines differ primarily in their bypass ratios: 5 or 6 
for turbofans and as high as 100 for propjets. As a general rule, propellers 


Fuel nozzles or spray bars 


Jet nozzle 


are more efficient than jet engines, but they are limited to low-speed and 
low-altitude operation since their efficiency decreases at high speeds and alti- 
tudes. The old propjet engines (turboprops) were limited to speeds of about 
Mach 0.62 and to altitudes of around 9100 m. The new propjet engines 
(propfans) are expected to achieve speeds of about Mach 0.82 and altitudes 
of about 12,200 m. Commercial airplanes of medium size and range pro- 
pelled by propfans are expected to fly as high and as fast as the planes pro- 
pelled by turbofans, and to do so on less fuel. 

Another modification that is popular in military aircraft is the addition of 
an afterburner section between the turbine and the nozzle. Whenever a 
need for extra thrust arises, such as for short takeoffs or combat conditions, 
additional fuel is injected into the oxygen-rich combustion gases leaving the 
turbine. As a result of this added energy, the exhaust gases leave at a higher 
velocity, providing a greater thrust. 

A ramjet engine is a properly shaped duct with no compressor or turbine, 
as shown in Fig. 9-55, and is sometimes used for high-speed propulsion of 
missiles and aircraft. The pressure rise in the engine is provided by the ram 
effect of the incoming high-speed air being rammed against a barrier. There- 
fore, a ramjet engine needs to be brought to a sufficiently high speed by an 
external source before it can be fired. 

The ramjet performs best in aircraft flying above Mach 2 or 3 (two or 
three times the speed of sound). In a ramjet, the air is slowed down to about 
Mach 0.2, fuel is added to the air and burned at this low velocity, and the 
combustion gases are expended and accelerated in a nozzle. 

A scramjet engine is essentially a ramjet in which air flows through at 
supersonic speeds (above the speed of sound). Ramjets that convert to 
scramjet configurations at speeds above Mach 6 are successfully tested at 
speeds of about Mach 8. 

Finally, a rocket is a device where a solid or liquid fuel and an oxidizer 
react in the combustion chamber. The high-pressure combustion gases are 
then expanded in a nozzle. The gases leave the rocket at very high veloci- 
ties, producing the thrust to propel the rocket. 


9-12 = SECOND-LAW ANALYSIS 
OF GAS POWER CYCLES 


The ideal Carnot, Ericsson, and Stirling cycles are totally reversible; thus they 
do not involve any irreversibilities. The ideal Otto, Diesel, and Brayton cycles, 
however, are only internally reversible, and they may involve irreversibilities 
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FIGURE 9-55 
A ramjet engine. 


Source: The Aircraft Gas Turbine Engine and Its 
Operation. © United Aircraft Corporation (now 
United Technologies Corp.), 1951, 1974. 
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external to the system. A second-law analysis of these cycles reveals where 
the largest irreversibilities occur and where to start improvements. 

Relations for exergy and exergy destruction for both closed and steady- 
flow systems are developed in Chap. 8. The exergy destruction for a closed 
system can be expressed as 


X aest = TS gen = T(ASsys T Sin + Sout) 
Qin Qon | 

=hl|(S S t kJ 9-30 

ir j ss Tyi Thout ( ) i i 


where Tin and T, ouw are the temperatures of the system boundary where 
heat is transferred into and out of the system, respectively. A similar relation 
for steady-flow systems can be expressed, in rate form, as 

Qin j 2a) 


Xs = TS css = To (Sout Sin) = n(S ms ` ms t 
out in Thin Ti out 


(kW) 


(9-31) 


or, on a unit—mass basis for a one-inlet, one-exit steady-flow device, as 


Xaest = TySgen = 1(, + ) (kJ/kg) (9-32) 
7 Thin Tout 
where subscripts i and e denote the inlet and exit states, respectively. 

The exergy destruction of a cycle is the sum of the exergy destructions of 
the processes that compose that cycle. The exergy destruction of a cycle can 
also be determined without tracing the individual processes by considering 
the entire cycle as a single process and using one of the relations above. 
Entropy is a property, and its value depends on the state only. For a cycle, 
reversible or actual, the initial and the final states are identical; thus s, = s, 
Therefore, the exergy destruction of a cycle depends on the magnitude of 
the heat transfer with the high- and low-temperature reservoirs involved and 
on their temperatures. It can be expressed on a unit—mass basis as 


dou din 
Xdest = IÈ T, - P T,, ) (kJ/kg) (9-33) 


For a cycle that involves heat transfer only with a source at Ty and a sink at 
T,, the exergy destruction becomes 


Xdest = nà t= D 2) (kJ/kg) (9-34) 
L H 


The exergies of a closed system ġ and a fluid stream yw at any state can be 
determined from 


$ = (u — uo) — Tols — so) + Po(v — vo) 4 > + gz (kJ/kg) (9-35) 
and 
y? 
Y = (h ho) Ty(s So) T t gz (kJ/kg) (9-36) 


2 


where subscript “0” denotes the state of the surroundings. 


EXAMPLE 9-10 Second-Law Analysis of an Otto Cycle 


Determine the exergy destruction associated with the Otto cycle (all four 
processes as well as the cycle) discussed in Example 9-2, assuming that 
heat is transferred to the working fluid from a source at 1700 K and heat is 
rejected to the surroundings at 290 K. Also, determine the exergy of the 
exhaust gases when they are purged. 


Solution The Otto cycle analyzed in Example 9-2 is reconsidered. For spec- 
ified source and sink temperatures, the exergy destruction associated with the 
cycle and the exergy purged with the exhaust gases are to be determined. 
Analysis In Example 9-2, various quantities of interest were given or deter- 
mined to be 


r=8 P, = 1.7997 MPa 
Ty = 290 K P, = 4.345 MPa 
T, = 290K din = 800 kJ/kg 
T, = 652.4K dou = 381.83 kJ/kg 


T= AEK a = MBT kee 


Processes 1-2 and 3-4 are isentropic (s; = S2, Są = S4) and therefore do 
not involve any internal or external irreversibilities; that is, Xjes12 = O and 
Xiest 34 0. 

Processes 2-3 and 4-1 are constant-volume heat-addition and heat-rejection 
processes, respectively, and are internally reversible. However, the heat trans- 
fer between the working fluid and the source or the sink takes place through a 
finite temperature difference, rendering both processes irreversible. The 
exergy destruction associated with each process is determined from Eq. 9-32. 
However, first we need to determine the entropy change of air during these 
processes: 


ae 
53 — Sp = 83 So Rin P, 
= (3.5045 — 2.4975) kJ/kg: K — (0.287 kJ/kg - K) E 
= 0.7540 kJ/kg: K 
Also, 
Gin = 800KI/kg em More = 1700 K 
Thus, 
Sesa =| C = d = E 
= (290 K)| 0.7540 kJ/kg: K — oe 
1700 K 
= 82.2 kJ/kg 


For process 4-1, s; — S4 = S? — $3 0.7540 kJ/kg - K, Caan = our = 
381.83 kJ/kg, and 7... = 290 K. Thus, 


sink 


Jou 
Xdest,41 T 1 (s: Sasa H T. | 


sink 
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381.83 kJ/kg 
290 K 


(290 K)| —0.7540 kJ/kg -K + 


163.2 kJ/kg 
Therefore, the irreversibility of the cycle is 


Xdest,cycle = Xdest,12 T X dest,23 as Xdest,34 a Xdest,41 
= 0 + 82.2 kJ/kg + 0 + 163.2 KJ/kg 
= 245.4 kJ/kg 


The exergy destruction of the cycle could also be determined from Eq. 9-34. 
Notice that the largest exergy destruction in the cycle occurs during the 
heat-rejection process. Therefore, any attempt to reduce the exergy destruc- 
tion should start with this process. 

Disregarding any kinetic and potential energies, the exergy (work potential) 
of the working fluid before it is purged (state 4) is determined from Eq. 9-35: 


4 = (U4 = Up) = To(S4 — 50) + A = Vo) 


where 
S4 — So = 54 — 8; = 0.7540 kJ/kg + K 
Us — Up = Ug — Uy = oy = 381.83 kJ/kg 
Vi = Vy = Va = Y =O 

Thus, 


4 = 381.83 kJ/kg — (290 K)(0.7540 KJ/kg - K) + 0 = 163.2 kJ/kg 


which is equivalent to the exergy destruction for process 4-1. (Why?) 
Discussion Note that 163.2 kJ/kg of work could be obtained from the 
exhaust gases if they were brought to the state of the surroundings in a 
reversible manner. 


Saving Fuel and Money by Driving Sensibly 


Two-thirds of the oil used in the United States is used for transportation. Half 
of this oil is consumed by passenger cars and light trucks that are used to com- 
mute to and from work (38 percent), run a family business (35 percent), and 
for recreational, social, and religious activities (27 percent). The overall fuel 
efficiency of the vehicles has increased considerably over the years due to 
improvements primarily in aerodynamics, materials, and electronic controls. 
However, the average fuel consumption of new vehicles has not changed much 
from about 20 miles per gallon (mpg) because of the increasing consumer 
trend toward purchasing larger and less fuel-efficient cars, trucks, and sport 
utility vehicles. Motorists also continue to drive more each year: 11,725 miles 
in 1999 compared to 10,277 miles in 1990. Consequently, the annual gasoline 


*This section can be skipped without a loss in continuity. Information in this section 
is based largely on the publications of the U.S. Department of Energy, Environmental 
Protection Agency, and the American Automotive Association. 


use per vehicle in the United States has increased to 603 gallons in 1999 
(worth $1206 at $2.00/gal) from 506 gallons in 1990 (Fig. 9-56). 

Saving fuel is not limited to good driving habits. It also involves purchas- 
ing the right car, using it responsibly, and maintaining it properly. A car does 
not burn any fuel when it is not running, and thus a sure way to save fuel is 
not to drive the car at all—but this is not the reason we buy a car. We can 
reduce driving and thus fuel consumption by considering viable alternatives 
such as living close to work and shopping areas, working at home, working 
longer hours in fewer days, joining a car pool or starting one, using public 
transportation, combining errands into a single trip and planning ahead, 
avoiding rush hours and roads with heavy traffic and many traffic lights, and 
simply walking or bicycling instead of driving to nearby places, with the 
added benefit of good health and physical fitness. Driving only when neces- 
sary is the best way to save fuel, money, and the environment too. 

Driving efficiently starts before buying a car, just like raising good chil- 
dren starts before getting married. The buying decision made now will 
affect the fuel consumption for many years. Under average driving condi- 
tions, the owner of a 30-mpg vehicle will spend $400 less each year on fuel 
than the owner of a 20-mpg vehicle (assuming a fuel cost of $2.00 per gal- 
lon and 12,000 miles of driving per year). If the vehicle is owned for 
5 years, the 30-mpg vehicle will save $2000 during this period (Fig. 9-57). 
The fuel consumption of a car depends on many factors such as the type of 
the vehicle, the weight, the transmission type, the size and efficiency of the 
engine, and the accessories and the options installed. The most fuel- 
efficient cars are aerodynamically designed compact cars with a small 
engine, manual transmission, low frontal area (the height times the width of 
the car), and bare essentials. 

At highway speeds, most fuel is used to overcome aerodynamic drag or air 
resistance to motion, which is the force needed to move the vehicle through 
the air. This resistance force is proportional to the drag coefficient and the 
frontal area. Therefore, for a given frontal area, a sleek-looking aerodynami- 
cally designed vehicle with contoured lines that coincide with the stream- 
lines of air flow has a smaller drag coefficient and thus better fuel economy 
than a boxlike vehicle with sharp corners (Fig. 9-58). For the same overall 
shape, a compact car has a smaller frontal area and thus better fuel economy 
compared to a large car. 

Moving around the extra weight requires more fuel, and thus it hurts fuel 
economy. Therefore, the lighter the vehicle, the more fuel-efficient it is. Also 
as a general rule, the larger the engine is, the greater its rate of fuel con- 
sumption is. So you can expect a car with a 1.8 L engine to be more fuel 
efficient than one with a 3.0 L engine. For a given engine size, diesel engines 
operate on much higher compression ratios than the gasoline engines, and 
thus they are inherently more fuel-efficient. Manual transmissions are usu- 
ally more efficient than the automatic ones, but this is not always the case. A 
car with automatic transmission generally uses 10 percent more fuel than a 
car with manual transmission because of the losses associated with the 
hydraulic connection between the engine and the transmission, and the added 
weight. Transmissions with an overdrive gear (found in four-speed automatic 
transmissions and five-speed manual transmissions) save fuel and reduce 
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FIGURE 9-56 


The average car in the United States is 
driven about 12,000 miles a year, uses 
about 600 gallons of gasoline, worth 
$1200 at $2.00/gal. 


30 MPG 
$800/yr 


FIGURE 9-57 


Under average driving conditions, the 
owner of a 30-mpg vehicle spends 
$400 less each year on gasoline than 
the owner of a 20-mpg vehicle 
(assuming $2.00/gal and 

12,000 miles/yr). 


532 | Thermodynamics 


FIGURE 9-58 


Aerodynamically designed vehicles 
have a smaller drag coefficient and 
thus better fuel economy than boxlike 
vehicles with sharp corners. 


FIGURE 9-59 


Despite the implications of flashy 
names, a fuel with a higher octane 
number is not a better fuel; it is simply 
more expensive. 
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noise and engine wear during highway driving by decreasing the engine rpm 
while maintaining the same vehicle speed. 

Front wheel drive offers better traction (because of the engine weight on 
top of the front wheels), reduced vehicle weight and thus better fuel econ- 
omy, with an added benefit of increased space in the passenger compart- 
ment. Four-wheel drive mechanisms provide better traction and braking thus 
safer driving on slippery roads and loose gravel by transmitting torque to all 
four wheels. However, the added safety comes with increased weight, noise, 
and cost, and decreased fuel economy. Radial tires usually reduce the fuel 
consumption by 5 to 10 percent by reducing the rolling resistance, but their 
pressure should be checked regularly since they can look normal and still be 
underinflated. Cruise control saves fuel during long trips on open roads by 
maintaining steady speed. Tinted windows and light interior and exterior 
colors reduce solar heat gain, and thus the need for air-conditioning. 


BEFORE DRIVING 


Certain things done before driving can make a significant difference on the 
fuel cost of the vehicle while driving. Below we discuss some measures such 
as using the right kind of fuel, minimizing idling, removing extra weight, 
and keeping the tires properly inflated. 


Use Fuel with the Minimum Octane Number 
Recommended by the Vehicle Manufacturer 


Many motorists buy higher-priced premium fuel, thinking that it is better for 
the engine. Most of today’s cars are designed to operate on regular unleaded 
fuel. If the owner’s manual does not call for premium fuel, using anything 
other than regular gas is simply a waste of money. Octane number is not a 
measure of the “power” or “quality” of the fuel, it is simply a measure of 
fuel’s resistance to engine knock caused by premature ignition. Despite the 
implications of flashy names like “premium,” “super,” or “power plus,” a fuel 
with a higher octane number is not a better fuel; it is simply more expensive 
because of the extra processing involved to raise the octane number 
(Fig. 9-59). Older cars may need to go up one grade level from the recom- 
mended new car octane number if they start knocking. 


Do Not Overfill the Gas Tank 


Topping off the gas tank may cause the fuel to backflow during pumping. 
In hot weather, an overfilled tank may also cause the fuel to overflow due 
to thermal expansion. This wastes fuel, pollutes the environment, and may 
damage the car’s paint. Also, fuel tank caps that do not close tightly allow 
some gasoline to be lost by evaporation. Buying fuel in cool weather such 
as early in the mornings minimizes evaporative losses. Each gallon of 
spilled or evaporated fuel emits as much hydrocarbon to the air as 7500 
miles of driving. 


Park in the Garage 


The engine of a car parked in a garage overnight is warmer the next morn- 
ing. This reduces the problems associated with the warming-up period such 
as starting, excessive fuel consumption, and environmental pollution. In hot 
weather, a garage blocks the direct sunlight and reduces the need for air- 
conditioning. 


Start the Car Properly and Avoid Extended Idling 


With today’s cars, it is not necessary to prime the engine first by pumping the 
accelerator pedal repeatedly before starting. This only wastes fuel. Warming 
up the engine isn’t necessary either. Keep in mind that an idling engine 
wastes fuel and pollutes the environment. Don’t race a cold engine to warm it 
up. An engine warms up faster on the road under a light load, and the cat- 
alytic converter begins to function sooner. Start driving as soon as the engine 
is started, but avoid rapid acceleration and highway driving before the engine 
and thus the oil fully warms up to prevent engine wear. 

In cold weather, the warm-up period is much longer, the fuel consumption 
during warm-up is much higher, and the exhaust emissions are much larger. 
At —20°C, for example, a car needs to be driven at least 3 miles to warm up 
fully. A gasoline engine uses up to 50 percent more fuel during warm-up 
than it does after it is warmed up. Exhaust emissions from a cold engine dur- 
ing warm-up are much higher since the catalytic converters do not function 
properly before reaching their normal operating temperature of about 390°C. 


Don’t Carry Unnecessary Weight in or on the Vehicle 


Remove any snow or ice from the vehicle, and avoid carrying unneeded 
items, especially heavy ones (such as snow chains, old tires, books) in the 
passenger compartment, trunk, or the cargo area of the vehicle (Fig. 9—60). 
This wastes fuel since it requires extra fuel to carry around the extra weight. 
An extra 100 Ibm decreases fuel economy of a car by about 1-2 percent. 

Some people find it convenient to use a roof rack or carrier for additional 
cargo space. However, if you must carry some extra items, place them 
inside the vehicle rather than on roof racks to reduce drag. Any snow that 
accumulates on a vehicle and distorts its shape must be removed for the 
same reason. A loaded roof rack can increase fuel consumption by up to 
5 percent in highway driving. Even the most streamlined empty rack 
increases aerodynamic drag and thus fuel consumption. Therefore, the roof 
rack should be removed when it is no longer needed. 


Keep Tires Inflated to the Recommended Maximum Pressure 


Keeping the tires inflated properly is one of the easiest and most important 
things one can do to improve fuel economy. If a range is recommended by the 
manufacturer, the higher pressure should be used to maximize fuel efficiency. 
Tire pressure should be checked when the tire is cold since tire pressure 
changes with temperature (it increases by 1 psi for every 10°F rise in temper- 
ature due to a rise in ambient temperature or just road friction). Underinflated 
tires run hot and jeopardize safety, cause the tires to wear prematurely, affect 
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FIGURE 9-60 


A loaded roof rack can increase fuel 
consumption by up to 5 percent in 
highway driving. 


FIGURE 9-61 


Underinflated tires often cause fuel 


consumption of vehicles to increase by 


5 or 6 percent. 


© The McGraw-Hill Companies/Jill Braaten, 
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Speed (mph) 


FIGURE 9-62 


Aerodynamic drag increases and thus 
fuel economy decreases rapidly at 
speeds above 55 mph. 


Source: EPA and U.S. Dept. of Energy. 


the vehicle’s handling adversely, and hurt the fuel economy by increasing the 
rolling resistance. Overinflated tires cause unpleasant bumpy rides, and cause 
the tires to wear unevenly. Tires lose about 1 psi pressure per month due to air 
loss caused by the tire hitting holes, bumps, and curbs. Therefore, the tire 
pressure should be checked at least once a month. Just one tire underinflated 
by 2 psi results in a 1 percent increase in fuel consumption (Fig. 9-61). 
Underinflated tires often cause fuel consumption of vehicles to increase by 
5 or 6 percent. 

It is also important to keep the wheels aligned. Driving a vehicle with the 
front wheels out of alignment increases rolling resistance and thus fuel con- 
sumption while causing handling problems and uneven tire wear. Therefore, 
the wheels should be aligned properly whenever necessary. 


WHILE DRIVING 


The driving habits can make a significant difference in the amount of fuel 
used. Driving sensibly and practicing some fuel-efficient driving techniques 
such as those discussed below can improve fuel economy easily by more than 
10 percent. 


Avoid Quick Starts and Sudden Stops 


Despite the attention they may get, the abrupt, aggressive “jackrabbit” starts 
waste fuel, wear the tires, jeopardize safety, and are harder on vehicle com- 
ponents and connectors. The squealing stops wear the brake pads prema- 
turely, and may cause the driver to lose control of the vehicle. Easy starts 
and stops save fuel, reduce wear and tear, reduce pollution, and are safer and 
more courteous to other drivers. 


Drive at Moderate Speeds 


Avoiding high speeds on open roads results in safer driving and better fuel 
economy. In highway driving, over 50 percent of the power produced by the 
engine is used to overcome aerodynamic drag (i.e., to push air out of the 
way). Aerodynamic drag and thus fuel consumption increase rapidly at 
speeds above 55 mph, as shown in Fig. 9-62. On average, a car uses about 
15 percent more fuel at 65 mph and 25 percent more fuel at 70 mph than it 
does at 55 mph. (A car uses about 10 percent more fuel at 100 km/h and 20 
percent more fuel at 110 km/h than it does at 90 km/h.) 

The discussion above should not lead one to conclude that the lower the 
speed, the better the fuel economy—because it is not. The number of miles 
that can be driven per gallon of fuel drops sharply at speeds below 30 mph 
(or 50 km/h), as shown in the chart. Besides, speeds slower than the flow of 
traffic can create a traffic hazard. Therefore, a car should be driven at moder- 
ate speeds for safety and best fuel economy. 


Maintain a Constant Speed 


The fuel consumption remains at a minimum during steady driving at a mod- 
erate speed. Keep in mind that every time the accelerator is hard pressed, 
more fuel is pumped into the engine. The vehicle should be accelerated grad- 
ually and smoothly since extra fuel is squirted into the engine during quick 


acceleration. Using cruise control on highway trips can help maintain a con- 
stant speed and reduce fuel consumption. Steady driving is also safer, easier 
on the nerves, and better for the heart. 


Anticipate Traffic Ahead and Avoid Tailgating 


A driver can reduce fuel consumption by up to 10 percent by anticipating 
traffic conditions ahead and adjusting the speed accordingly, and avoiding 
tailgating and thus unnecessary braking and acceleration (Fig. 9-63). Accel- 
erations and decelerations waste fuel. Braking and abrupt stops can be mini- 
mized, for example, by not following too closely, and slowing down gradually 
by releasing the gas pedal when approaching a red light, a stop sign, or slow 
traffic. This relaxed driving style is safer, saves fuel and money, reduces pol- 
lution, reduces wear on the tires and brakes, and is appreciated by other driv- 
ers. Allowing sufficient time to reach the destination makes it easier to resist 
the urge to tailgate. 


Avoid Sudden Acceleration and Sudden Braking 
(Except in Emergencies) 


Accelerate gradually and smoothly when passing other vehicles or merging 
with faster traffic. Pumping or hard pressing the accelerator pedal while driv- 
ing causes the engine to switch to a “fuel enrichment mode” of operation 
that wastes fuel. In city driving, nearly half of the engine power is used for 
acceleration. When accelerating with stick-shifts, the RPM of the engine 
should be kept to a minimum. Braking wastes the mechanical energy pro- 
duced by the engine and wears the brake pads. 


Avoid Resting Feet on the Clutch or Brake Pedal while Driving 


Resting the left foot on the brake pedal increases the temperature of the brake 
components, and thus reduces their effectiveness and service life while wasting 
fuel. Similarly, resting the left foot on the clutch pedal lessens the pressure on 
the clutch pads, causing them to slip and wear prematurely, wasting fuel. 


Use Highest Gear (Overdrive) During Highway Driving 


Overdrive improves fuel economy during highway driving by decreasing the 
vehicle’s engine speed (or RPM). The lower engine speed reduces fuel con- 
sumption per unit time as well as engine wear. Therefore, overdrive (the fifth 
gear in cars with overdrive manual transmission) should be used as soon as 
the vehicle’s speed is high enough. 


Turn the Engine Off Rather Than Letting It Idle 


Unnecessary idling during lengthy waits (such as waiting for someone or for 
service at a drive-up window, being stuck in traffic, etc.) wastes fuel, pollutes 
the air, and causes engine wear (more wear than driving) (Fig. 9-64). There- 
fore, the engine should be turned off rather than letting it idle. Idling for 
more than a minute consumes much more fuel than restarting the engine. 
Fuel consumption in the lines of drive-up windows and the pollution emitted 
can be avoided altogether by simply parking the car and going inside. 
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FIGURE 9-63 


Fuel consumption can be decreased by 
up to 10 percent by anticipating traffic 
conditions ahead and adjusting 
accordingly. 
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FIGURE 9-64 


Unnecessary idling during lengthy 
waits wastes fuel, costs money, and 
pollutes the air. 
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FIGURE 9-65 


Air conditioning increases fuel 
consumption by 3 to 4 percent during 
highway driving, and by as much as 
10 percent during city driving. 


FIGURE 9-66 


Proper maintenance maximizes fuel 
efficiency and extends engine life. 


Use the Air Conditioner Sparingly 


Air-conditioning consumes considerable power and thus increases fuel con- 
sumption by 3 to 4 percent during highway driving, and by as much as 10 per- 
cent during city driving (Fig. 9-65). The best alternative to air-conditioning is 
to supply fresh outdoor air to the car through the vents by turning on the flow- 
through ventilation system (usually by running the air conditioner in the 
“economy” mode) while keeping the windows and the sunroof closed. This 
measure is adequate to achieve comfort in pleasant weather, and it saves the 
most fuel since the compressor of the air conditioner is off. In warmer weather, 
however, ventilation cannot provide adequate cooling effect. In that case we 
can attempt to achieve comfort by rolling down the windows or opening the 
sunroof. This is certainly a viable alternative for city driving, but not so on 
highways since the aerodynamic drag caused by wide-open windows or sun- 
roof at highway speeds consumes more fuel than does the air conditioner. 
Therefore, at highway speeds, the windows or the sunroof should be closed 
and the air conditioner should be turned on instead to save fuel. This is espe- 
cially the case for the newer, aerodynamically designed cars. 

Most air conditioners have a “maximum” or “recirculation” setting that 
reduces the amount of hot outside air that must be cooled, and thus the fuel 
consumption for air-conditioning. A passive measure to reduce the need for 
air conditioning is to park the vehicle in the shade, and to leave the windows 
slightly open to allow for air circulation. 


AFTER DRIVING 


You cannot be an efficient person and accomplish much unless you take good 
care of yourself (eating right, maintaining physical fitness, having checkups, 
etc.), and the cars are no exception. Regular maintenance improves perfor- 
mance, increases gas mileage, reduces pollution, lowers repair costs, and 
extends engine life. A little time and money saved now may cost a lot later in 
increased fuel, repair, and replacement costs. 

Proper maintenance such as checking the levels of fluids (engine oil, coolant, 
transmission, brake, power steering, windshield washer, etc.), the tightness of 
all belts, and formation of cracks or frays on hoses, belts, and wires, keeping 
tires properly inflated, lubricating the moving components, and replacing 
clogged air, fuel, or oil filters maximizes fuel efficiency (Fig. 9-66). Clogged 
air filters increase fuel consumption (by up to 10 percent) and pollution by 
restricting airflow to the engine, and thus they should be replaced. The car 
should be tuned up regularly unless it has electronic controls and a fuel- 
injection system. High temperatures (which may be due to a malfunction of 
the cooling fan) should be avoided as they may cause the break down of the 
engine oil and thus excessive wear of the engine, and low temperatures 
(which may be due to a malfunction of the thermostat) may extend the 
engine’s warm-up period and may prevent the engine from reaching the opti- 
mum operating conditions. Both effects reduce fuel economy. 

Clean oil extends engine life by reducing engine wear caused by friction, 
removes acids, sludge, and other harmful substances from the engine, improves 
performance, reduces fuel consumption, and decreases air pollution. Oil also 
helps to cool the engine, provides a seal between the cylinder walls and the 
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pistons, and prevents the engine from rusting. Therefore, oil and oil filter should 
be changed as recommended by the vehicle manufacturer. Fuel-efficient oils 
(indicated by “Energy Efficient API” label) contain certain additives that reduce 
friction and increase a vehicle’s fuel economy by 3 percent or more. 

In summary, a person can save fuel, money, and the environment by pur- 
chasing an energy-efficient vehicle, minimizing the amount of driving, being 
fuel-conscious while driving, and maintaining the car properly. These mea- 
sures have the added benefits of enhanced safety, reduced maintenance costs, 


and extended vehicle life. 


SUMMARY 


A cycle during which a net amount of work is produced is 
called a power cycle, and a power cycle during which the 
working fluid remains a gas throughout is called a gas power 
cycle. The most efficient cycle operating between a heat 
source at temperature Ty and a sink at temperature T, is the 
Carnot cycle, and its thermal efficiency is given by 
T, 
Nith,Carnot =1 È; 

The actual gas cycles are rather complex. The approxi- 
mations used to simplify the analysis are known as the air- 
standard assumptions. Under these assumptions, all the 
processes are assumed to be internally reversible; the work- 
ing fluid is assumed to be air, which behaves as an ideal gas; 
and the combustion and exhaust processes are replaced by 
heat-addition and heat-rejection processes, respectively. The 
air-standard assumptions are called cold-air-standard assump- 
tions if air is also assumed to have constant specific heats at 
room temperature. 

In reciprocating engines, the compression ratio r and the 
mean effective pressure MEP are defined as 


= Vinax = Venc 
Vinin Vroc 
Wnet 
MEP = 
V, = 


max min 


The Otto cycle is the ideal cycle for the spark-ignition recip- 
rocating engines, and it consists of four internally reversible 
processes: isentropic compression, constant-volume heat addi- 
tion, isentropic expansion, and constant-volume heat rejection. 
Under cold-air-standard assumptions, the thermal efficiency 
of the ideal Otto cycle is 


Nih, Otto T 1- k-1 


where r is the compression ratio and k is the specific heat 
ratio c/c. 


The Diesel cycle is the ideal cycle for the compression- 
ignition reciprocating engines. It is very similar to the Otto 
cycle, except that the constant-volume heat-addition process 
is replaced by a constant-pressure heat-addition process. Its 
thermal efficiency under cold-air-standard assumptions is 


1 rkK—] 
Nth Diesel 1 pel k(r, — 1) 


where r, is the cutoff ratio, defined as the ratio of the cylinder 
volumes after and before the combustion process. 

Stirling and Ericsson cycles are two totally reversible 
cycles that involve an isothermal heat-addition process at Ty 
and an isothermal heat-rejection process at T,. They differ 
from the Carnot cycle in that the two isentropic processes are 
replaced by two constant-volume regeneration processes in 
the Stirling cycle and by two constant-pressure regeneration 
processes in the Ericsson cycle. Both cycles utilize regenera- 
tion, a process during which heat is transferred to a thermal 
energy storage device (called a regenerator) during one part 
of the cycle that is then transferred back to the working fluid 
during another part of the cycle. 

The ideal cycle for modern gas-turbine engines is the Bray- 
ton cycle, which is made up of four internally reversible 
processes: isentropic compression, constant-pressure heat addi- 
tion, isentropic expansion, and constant-pressure heat rejection. 
Under cold-air-standard assumptions, its thermal efficiency is 


1 


ye 


th,Brayton z 1 a 
where r, = Pnax/Pmin 18 the pressure ratio and k is the specific 
heat ratio. The thermal efficiency of the simple Brayton cycle 
increases with the pressure ratio. 

The deviation of the actual compressor and the turbine from 
the idealized isentropic ones can be accurately accounted for 
by utilizing their isentropic efficiencies, defined as 


hy, P hı 
ha a hy 


Ws 
n=— = 
Wa 
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_ Wa as hz = Naga 

ue Ws h; = hys 
where states 1 and 3 are the inlet states, 2a and 4a are the 
actual exit states, and 2s and 4s are the isentropic exit states. 
In gas-turbine engines, the temperature of the exhaust gas 
leaving the turbine is often considerably higher than the tem- 
perature of the air leaving the compressor. Therefore, the 
high-pressure air leaving the compressor can be heated by 
transferring heat to it from the hot exhaust gases in a counter- 
flow heat exchanger, which is also known as a regenerator. 
The extent to which a regenerator approaches an ideal regen- 

erator is called the effectiveness € and is defined as 


dregen,act 


dregen,max 


Under cold-air-standard assumptions, the thermal effi- 
ciency of an ideal Brayton cycle with regeneration becomes 


T 7 
Nih,regen =1- (=) (r,)* Ik 


where 7, and 7; are the minimum and maximum tempera- 
tures, respectively, in the cycle. 

The thermal efficiency of the Brayton cycle can also be 
increased by utilizing multistage compression with intercool- 
ing, regeneration, and multistage expansion with reheating. 
The work input to the compressor is minimized when equal 
pressure ratios are maintained across each stage. This proce- 
dure also maximizes the turbine work output. 


Gas-turbine engines are widely used to power aircraft 
because they are light and compact and have a high power- 
to-weight ratio. The ideal jet-propulsion cycle differs from 
the simple ideal Brayton cycle in that the gases are 
partially expanded in the turbine. The gases that exit the 
turbine at a relatively high pressure are subsequently accel- 
erated in a nozzle to provide the thrust needed to propel the 
aircraft. 

The net thrust developed by the engine is 


Vintet ) 


where m is the mass flow rate of gases, Vi is the exit veloc- 
ity of the exhaust gases, and V;met is the inlet velocity of the 
air, both relative to the aircraft. 

The power developed from the thrust of the engine is 
called the propulsive power Wp, and it is given by 


Vinet) Vairoratt 


Propulsive efficiency is a measure of how efficiently the 
energy released during the combustion process is converted 
to propulsive energy, and it is defined as 


F= (Vexi ~ 


Wp = (Vexi = 


Propulsive power Wp 


JE Energy input rate On 


For an ideal cycle that involves heat transfer only with a 
source at Ty and a sink at 7,, the exergy destruction is 


out din 
Xdest = n( T ~ 2) 
L H 
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PROBLEMS* 


Actual and Ideal Cycles, Carnot Cycle, Air-Standard 
Assumptions, Reciprocating Engines 


9-1C Why is the Carnot cycle not suitable as an ideal cycle 
for all power-producing cyclic devices? 


9-2C How does the thermal efficiency of an ideal cycle, in 
general, compare to that of a Carnot cycle operating between 
the same temperature limits? 


9-3C What does the area enclosed by the cycle represent 
on a P-v diagram? How about on a T-s diagram? 


9-4C What is the difference between air-standard assump- 
tions and the cold-air-standard assumptions? 


9-5C How are the combustion and exhaust processes mod- 
eled under the air-standard assumptions? 


9-6C What are the air-standard assumptions? 


9-7C What is the difference between the clearance volume 
and the displacement volume of reciprocating engines? 


9-8C Define the compression ratio for reciprocating engines. 


9-9C How is the mean effective pressure for reciprocating 
engines defined? 


9-10C Can the mean effective pressure of an automobile 
engine in operation be less than the atmospheric pressure? 


9-11C_ As a car gets older, will its compression ratio change? 
How about the mean effective pressure? 


9-12C What is the difference between spark-ignition and 
compression-ignition engines? 


9-13C Define the following terms related to reciprocating 
engines: stroke, bore, top dead center, and clearance volume. 


9-14 An air-standard cycle with variable specific heats is 
executed in a closed system and is composed of the following 
four processes: 

1-2 Isentropic compression from 100 kPa and 27°C to 

800 kPa 

2-3 v = constant heat addition to 1800 K 

3-4 Isentropic expansion to 100 kPa 

4-1 P = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the net work output per unit mass. 
(c) Determine the thermal efficiency. 


* Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon ® are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon 3 are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


9-15 Reconsider Problem 9-14. Using EES (or other) 

SS software, study the effect of varying the temper- 
ature after the constant-volume heat addition from 1500 K to 
2500 K. Plot the net work output and thermal efficiency as a 
function of the maximum temperature of the cycle. Plot the 
T-s and P-v diagrams for the cycle when the maximum tem- 
perature of the cycle is 1800 K. 


9-16 An air-standard cycle is executed in a closed system 
and is composed of the following four processes: 
1-2 Isentropic compression from 100 kPa and 27°C to 
1 MPa 
2-3 P = constant heat addition in amount of 2800 
kJ/kg 
3-4 v = constant heat rejection to 100 kPa 
4-1 P = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the maximum temperature in the cycle. 
(c) Determine the thermal efficiency. 


Assume constant specific heats at room temperature. 
Answers: (b) 3360 K, (c) 21.0 percent 


9-17E An air-standard cycle with variable specific heats is 
executed in a closed system and is composed of the following 
four processes: 
1-2 v = constant heat addition from 14.7 psia and 
80°F in the amount of 300 Btu/lbm 
2-3 P = constant heat addition to 3200 R 
3-4 Isentropic expansion to 14.7 psia 
4-1 P = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the total heat input per unit mass. 
(c) Determine the thermal efficiency. 
Answers: (b) 612.4 Btu/Ibm, (c) 24.2 percent 


9-18E Repeat Problem 9-17E using constant specific heats 
at room temperature. 


9-19 An air-standard cycle is executed in a closed system 
with 0.004 kg of air and consists of the following three 
processes: 
1-2 Isentropic compression from 100 kPa and 27°C to 
1 MPa 
2-3 P = constant heat addition in the amount of 2.76 kJ 
3-1 P = cV + c, heat rejection to initial state (c, and 
c, are constants) 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the heat rejected. 
(c) Determine the thermal efficiency. 


Assume constant specific heats at room temperature. 
Answers: (b) 1.679 kJ, (c) 39.2 percent 
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9-20 An air-standard cycle with variable specific heats is 
executed in a closed system with 0.003 kg of air and consists 
of the following three processes: 

1-2 v = constant heat addition from 95 kPa and 17°C 

to 380 kPa 

2-3 Isentropic expansion to 95 kPa 

3-1 P = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the net work per cycle, in kJ. 
(c) Determine the thermal efficiency. 


Thermodynamics 


9-21 Repeat Problem 9-20 using constant specific heats at 
room temperature. 


9-22 Consider a Carnot cycle executed in a closed system 
with 0.003 kg of air. The temperature limits of the cycle are 
300 and 900 K, and the minimum and maximum pressures that 
occur during the cycle are 20 and 2000 kPa. Assuming con- 
stant specific heats, determine the net work output per cycle. 


9-23 An air-standard Carnot cycle is executed in a closed 
system between the temperature limits of 350 and 1200 K. The 
pressures before and after the isothermal compression are 
150 and 300 kPa, respectively. If the net work output per cycle 
is 0.5 kJ, determine (a) the maximum pressure in the cycle, 
(b) the heat transfer to air, and (c) the mass of air. Assume 
variable specific heats for air. Answers: (a) 30,013 kPa, 
(b) 0.706 kJ, (c) 0.00296 kg 


9-24 Repeat Problem 9-23 using helium as the working fluid. 


9-25 Consider a Carnot cycle executed in a closed system 
with air as the working fluid. The maximum pressure in the 
cycle is 800 kPa while the maximum temperature is 750 K. If 
the entropy increase during the isothermal heat rejection 
process is 0.25 kJ/kg - K and the net work output is 100 
kJ/kg, determine (a) the minimum pressure in the cycle, 
(b) the heat rejection from the cycle, and (c) the thermal effi- 
ciency of the cycle. (d) If an actual heat engine cycle operates 
between the same temperature limits and produces 5200 kW 
of power for an air flow rate of 90 kg/s, determine the second 
law efficiency of this cycle. 


Otto Cycle 
9-26C What four processes make up the ideal Otto cycle? 


9-27C How do the efficiencies of the ideal Otto cycle and 
the Carnot cycle compare for the same temperature limits? 
Explain. 


9-28C How is the rpm (revolutions per minute) of an actual 
four-stroke gasoline engine related to the number of thermo- 
dynamic cycles? What would your answer be for a two-stroke 
engine? 

9-29C Are the processes that make up the Otto cycle ana- 
lyzed as closed-system or steady-flow processes? Why? 


9-30C How does the thermal efficiency of an ideal Otto 
cycle change with the compression ratio of the engine and the 
specific heat ratio of the working fluid? 


9-31C Why are high compression ratios not used in spark- 
ignition engines? 

9-32C An ideal Otto cycle with a specified compression 
ratio is executed using (a) air, (b) argon, and (c) ethane as the 


working fluid. For which case will the thermal efficiency be 
the highest? Why? 


9-33C What is the difference between fuel-injected gaso- 
line engines and diesel engines? 


9-34 An ideal Otto cycle has a compression ratio of 8. At 
the beginning of the compression process, air is at 95 kPa 
and 27°C, and 750 kJ/kg of heat is transferred to air during 
the constant-volume heat-addition process. Taking into account 
the variation of specific heats with temperature, determine 
(a) the pressure and temperature at the end of the heat- 
addition process, (b) the net work output, (c) the thermal effi- 
ciency, and (d) the mean effective pressure for the cycle. 
Answers: (a) 3898 kPa, 1539 K, (b) 392.4 kJ/kg, (c) 52.3 per- 
cent, (d) 495 kPa 


9-35 Reconsider Problem 9-34. Using EES (or other) 

SS software, study the effect of varying the compres- 
sion ratio from 5 to 10. Plot the net work output and thermal 
efficiency as a function of the compression ratio. Plot the T-s 
and P-v diagrams for the cycle when the compression ratio is 8. 


9-36 Repeat Problem 9-34 using constant specific heats at 
room temperature. 


9-37 The compression ratio of an air-standard Otto cycle is 
9.5. Prior to the isentropic compression process, the air is at 
100 kPa, 35°C, and 600 cm?. The temperature at the end of 
the isentropic expansion process is 800 K. Using specific 
heat values at room temperature, determine (a) the highest 
temperature and pressure in the cycle; (b) the amount of heat 
transferred in, in kJ; (c) the thermal efficiency; and (d) the 
mean effective pressure. Answers: (a) 1969 K, 6072 kPa, 
(b) 0.59 kJ, (c) 59.4 percent, (d) 652 kPa 


9-38 Repeat Problem 9-37, but replace the isentropic expan- 
sion process by a polytropic expansion process with the poly- 
tropic exponent n = 1.35. 


9-39E An ideal Otto cycle with air as the working fluid has 
a compression ratio of 8. The minimum and maximum tem- 
peratures in the cycle are 540 and 2400 R. Accounting for the 
variation of specific heats with temperature, determine (a) the 
amount of heat transferred to the air during the heat-addition 
process, (b) the thermal efficiency, and (c) the thermal effi- 
ciency of a Carnot cycle operating between the same temper- 
ature limits. 


9-40E Repeat Problem 9-39E using argon as the working 
fluid. 


9-41 A four-cylinder, four-stroke, 2.2-L gasoline engine 
operates on the Otto cycle with a compression ratio of 10. The 
air is at 100 kPa and 60°C at the beginning of the compres- 
sion process, and the maximum pressure in the cycle is 
8 MPa. The compression and expansion processes may be 


modeled as polytropic with a polytropic constant of 1.3. Using 
constant specific heats at 850 K, determine (a) the tempera- 
ture at the end of the expansion process, (b) the net work out- 
put and the thermal efficiency, (c) the mean effective pressure, 
(d) the engine speed for a net power output of 70 kW, and (e) 
the specific fuel consumption, in g/kWh, defined as the ratio 
of the mass of the fuel consumed to the net work produced. 
The air—fuel ratio, defined as the amount of air divided by the 
amount of fuel intake, is 16. 


DIESEL CYCLE 


9-42C How does a diesel engine differ from a gasoline 
engine? 


9-43C How does the ideal Diesel cycle differ from the 
ideal Otto cycle? 


9-44C For a specified compression ratio, is a diesel or 
gasoline engine more efficient? 


9-45C Do diesel or gasoline engines operate at higher com- 
pression ratios? Why? 


9-46C What is the cutoff ratio? How does it affect the ther- 
mal efficiency of a Diesel cycle? 


9-47 An air-standard Diesel cycle has a compression ratio 
of 16 and a cutoff ratio of 2. At the beginning of the com- 
pression process, air is at 95 kPa and 27°C. Accounting for 
the variation of specific heats with temperature, determine 
(a) the temperature after the heat-addition process, (b) the 
thermal efficiency, and (c) the mean effective pressure. 
Answers: (a) 1724.8 K, (b) 56.3 percent, (c) 675.9 kPa 


9-48 Repeat Problem 9—47 using constant specific heats at 
room temperature. 


9-49E An air-standard Diesel cycle has a compression ratio 
of 18.2. Air is at 80°F and 14.7 psia at the beginning of the 
compression process and at 3000 R at the end of the heat- 
addition process. Accounting for the variation of specific 
heats with temperature, determine (a) the cutoff ratio, (b) the 
heat rejection per unit mass, and (c) the thermal efficiency. 


9-50E Repeat Problem 9-49E using constant specific heats 
at room temperature. 


9-51 An ideal diesel engine has a compression ratio of 20 
and uses air as the working fluid. The state of air at the 
beginning of the compression process is 95 kPa and 20°C. If 
the maximum temperature in the cycle is not to exceed 2200 
K, determine (a) the thermal efficiency and (b) the mean 
effective pressure. Assume constant specific heats for air at 
room temperature. Answers: (a) 63.5 percent, (b) 933 kPa 


9-52 Repeat Problem 9-51, but replace the isentropic expan- 
sion process by polytropic expansion process with the poly- 
tropic exponent n = 1.35. 


9-53 Reconsider Problem 9-52. Using EES (or other) 
SS software, study the effect of varying the com- 
pression ratio from 14 to 24. Plot the net work output, mean 
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effective pressure, and thermal efficiency as a function of the 
compression ratio. Plot the 7-s and P-v diagrams for the 
cycle when the compression ratio is 20. 


9-54 A four-cylinder two-stroke 2.4-L diesel engine that 
operates on an ideal Diesel cycle has a compression ratio of 
17 and a cutoff ratio of 2.2. Air is at 55°C and 97 kPa at the 
beginning of the compression process. Using the cold-air- 
standard assumptions, determine how much power the engine 
will deliver at 1500 rpm. 


9-55 Repeat Problem 9-54 using nitrogen as the working 
fluid. 


9-56 (dA P The compression ratio of an ideal dual cycle is 
«> 14. Air is at 100 kPa and 300 K at the beginning 
of the compression process and at 2200 K at the end of the 
heat-addition process. Heat transfer to air takes place partly 
at constant volume and partly at constant pressure, and it 
amounts to 1520.4 kJ/kg. Assuming variable specific heats 
for air, determine (a) the fraction of heat transferred at con- 
stant volume and (b) the thermal efficiency of the cycle. 


9-57 Reconsider Problem 9-56. Using EES (or other) 

SS software, study the effect of varying the com- 
pression ratio from 10 to 18. For the compression ratio equal 
to 14, plot the T-s and P-v diagrams for the cycle. 


9-58 Repeat Problem 9-56 using constant specific heats at 
room temperature. Is the constant specific heat assumption 
reasonable in this case? 


9-59 A six-cylinder, four-stroke, 4.5-L compression-ignition 
engine operates on the ideal diesel cycle with a compression 
ratio of 17. The air is at 95 kPa and 55°C at the beginning of 
the compression process and the engine speed is 2000 rpm. 
The engine uses light diesel fuel with a heating value of 
42,500 kJ/kg, an air—fuel ratio of 24, and a combustion effi- 
ciency of 98 percent. Using constant specific heats at 850 K, 
determine (a) the maximum temperature in the cycle and the 
cutoff ratio (b) the net work output per cycle and the thermal 
efficiency, (c) the mean effective pressure, (d) the net power 
output, and (e) the specific fuel consumption, in g/kWh, 
defined as the ratio of the mass of the fuel consumed to the 
net work produced. Answers: (a) 2383 K, 2.7 (b) 4.36 kJ, 0.543, 
(c) 969 kPa, (d) 72.7 kW, (e) 159 g/kWh 


Stirling and Ericsson Cycles 


9-60C Consider the ideal Otto, Stirling, and Carnot cycles 
operating between the same temperature limits. How would 
you compare the thermal efficiencies of these three cycles? 


9-61C Consider the ideal Diesel, Ericsson, and Carnot 
cycles operating between the same temperature limits. How 
would you compare the thermal efficiencies of these three 
cycles? 

9-62C What cycle is composed of two isothermal and two 
constant-volume processes? 


9-63C How does the ideal Ericsson cycle differ from the 
Carnot cycle? 
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9-64E An ideal Ericsson engine using helium as the work- 
ing fluid operates between temperature limits of 550 and 
3000 R and pressure limits of 25 and 200 psia. Assuming a 
mass flow rate of 14 lbm/s, determine (a) the thermal effi- 
ciency of the cycle, (b) the heat transfer rate in the regenera- 
tor, and (c) the power delivered. 


9-65 Consider an ideal Ericsson cycle with air as the work- 
ing fluid executed in a steady-flow system. Air is at 27°C and 
120 kPa at the beginning of the isothermal compression 
process, during which 150 kJ/kg of heat is rejected. Heat 
transfer to air occurs at 1200 K. Determine (a) the maximum 
pressure in the cycle, (b) the net work output per unit mass of 
air, and (c) the thermal efficiency of the cycle. Answers: 
(a) 685 kPa, (b) 450 kJ/kg, (c) 75 percent 


Thermodynamics 


9-66 An ideal Stirling engine using helium as the working 
fluid operates between temperature limits of 300 and 2000 K 
and pressure limits of 150 kPa and 3 MPa. Assuming the mass 
of the helium used in the cycle is 0.12 kg, determine (a) the 
thermal efficiency of the cycle, (b) the amount of heat transfer 
in the regenerator, and (c) the work output per cycle. 


Ideal and Actual Gas-Turbine (Brayton) Cycles 


9-67C Why are the back work ratios relatively high in gas- 
turbine engines? 


9-68C What four processes make up the simple ideal Bray- 
ton cycle? 


9-69C_ For fixed maximum and minimum temperatures, what 
is the effect of the pressure ratio on (a) the thermal efficiency 
and (b) the net work output of a simple ideal Brayton cycle? 


9-70C What is the back work ratio? What are typical back 
work ratio values for gas-turbine engines? 


9-71C How do the inefficiencies of the turbine and the 
compressor affect (a) the back work ratio and (b) the thermal 
efficiency of a gas-turbine engine? 


9-72E A simple ideal Brayton cycle with air as the work- 
ing fluid has a pressure ratio of 10. The air enters the com- 
pressor at 520 R and the turbine at 2000 R. Accounting for 
the variation of specific heats with temperature, determine 
(a) the air temperature at the compressor exit, (b) the back 
work ratio, and (c) the thermal efficiency. 


9-73 a A simple Brayton cycle using air as the working 

CA fluid has a pressure ratio of 8. The minimum 
and maximum temperatures in the cycle are 310 and 1160 K. 
Assuming an isentropic efficiency of 75 percent for the com- 
pressor and 82 percent for the turbine, determine (a) the air 
temperature at the turbine exit, (b) the net work output, and 
(c) the thermal efficiency. 


9-74 Reconsider Problem 9-73. Using EES (or other) 

<= software, allow the mass flow rate, pressure ratio, 
turbine inlet temperature, and the isentropic efficiencies of the 
turbine and compressor to vary. Assume the compressor inlet 


pressure is 100 kPa. Develop a general solution for the prob- 
lem by taking advantage of the diagram window method for 
supplying data to EES software. 


9-75 Repeat Problem 9-73 using constant specific heats at 
room temperature. 


9-76 Air is used as the working fluid in a simple ideal 
Brayton cycle that has a pressure ratio of 12, a compressor 
inlet temperature of 300 K, and a turbine inlet temperature of 
1000 K. Determine the required mass flow rate of air for a 
net power output of 70 MW, assuming both the compressor 
and the turbine have an isentropic efficiency of (a) 100 per- 
cent and (b) 85 percent. Assume constant specific heats at 
room temperature. Answers: (a) 352 kg/s, (b) 1037 kg/s 


9-77 A stationary gas-turbine power plant operates on a 
simple ideal Brayton cycle with air as the working fluid. The 
air enters the compressor at 95 kPa and 290 K and the tur- 
bine at 760 kPa and 1100 K. Heat is transferred to air at a 
rate of 35,000 kJ/s. Determine the power delivered by this 
plant (a) assuming constant specific heats at room tempera- 
ture and (b) accounting for the variation of specific heats 
with temperature. 


9-78 Air enters the compressor of a gas-turbine engine at 
300 K and 100 kPa, where it is compressed to 700 kPa and 
580 K. Heat is transferred to air in the amount of 950 kJ/kg 
before it enters the turbine. For a turbine efficiency of 86 per- 
cent, determine (a) the fraction of the turbine work output 
used to drive the compressor and (b) the thermal efficiency. 
Assume variable specific heats for air. 


9-79 Repeat Problem 9-78 using constant specific heats at 
room temperature. 


9-80E A gas-turbine power plant operates on a simple 
Brayton cycle with air as the working fluid. The air enters the 
turbine at 120 psia and 2000 R and leaves at 15 psia and 
1200 R. Heat is rejected to the surroundings at a rate of 6400 
Btu/s, and air flows through the cycle at a rate of 40 lbm/s. 
Assuming the turbine to be isentropic and the compresssor to 
have an isentropic efficiency of 80 percent, determine the net 
power output of the plant. Account for the variation of spe- 
cific heats with temperature. Answer: 3373 kW 


9-81E For what compressor efficiency will the gas-turbine 
power plant in Problem 9-80E produce zero net work? 


9-82 A gas-turbine power plant operates on the simple Bray- 
ton cycle with air as the working fluid and delivers 32 MW of 
power. The minimum and maximum temperatures in the cycle 
are 310 and 900 K, and the pressure of air at the compressor 
exit is 8 times the value at the compressor inlet. Assuming an 
isentropic efficiency of 80 percent for the compressor and 
86 percent for the turbine, determine the mass flow rate of air 
through the cycle. Account for the variation of specific heats 
with temperature. 


9-83 Repeat Problem 9-82 using constant specific heats at 
room temperature. 


9-84 A gas-turbine power plant operates on the simple 
Brayton cycle between the pressure limits of 100 and 1200 
kPa. The working fluid is air, which enters the compressor at 
30°C at a rate of 150 m*/min and leaves the turbine at 500°C. 
Using variable specific heats for air and assuming a compres- 
sor isentropic efficiency of 82 percent and a turbine isen- 
tropic efficiency of 88 percent, determine (a) the net power 
output, (b) the back work ratio, and (c) the thermal efficiency. 
Answers: (a) 659 kW, (b) 0.625, (c) 0.319 
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Brayton Cycle with Regeneration 


9-85C How does regeneration affect the efficiency of a 
Brayton cycle, and how does it accomplish it? 


9-86C Somebody claims that at very high pressure ratios, 
the use of regeneration actually decreases the thermal effi- 
ciency of a gas-turbine engine. Is there any truth in this claim? 
Explain. 


9-87C Define the effectiveness of a regenerator used in 
gas-turbine cycles. 


9-88C In an ideal regenerator, is the air leaving the com- 
pressor heated to the temperature at (a) turbine inlet, (b) tur- 
bine exit, (c) slightly above turbine exit? 


9-89C In 1903, Aegidius Elling of Norway designed and 
built an 11-hp gas turbine that used steam injection between 
the combustion chamber and the turbine to cool the combus- 
tion gases to a safe temperature for the materials available at 
the time. Currently there are several gas-turbine power plants 
that use steam injection to augment power and improve ther- 
mal efficiency. For example, the thermal efficiency of the 
General Electric LM5000 gas turbine is reported to increase 
from 35.8 percent in simple-cycle operation to 43 percent 
when steam injection is used. Explain why steam injection 
increases the power output and the efficiency of gas turbines. 
Also, explain how you would obtain the steam. 


9-90E The idea of using gas turbines to power automobiles 
was conceived in the 1930s, and considerable research was 
done in the 1940s and 1950s to develop automotive gas tur- 
bines by major automobile manufacturers such as the 
Chrysler and Ford corporations in the United States and 
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Rover in the United Kingdom. The world’s first gas-turbine- 
powered automobile, the 200-hp Rover Jet 1, was built in 
1950 in the United Kingdom. This was followed by the pro- 
duction of the Plymouth Sport Coupe by Chrysler in 1954 
under the leadership of G. J. Huebner. Several hundred gas- 
turbine-powered Plymouth cars were built in the early 1960s 
for demonstration purposes and were loaned to a select group 
of people to gather field experience. The users had no com- 
plaints other than slow acceleration. But the cars were never 
mass-produced because of the high production (especially 
material) costs and the failure to satisfy the provisions of the 
1966 Clean Air Act. 

A gas-turbine-powered Plymouth car built in 1960 had a 
turbine inlet temperature of 1700°F, a pressure ratio of 4, and 
a regenerator effectiveness of 0.9. Using isentropic efficien- 
cies of 80 percent for both the compressor and the turbine, 
determine the thermal efficiency of this car. Also, determine 
the mass flow rate of air for a net power output of 95 hp. 
Assume the ambient air to be at 540 R and 14.5 psia. 


9-91 ee) The 7FA gas turbine manufactured by General 

Electric is reported to have an efficiency of 35.9 
percent in the simple-cycle mode and to produce 159 MW of 
net power. The pressure ratio is 14.7 and the turbine inlet 
temperature is 1288°C. The mass flow rate through the tur- 
bine is 1,536,000 kg/h. Taking the ambient conditions to be 
20°C and 100 kPa, determine the isentropic efficiency of the 
turbine and the compressor. Also, determine the thermal effi- 
ciency of this gas turbine if a regenerator with an effective- 
ness of 80 percent is added. 


9-92 Reconsider Problem 9-91. Using EES (or other) 

SS software, develop a solution that allows different 
isentropic efficiencies for the compressor and turbine and 
study the effect of the isentropic efficiencies on net work 
done and the heat supplied to the cycle. Plot the T-s diagram 
for the cycle. 


9-93 An ideal Brayton cycle with regeneration has a pres- 
sure ratio of 10. Air enters the compressor at 300 K and the 
turbine at 1200 K. If the effectiveness of the regenerator is 
100 percent, determine the net work output and the thermal 
efficiency of the cycle. Account for the variation of specific 
heats with temperature. 


9-94 Reconsider Problem 9-93. Using EES (or other) 

<= software, study the effects of varying the isen- 
tropic efficiencies for the compressor and turbine and regen- 
erator effectiveness on net work done and the heat supplied to 
the cycle for the variable specific heat case. Plot the T-s dia- 
gram for the cycle. 


9-95 Repeat Problem 9-93 using constant specific heats at 
room temperature. 


9-96 A Brayton cycle with regeneration using air as the 
working fluid has a pressure ratio of 7. The minimum and max- 
imum temperatures in the cycle are 310 and 1150 K. Assuming 
an isentropic efficiency of 75 percent for the compressor and 
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82 percent for the turbine and an effectiveness of 65 percent for 
the regenerator, determine (a) the air temperature at the turbine 
exit, (b) the net work output, and (c) the thermal efficiency. 
Answers: (a) 783 K, (b) 108.1 kJ/kg, (c) 22.5 percent 


Thermodynamics 


9-97 A stationary gas-turbine power plant operates on an 
ideal regenerative Brayton cycle (€ = 100 percent) with air 
as the working fluid. Air enters the compressor at 95 kPa 
and 290 K and the turbine at 760 kPa and 1100 K. Heat 
is transferred to air from an external source at a rate of 
75,000 kJ/s. Determine the power delivered by this plant 
(a) assuming constant specific heats for air at room temper- 
ature and (b) accounting for the variation of specific heats 
with temperature. 


9-98 Air enters the compressor of a regenerative gas-turbine 
engine at 300 K and 100 kPa, where it is compressed to 800 
kPa and 580 K. The regenerator has an effectiveness of 72 
percent, and the air enters the turbine at 1200 K. For a tur- 
bine efficiency of 86 percent, determine (a) the amount of 
heat transfer in the regenerator and (b) the thermal efficiency. 
Assume variable specific heats for air. Answers: (a) 152.5 
kJ/kg, (b) 36.0 percent 


9-99 Repeat Problem 9-98 using constant specific heats at 
room temperature. 


9-100 Repeat Problem 9-98 for a regenerator effectiveness 
of 70 percent. 


Brayton Cycle with Intercooling, Reheating, 
and Regeneration 


9-101C Under what modifications will the ideal simple 
gas-turbine cycle approach the Ericsson cycle? 


9-102C The single-stage compression process of an ideal 
Brayton cycle without regeneration is replaced by a multi- 
stage compression process with intercooling between the 
same pressure limits. As a result of this modification, 

(a) Does the compressor work increase, decrease, or remain 
the same? 


(b) Does the back work ratio increase, decrease, or remain 
the same? 


(c) Does the thermal efficiency increase, decrease, or 
remain the same? 


9-103C The single-stage expansion process of an ideal 
Brayton cycle without regeneration is replaced by a multi- 
stage expansion process with reheating between the same 
pressure limits. As a result of this modification, 

(a) Does the turbine work increase, decrease, or remain the 
same? 


(b) Does the back work ratio increase, decrease, or remain 
the same? 


(c) Does the thermal efficiency increase, decrease, or remain 
the same? 


9-104C A simple ideal Brayton cycle without regeneration 
is modified to incorporate multistage compression with inter- 


cooling and multistage expansion with reheating, without 
changing the pressure or temperature limits of the cycle. As a 
result of these two modifications, 


(a) Does the net work output increase, decrease, or remain 
the same? 


(b) Does the back work ratio increase, decrease, or remain 
the same? 


(c) Does the thermal efficiency increase, decrease, or 
remain the same? 


(d) Does the heat rejected increase, decrease, or remain the 
same? 


9-105C A simple ideal Brayton cycle is modified to incor- 
porate multistage compression with intercooling, multistage 
expansion with reheating, and regeneration without chang- 
ing the pressure limits of the cycle. As a result of these 
modifications, 


(a) Does the net work output increase, decrease, or remain 
the same? 


(b) Does the back work ratio increase, decrease, or remain 
the same? 


(c) Does the thermal efficiency increase, decrease, or 
remain the same? 


(d) Does the heat rejected increase, decrease, or remain the 
same? 


9-106C For a specified pressure ratio, why does multistage 
compression with intercooling decrease the compressor work, 
and multistage expansion with reheating increase the turbine 
work? 


9-107C In an ideal gas-turbine cycle with intercooling, 
reheating, and regeneration, as the number of compression 
and expansion stages is increased, the cycle thermal effi- 
ciency approaches (a) 100 percent, (b) the Otto cycle effi- 
ciency, or (c) the Carnot cycle efficiency. 


9-108 Consider an ideal gas-turbine cycle with two stages of 
compression and two stages of expansion. The pressure ratio 
across each stage of the compressor and turbine is 3. The air 
enters each stage of the compressor at 300 K and each stage of 
the turbine at 1200 K. Determine the back work ratio and the 
thermal efficiency of the cycle, assuming (a) no regenerator is 
used and (b) a regenerator with 75 percent effectiveness is 
used. Use variable specific heats. 


9-109 Repeat Problem 9-108, assuming an efficiency of 80 
percent for each compressor stage and an efficiency of 85 
percent for each turbine stage. 


9-110 Consider a regenerative gas-turbine power plant with 
two stages of compression and two stages of expansion. The 
overall pressure ratio of the cycle is 9. The air enters each 
stage of the compressor at 300 K and each stage of the tur- 
bine at 1200 K. Accounting for the variation of specific heats 
with temperature, determine the minimum mass flow rate of 
air needed to develop a net power output of 110 MW. 

Answer: 250 kg/s 


9-111 Repeat Problem 9-110 using argon as the working 
fluid. 


Jet-Propulsion Cycles 


9-112C What is propulsive power? How is it related to 
thrust? 
9-113C What is propulsive efficiency? How is it deter- 
mined? 
9-114C Is the effect of turbine and compressor irreversibil- 


ities of a turbojet engine to reduce (a) the net work, (b) the 
thrust, or (c) the fuel consumption rate? 


9-115E A turbojet is flying with a velocity of 900 ft/s at an 
altitude of 20,000 ft, where the ambient conditions are 7 psia 
and 10°F. The pressure ratio across the compressor is 13, and 
the temperature at the turbine inlet is 2400 R. Assuming ideal 
operation for all components and constant specific heats for 
air at room temperature, determine (a) the pressure at the tur- 
bine exit, (b) the velocity of the exhaust gases, and (c) the 
propulsive efficiency. 


9-116E Repeat Problem 9-115E accounting for the varia- 
tion of specific heats with temperature. 


9-117 A turbojet aircraft is flying with a velocity of 
320 m/s at an altitude of 9150 m, where the ambient condi- 
tions are 32 kPa and —32°C. The pressure ratio across the 
compressor is 12, and the temperature at the turbine inlet is 
1400 K. Air enters the compressor at a rate of 60 kg/s, and 
the jet fuel has a heating value of 42,700 kJ/kg. Assuming 
ideal operation for all components and constant specific heats 
for air at room temperature, determine (a) the velocity of the 
exhaust gases, (b) the propulsive power developed, and 
(c) the rate of fuel consumption. 


9-118 Repeat Problem 9-117 using a compressor effi- 
ciency of 80 percent and a turbine efficiency of 85 percent. 


9-119 Consider an aircraft powered by a turbojet engine 
that has a pressure ratio of 12. The aircraft is stationary on 
the ground, held in position by its brakes. The ambient air is 
at 27°C and 95 kPa and enters the engine at a rate of 10 kg/s. 
The jet fuel has a heating value of 42,700 kJ/kg, and it is 
burned completely at a rate of 0.2 kg/s. Neglecting the effect 
of the diffuser and disregarding the slight increase in mass at 
the engine exit as well as the inefficiencies of engine compo- 
nents, determine the force that must be applied on the brakes 
to hold the plane stationary. Answer: 9089 N 


9-120 Reconsider Problem 9-119. In the problem 

SS statement, replace the inlet mass flow rate by 
an inlet volume flow rate of 9.063 m?/s. Using EES (or other) 
software, investigate the effect of compressor inlet tempera- 
ture in the range of —20 to 30°C on the force that must be 
applied to the brakes to hold the plane stationary. Plot this 
force as a function in compressor inlet temperature. 


9-121 Air at 7°C enters a turbojet engine at a rate of 
16 kg/s and at a velocity of 300 m/s (relative to the engine). 
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Air is heated in the combustion chamber at a rate 15,000 kJ/s 
and it leaves the engine at 427°C. Determine the thrust 
produced by this turbojet engine. (Hint: Choose the entire 
engine as your control volume.) 


Second-Law Analysis of Gas Power Cycles 


9-122 Determine the total exergy destruction associated 
with the Otto cycle described in Problem 9-34, assuming a 
source temperature of 2000 K and a sink temperature of 300 
K. Also, determine the exergy at the end of the power stroke. 
Answers: 245.12 kJ/kg, 145.2 kJ/kg 


9-123 Determine the total exergy destruction associated 
with the Diesel cycle described in Problem 9-47, assuming a 
source temperature of 2000 K and a sink temperature of 300 
K. Also, determine the exergy at the end of the isentropic 
compression process. Answers: 292.7 kJ/kg, 348.6 kJ/kg 


9-124E Determine the exergy destruction associated with 
the heat rejection process of the Diesel cycle described in 
Problem 9-49E, assuming a source temperature of 3500 R 
and a sink temperature of 540 R. Also, determine the exergy 
at the end of the isentropic expansion process. 


9-125 Calculate the exergy destruction associated with 
each of the processes of the Brayton cycle described in Prob- 
lem 9-73, assuming a source temperature of 1600 K and a 
sink temperature of 290 K. 


9-126 Determine the total exergy destruction associated 
with the Brayton cycle described in Problem 9-93, assuming 
a source temperature of 1800 K and a sink temperature of 
300 K. Also, determine the exergy of the exhaust gases at the 
exit of the regenerator. 


9-127 Reconsider Problem 9-126. Using EES (or 

SS other) software, investigate the effect of vary- 
ing the cycle pressure ratio from 6 to 14 on the total exergy 
destruction for the cycle and the exergy of the exhaust gas 
leaving the regenerator. Plot these results as functions of 
pressure ratio. Discuss the results. 


9-128 Determine the exergy destruction associated with 
each of the processes of the Brayton cycle described in 
Problem 9-98, assuming a source temperature of 1260 K 
and a sink temperature of 300 K. Also, determine the 
exergy of the exhaust gases at the exit of the regenerator. 
Take P = Py = 100 kPa. 


9-129 A gas-turbine power plant operates on the simple 
Brayton cycle between the pressure limits of 100 and 700 
kPa. Air enters the compressor at 30°C at a rate of 12.6 kg/s 
and leaves at 260°C. A diesel fuel with a heating value of 
42,000 kJ/kg is burned in the combustion chamber with an 
air—fuel ratio of 60 and a combustion efficiency of 97 per- 
cent. Combustion gases leave the combustion chamber and 
enter the turbine whose isentropic efficiency is 85 percent. 
Treating the combustion gases as air and using constant spe- 
cific heats at 500°C, determine (a) the isentropic efficiency 
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of the compressor, (b) the net power output and the back 
work ratio, (c) the thermal efficiency, and (d) the second-law 
efficiency. 


9-130 A four-cylinder, four-stroke, 2.8-liter modern, high- 
speed compression-ignition engine operates on the ideal dual 
cycle with a compression ratio of 14. The air is at 95 kPa and 
55°C at the beginning of the compression process and the 
engine speed is 3500 rpm. Equal amounts of fuel are burned 
at constant volume and at constant pressure. The maximum 
allowable pressure in the cycle is 9 MPa due to material 
strength limitations. Using constant specific heats at 850 K, 
determine (a) the maximum temperature in the cycle, (b) the 
net work output and the thermal efficiency, (c) the mean 
effective pressure, and (d) the net power output. Also, deter- 
mine (e) the second-law efficiency of the cycle and the rate of 
exergy output with the exhaust gases when they are purged. 
Answers: (a) 3254 K, (b) 1349 kJ/kg, 0.587, (c) 1466 kPa, 
(d) 120 kW, (e) 0.646, 50.4 kW 


9-131 A gas-turbine power plant operates on the regenera- 
tive Brayton cycle between the pressure limits of 100 and 
700 kPa. Air enters the compressor at 30°C at a rate of 12.6 
kg/s and leaves at 260°C. It is then heated in a regenerator to 
400°C by the hot combustion gases leaving the turbine. A 
diesel fuel with a heating value of 42,000 kJ/kg is burned in 
the combustion chamber with a combustion efficiency of 97 
percent. The combustion gases leave the combustion chamber 
at 871°C and enter the turbine whose isentropic efficiency is 
85 percent. Treating combustion gases as air and using con- 
stant specific heats at 500°C, determine (a) the isentropic 
efficiency of the compressor, (b) the effectiveness of the 
regenerator, (c) the air—fuel ratio in the combustion chamber, 
(d) the net power output and the back work ratio, (e) the ther- 
mal efficiency, and (f) the second-law efficiency of the plant. 
Also determine (g) the second-law (exergetic) efficiencies of 
the compressor, the turbine, and the regenerator, and (h) the 
rate of the exergy flow with the combustion gases at the 
regenerator exit. Answers: (a) 0.881, (b) 0.632, (c) 78.1, 
(d) 2267 kW, 0.583, (e) 0.345, (f) 0.469, (g) 0.929, 0.932, 
0.890, (h) 1351 kW 
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Review Problems 


9-132 A four-stroke turbocharged V-16 diesel engine built 
by GE Transportation Systems to power fast trains produces 
3500 hp at 1200 rpm. Determine the amount of power pro- 
duced per cylinder per (a) mechanical cycle and (b) thermo- 
dynamic cycle. 


9-133 Consider a simple ideal Brayton cycle operating 
between the temperature limits of 300 and 1500 K. Using 
constant specific heats at room temperature, determine the 
pressure ratio for which the compressor and the turbine exit 
temperatures of air are equal. 


9-134 An air-standard cycle with variable coefficients is 
executed in a closed system and is composed of the following 
four processes: 

1-2 v = constant heat addition from 100 kPa and 

27°C to 300 kPa 

2-3 P = constant heat addition to 1027°C 

3-4 Isentropic expansion to 100 kPa 

4-1 P = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the net work output per unit mass. 


(c) Determine the thermal efficiency. 


9-135 Repeat Problem 9-134 using constant specific heats 
at room temperature. 


9-136 An air-standard cycle with variable specific heats is 
executed in a closed system with 0.003 kg of air, and it con- 
sists of the following three processes: 
1-2 Isentropic compression from 100 kPa and 27°C to 
700 kPa 
2-3 P = constant heat addition to initial specific volume 
3-1 v = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the maximum temperature in the cycle. 


(c) Determine the thermal efficiency. 
Answers: (b) 2100 K, (c) 15.8 percent 


9-137 Repeat Problem 9-136 using constant specific heats 
at room temperature. 


9-138 A Carnot cycle is executed in a closed system and 
uses 0.0025 kg of air as the working fluid. The cycle effi- 
ciency is 60 percent, and the lowest temperature in the cycle 
is 300 K. The pressure at the beginning of the isentropic 
expansion is 700 kPa, and at the end of the isentropic com- 
pression it is 1 MPa. Determine the net work output per cycle. 


9-139 «a > A four-cylinder spark-ignition engine has a 

compression ratio of 8, and each cylinder has a 
maximum volume of 0.6 L. At the beginning of the compres- 
sion process, the air is at 98 kPa and 17°C, and the maximum 
temperature in the cycle is 1800 K. Assuming the engine to 
operate on the ideal Otto cycle, determine (a) the amount of 
heat supplied per cylinder, (b) the thermal efficiency, and 
(c) the number of revolutions per minute required for a net 
power output of 60 kW. Assume variable specific heats for air. 


9-140 Reconsider Problem 9-139. Using EES (or 

SS other) software, study the effect of varying the 
compression ratio from 5 to 11 on the net work done and 
the efficiency of the cycle. Plot the P-v and 7-s diagrams for 
the cycle, and discuss the results. 


9-141 An ideal Otto cycle has a compression ratio of 9.2 
and uses air as the working fluid. At the beginning of the 
compression process, air is at 98 kPa and 27°C. The pressure 
is doubled during the constant-volume heat-addition process. 
Accounting for the variation of specific heats with tempera- 
ture, determine (a) the amount of heat transferred to the air, 
(b) the net work output, (c) the thermal efficiency, and (d) the 
mean effective pressure for the cycle. 


9-142 Repeat Problem 9-141 using constant specific heats 
at room temperature. 


9-143 Consider an engine operating on the ideal Diesel 
cycle with air as the working fluid. The volume of the cylin- 
der is 1200 cm? at the beginning of the compression process, 
75 cm? at the end, and 150 cm? after the heat-addition 
process. Air is at 17°C and 100 kPa at the beginning of the 
compression process. Determine (a) the pressure at the begin- 
ning of the heat-rejection process, (b) the net work per cycle, 
in kJ, and (c) the mean effective pressure. 


9-144 Repeat Problem 9-143 using argon as the working 
fluid. 


9-145E An ideal dual cycle has a compression ratio of 12 
and uses air as the working fluid. At the beginning of the 
compression process, air is at 14.7 psia and 90°F, and occu- 
pies a volume of 75 in*. During the heat-addition process, 
0.3 Btu of heat is transferred to air at constant volume and 
1.1 Btu at constant pressure. Using constant specific heats 
evaluated at room temperature, determine the thermal effi- 
ciency of the cycle. 


9-146 Consider an ideal Stirling cycle using air as the work- 
ing fluid. Air is at 350 K and 200 kPa at the beginning of the 
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isothermal compression process, and heat is supplied to air 
from a source at 1800 K in the amount of 900 kJ/kg. Deter- 
mine (a) the maximum pressure in the cycle and (b) the net 
work output per unit mass of air. Answers: (a) 5873 kPa, 
(b) 725 kJ/kg 


9-147 Consider a simple ideal Brayton cycle with air as the 
working fluid. The pressure ratio of the cycle is 6, and the 
minimum and maximum temperatures are 300 and 1300 K, 
respectively. Now the pressure ratio is doubled without chang- 
ing the minimum and maximum temperatures in the cycle. 
Determine the change in (a) the net work output per unit 
mass and (b) the thermal efficiency of the cycle as a result of 
this modification. Assume variable specific heats for air. 
Answers: (a) 41.5 kJ/kg, (b) 10.6 percent 


9-148 Repeat Problem 9-147 using constant specific heats 
at room temperature. 


9-149 Helium is used as the working fluid in a Brayton 
cycle with regeneration. The pressure ratio of the cycle is 8, 
the compressor inlet temperature is 300 K, and the turbine 
inlet temperature is 1800 K. The effectiveness of the regener- 
ator is 75 percent. Determine the thermal efficiency and the 
required mass flow rate of helium for a net power output of 
60 MW, assuming both the compressor and the turbine have 
an isentropic efficiency of (a) 100 percent and (b) 80 percent. 


9-150 A gas-turbine engine with regeneration operates with 
two stages of compression and two stages of expansion. The 
pressure ratio across each stage of the compressor and tur- 
bine is 3.5. The air enters each stage of the compressor at 
300 K and each stage of the turbine at 1200 K. The compres- 
sor and turbine efficiencies are 78 and 86 percent, respec- 
tively, and the effectiveness of the regenerator is 72 percent. 
Determine the back work ratio and the thermal efficiency of 
the cycle, assuming constant specific heats for air at room 
temperature. Answers: 53.2 percent, 39.2 percent 


9-151 Reconsider Problem 9-150. Using EES (or 

SS other) software, study the effects of varying the 
isentropic efficiencies for the compressor and turbine and 
regenerator effectiveness on net work done and the heat sup- 
plied to the cycle for the variable specific heat case. Let the 
isentropic efficiencies and the effectiveness vary from 70 per- 
cent to 90 percent. Plot the T-s diagram for the cycle. 


9-152 Repeat Problem 9-150 using helium as the working 
fluid. 


9-153 Consider the ideal regenerative Brayton cycle. Deter- 
mine the pressure ratio that maximizes the thermal efficiency 
of the cycle and compare this value with the pressure ratio 
that maximizes the cycle net work. For the same maximum- 
to-minimum temperature ratios, explain why the pressure 
ratio for maximum efficiency is less than the pressure ratio 
for maximum work. 


9-154 Consider an ideal gas-turbine cycle with one stage of 
compression and two stages of expansion and regeneration. 
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The pressure ratio across each turbine stage is the same. The 
high-pressure turbine exhaust gas enters the regenerator and 
then enters the low-pressure turbine for expansion to the 
compressor inlet pressure. Determine the thermal efficiency 
of this cycle as a function of the compressor pressure ratio 
and the high-pressure turbine to compressor inlet temperature 
ratio. Compare your result with the efficiency of the standard 
regenerative cycle. 


Thermodynamics 


9-155 A four-cylinder, four-stroke spark-ignition engine 
operates on the ideal Otto cycle with a compression ratio of 
11 and a total displacement volume of 1.8 liter. The air is at 
90 kPa and 50°C at the beginning of the compression 
process. The heat input is 1.5 kJ per cycle per cylinder. 
Accounting for the variation of specific heats of air with tem- 
perature, determine (a) the maximum temperature and pres- 
sure that occur during the cycle, (b) the net work per cycle 
per cyclinder and the thermal efficiency of the cycle, (c) the 
mean effective pressure, and (d) the power output for an 
engine speed of 3000 rpm. 


9-156 A gas-turbine plant operates on the regenerative 
Brayton cycle with two stages of reheating and two-stages of 
intercooling between the pressure limits of 100 and 
1200 kPa. The working fluid is air. The air enters the first and 
the second stages of the compressor at 300 K and 350 K, 
respectively, and the first and the second stages of the turbine 
at 1400 K and 1300 K, respectively. Assuming both the com- 
pressor and the turbine have an isentropic efficiency of 
80 percent and the regenerator has an effectiveness of 75 per- 
cent and using variable specific heats, determine (a) the back 
work ratio and the net work output, (b) the thermal efficiency, 
and (c) the second-law efficiency of the cycle. Also deter- 
mine (d) the exergies at the exits of the combustion chamber 
(state 6) and the regenerator (state 10) (See Figure 9—43 in 
the text). Answers: (a) 0.523, 317 kJ/kg, (b) 0.553, (c) 0.704, 
(d) 931 kJ/kg, 129 kJ/kg 


9-157 Electricity and process heat requirements of a manu- 
facturing facility are to be met by a cogeneration plant consist- 
ing of a gas turbine and a heat exchanger for steam production. 
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The plant operates on the simple Brayton cycle between the 
pressure limits of 100 and 1200 kPa with air as the working 
fluid. Air enters the compressor at 30°C. Combustion gases 
leave the turbine and enter the heat exchanger at 500°C, and 
leave the heat exchanger of 350°C, while the liquid water 
enters the heat exchanger at 25°C and leaves at 200°C as a sat- 
urated vapor. The net power produced by the gas-turbine cycle 
is 800 kW. Assuming a compressor isentropic efficiency of 
82 percent and a turbine isentropic efficiency of 88 percent and 
using variable specific heats, determine (a) the mass flow rate 
of air, (b) the back work ratio and the thermal efficiency, and 
(c) the rate at which steam is produced in the heat exchanger. 
Also determine (d) the utilization efficiency of the cogenera- 
tion plant, defined as the ratio of the total energy utilized to the 
energy supplied to the plant. 


9-158 A turbojet aircraft flies with a velocity of 900 km/h 
at an altitude where the air temperature and pressure are 
—35°C and 40 kPa. Air leaves the diffuser at 50 kPa with a 
velocity of 15 m/s, and combustion gases enter the turbine at 
450 kPa and 950°C. The turbine produces 500 kW of power, 
all of which is used to drive the compressor. Assuming an 
isentropic efficiency of 83 percent for the compressor, tur- 
bine, and nozzle, and using variable specific heats, determine 
(a) the pressure of combustion gases at the turbine exit, 
(b) the mass flow rate of air through the compressor, (c) the 
velocity of the gases at the nozzle exit, and (d) the propulsive 
power and the propulsive efficiency for this engine. Answers: 
(a) 147 kPa, (b) 1.76 kg/s, (c) 719 m/s, (d) 206 kW, 0.156 


9-159 Using EES (or other) software, study the effect 

SS of variable specific heats on the thermal effi- 
ciency of the ideal Otto cycle using air as the working fluid. 
At the beginning of the compression process, air is at 100 
kPa and 300 K. Determine the percentage of error involved in 
using constant specific heat values at room temperature for 
the following combinations of compression ratios and maxi- 
mum cycle temperatures: r = 6, 8, 10, 12, and T,,,, = 1000, 
1500, 2000, 2500 K. 


9-160 Using EES (or other) software, determine the 
SS effects of compression ratio on the net work 
output and the thermal efficiency of the Otto cycle for a maxi- 
mum cycle temperature of 2000 K. Take the working fluid to 
be air that is at 100 kPa and 300 K at the beginning of the 
compression process, and assume variable specific heats. Vary 
the compression ratio from 6 to 15 with an increment of 1. 
Tabulate and plot your results against the compression ratio. 


9-161 Using EES (or other) software, determine the 

SS effects of pressure ratio on the net work output 
and the thermal efficiency of a simple Brayton cycle for a 
maximum cycle temperature of 1800 K. Take the working 
fluid to be air that is at 100 kPa and 300 K at the beginning 
of the compression process, and assume variable specific 
heats. Vary the pressure ratio from 5 to 24 with an increment 
of 1. Tabulate and plot your results against the pressure ratio. 
At what pressure ratio does the net work output become a 


maximum? At what pressure ratio does the thermal efficiency 
become a maximum? 


9-162 gS Repeat Problem 9-161 assuming isentropic 
SS efficiencies of 85 percent for both the turbine 
and the compressor. 


9-163 Using EES (or other) software, determine the 
SS effects of pressure ratio, maximum cycle tem- 

perature, and compressor and turbine efficiencies on the net 
work output per unit mass and the thermal efficiency of a 
simple Brayton cycle with air as the working fluid. Air is at 
100 kPa and 300 K at the compressor inlet. Also, assume 
constant specific heats for air at room temperature. Deter- 
mine the net work output and the thermal efficiency for all 
combinations of the following parameters, and draw conclu- 
sions from the results. 

Pressure ratio: 

Maximum cycle temperature: 

Compressor isentropic efficiency: 

Turbine isentropic efficiency: 


5, 8, 14 

800, 1200, 1600 K 
80, 100 percent 
80, 100 percent 


9-164 Repeat Problem 9-163 by considering the vari- 
SS ation of specific heats of air with temperature. 

9-165 Repeat Problem 9-163 using helium as the 
SS working fluid. 

9-166 Using EES (or other) software, determine the 


SS effects of pressure ratio, maximum cycle tem- 
perature, regenerator effectiveness, and compressor and tur- 
bine efficiencies on the net work output per unit mass and on 
the thermal efficiency of a regenerative Brayton cycle with 
air as the working fluid. Air is at 100 kPa and 300 K at the 
compressor inlet. Also, assume constant specific heats for air 
at room temperature. Determine the net work output and the 
thermal efficiency for all combinations of the following 
parameters. 

Pressure ratio: 

Maximum cycle temperature: 
Compressor isentropic efficiency: 
Turbine isentropic efficiency: 
Regenerator effectiveness: 


6, 10 

1500, 2000 K 
80, 100 percent 
80, 100 percent 
70, 90 percent 


9-167 Repeat Problem 9-166 by considering the vari- 
SS ation of specific heats of air with temperature. 

9-168 Repeat Problem 9-166 using helium as the 
SS working fluid. 

9-169 Using EES (or other) software, determine the 


SS effect of the number of compression and expan- 
sion stages on the thermal efficiency of an ideal regenerative 
Brayton cycle with multistage compression and expansion. 
Assume that the overall pressure ratio of the cycle is 12, and 
the air enters each stage of the compressor at 300 K and each 
stage of the turbine at 1200 K. Using constant specific heats 
for air at room temperature, determine the thermal efficiency 
of the cycle by varying the number of stages from 1 to 22 in 
increments of 3. Plot the thermal efficiency versus the number 
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of stages. Compare your results to the efficiency of an Erics- 
son cycle operating between the same temperature limits. 


9-170 Repeat Problem 9-169 using helium as the 
SS working fluid. 


Fundamentals of Engineering (FE) Exam Problems 


9-171 An Otto cycle with air as the working fluid has a 
compression ratio of 8.2. Under cold-air-standard conditions, 
the thermal efficiency of this cycle is 
(b) 43 percent 
(e) 75 percent 


(a) 24 percent 
(d) 57 percent 


(c) 52 percent 


9-172 For specified limits for the maximum and minimum 
temperatures, the ideal cycle with the lowest thermal effi- 
ciency is 
(a) Carnot 
(d) Otto 
9-173 A Carnot cycle operates between the temperature 
limits of 300 and 2000 K, and produces 600 kW of net 
power. The rate of entropy change of the working fluid dur- 
ing the heat addition process is 


(b) Stirling 
(e) All are the same 


(c) Ericsson 


(a) 0 (b) 0.300 kW/K (c) 0.353 kW/K 
(d) 0.261 kW/K (e) 2.0 kKW/K 
9-174 Air in an ideal Diesel cycle is compressed from 3 to 


0.15 L, and then it expands during the constant pressure heat 
addition process to 0.30 L. Under cold air standard condi- 
tions, the thermal efficiency of this cycle is 
(b) 44 percent 
(e) 82 percent 


(a) 35 percent 
(d) 70 percent 


9-175 Helium gas in an ideal Otto cycle is compressed 
from 20°C and 2.5 to 0.25 L, and its temperature increases by 
an additional 700°C during the heat addition process. The 
temperature of helium before the expansion process is 

(a) 1790°C (b) 2060°C (c) 1240°C 

(d) 620°C (e) 820°C 

9-176 In an ideal Otto cycle, air is compressed from 1.20 
kg/m? and 2.2 to 0.26 L, and the net work output of the cycle 
is 440 kJ/kg. The mean effective pressure (MEP) for this 
cycle is 

(a) 612 kPa (b) 599 kPa 
(d) 416 kPa (e) 367 kPa 
9-177 In an ideal Brayton cycle, air is compressed from 95 
kPa and 25°C to 800 kPa. Under cold-air-standard conditions, 
the thermal efficiency of this cycle is 
(b) 54 percent 
(e) 61 percent 


(c) 65 percent 


(c) 528 kPa 


(a) 46 percent 
(d) 39 percent 


9-178 Consider an ideal Brayton cycle executed between 
the pressure limits of 1200 and 100 kPa and temperature lim- 
its of 20 and 1000°C with argon as the working fluid. The net 
work output of the cycle is 


(a) 68 kJ/kg (b) 93 kJ/kg 
(d) 186 kJ/kg (e) 310 kI/kg 


(c) 57 percent 


(c) 158 kI/kg 
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9-179 An ideal Brayton cycle has a net work output of 150 
kJ/kg and a back work ratio of 0.4. If both the turbine and the 
compressor had an isentropic efficiency of 85 percent, the net 
work output of the cycle would be 


(a) 74 KJ/kg (b) 95 KJ/kg 
(d) 128 kJ/kg (e) 177 kJ/kg 


9-180 In an ideal Brayton cycle, air is compressed from 
100 kPa and 25°C to 1 MPa, and then heated to 1200°C 
before entering the turbine. Under cold-air-standard condi- 
tions, the air temperature at the turbine exit is 

(a) 490°C (b) 515°C (c) 622°C 

(d) 763°C (e) 895°C 

9-181 In an ideal Brayton cycle with regeneration, argon 
gas is compressed from 100 kPa and 25°C to 400 kPa, and 
then heated to 1200°C before entering the turbine. The high- 
est temperature that argon can be heated in the regenerator is 
(a) 246°C (b) 846°C (c) 689°C 

(d) 368°C (e) 573°C 

9-182 In an ideal Brayton cycle with regeneration, air is 
compressed from 80 kPa and 10°C to 400 kPa and 175°C, is 
heated to 450°C in the regenerator, and then further heated to 
1000°C before entering the turbine. Under cold-air-standard 
conditions, the effectiveness of the regenerator is 


(b) 44 percent 
(e) 89 percent 


Thermodynamics 


(c) 109 kJ/kg 


(a) 33 percent 
(d) 77 percent 


(c) 62 percent 


9-183 Consider a gas turbine that has a pressure ratio of 6 
and operates on the Brayton cycle with regeneration between 
the temperature limits of 20 and 900°C. If the specific heat 
ratio of the working fluid is 1.3, the highest thermal effi- 
ciency this gas turbine can have is 


(b) 46 percent 
(e) 97 percent 


(a) 38 percent 
(d) 58 percent 


(c) 62 percent 


9-184 An ideal gas turbine cycle with many stages of com- 
pression and expansion and a regenerator of 100 percent 
effectiveness has an overall pressure ratio of 10. Air enters 
every stage of compressor at 290 K, and every stage of turbine 
at 1200 K. The thermal efficiency of this gas-turbine cycle is 


(b) 40 percent 
(e) 76 percent 


(a) 36 percent 
(d) 64 percent 


9-185 Air enters a turbojet engine at 260 m/s at a rate of 30 
kg/s, and exits at 800 m/s relative to the aircraft. The thrust 
developed by the engine is 

(a) 8 kN (b) 16 kN 
(d) 20 KN (e) 32 kN 


(c) 52 percent 


(c) 24 KN 


Design and Essay Problems 


9-186 Design a closed-system air-standard gas power cycle 
composed of three processes and having a minimum thermal 
efficiency of 20 percent. The processes may be isothermal, 
isobaric, isochoric, isentropic, polytropic, or pressure as a lin- 
ear function of volume. Prepare an engineering report describ- 


ing your design, showing the system, P-v and T-s diagrams, 
and sample calculations. 


9-187 Design a closed-system air-standard gas power cycle 
composed of three processes and having a minimum thermal 
efficiency of 20 percent. The processes may be isothermal, 
isobaric, isochoric, isentropic, polytropic, or pressure as a lin- 
ear function of volume; however, the Otto, Diesel, Ericsson, 
and Stirling cycles may not be used. Prepare an engineering 
report describing your design, showing the system, P-v and 
T-s diagrams, and sample calculations. 


9-188 Write an essay on the most recent developments on 
the two-stroke engines, and find out when we might be see- 
ing cars powered by two-stroke engines in the market. Why 
do the major car manufacturers have a renewed interest in 
two-stroke engines? 


9-189 In response to concerns about the environment, some 
major car manufacturers are currently marketing electric cars. 
Write an essay on the advantages and disadvantages of elec- 
tric cars, and discuss when it is advisable to purchase an elec- 
tric car instead of a traditional internal combustion car. 


9-190 Intense research is underway to develop adiabatic 
engines that require no cooling of the engine block. Such 
engines are based on ceramic materials because of the ability 
of such materials to withstand high temperatures. Write an 
essay on the current status of adiabatic engine development. 
Also determine the highest possible efficiencies with these 
engines, and compare them to the highest possible efficien- 
cies of current engines. 


9-191 Since its introduction in 1903 by Aegidius Elling of 
Norway, steam injection between the combustion chamber 
and the turbine is used even in some modern gas turbines 
currently in operation to cool the combustion gases to a 
metallurgical-safe temperature while increasing the mass 
flow rate through the turbine. Currently there are several gas- 
turbine power plants that use steam injection to augment 
power and improve thermal efficiency. 

Consider a gas-turbine power plant whose pressure ratio is 
8. The isentropic efficiencies of the compressor and the turbine 
are 80 percent, and there is a regenerator with an effectiveness 
of 70 percent. When the mass flow rate of air through the com- 
pressor is 40 kg/s, the turbine inlet temperature becomes 1700 
K. But the turbine inlet temperature is limited to 1500 K, and 
thus steam injection into the combustion gases is being consid- 
ered. However, to avoid the complexities associated with steam 
injection, it is proposed to use excess air (that is, to take in 
much more air than needed for complete combustion) to lower 
the combustion and thus turbine inlet temperature while 
increasing the mass flow rate and thus power output of the tur- 
bine. Evaluate this proposal, and compare the thermodynamic 
performance of “high air flow” to that of a “steam-injection” 
gas-turbine power plant under the following design conditions: 
the ambient air is at 100 kPa and 25°C, adequate water supply 
is available at 20°C, and the amount of fuel supplied to the 
combustion chamber remains constant. 


n Chap. 9 we discussed gas power cycles for which the 

working fluid remains a gas throughout the entire cycle. In 

this chapter, we consider vapor power cycles in which the 
working fluid is alternatively vaporized and condensed. We 
also consider power generation coupled with process heating 
called cogeneration. 

The continued quest for higher thermal efficiencies has 
resulted in some innovative modifications to the basic vapor 
power cycle. Among these, we discuss the reheat and regen- 
erative cycles, as well as combined gas—vapor power cycles. 

Steam is the most common working fluid used in vapor 
power cycles because of its many desirable characteristics, 
such as low cost, availability, and high enthalpy of vaporiza- 
tion. Therefore, this chapter is mostly devoted to the discus- 
sion of steam power plants. Steam power plants are commonly 
referred to as coal plants, nuclear plants, or natural gas 
plants, depending on the type of fuel used to supply heat to 
the steam. However, the steam goes through the same basic 
cycle in all of them. Therefore, all can be analyzed in the 
same manner. 


Objectives 


The objectives of Chapter 10 are to: 


Analyze vapor power cycles in which the working fluid is 
alternately vaporized and condensed. 


Analyze power generation coupled with process heating 
called cogeneration. 


Investigate ways to modify the basic Rankine vapor power 
cycle to increase the cycle thermal efficiency. 


Analyze the reheat and regenerative vapor power cycles. 


Analyze power cycles that consist of two separate cycles 
known as combined cycles and binary cycles. 
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FIGURE 10-1 


T-s diagram of two Carnot vapor 
cycles. 


10-1 * THE CARNOT VAPOR CYCLE 


We have mentioned repeatedly that the Carnot cycle is the most efficient 
cycle operating between two specified temperature limits. Thus it is natural 
to look at the Carnot cycle first as a prospective ideal cycle for vapor power 
plants. If we could, we would certainly adopt it as the ideal cycle. As 
explained below, however, the Carnot cycle is not a suitable model for 
power cycles. Throughout the discussions, we assume steam to be the work- 
ing fluid since it is the working fluid predominantly used in vapor power 
cycles. 

Consider a steady-flow Carnot cycle executed within the saturation dome 
of a pure substance, as shown in Fig. 10-la. The fluid is heated reversibly 
and isothermally in a boiler (process 1-2), expanded isentropically in a tur- 
bine (process 2-3), condensed reversibly and isothermally in a condenser 
(process 3-4), and compressed isentropically by a compressor to the initial 
state (process 4-1). 

Several impracticalities are associated with this cycle: 


1. Isothermal heat transfer to or from a two-phase system is not diffi- 
cult to achieve in practice since maintaining a constant pressure in the 
device automatically fixes the temperature at the saturation value. Therefore, 
processes 1-2 and 3-4 can be approached closely in actual boilers and con- 
densers. Limiting the heat transfer processes to two-phase systems, how- 
ever, severely limits the maximum temperature that can be used in the cycle 
(it has to remain under the critical-point value, which is 374°C for water). 
Limiting the maximum temperature in the cycle also limits the thermal effi- 
ciency. Any attempt to raise the maximum temperature in the cycle involves 
heat transfer to the working fluid in a single phase, which is not easy to 
accomplish isothermally. 

2. The isentropic expansion process (process 2-3) can be approximated 
closely by a well-designed turbine. However, the quality of the steam decreases 
during this process, as shown on the T-s diagram in Fig. 10—la. Thus the 
turbine has to handle steam with low quality, that is, steam with a high 
moisture content. The impingement of liquid droplets on the turbine blades 
causes erosion and is a major source of wear. Thus steam with qualities less 
than about 90 percent cannot be tolerated in the operation of power plants. 
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This problem could be eliminated by using a working fluid with a very 
steep saturated vapor line. 

3. The isentropic compression process (process 4-1) involves the com- 
pression of a liquid—vapor mixture to a saturated liquid. There are two difficul- 
ties associated with this process. First, it is not easy to control the condensation 
process so precisely as to end up with the desired quality at state 4. Second, it 
is not practical to design a compressor that handles two phases. 


Some of these problems could be eliminated by executing the Carnot 
cycle in a different way, as shown in Fig. 10-1b. This cycle, however, pre- 
sents other problems such as isentropic compression to extremely high pres- 
sures and isothermal heat transfer at variable pressures. Thus we conclude 
that the Carnot cycle cannot be approximated in actual devices and is not a 
realistic model for vapor power cycles. 
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Many of the impracticalities associated with the Carnot cycle can be elimi- SEE TUTORIAL CH. 10, SEC. 1 ON THE DVD. 
nated by superheating the steam in the boiler and condensing it completely 

in the condenser, as shown schematically on a T-s diagram in Fig. 10-2. The 

cycle that results is the Rankine cycle, which is the ideal cycle for vapor 

power plants. The ideal Rankine cycle does not involve any internal irre- 

versibilities and consists of the following four processes: 
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Condenser 


dout 
Wpump,in 


FIGURE 10-2 


The simple ideal Rankine cycle. 
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Water enters the pump at state 1 as saturated liquid and is compressed 
isentropically to the operating pressure of the boiler. The water temperature 
increases somewhat during this isentropic compression process due to a 
slight decrease in the specific volume of water. The vertical distance 
between states 1 and 2 on the T-s diagram is greatly exaggerated for clarity. 
(If water were truly incompressible, would there be a temperature change at 
all during this process?) 

Water enters the boiler as a compressed liquid at state 2 and leaves as a 
superheated vapor at state 3. The boiler is basically a large heat exchanger 
where the heat originating from combustion gases, nuclear reactors, or other 
sources is transferred to the water essentially at constant pressure. The 
boiler, together with the section where the steam is superheated (the super- 
heater), is often called the steam generator. 

The superheated vapor at state 3 enters the turbine, where it expands isen- 
tropically and produces work by rotating the shaft connected to an electric 
generator. The pressure and the temperature of steam drop during this 
process to the values at state 4, where steam enters the condenser. At this 
state, steam is usually a saturated liquid—vapor mixture with a high quality. 
Steam is condensed at constant pressure in the condenser, which is basically 
a large heat exchanger, by rejecting heat to a cooling medium such as a 
lake, a river, or the atmosphere. Steam leaves the condenser as saturated liq- 
uid and enters the pump, completing the cycle. In areas where water is pre- 
cious, the power plants are cooled by air instead of water. This method of 
cooling, which is also used in car engines, is called dry cooling. Several 
power plants in the world, including some in the United States, use dry 
cooling to conserve water. 

Remembering that the area under the process curve on a T-s diagram 
represents the heat transfer for internally reversible processes, we see 
that the area under process curve 2-3 represents the heat transferred to the 
water in the boiler and the area under the process curve 4-1 represents 
the heat rejected in the condenser. The difference between these two 
(the area enclosed by the cycle curve) is the net work produced during the 
cycle. 


Energy Analysis of the Ideal Rankine Cycle 


All four components associated with the Rankine cycle (the pump, boiler, 
turbine, and condenser) are steady-flow devices, and thus all four processes 
that make up the Rankine cycle can be analyzed as steady-flow processes. 
The kinetic and potential energy changes of the steam are usually small rel- 
ative to the work and heat transfer terms and are therefore usually 
neglected. Then the steady-flow energy equation per unit mass of steam 
reduces to 


(Gin Jou) (Win Wout) = h, h; (kJ/kg) (10-1) 


The boiler and the condenser do not involve any work, and the pump and 
the turbine are assumed to be isentropic. Then the conservation of energy 
relation for each device can be expressed as follows: 


Pump (q = 0): Woump,in = My — hi (10-2) 


or, 
Wpump,in — v(P, B P,) (10-3) 

where 
hy = hy @ P, and v= Vi = Vy @ P, (10-4) 
Boiler (w = 0): din = h; — hy (10-5) 
Turbine (q = 0): Wurb,out = h3 — h4 (10-6) 
Condenser (w = 0): qot = h4 — hy (10-7) 


The thermal efficiency of the Rankine cycle is determined from 


R= g Sls g (10-8) 


where 
Wnet = Yin ~ out ~ Weurb,out — Wpump,in 


The conversion efficiency of power plants in the United States is often 
expressed in terms of heat rate, which is the amount of heat supplied, in 
Btu’s, to generate 1 kWh of electricity. The smaller the heat rate, the greater 
the efficiency. Considering that 1 kWh = 3412 Btu and disregarding the 
losses associated with the conversion of shaft power to electric power, the 
relation between the heat rate and the thermal efficiency can be expressed as 


3412 (Btu/kWh) 


= (10-9) 
“hh ~ Heat rate (Btu/kWh) 


For example, a heat rate of 11,363 Btu/kWh is equivalent to 30 percent 
efficiency. 

The thermal efficiency can also be interpreted as the ratio of the area 
enclosed by the cycle on a T-s diagram to the area under the heat-addition 
process. The use of these relations is illustrated in the following example. 


EXAMPLE 10-1 The Simple Ideal Rankine Cycle 


Consider a steam power plant operating on the simple ideal Rankine cycle. 
Steam enters the turbine at 3 MPa and 350°C and is condensed in the con- 
denser at a pressure of 75 kPa. Determine the thermal efficiency of this 
cycle. 


Solution A steam power plant operating on the simple ideal Rankine cycle 
is considered. The thermal efficiency of the cycle is to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 

Analysis The schematic of the power plant and the 7-s diagram of the cycle 
are shown in Fig. 10-3. We note that the power plant operates on the ideal 
Rankine cycle. Therefore, the pump and the turbine are isentropic, there are 
no pressure drops in the boiler and condenser, and steam leaves the con- 
denser and enters the pump as saturated liquid at the condenser pressure. 
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FIGURE 10-3 
Schematic and T-s diagram for Example 10-1. 


It is also interesting to note the thermal efficiency of a Carnot cycle oper- 
ating between the same temperature limits 
T, (91.76 + 273) K 


= =e = 0.415 
ese ie (350 + 273) K 


The difference between the two efficiencies is due to the large external irre- 
versibility in Rankine cycle caused by the large temperature difference 
between steam and combustion gases in the furnace. 


INTERACTIVE 
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10-3 = DEVIATION OF ACTUAL VAPOR POWER & 
CYCLES FROM IDEALIZED ONES 


The actual vapor power cycle differs from the ideal Rankine cycle, as illus- SEE TUTORIAL CH. 10, SEC. 2 ON THE DVD. 
trated in Fig. 10—4a, as a result of irreversibilities in various components. 

Fluid friction and heat loss to the surroundings are the two common sources 

of irreversibilities. 

Fluid friction causes pressure drops in the boiler, the condenser, and the 
piping between various components. As a result, steam leaves the boiler at a 
somewhat lower pressure. Also, the pressure at the turbine inlet is somewhat 
lower than that at the boiler exit due to the pressure drop in the connecting 
pipes. The pressure drop in the condenser is usually very small. To compen- 
sate for these pressure drops, the water must be pumped to a sufficiently 
higher pressure than the ideal cycle calls for. This requires a larger pump 
and larger work input to the pump. 

The other major source of irreversibility is the heat loss from the steam to 
the surroundings as the steam flows through various components. To main- 
tain the same level of net work output, more heat needs to be transferred to 
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the steam in the boiler to compensate for these undesired heat losses. As a 
result, cycle efficiency decreases. 

Of particular importance are the irreversibilities occurring within the 
pump and the turbine. A pump requires a greater work input, and a turbine 
produces a smaller work output as a result of irreversibilities. Under ideal 
conditions, the flow through these devices is isentropic. The deviation of 
actual pumps and turbines from the isentropic ones can be accounted for by 
utilizing isentropic efficiencies, defined as 

We hy, — hi 


= — = ——__ 10-10 
y Wa haa = hy 


and 


w, hy — Nag 
eal es (10-11) 
where states 2a and 4a are the actual exit states of the pump and the turbine, 
respectively, and 2s and 4s are the corresponding states for the isentropic 
case (Fig. 10—4b). 

Other factors also need to be considered in the analysis of actual vapor 
power cycles. In actual condensers, for example, the liquid is usually sub- 
cooled to prevent the onset of cavitation, the rapid vaporization and conden- 
sation of the fluid at the low-pressure side of the pump impeller, which may 
damage it. Additional losses occur at the bearings between the moving parts 
as a result of friction. Steam that leaks out during the cycle and air that 
leaks into the condenser represent two other sources of loss. Finally, the 
power consumed by the auxiliary equipment such as fans that supply air to 
the furnace should also be considered in evaluating the overall performance 
of power plants. 

The effect of irreversibilities on the thermal efficiency of a steam power 
cycle is illustrated below with an example. 


EXAMPLE 10-2 An Actual Steam Power Cycle 


A steam power plant operates on the cycle shown in Fig. 10-5. If the isen- 
tropic efficiency of the turbine is 87 percent and the isentropic efficiency of 
the pump is 85 percent, determine (a) the thermal efficiency of the cycle 
and (b) the net power output of the plant for a mass flow rate of 15 kg/s. 


Solution A steam power cycle with specified turbine and pump efficiencies 
is considered. The thermal efficiency and the net power output are to be 
determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 

Analysis The schematic of the power plant and the 7-s diagram of the cycle 
are shown in Fig. 10-5. The temperatures and pressures of steam at various 
points are also indicated on the figure. We note that the power plant involves 
steady-flow components and operates on the Rankine cycle, but the imper- 
fections at various components are accounted for. 


(a) The thermal efficiency of a cycle is the ratio of the net work output to the 
heat input, and it is determined as follows: 


Pump work input: 


a la Ws pumpin 2 Vi (P2 i P,) 
pump,in Np Np 
(0.001009 m3/kg)[ (16,000 — 9) kPa] ( IKJ ) 
J 0.85 1 kPa- m’? 
= 19.0 kJ/kg 
15.9 MPa 
o 15.2 MPa TA 
2 Wturb,out 
Turbine > 


Nr = 0.87 


cf ` 10 kPa 


Condenser 


FIGURE 10-5 


Schematic and T-s diagram for Example 10-2. 
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FIGURE 10-6 


The effect of lowering the condenser 
pressure on the ideal Rankine cycle. 


Turbine work output: 


Wturb,out = NTW s,turb,out 
nr(hs — he.) = 0.87 (3583.1 — 2115.3) kJ/kg 
1277.0 kJ/kg 


Boiler heat input: qi, = hy — hy = (3647.6 — 160.1) kJ/kg = 3487.5 kJ/kg 


Thus, 
Wa = Warmi — Wompin = 21710 = 100) iyii = 1258.0 iige 
Wnet 1258.0 kJ/kg 
dn 3487.5 kJ/kg 
(b) The power produced by this power plant is 
Woot = M(Wae) = (15 kg/s) (1258.0 kJ/kg) = 18.9 MW 


Discussion Without the irreversibilities, the thermal efficiency of this cycle 
would be 43.0 percent (see Example 10-30). 


OOP THE RANKINE CYCLE? CS SOEN 


Steam power plants are responsible for the production of most electric 
power in the world, and even small increases in thermal efficiency can mean 
large savings from the fuel requirements. Therefore, every effort is made to 
improve the efficiency of the cycle on which steam power plants operate. 

The basic idea behind all the modifications to increase the thermal effi- 
ciency of a power cycle is the same: Increase the average temperature at 
which heat is transferred to the working fluid in the boiler, or decrease the 
average temperature at which heat is rejected from the working fluid in the 
condenser. That is, the average fluid temperature should be as high as possi- 
ble during heat addition and as low as possible during heat rejection. Next 
we discuss three ways of accomplishing this for the simple ideal Rankine 
cycle. 


Nh = = 0.361 or 36.1% 


Steam exists as a saturated mixture in the condenser at the saturation 
temperature corresponding to the pressure inside the condenser. Therefore, 
lowering the operating pressure of the condenser automatically lowers the 
temperature of the steam, and thus the temperature at which heat is rejected. 

The effect of lowering the condenser pressure on the Rankine cycle effi- 
ciency is illustrated on a T-s diagram in Fig. 10-6. For comparison pur- 
poses, the turbine inlet state is maintained the same. The colored area on 
this diagram represents the increase in net work output as a result of lower- 
ing the condenser pressure from P, to P4 . The heat input requirements also 
increase (represented by the area under curve 2'-2), but this increase is very 
small. Thus the overall effect of lowering the condenser pressure is an 
increase in the thermal efficiency of the cycle. 


To take advantage of the increased efficiencies at low pressures, the con- 
densers of steam power plants usually operate well below the atmospheric 
pressure. This does not present a major problem since the vapor power 
cycles operate in a closed loop. However, there is a lower limit on the con- 
denser pressure that can be used. It cannot be lower than the saturation pres- 
sure corresponding to the temperature of the cooling medium. Consider, for 
example, a condenser that is to be cooled by a nearby river at 15°C. Allow- 
ing a temperature difference of 10°C for effective heat transfer, the steam 
temperature in the condenser must be above 25°C; thus the condenser pres- 
sure must be above 3.2 kPa, which is the saturation pressure at 25°C. 

Lowering the condenser pressure is not without any side effects, however. 
For one thing, it creates the possibility of air leakage into the condenser. 
More importantly, it increases the moisture content of the steam at the final 
stages of the turbine, as can be seen from Fig. 10-6. The presence of large 
quantities of moisture is highly undesirable in turbines because it decreases 
the turbine efficiency and erodes the turbine blades. Fortunately, this prob- 
lem can be corrected, as discussed next. 


(Increases Thigh avg) 


The average temperature at which heat is transferred to steam can be 
increased without increasing the boiler pressure by superheating the steam to 
high temperatures. The effect of superheating on the performance of vapor 
power cycles is illustrated on a T-s diagram in Fig. 10-7. The colored area on 
this diagram represents the increase in the net work. The total area under the 
process curve 3-3’ represents the increase in the heat input. Thus both the net 
work and heat input increase as a result of superheating the steam to a higher 
temperature. The overall effect is an increase in thermal efficiency, however, 
since the average temperature at which heat is added increases. 

Superheating the steam to higher temperatures has another very desirable 
effect: It decreases the moisture content of the steam at the turbine exit, as 
can be seen from the T-s diagram (the quality at state 4’ is higher than that 
at state 4). 

The temperature to which steam can be superheated is limited, however, by 
metallurgical considerations. Presently the highest steam temperature allowed 
at the turbine inlet is about 620°C (1150°F). Any increase in this value 
depends on improving the present materials or finding new ones that can 
withstand higher temperatures. Ceramics are very promising in this regard. 


Another way of increasing the average temperature during the heat-addition 
process is to increase the operating pressure of the boiler, which automati- 
cally raises the temperature at which boiling takes place. This, in turn, raises 
the average temperature at which heat is transferred to the steam and thus 
raises the thermal efficiency of the cycle. 

The effect of increasing the boiler pressure on the performance of vapor 
power cycles is illustrated on a T-s diagram in Fig. 10-8. Notice that for a 
fixed turbine inlet temperature, the cycle shifts to the left and the moisture con- 
tent of steam at the turbine exit increases. This undesirable side effect can be 
corrected, however, by reheating the steam, as discussed in the next section. 
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FIGURE 10-7 


The effect of superheating the steam to 
higher temperatures on the ideal 
Rankine cycle. 
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FIGURE 10-8 


The effect of increasing the boiler 
pressure on the ideal Rankine cycle. 
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FIGURE 10-9 


A supercritical Rankine cycle. 


39 T, = 350°C 


Operating pressures of boilers have gradually increased over the years 
from about 2.7 MPa (400 psia) in 1922 to over 30 MPa (4500 psia) today, 
generating enough steam to produce a net power output of 1000 MW or more 
in a large power plant. Today many modern steam power plants operate at 
supercritical pressures (P > 22.06 MPa) and have thermal efficiencies of 
about 40 percent for fossil-fuel plants and 34 percent for nuclear plants. 
There are over 150 supercritical-pressure steam power plants in operation in 
the United States. The lower efficiencies of nuclear power plants are due to 
the lower maximum temperatures used in those plants for safety reasons. 
The T-s diagram of a supercritical Rankine cycle is shown in Fig. 10-9. 

The effects of lowering the condenser pressure, superheating to a higher 
temperature, and increasing the boiler pressure on the thermal efficiency of 
the Rankine cycle are illustrated below with an example. 


EXAMPLE 10-3 Effect of Boiler Pressure 
and Temperature on Efficiency 


Consider a steam power plant operating on the ideal Rankine cycle. Steam 
enters the turbine at 3 MPa and 350°C and is condensed in the condenser at 
a pressure of 10 kPa. Determine (a) the thermal efficiency of this power 
plant, (b) the thermal efficiency if steam is superheated to 600°C instead of 
350°C, and (c) the thermal efficiency if the boiler pressure is raised to 15 
MPa while the turbine inlet temperature is maintained at 600°C. 


Solution A steam power plant operating on the ideal Rankine cycle is con- 
sidered. The effects of superheating the steam to a higher temperature and 
raising the boiler pressure on thermal efficiency are to be investigated. 
Analysis The T-s diagrams of the cycle for all three cases are given in 
Fig. 10-10. 
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T-s diagrams of the three cycles discussed in Example 10-3. 
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(a) This is the steam power plant discussed in Example 10-1, except that 
the condenser pressure is lowered to 10 kPa. The thermal efficiency is 
determined in a similar manner: 
State 1: P, = 10 =) hy = hy @ iokpa = 191.81 kJ/kg 

Sat. liquid Vi = Vro 10xra = 0.00101 m’*/kg 


State2: P, = 3 MPa 
Se = i 


LkJ 
Woumpin = Vi(P2 — Pi) = (0.00101 m3/kg)[ (3000 — 10) kea A) 


3.02 kJ/kg 
hy = hy + Wpumpin = (191.81 + 3.02) kJ/kg = 194.83 kI/kg 


State 3: P}; =3 a h, = 3116.1 kJ/kg 
Ta =350°CJ s, = 6.7450 kJ/kg - K 


State4: P,=10kPa (sat. mixture) 


SA =a 
54-5 6.7450 — 0.6492 
= = = 0.8128 
A 7.4996 
Thus, 
hy = hy + xhg = 191.81 + 0.8128(2392.1) = 2136.1 kJ/kg 
din = h, — h, = (3116.1 — 194.83) kJ/kg = 2921.3 kJ/kg 
dou = h4 — h, = (2136.1 — 191.81) kJ/kg = 1944.3 kI/kg 
and 
Giat 1944.3 kJ/kg 
=1 =] = 0.334 or 33.4% 
Ti din 2921.3 kJ/kg ee 


Therefore, the thermal efficiency increases from 26.0 to 33.4 percent as a 
result of lowering the condenser pressure from 75 to 10 kPa. At the same 
time, however, the quality of the steam decreases from 88.6 to 81.3 percent 
(in other words, the moisture content increases from 11.4 to 18.7 percent). 


(b) States 1 and 2 remain the same in this case, and the enthalpies at 
state 3 (3 MPa and 600°C) and state 4 (10 kPa and są = s3) are deter- 
mined to be 


h, = 3682.8 kJ/kg 
hy = 2380.3 kJ/kg (x, = 0.915) 
Thus, 
din = hz — hy = 3682.8 — 194.83 = 3488.0 kJ/kg 
don = h4 — hy = 2380.3 — 191.81 = 2188.5 kJ/kg 
and 


[eee SS ara are 
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Therefore, the thermal efficiency increases from 33.4 to 37.3 percent as a 
result of superheating the steam from 350 to 600°C. At the same time, the 
quality of the steam increases from 81.3 to 91.5 percent (in other words, 
the moisture content decreases from 18.7 to 8.5 percent). 


(c) State 1 remains the same in this case, but the other states change. The 
enthalpies at state 2 (15 MPa and s, = s,), state 3 (15 MPa and 600°C), 
and state 4 (10 kPa and s, = s3) are determined in a similar manner to be 


hy = 206.95 kJ/kg 
hy = 3583.1 kJ/kg 
h4 = 2115.3 kJ/kg (x4 = 0.804) 


Thus, 
din = hz — hy = 3583.1 — 206.95 = 3376.2 kJ/kg 
dow = h4 — hy = 2115.3 — 191.81 = 1923.5 kJ/kg 
and 
Glai 1923.5 kJ/kg 
= Il = Il = 0.430 or 43.0% 
G din 3376.2 kJ/kg ie 


Discussion The thermal efficiency increases from 37.3 to 43.0 percent as a 
result of raising the boiler pressure from 3 to 15 MPa while maintaining the 
turbine inlet temperature at 600°C. At the same time, however, the quality 
of the steam decreases from 91.5 to 80.4 percent (in other words, the mois- 
ture content increases from 8.5 to 19.6 percent). 


10-5 * THE IDEAL REHEAT RANKINE CYCLE 


We noted in the last section that increasing the boiler pressure increases the 
thermal efficiency of the Rankine cycle, but it also increases the moisture 
content of the steam to unacceptable levels. Then it is natural to ask the fol- 
lowing question: 


How can we take advantage of the increased efficiencies at higher boiler 
pressures without facing the problem of excessive moisture at the final 
stages of the turbine? 


Two possibilities come to mind: 


1. Superheat the steam to very high temperatures before it enters the 
turbine. This would be the desirable solution since the average temperature 
at which heat is added would also increase, thus increasing the cycle effi- 
ciency. This is not a viable solution, however, since it requires raising the 
steam temperature to metallurgically unsafe levels. 

2. Expand the steam in the turbine in two stages, and reheat it in 
between. In other words, modify the simple ideal Rankine cycle with a 
reheat process. Reheating is a practical solution to the excessive moisture 
problem in turbines, and it is commonly used in modern steam power plants. 


The 7-s diagram of the ideal reheat Rankine cycle and the schematic of 
the power plant operating on this cycle are shown in Fig. 10-11. The ideal 
reheat Rankine cycle differs from the simple ideal Rankine cycle in that the 
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expansion process takes place in two stages. In the first stage (the high- 
pressure turbine), steam is expanded isentropically to an intermediate pres- 
sure and sent back to the boiler where it is reheated at constant pressure, 
usually to the inlet temperature of the first turbine stage. Steam then expands 
isentropically in the second stage (low-pressure turbine) to the condenser 
pressure. Thus the total heat input and the total turbine work output for a 
reheat cycle become 


din ~ primary H dreheat T (h; h) + (hs z h4) (10-12) 


and 


Wturb,out — Wturb T Wturb, i = (h; h4) } (hs he) (10-13) 


The incorporation of the single reheat in a modern power plant improves 
the cycle efficiency by 4 to 5 percent by increasing the average temperature 
at which heat is transferred to the steam. 


. The use 


of more than two reheat stages, however, is not practical. The theoretical 
improvement in efficiency from the second reheat is about half of that 
which results from a single reheat. If the turbine inlet pressure is not high 
enough, double reheat would result in superheated exhaust. This is undesir- 
able as it would cause the average temperature for heat rejection to increase 
and thus the cycle efficiency to decrease. Therefore, double reheat is used 
only on supercritical-pressure (P > 22.06 MPa) power plants. A third reheat 
stage would increase the cycle efficiency by about half of the improvement 
attained by the second reheat. This gain is too small to justify the added cost 
and complexity. 


. Reheating 
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The reheat cycle was introduced in the mid-1920s, but it was abandoned 
in the 1930s because of the operational difficulties. The steady increase in 
boiler pressures over the years made it necessary to reintroduce single 
reheat in the late 1940s and double reheat in the early 1950s. 

The reheat temperatures are very close or equal to the turbine inlet tem- 
perature. The optimum reheat pressure is about one-fourth of the maximum 
cycle pressure. For example, the optimum reheat pressure for a cycle with a 
boiler pressure of 12 MPa is about 3 MPa. 

Remember that the sole purpose of the reheat cycle is to reduce the mois- 
ture content of the steam at the final stages of the expansion process. If we 
had materials that could withstand sufficiently high temperatures, there 
would be no need for the reheat cycle. 


EXAMPLE 10-4 The Ideal Reheat Rankine Cycle 


Consider a steam power plant operating on the ideal reheat Rankine cycle. 
Steam enters the high-pressure turbine at 15 MPa and 600°C and is con- 
densed in the condenser at a pressure of 10 kPa. If the moisture content of 
the steam at the exit of the low-pressure turbine is not to exceed 10.4 per- 
cent, determine (a) the pressure at which the steam should be reheated and 
(b) the thermal efficiency of the cycle. Assume the steam is reheated to the 
inlet temperature of the high-pressure turbine. 


Solution A steam power plant operating on the ideal reheat Rankine cycle 
is considered. For a specified moisture content at the turbine exit, the reheat 
pressure and the thermal efficiency are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 

Analysis The schematic of the power plant and the 7-s diagram of the cycle 
are shown in Fig. 10-13. We note that the power plant operates on the ideal 
reheat Rankine cycle. Therefore, the pump and the turbines are isentropic, 
there are no pressure drops in the boiler and condenser, and steam leaves 
the condenser and enters the pump as saturated liquid at the condenser 
pressure. 


(a) The reheat pressure is determined from the requirement that the 
entropies at states 5 and 6 be the same: 


State 6: Ps = 10 kPa 

xs = 0.896 (sat. mixture) 

S6 = Sp + XS = 0.6492 + 0.896(7.4996) = 7.3688 kJ/kg -K 
Also, 

he = hy + xeħg = 191.81 + 0.896 (2392.1) = 2335.1 kI/kg 
Thus, 


State 5: Ts = a P, = 4.0 MPa 
hs = 3674.9 kJ/kg 


Ss = Sg 


Therefore, steam should be reheated at a pressure of 4 MPa or lower to pre- 
vent a moisture content above 10.4 percent. 
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(b) To determine the thermal efficiency, we need to know the enthalpies at 
all other states: 


State 1: P = ie hy = hye wea = 191.81 kJ/kg 


Sat. liquid Vi = Wa i0kpa = 9.00101 m*/kg 
State 2: P, = 15 MPa 
S = Si 


Wbump,in = vi (P> z Pi) = (0.00101 m?/kg) 


1kJ 
xia — 10)kPa]( ——— 
[ (15,000 — 10) (aS) 
= 15.14 kJ/kg 


hy = hy + Woumpin = (191.81 + 15.14) kJ/kg = 206.95 kJ/kg 


State 3: P, = 15 nag h; = 3583.1 kJ/kg 
T; = 600°C J 5, = 6.6796 kI/kg+K 
State 4: P, = a hy = 3155.0 kJ/kg 
S4 = S3 (T, = 375.5°C) 


Thus 
in = (hz — hy) + (hs = hg) 
= (3583.1 — 206.95) kJ/kg + (3674.9 — 3155.0) kJ/kg 


= 3896.1 kJ/kg 
Jou = hg = hy = (2335.1 — 191.81) kJ/kg 
= 2143.3 kJ/kg 
T°C 
Reheating 
15 MPa © 


Low-P 
turbine 


P, = Ps =P, 


reheat 


Condenser 


10 kPa 


FIGURE 10-13 
Schematic and T-s diagram for Example 10-4. 
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The first part of the heat-addition 
process in the boiler takes place at 
relatively low temperatures. 


wy 


and 


j — fom = — 21433 KURS _ 6 450 or 45.0% 

= = = 0.450 or 45. 

hi din 3896.1 kI/kg 4 
Discussion This problem was solved in Example 10-3c for the same pres- 
sure and temperature limits but without the reheat process. A comparison of 
the two results reveals that reheating reduces the moisture content from 
19.6 to 10.4 percent while increasing the thermal efficiency from 43.0 to 
45.0 percent. 


10-6 * THE IDEAL REGENERATIVE RANKINE CYCLE 


A careful examination of the T-s diagram of the Rankine cycle redrawn in 
Fig. 10-14 reveals that heat is transferred to the working fluid during 
process 2-2' at a relatively low temperature. This lowers the average heat- 
addition temperature and thus the cycle efficiency. 

To remedy this shortcoming, we look for ways to raise the temperature of 
the liquid leaving the pump (called the feedwater) before it enters the boiler. 
One such possibility is to transfer heat to the feedwater from the expanding 
steam in a counterflow heat exchanger built into the turbine, that is, to use 
regeneration. This solution is also impractical because it is difficult to 
design such a heat exchanger and because it would increase the moisture 
content of the steam at the final stages of the turbine. 

A practical regeneration process in steam power plants is accomplished by 
extracting, or “bleeding,” steam from the turbine at various points. This steam, 
which could have produced more work by expanding further in the turbine, is 


used to heat the feedwater instead. 


Regeneration not only improves cycle efficiency, but also provides a con- 
venient means of deaerating the feedwater (removing the air that leaks in at 
the condenser) to prevent corrosion in the boiler. It also helps control the 
large volume flow rate of the steam at the final stages of the turbine (due to 
the large specific volumes at low pressures). Therefore, regeneration has 
been used in all modern steam power plants since its introduction in the 
early 1920s. 

A feedwater heater is basically a heat exchanger where heat is transferred 
from the steam to the feedwater either by mixing the two fluid streams 
(open feedwater heaters) or without mixing them (closed feedwater heaters). 
Regeneration with both types of feedwater heaters is discussed below. 


An open (or direct-contact) feedwater heater is basically a mixing cham- 
ber, where the steam extracted from the turbine mixes with the feedwater 
‘exiting the pump. Ideally, the mixture leaves the heater as a saturated liquid 
at the heater pressure. The schematic of a steam power plant with one open 
feedwater heater (also called and the T-s 
diagram of the cycle are shown in Fig. 10-15. 


In steam enters the turbine at the 
boiler pressure (state 5) and expands isentropically to an intermediate pres- 


sure (state 6). Some steam is extracted at this state and routed to the feed- 
water heater, while the remaining steam continues to expand isentropically 
to the condenser pressure (state 7). This steam leaves the condenser as a sat- 
urated liquid at the condenser pressure (state 1). The condensed water, 
which is also called the feedwater, then enters an isentropic pump, where it 
is compressed to the feedwater heater pressure (state 2) and is routed to the 
feedwater heater, where it mixes with the steam extracted from the turbine. 
The fraction of the steam extracted is such that the mixture leaves the heater 
as a saturated liquid at the heater pressure (state 3). A second pump raises 
the pressure of the water to the boiler pressure (state 4). The cycle is com- 
pleted by heating the water in the boiler to the turbine inlet state (state 5). 

In the analysis of steam power plants, it is more convenient to work with 
quantities expressed per unit mass of the steam flowing through the boiler. 
For each | kg of steam leaving the boiler, y kg expands partially in the turbine 
and is extracted at state 6. The remaining (1 — y) kg expands completely to 
the condenser pressure. Therefore, the mass flow rates are different in dif- 
ferent components. If the mass flow rate through the boiler is m, for exam- 
ple, it is (1 — y)m through the condenser. This aspect of the regenerative 
Rankine cycle should be considered in the analysis of the cycle as well as in 
the interpretation of the areas on the T-s diagram. In light of Fig. 10-15, the 
heat and work interactions of a regenerative Rankine cycle with one feed- 
water heater can be expressed per unit mass of steam flowing through the 
boiler as follows: 


in = hs — hg (10-14) 
Gout = (1 — y) (hz = hy) (10-15) 
Weurr,out = (As — he) + (1 — y) (Ae — h) (10-16) 
Wpump,in — (ES Y)Wpump Lin + Wpumptiii (10-17) 
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where 


y = m,/ms (fraction of steam extracted) 
Wopump Lin = Vy (P2 g P;) 
Wpump ILin — V3(P4 E P3) 
ture of the water before it enters the boiler. The cycle efficiency increases 
further as the number of feedwater heaters is increased. Many large plants 
in operation today use as many as eight feedwater heaters. The optimum 
number of feedwater heaters is determined from economical considerations. 


The use of an additional feedwater heater cannot be justified unless it saves 
more from the fuel costs than its own cost. 


Another type of feedwater heater frequently used in steam power plants is 
th in which heat is transferred from the extracted 
steam to the feedwater without any mixing taking place. The two streams 
now can be at different pressures, since they do not mix. The schematic of a 
steam power plant with one closed feedwater heater and the 7-s diagram of 
the cycle are shown in Fig. 10-16. In an ideal closed feedwater heater, the 
feedwater is heated to the exit temperature of the extracted steam, which 
ideally leaves the heater as a saturated liquid at the extraction pressure. In 
actual power plants, the feedwater leaves the heater below the exit tempera- 


Ta 


Pump II 


Condenser 


Boiler 


Deaerating 


Trap Trap 


ture of the extracted steam because a temperature difference of at least a 
few degrees is required for any effective heat transfer to take place. 

The condensed steam is then either pumped to the feedwater line or routed 
to another heater or to the condenser through a device called a trap. A trap 
allows the liquid to be throttled to a lower pressure region but traps the 
vapor. The enthalpy of steam remains constant during this throttling process. 

The open and closed feedwater heaters can be compared as follows. Open 
feedwater heaters are simple and inexpensive and have good heat transfer 
characteristics. They also bring the feedwater to the saturation state. For 
each heater, however, a pump is required to handle the feedwater. The 
closed feedwater heaters are more complex because of the internal tubing 
network, and thus they are more expensive. Heat transfer in closed feedwa- 
ter heaters is also less effective since the two streams are not allowed to be 
in direct contact. However, closed feedwater heaters do not require a sepa- 
rate pump for each heater since the extracted steam and the feedwater can 
be at different pressures. Most steam power plants use a combination of 
open and closed feedwater heaters, as shown in Fig. 10-17. 


EXAMPLE 10-5 The Ideal Regenerative Rankine Cycle 


Consider a steam power plant operating on the ideal regenerative Rankine 
cycle with one open feedwater heater. Steam enters the turbine at 15 MPa 
and 600°C and is condensed in the condenser at a pressure of 10 kPa. 
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Some steam leaves the turbine at a pressure of 1.2 MPa and enters the open 
feedwater heater. Determine the fraction of steam extracted from the turbine 
and the thermal efficiency of the cycle. 


Solution A steam power plant operates on the ideal regenerative Rankine 
cycle with one open feedwater heater. The fraction of steam extracted from 
the turbine and the thermal efficiency are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 

Analysis The schematic of the power plant and the T-s diagram of the cycle 
are shown in Fig. 10-18. We note that the power plant operates on the ideal 
regenerative Rankine cycle. Therefore, the pumps and the turbines are isen- 
tropic; there are no pressure drops in the boiler, condenser, and feedwater 
heater; and steam leaves the condenser and the feedwater heater as satu- 
rated liquid. First, we determine the enthalpies at various states: 


State 1: P= 1 a hy = hy @ iorra = 191.81 kJ/kg 


Sat. liquid Vi = Wæ 10 KPa = 0.00101 m?/kg 
State 2: P, = 1.2 MPa 
a il 


1 
Wmi = Villy = Py) = (COMO! m*/kg)[(1200 — 10) ea) 


1 kPa- m? 


1.20 kJ/kg 
hy = h; + Woumptin = (191.81 + 1.20) kJ/kg = 193.01 kJ/kg 


Boiler 


out 


Condenser 
10 kPa 

Pump II Pump I 
FIGURE 10-18 


Schematic and 7-s diagram for Example 10-5. 
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State 3: P,; = 1.2 a V3 = V-@ 1.2Mpa = 0.001138 m’/kg 
Sat. liquid h, = hy @ ı2mpa = 798.33 kJ/kg 


State 4: P, = 15 MPa 
Sa = Oy 


Wpump Iin — V3 CPs FẸ P3) 


JEKI 
(0.001138 m?/kg)[ (15,000 — 1200) xal( 5) 
1kPa-m 


15.70 kJ/kg 
hg = h3 + Woump tin = (798.33 + 15.70) kI/kg = 814.03 kJ/kg 


Sie Ss Ps = 15 ay hs = 3583.1 kJ/kg 
T =600°C ss = 6.6796 kJ/kg + K 


State 6: Ps = 1.2 o he = 2860.2 kJ/kg 
( 


v= i Ty = 184°C) 


State 7: P = 10 kPa 


57 — sf 6.6796 — 0.6492 
Sip 7.4996 


hy = hy + xhg = 191.81 + 0.8041 (2392.1) = 2115.3 kJ/kg 


= 0.8041 


Sy = 05 47 = 


The energy analysis of open feedwater heaters is identical to the energy 
analysis of mixing chambers. The feedwater heaters are generally well insu- 
lated (Q = 0), and they do not involve any work interactions (W = 0). By 
neglecting the kinetic and potential energies of the streams, the energy bal- 
ance reduces for a feedwater heater to 

En = Egy > X h= mh 


out 
or 
yhe + (1 = yy = 1 (hs) 


where y is the fraction of steam extracted from the turbine (=/,/M.5). Solv- 
ing for y and substituting the enthalpy values, we find 
M = hy _ 798.33 — 193.01 


= = = 0.2270 
7 he— hy | 2860.2 — 193.01 


Thus, 
din = hs — hg = (3583.1 — 814.03) kJ/kg = 2769.1 kJ/kg 
da = (UL = Pq = fry) = (1 = 0227021153 = T9181) eyes 
= 1486.9 kJ/kg 


and 
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Discussion This problem was worked out in Example 10-3c for the same 
pressure and temperature limits but without the regeneration process. A 
comparison of the two results reveals that the thermal efficiency of the cycle 
has increased from 43.0 to 46.3 percent as a result of regeneration. The net 
work output decreased by 171 kJ/kg, but the heat input decreased by 
607 kJ/kg, which results in a net increase in the thermal efficiency. 


EXAMPLE 10-6 The Ideal Reheat-Regenerative Rankine Cycle 


Consider a steam power plant that operates on an ideal reheat-regenerative 
Rankine cycle with one open feedwater heater, one closed feedwater heater, 
and one reheater. Steam enters the turbine at 15 MPa and 600°C and is 
condensed in the condenser at a pressure of 10 kPa. Some steam is 
extracted from the turbine at 4 MPa for the closed feedwater heater, and the 
remaining steam is reheated at the same pressure to 600°C. The extracted 
steam is completely condensed in the heater and is pumped to 15 MPa 
before it mixes with the feedwater at the same pressure. Steam for the open 
feedwater heater is extracted from the low-pressure turbine at a pressure of 
0.5 MPa. Determine the fractions of steam extracted from the turbine as 
well as the thermal efficiency of the cycle. 


Solution A steam power plant operates on the ideal reheat-regenerative 
Rankine cycle with one open feedwater heater, one closed feedwater heater, 
and one reheater. The fractions of steam extracted from the turbine and the 
thermal efficiency are to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 3 In both open and closed feedwater heaters, 
feedwater is heated to the saturation temperature at the feedwater heater 
pressure. (Note that this is a conservative assumption since extracted steam 
enters the closed feedwater heater at 376°C and the saturation temperature 
at the closed feedwater pressure of 4 MPa is 250°C). 
Analysis The schematic of the power plant and the T-s diagram of the cycle 
are shown in Fig. 10-19. The power plant operates on the ideal reheat- 
regenerative Rankine cycle and thus the pumps and the turbines are isen- 
tropic; there are no pressure drops in the boiler, reheater, condenser, and feed- 
water heaters; and steam leaves the condenser and the feedwater heaters as 
saturated liquid. 

The enthalpies at the various states and the pump work per unit mass of 
fluid flowing through them are 


h, = 191.81 kJ/kg ho = 3155.0 kJ/kg 


h, = 192.30 kJ/kg hio = 3155.0 kJ/kg 
hy = 640.09 kJ/kg hy, = 3674.9 kJ/kg 
hy = 643.92 kJ/kg hy = 3014.8 kJ/kg 
h; = 1087.4 kJ/kg hy; = 2335.7 kJ/kg 
he = 1087.4 kJ/kg Woump Lin = 0.49 KJ/kg 


h; = 1101.2 kJ/kg 
hg = 1089.8 kJ/kg 


W pump ILin — 3.83 kJ/kg 
Wpump Min — 13.77 kJ/kg 
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The fractions of steam extracted are determined from the mass and energy 
balances of the feedwater heaters: 
Closed feedwater heater: 


E, = Ege 
Whig (l= yin = = ye =: vie 
hs — hg 1087.4 — 643.92 
17 
lT e- he) + (hs — hg) (3155.0 — 1087.4) + (1087.4 — 643.92) pees 
Open feedwater heater: 
ae = Boe 
thy + (1 y. z)h = (1 y)h; 
Loa = ih 1 — 0.1766) (640.09 — 192.30 
z= ( y) (hs 2) = ( )( ) = 0.1306 


h — h, 3014.8 — 192.30 


The enthalpy at state 8 is determined by applying the mass and energy 
equations to the mixing chamber, which is assumed to be insulated: 


JZ =J 
(1)hg = (1 — y)hs + yhy 

hg = (1 — 0.1766) (1087.4) kJ/kg + 0.1766(1101.2) kJ/kg 
1089.8 kJ/kg 


out 


1 kg 
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Thus, 
Gi = Vo = he) (i = Pn = Big) 
= (3583.1 — 1089.8) kJ/kg + (1 — 0.1766)(3674.9 — 3155.0) kJ/kg 
= 2921.4 kJ/kg 
Gu = = y= zog = oa) 
(1 — 0.1766 — 0.1306) (2335.7 — 191.81) kJ/kg 
1485.3 kJ/kg 


and 


(oe Cay E year 
ae Ae nee 
Discussion This problem was worked out in Example 10-4 for the same pres- 
sure and temperature limits with reheat but without the regeneration process. 
A comparison of the two results reveals that the thermal efficiency of the cycle 
has increased from 45.0 to 49.2 percent as a result of regeneration. 
The thermal efficiency of this cycle could also be determined from 


Wiet Wturb,out ~ Wopump,in 


Nh = = 
f; din Gin 


where 
Manan = (to = Ino) + (1 = y) = Mia) + U = y = Zz) = Pia) 
Wopump,in = (1 YAE 2) Wenn Lin F (í oa Y) Wpump ILin T (Y) Wpump TiLin 


Also, if we assume that the feedwater leaves the closed FWH as a satu- 
rated liquid at 15 MPa (and thus at 7, = 342°C and h; = 1610.3 kJ/kg), it 
can be shown that the thermal efficiency would be 50.6. 


10-7 = SECOND-LAW ANALYSIS 
OF VAPOR POWER CYCLES 


The ideal Carnot cycle is a totally reversible cycle, and thus it does not 
involve any irreversibilities. The ideal Rankine cycles (simple, reheat, or 
regenerative), however, are only internally reversible, and they may involve 
irreversibilities external to the system, such as heat transfer through a finite 
temperature difference. A second-law analysis of these cycles reveals where 
the largest irreversibilities occur and what their magnitudes are. 

Relations for exergy and exergy destruction for steady-flow systems are 
developed in Chap. 8. The exergy destruction for a steady-flow system can 
be expressed, in the rate form, as 


an in TS x = Ty (Sout Sin) = n| Z ns H aes > ns ee | (kW) 
(10-18) 


or on a unit mass basis for a one-inlet, one-exit, steady-flow device as 


Xaest = TS gen = 1, Sj Ae aot L ) (kJ/kg) (10-19) 
j Ty oui Tii 


where Tin and T, ouw are the temperatures of the system boundary where 
heat is transferred into and out of the system, respectively. 

The exergy destruction associated with a cycle depends on the magnitude 
of the heat transfer with the high- and low-temperature reservoirs involved, 
and their temperatures. It can be expressed on a unit mass basis as 


Xdest = n> ast = tn.) (kJ/kg) (10-20) 


Thout Tiia 


For a cycle that involves heat transfer only with a source at Ty and a sink at 
T,, the exergy destruction becomes 


dou din 
Xas = n( F - in) (kJ/kg) (10-21) 
The exergy of a fluid stream ẹ at any state can be determined from 
y? 
y = (h — ho) — D(s — so) + 3 + gz (kJ/kg) (10-22) 


where the subscript “0” denotes the state of the surroundings. 


EXAMPLE 10-7 Second-Law Analysis of an Ideal Rankine Cycle 


Determine the exergy destruction associated with the Rankine cycle (all four 
processes as well as the cycle) discussed in Example 10-1, assuming that 
heat is transferred to the steam in a furnace at 1600 K and heat is rejected 
to a cooling medium at 290 K and 100 kPa. Also, determine the exergy of 
the steam leaving the turbine. 


Solution The Rankine cycle analyzed in Example 10-1 is reconsidered. For 
specified source and sink temperatures, the exergy destruction associated 
with the cycle and exergy of the steam at turbine exit are to be determined. 
Analysis In Example 10-1, the heat input was determined to be 2728.6 kJ/kg, 
and the heat rejected to be 2018.6 kJ/kg. 

Processes 1-2 and 3-4 are isentropic (s; = $5, Są = S4) and therefore do 
not involve any internal or external irreversibilities, that is, 


Xaeti2 O and Xdest34 = O 


Processes 2-3 and 4-1 are constant-pressure heat-addition and heat- 
rejection processes, respectively, and they are internally reversible. But the 
heat transfer between the working fluid and the source or the sink takes 
place through a finite temperature difference, rendering both processes irre- 
versible. The irreversibility associated with each process is determined from 
Eq. 10-19. The entropy of the steam at each state is determined from the 
steam tables: 


S2 = S1 = Sp@ 75 kPa = 1.2132 kJ/kg ° K 
54 = 83 = 6.7450 kJ/kg: K (at 3 MPa, 350°C) 


Thus, 
Gin.23 
ee ae * =] 
= (0E | a a a oe 
a o 1600 K 


= 1110 kJ/kg 
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dout,41 
Xdest,41 T B(s Sq t T ) 


sink 


2018.6 kJ/kg 


= (290 K)| (1.2132 — 6.74 kg-K + 
(290 | 32 — 6.7450) kJ/kg Baa 


= 414 kJ/kg 
Therefore, the irreversibility of the cycle is 


i i i 
Xdest,cycle = Xdest12 T Xdest,23 7 Xaest,34 T Xdest,41 


= 0 + 1110 kJ/kg + 0 + 414 kJ/kg 
= 1524 kJ/kg 


The total exergy destroyed during the cycle could also be determined from 
Eq. 10-21. Notice that the largest exergy destruction in the cycle occurs 
during the heat-addition process. Therefore, any attempt to reduce the 
exergy destruction should start with this process. Raising the turbine inlet 
temperature of the steam, for example, would reduce the temperature differ- 
ence and thus the exergy destruction. 

The exergy (work potential) of the steam leaving the turbine is determined 
from Eq. 10-22. Disregarding the kinetic and potential energies, it reduces to 


a 
PoU aa ge 
= (h4 — ho) — To(s4 — 50) 

where 

ho = Ne 20K,100kPa = Ny @ 290K = 71.355 kJ/kg 

So = Se@ 290 K.100kPa = Sp @ 290K = 0.2533 kJ/kg + K 
Thus, 
W4 = (2403.0 — 71.355) kJ/kg — (290 K){ (6.7450 — 0.2533) kJ/kg: K] 


= 449 kJ/kg 


Discussion Note that 449 kJ/kg of work could be obtained from the steam 
leaving the turbine if it is brought to the state of the surroundings in a 
reversible manner. 


In all the cycles discussed so far, the sole purpose was to convert a portion 
of the heat transferred to the working fluid to work, which is the most valu- 
able form of energy. The remaining portion of the heat is rejected to rivers, 
lakes, oceans, or the atmosphere as waste heat, because its quality (or grade) 
is too low to be of any practical use. Wasting a large amount of heat is a 
price we have to pay to produce work, because electrical or mechanical 
work is the only form of energy on which many engineering devices (such 
as a fan) can operate. 

Many systems or devices, however, require energy input in the form of 
heat, called process heat. Some industries that rely heavily on process heat 
are chemical, pulp and paper, oil production and refining, steel making, 


food processing, and textile industries. Process heat in these industries is 
usually supplied by steam at 5 to 7 atm and 150 to 200°C (300 to 400°F). 
Energy is usually transferred to the steam by burning coal, oil, natural gas, 
or another fuel in a furnace. 

Now let us examine the operation of a process-heating plant closely. Disre- 
garding any heat losses in the piping, all the heat transferred to the steam in the 
boiler is used in the process-heating units, as shown in Fig. 10-20. Therefore, 
process heating seems like a perfect operation with practically no waste of 
energy. From the second-law point of view, however, things do not look so per- 
fect. The temperature in furnaces is typically very high (around 1400°C), and 
thus the energy in the furnace is of very high quality. This high-quality energy 
is transferred to water to produce steam at about 200°C or below (a highly irre- 
versible process). Associated with this irreversibility is, of course, a loss in 
exergy or work potential. It is simply not wise to use high-quality energy to 
accomplish a task that could be accomplished with low-quality energy. 

Industries that use large amounts of process heat also consume a large 
amount of electric power. Therefore, it makes economical as well as engi- 
neering sense to use the already-existing work potential to produce power 
instead of letting it go to waste. The result is a plant that produces electric- 


ity while meeting the process-heat requirements of certain industrial pro- 
cesses. Such a plant is called a cogeneration plant. In eneral | 


Either a steam-turbine (Rankine) cycle or a gas-turbine (Brayton) cycle or 
even a combined cycle (discussed later) can be used as the power cycle in a 
cogeneration plant. The schematic of an ideal steam-turbine cogeneration 
plant is shown in Fig. 10-21. Let us say this plant is to supply process heat Ò, 
at 500 kPa at a rate of 100 kW. To meet this demand, steam is expanded in the 
turbine to a pressure of 500 kPa, producing power at a rate of, say, 20 kW. 
The flow rate of the steam can be adjusted such that steam leaves the process- 
heating section as a saturated liquid at 500 kPa. Steam is then pumped to the 
boiler pressure and is heated in the boiler to state 3. The pump work is usually 
very small and can be neglected. Disregarding any heat losses, the rate of heat 
input in the boiler is determined from an energy balance to be 120 kW. 

Probably the most striking feature of the ideal steam-turbine cogeneration 
plant shown in Fig. 10-21 is the absence of a condenser. Thus no heat is 
rejected from this plant as waste heat. In other words, all the energy trans- 


ferred to the steam in the boiler is utilized as either process heat or electric 
power. Thus it is appropriate to define 2 ARE for a cogener- 


ation plant as 
me A T 
cA ae a A 


_ Dou 

Cis 
where Quy represents the heat rejected in the condenser. Strictly speaking, 
Qu also includes all the undesirable heat losses from the piping and other 


components, but they are usually small and thus neglected. It also includes 
combustion inefficiencies such as incomplete combustion and stack losses 


é,= 1 (10-24) 


u 
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A simple process-heating plant. 
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An ideal cogeneration plant. 
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A cogeneration plant with adjustable 
loads. 


when the utilization factor is defined on the basis of the heating value of the 
fuel. The utilization factor of the ideal steam-turbine cogeneration plant is 
obviously 100 percent. Actual cogeneration plants have utilization factors as 
high as 80 percent. Some recent cogeneration plants have even higher uti- 
lization factors. 

Notice that without the turbine, we would need to supply heat to the 
steam in the boiler at a rate of only 100 kW instead of at 120 kW. The addi- 
tional 20 kW of heat supplied is converted to work. Therefore, a cogenera- 
tion power plant is equivalent to a process-heating plant combined with a 
power plant that has a thermal efficiency of 100 percent. 

The ideal steam-turbine cogeneration plant described above is not practi- 
cal because it cannot adjust to the variations in power and process-heat 
loads. The schematic of a more practical (but more complex) cogeneration 
plant is shown in Fig. 10-22. Under normal operation, some steam is 
extracted from the turbine at some predetermined intermediate pressure Pę. 
The rest of the steam expands to the condenser pressure P} and is then 
cooled at constant pressure. The heat rejected from the condenser represents 
the waste heat for the cycle. 

At times of high demand for process heat, all the steam is routed to the 
process-heating units and none to the condenser (m, = 0). The waste heat is 
zero in this mode. If this is not sufficient, some steam leaving the boiler is 
throttled by an expansion or pressure-reducing valve (PRV) to the extraction 
pressure P, and is directed to the process-heating unit. Maximum process 
heating is realized when all the steam leaving the boiler passes through the 
PRV (m; = m4). No power is produced in this mode. When there is no 
demand for process heat, all the steam passes through the turbine and the 
condenser (m; = mę = 0), and the cogeneration plant operates as an ordi- 
nary steam power plant. The rates of heat input, heat rejected, and process 
heat supply as well as the power produced for this cogeneration plant can be 
expressed as follows: 


i 4 (10-25) 
i 6 (10-26) 
(10-27) 
(10-28) 


Under optimum conditions, a cogeneration plant simulates the ideal 
cogeneration plant discussed earlier. That is, all the steam expands in the 
turbine to the extraction pressure and continues to the process-heating unit. 
No steam passes through the PRV or the condenser; thus, no waste heat is 
rejected (m, = mę and m, = m; = 0). This condition may be difficult to 
achieve in practice because of the constant variations in the process-heat 
and power loads. But the plant should be designed so that the optimum 
operating conditions are approximated most of the time. 

The use of cogeneration dates to the beginning of this century when 
power plants were integrated to a community to provide district heating, 
that is, space, hot water, and process heating for residential and commercial 
buildings. The district heating systems lost their popularity in the 1940s 
owing to low fuel prices. However, the rapid rise in fuel prices in the 1970s 
brought about renewed interest in district heating. 


Cogeneration plants have proved to be economically very attractive. Con- 
sequently, more and more such plants have been installed in recent years, 


and more are being installed. 


EXAMPLE 10-8 An Ideal Cogeneration Plant 


Consider the cogeneration plant shown in Fig. 10-23. Steam enters the turbine 
at 7 MPa and 500°C. Some steam is extracted from the turbine at 500 kPa for 
process heating. The remaining steam continues to expand to 5 kPa. Steam is 
then condensed at constant pressure and pumped to the boiler pressure of 
7 MPa. At times of high demand for process heat, some steam leaving the 
boiler is throttled to 500 kPa and is routed to the process heater. The extrac- 
tion fractions are adjusted so that steam leaves the process heater as a satu- 
rated liquid at 500 kPa. It is subsequently pumped to 7 MPa. The mass flow 
rate of steam through the boiler is 15 kg/s. Disregarding any pressure drops 
and heat losses in the piping and assuming the turbine and the pump to be 
isentropic, determine (a) the maximum rate at which process heat can be 
supplied, (6) the power produced and the utilization factor when no process 
heat is supplied, and (c) the rate of process heat supply when 10 percent of 
the steam is extracted before it enters the turbine and 70 percent of the 
steam is extracted from the turbine at 500 kPa for process heating. 


Solution A cogeneration plant is considered. The maximum rate of process 
heat supply, the power produced and the utilization factor when no process 
heat is supplied, and the rate of process heat supply when steam is extracted 
from the steam line and turbine at specified ratios are to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Pressure drops and heat 
losses in piping are negligible. 3 Kinetic and potential energy changes are 
negligible. 

Analysis The schematic of the cogeneration plant and the T-s diagram of 
the cycle are shown in Fig. 10-23. The power plant operates on an ideal 
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FIGURE 10-23 
Schematic and T-s diagram for Example 10-8. 
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cycle and thus the pumps and the turbines are isentropic; there are no pres- 
sure drops in the boiler, process heater, and condenser; and steam leaves 
the condenser and the process heater as saturated liquid. 

The work inputs to the pumps and the enthalpies at various states are as 
follows: 


1 kJ 
W bump Lin = Vg (Po aa Ps) = (0.001005 m?/kg)[ (7000 = sjea =) 
alo in 


= 7.03 kJ/kg 
1kJ 
Woump tin = V7(Pio — Pz) = (0.001093 m?/kg)[ (7000 — 500) kPa] (| 
= 7.10 kJ/kg 
hy = hy = hy = hy = 3411.4 kJ/kg 
hs = 2739.3 kJ/kg 
hg = 2073.0 kJ/kg 
he = ipe son = 6400915) ke 
he = ipe sre = 13175 kifiz 
ho = hg + Woumptin = (137.75 + 7.03) kJ/kg = 144.78 kJ/kg 
hio = hy + Woumptrin = (640.09 + 7.10) kJ/kg = 647.19 kJ/kg 


(a) The maximum rate of process heat is achieved when all the steam leaving 
the boiler is throttled and sent to the process heater and none is sent to the 
turbine (that is, m, = m, = m, = 15 kg/s and m3; = Mm, = mę = 0). Thus, 


Òpmax = M (h4 — h7) = (15 kg/s)[ (3411.4 — 640.09) kJ/kg] = 41,570 kW 


The utilization factor is 100 percent in this case since no heat is rejected in 
the condenser, heat losses from the piping and other components are 
assumed to be negligible, and combustion losses are not considered. 


(b) When no process heat is supplied, all the steam leaving the boiler passes 
through the turbine and expands to the condenser pressure of 5 kPa (that is, 
M3 = M = mM, = 15 kg/s and m, = m, = 0). Maximum power is produced 
in this mode, which is determined to be 


Warbou = m(h3 — he) = (15 kg/s)[ (3411.4 — 2073.0) kJ/kg] = 20,076 kW 
wW = (15 kg/s)(7.03 kJ/kg) = 105 kW 


pump,in 


Woetout = Weurb,out — Woumpin = (20,076 — 105) kW = 19,971 kW = 20.0 MW 
Qin = (hi — hy) = (15 kg/s)[ (3411.4 — 144.78) kJ/kg] = 48,999 kw 

Thus, 

Wor +O, (19,971 + 0) kW 
OF 48,999 kw 


e = = 0.408 or 40.8% 


That is, 40.8 percent of the energy is utilized for a useful purpose. Notice 
that the utilization factor is equivalent to the thermal efficiency in this case. 


(c) Neglecting any kinetic and potential energy changes, an energy balance 
on the process heater yields 


Es a os 


maha + mshs = Opou + Mh; 


or 
Oo on = Maly + Mh, = Minh, 
where 
m, = (0.1) (15 kg/s) = 1.5 kg/s 
ms = (0.7) (15 kg/s) = 10.5 kg/s 
m = m, + ms = 1.5 + 10.5 = 12 kg/s 
Thus 


O pou = (1.5 kg/s) (3411.4 kJ/kg) + (10.5 kg/s) (2739.3 kJ/kg) 
— (12 kg/s) (640.09 kJ/kg) 
= 26.2 MW 


Discussion Note that 26.2 MW of the heat transferred will be utilized in the 
process heater. We could also show that 11.0 MW of power is produced in 
this case, and the rate of heat input in the boiler is 43.0 MW. Thus the uti- 
lization factor is 86.5 percent. 


The continued quest for higher thermal efficiencies has resulted in rather 
innovative modifications to conventional power plants. The binary vapor 
cycle discussed later is one such modification. A more popular modification 


involves a gas power cycle topping a vapor power cycle, which is called the 
combined gas-vapor eyele, or just the Combined eyele, The combined 
cycle of greatest interest is the gas-turbine (Brayton) cycle topping a steam- 
turbine (Rankine) cycle, which has a higher thermal efficiency than either of 
the cycles executed individually. 

Gas-turbine cycles typically operate at considerably higher temperatures 
than steam cycles. The maximum fluid temperature at the turbine inlet is 
about 620°C (1150°F) for modern steam power plants, but over 1425°C 
(2600°F) for gas-turbine power plants. It is over 1500°C at the burner exit 
of turbojet engines. The use of higher temperatures in gas turbines is made 
possible by recent developments in cooling the turbine blades and coating 
the blades with high-temperature-resistant materials such as ceramics. Because 
of the higher average temperature at which heat is supplied, gas-turbine 
cycles have a greater potential for higher thermal efficiencies. However, the 
gas-turbine cycles have one inherent disadvantage: The gas leaves the gas 
turbine at very high temperatures (usually above 500°C), which erases any 
potential gains in the thermal efficiency. The situation can be improved 
somewhat by using regeneration, but the improvement is limited. 

It makes engineering sense to take advantage of the very desirable charac- 
teristics of the gas-turbine cycle at high temperatures and to use the high- 
temperature exhaust gases as the energy source for the bottoming cycle such 
as a steam power cycle. The result is a combined gas—steam cycle, as shown 
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in Fig. 10-24. In this cycle, energy is recovered from the exhaust gases by 
transferring it to the steam in a heat exchanger that serves as the boiler. In 
general, more than one gas turbine is needed to supply sufficient heat to the 
steam. Also, the steam cycle may involve regeneration as well as reheating. 
Energy for the reheating process can be supplied by burning some addi- 
tional fuel in the oxygen-rich exhaust gases. 

Recent developments in gas-turbine technology have made the combined 
gas-steam cycle economically very attractive. The combined cycle increases 
the efficiency without increasing the initial cost greatly. Consequently, many 
new power plants operate on combined cycles, and many more existing 
steam- or gas-turbine plants are being converted to combined-cycle power 
plants. Thermal efficiencies well over 40 percent are reported as a result of 
conversion. 

A 1090-MW Tohoku combined plant that was put in commercial operation 
in 1985 in Niigata, Japan, is reported to operate at a thermal efficiency of 
44 percent. This plant has two 191-MW steam turbines and six 118-MW gas 
turbines. Hot combustion gases enter the gas turbines at 1154°C, and steam 
enters the steam turbines at 500°C. Steam is cooled in the condenser by cool- 
ing water at an average temperature of 15°C. The compressors have a pressure 
ratio of 14, and the mass flow rate of air through the compressors is 443 kg/s. 
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A 1350-MW combined-cycle power plant built in Ambarli, Turkey, in 
1988 by Siemens of Germany is the first commercially operating thermal 
plant in the world to attain an efficiency level as high as 52.5 percent at 
design operating conditions. This plant has six 150-MW gas turbines and 
three 173-MW steam turbines. Some recent combined-cycle power plants 
have achieved efficiencies above 60 percent. 


EXAMPLE 10-9 A Combined Gas-Steam Power Cycle 


Consider the combined gas-steam power cycle shown in Fig. 10-25. The top- 
ping cycle is a gas-turbine cycle that has a pressure ratio of 8. Air enters the 
compressor at 300 K and the turbine at 1300 K. The isentropic efficiency of 
the compressor is 80 percent, and that of the gas turbine is 85 percent. The 
bottoming cycle is a simple ideal Rankine cycle operating between the pressure 
limits of 7 MPa and 5 kPa. Steam is heated in a heat exchanger by the exhaust 
gases to a temperature of 500°C. The exhaust gases leave the heat exchanger 
at 450 K. Determine (a) the ratio of the mass flow rates of the steam and the 
combustion gases and (b) the thermal efficiency of the combined cycle. 


Solution A combined gas-steam cycle is considered. The ratio of the mass 
flow rates of the steam and the combustion gases and the thermal efficiency 
are to be determined. 

Analysis The T-s diagrams of both cycles are given in Fig. 10-25. The gas- 
turbine cycle alone was analyzed in Example 9-6, and the steam cycle in 
Example 10-85, with the following results: 


Gas cycle: h4 = 880.36 kJ/kg (T, = 853K) 
din = 790.58 kJ/kg Woe, = 210.41 KJ/kg Ny = 26.6% 
hi = he aspx = 451.80 kI/kg 
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Steam cycle: h, = 144.78 kJ/kg (T, = 33°C) 
hy = 3411.4kI/kg (T; = 500°C) 
Woe = 1331.4 kJ/kg Ma = 40.8% 


(a) The ratio of mass flow rates is determined from an energy balance on the 
heat exchanger: 


Ein = Em 
m,hs + ia = Cih + myhy 
m,(h3 — hy) = m,(h4 — hs) 
m,(3411.4 — 144.78) = m,(880.36 — 451.80) 
Thus, 


Ms 
= y = 0.131 


& 
That is, 1 kg of exhaust gases can heat only 0.131 kg of steam from 33 to 
500°C as they are cooled from 853 to 450 K. Then the total net work out- 
put per kilogram of combustion gases becomes 
Wret = Whet,gas ar YWhret,steam 
= (210.41 kJ/kg gas) + (0.131 kg steam/kg gas) (1331.4 kJ/kg steam) 
= 384.8 kJ/kg gas 


Therefore, for each kg of combustion gases produced, the combined plant 
will deliver 384.8 kJ of work. The net power output of the plant is deter- 
mined by multiplying this value by the mass flow rate of the working fluid in 
the gas-turbine cycle. 


(b) The thermal efficiency of the combined cycle is determined from 
Wret 384.8 kJ/kg gas 
dn 790.6 kJ/kg gas 
Discussion Note that this combined cycle converts to useful work 48.7 per- 
cent of the energy supplied to the gas in the combustion chamber. This value 


is considerably higher than the thermal efficiency of the gas-turbine cycle 
(26.6 percent) or the steam-turbine cycle (40.8 percent) operating alone. 


Na = = 0.487 or 48.7% 


TOPIC OF SPECIAL INTEREST* Binary Vapor Cycles 


With the exception of a few specialized applications, the working fluid pre- 
dominantly used in vapor power cycles is water. Water is the best working 
fluid presently available, but it is far from being the ideal one. The binary 
cycle is an attempt to overcome some of the shortcomings of water and to 
approach the ideal working fluid by using two fluids. Before we discuss the 
binary cycle, let us list the characteristics of a working fluid most suitable 
for vapor power cycles: 


*This section can be skipped without a loss in continuity. 


1. A high critical temperature and a safe maximum pressure. A criti- 
cal temperature above the metallurgically allowed maximum temperature 
(about 620°C) makes it possible to transfer a considerable portion of the 
heat isothermally at the maximum temperature as the fluid changes 
phase. This makes the cycle approach the Carnot cycle. Very high pres- 
sures at the maximum temperature are undesirable because they create 
material-strength problems. 

2. Low triple-point temperature. A triple-point temperature below the 
temperature of the cooling medium prevents any solidification problems. 

3. A condenser pressure that is not too low. Condensers usually 
operate below atmospheric pressure. Pressures well below the atmo- 
spheric pressure create air-leakage problems. Therefore, a substance 
whose saturation pressure at the ambient temperature is too low is not a 
good candidate. 

4. A high enthalpy of vaporization (h) so that heat transfer to the 
working fluid is nearly isothermal and large mass flow rates are not 
needed. 

5. A saturation dome that resembles an inverted U. This eliminates 
the formation of excessive moisture in the turbine and the need for 
reheating. 

6. Good heat transfer characteristics (high thermal conductivity). 

7. Other properties such as being inert, inexpensive, readily avail- 
able, and nontoxic. 


Not surprisingly, no fluid possesses all these characteristics. Water comes 
the closest, although it does not fare well with respect to characteristics 1, 3, 
and 5. We can cope with its subatmospheric condenser pressure by careful 
sealing, and with the inverted V-shaped saturation dome by reheating, but 
there is not much we can do about item 1. Water has a low critical tempera- 
ture (374°C, well below the metallurgical limit) and very high saturation 
pressures at high temperatures (16.5 MPa at 350°C). 

Well, we cannot change the way water behaves during the high-temperature 
part of the cycle, but we certainly can replace it with a more suitable fluid. 
The result is a power cycle that is actually a combination of two cycles, one 
in the high-temperature region and the other in the low-temperature region. 
Such a cycle is called a binary vapor cycle. In binary vapor cycles, the 
condenser of the high-temperature cycle (also called the topping cycle) serves 
as the boiler of the low-temperature cycle (also called the bottoming cycle). 
That is, the heat output of the high-temperature cycle is used as the heat input 
to the low-temperature one. 

Some working fluids found suitable for the high-temperature cycle are mer- 
cury, sodium, potassium, and sodium—potassium mixtures. The schematic and 
T-s diagram for a mercury—water binary vapor cycle are shown in Fig. 10-26. 
The critical temperature of mercury is 898°C (well above the current metal- 
lurgical limit), and its critical pressure is only about 18 MPa. This makes mer- 
cury a very suitable working fluid for the topping cycle. Mercury is not 
suitable as the sole working fluid for the entire cycle, however, since at a con- 
denser temperature of 32°C its saturation pressure is 0.07 Pa. A power plant 
cannot operate at this vacuum because of air-leakage problems. At an accept- 
able condenser pressure of 7 kPa, the saturation temperature of mercury is 
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Mercury—water binary vapor cycle. 
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237°C, which is too high as the minimum temperature in the cycle. Therefore, 
the use of mercury as a working fluid is limited to the high-temperature 
cycles. Other disadvantages of mercury are its toxicity and high cost. The 
mass flow rate of mercury in binary vapor cycles is several times that of water 
because of its low enthalpy of vaporization. 

It is evident from the 7-s diagram in Fig. 10—26 that the binary vapor cycle 
approximates the Carnot cycle more closely than the steam cycle for the 
same temperature limits. Therefore, the thermal efficiency of a power plant 
can be increased by switching to binary cycles. The use of mercury—water 
binary cycles in the United States dates back to 1928. Several such plants 
have been built since then in the New England area, where fuel costs are typ- 
ically higher. A small (40-MW) mercury—steam power plant that was in ser- 
vice in New Hampshire in 1950 had a higher thermal efficiency than most of 
the large modern power plants in use at that time. 

Studies show that thermal efficiencies of 50 percent or higher are possible 
with binary vapor cycles. However, binary vapor cycles are not economically 
attractive because of their high initial cost and the competition offered by the 
combined gas—steam power plants. 
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SUMMARY 


The Carnot cycle is not a suitable model for vapor power 
cycles because it cannot be approximated in practice. The 
model cycle for vapor power cycles is the Rankine cycle, 
which is composed of four internally reversible processes: 
constant-pressure heat addition in a boiler, isentropic expan- 
sion in a turbine, constant-pressure heat rejection in a con- 
denser, and isentropic compression in a pump. Steam leaves 
the condenser as a saturated liquid at the condenser pressure. 

The thermal efficiency of the Rankine cycle can be increased 
by increasing the average temperature at which heat is trans- 
ferred to the working fluid and/or by decreasing the average 
temperature at which heat is rejected to the cooling medium. 
The average temperature during heat rejection can be 
decreased by lowering the turbine exit pressure. Conse- 
quently, the condenser pressure of most vapor power plants is 
well below the atmospheric pressure. The average tempera- 
ture during heat addition can be increased by raising the 
boiler pressure or by superheating the fluid to high tempera- 
tures. There is a limit to the degree of superheating, however, 
since the fluid temperature is not allowed to exceed a metal- 
lurgically safe value. 

Superheating has the added advantage of decreasing the 
moisture content of the steam at the turbine exit. Lowering the 
exhaust pressure or raising the boiler pressure, however, increases 
the moisture content. To take advantage of the improved effi- 
ciencies at higher boiler pressures and lower condenser pres- 
sures, steam is usually reheated after expanding partially in the 
high-pressure turbine. This is done by extracting the steam after 
partial expansion in the high-pressure turbine, sending it back 
to the boiler where it is reheated at constant pressure, and 
returning it to the low-pressure turbine for complete expansion 
to the condenser pressure. The average temperature during the 


reheat process, and thus the thermal efficiency of the cycle, can 
be increased by increasing the number of expansion and reheat 
stages. As the number of stages is increased, the expansion and 
reheat processes approach an isothermal process at maximum 
temperature. Reheating also decreases the moisture content at 
the turbine exit. 

Another way of increasing the thermal efficiency of the 
Rankine cycle is regeneration. During a regeneration process, 
liquid water (feedwater) leaving the pump is heated by steam 
bled off the turbine at some intermediate pressure in devices 
called feedwater heaters. The two streams are mixed in open 
feedwater heaters, and the mixture leaves as a saturated liquid 
at the heater pressure. In closed feedwater heaters, heat is 
transferred from the steam to the feedwater without mixing. 

The production of more than one useful form of energy 
(such as process heat and electric power) from the same 
energy source is called cogeneration. Cogeneration plants pro- 
duce electric power while meeting the process heat require- 
ments of certain industrial processes. This way, more of the 
energy transferred to the fluid in the boiler is utilized for a 
useful purpose. The fraction of energy that is used for either 
process heat or power generation is called the utilization fac- 
tor of the cogeneration plant. 

The overall thermal efficiency of a power plant can be 
increased by using a combined cycle. The most common 
combined cycle is the gas-steam combined cycle where a 
gas-turbine cycle operates at the high-temperature range and 
a steam-turbine cycle at the low-temperature range. Steam is 
heated by the high-temperature exhaust gases leaving the gas 
turbine. Combined cycles have a higher thermal efficiency 
than the steam- or gas-turbine cycles operating alone. 
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PROBLEMS* 


Carnot Vapor Cycle 


10-1C Why is excessive moisture in steam undesirable in 
steam turbines? What is the highest moisture content 
allowed? 


10-2C Why is the Carnot cycle not a realistic model for 
steam power plants? 


10-3E Water enters the boiler of a steady-flow Carnot 
engine as a Saturated liquid at 180 psia and leaves with a 
quality of 0.90. Steam leaves the turbine at a pressure of 14.7 
psia. Show the cycle on a T-s diagram relative to the satura- 
tion lines, and determine (a) the thermal efficiency, (b) the 
quality at the end of the isothermal heat-rejection process, 
and (c) the net work output. Answers: (a) 19.3 percent, 
(b) 0.153, (c) 148 Btu/lbm 


10-4 A steady-flow Carnot cycle uses water as the working 
fluid. Water changes from saturated liquid to saturated vapor 
as heat is transferred to it from a source at 250°C. Heat rejec- 
tion takes place at a pressure of 20 kPa. Show the cycle on 
a T-s diagram relative to the saturation lines, and determine 
(a) the thermal efficiency, (b) the amount of heat rejected, in 
kJ/kg, and (c) the net work output. 


10-5 Repeat Prob. 10-4 for a heat rejection pressure of 
10 kPa. 


10-6 Consider a steady-flow Carnot cycle with water as the 
working fluid. The maximum and minimum temperatures in 
the cycle are 350 and 60°C. The quality of water is 0.891 at 
the beginning of the heat-rejection process and 0.1 at the end. 
Show the cycle on a T-s diagram relative to the saturation 
lines, and determine (a) the thermal efficiency, (b) the pres- 
sure at the turbine inlet, and (c) the net work output. 

Answers: (a) 0.465, (b) 1.40 MPa, (c) 1623 kJ/kg 


The Simple Rankine Cycle 


10-7C What four processes make up the simple ideal Rank- 
ine cycle? 


10-8C Consider a simple ideal Rankine cycle with fixed 
turbine inlet conditions. What is the effect of lowering the 
condenser pressure on 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Pump work input: 

Turbine work 
output: 

Heat supplied: 

Heat rejected: 


Cycle efficiency: 


Moisture content 
at turbine exit: 


10-9C Consider a simple ideal Rankine cycle with fixed 
turbine inlet temperature and condenser pressure. What is the 
effect of increasing the boiler pressure on 


(a) increases, (b) decreases, 
(c) remains the same 

(a) increases, (b) decreases, 
(c) remains the same 

(a) increases, (b) decreases, 
(c) remains the same 

(a) increases, (b) decreases, 
(c) remains the same 

Cycle efficiency: (a) increases, (b) decreases, 

) 

) 

) 


Pump work input: 


Turbine work 
output: 
Heat supplied: 


Heat rejected: 
(c) remains the same 


(a) increases, (b) decreases, 
(c) remains the same 


Moisture content 
at turbine exit: 


10-10C Consider a simple ideal Rankine cycle with fixed 
boiler and condenser pressures. What is the effect of super- 
heating the steam to a higher temperature on 


(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Pump work input: 

Turbine work 
output: 

Heat supplied: 

Heat rejected: 


Cycle efficiency: 


Moisture content 
at turbine exit: 


10-11C How do actual vapor power cycles differ from ide- 
alized ones? 


10-12C Compare the pressures at the inlet and the exit of 
the boiler for (a) actual and (b) ideal cycles. 


10-13C The entropy of steam increases in actual steam tur- 
bines as a result of irreversibilities. In an effort to control 
entropy increase, it is proposed to cool the steam in the tur- 
bine by running cooling water around the turbine casing. It is 
argued that this will reduce the entropy and the enthalpy of 
the steam at the turbine exit and thus increase the work out- 
put. How would you evaluate this proposal? 


10-14C Is it possible to maintain a pressure of 10 kPa in a 
condenser that is being cooled by river water entering at 
20°C? 


10-15 A steam power plant operates on a simple ideal 
Rankine cycle between the pressure limits of 3 MPa and 
50 kPa. The temperature of the steam at the turbine inlet is 
300°C, and the mass flow rate of steam through the cycle is 
35 kg/s. Show the cycle on a T-s diagram with respect to sat- 
uration lines, and determine (a) the thermal efficiency of the 
cycle and (b) the net power output of the power plant. 


10-16 Consider a 210-MW steam power plant that operates 
on a simple ideal Rankine cycle. Steam enters the turbine at 
10 MPa and 500°C and is cooled in the condenser at a pres- 
sure of 10 kPa. Show the cycle on a T-s diagram with respect 
to saturation lines, and determine (a) the quality of the steam 
at the turbine exit, (b) the thermal efficiency of the cycle, 
and (c) the mass flow rate of the steam. Answers: (a) 0.793, 
(b) 40.2 percent, (c) 165 kg/s 


10-17 Repeat Prob. 10-16 assuming an isentropic effi- 
ciency of 85 percent for both the turbine and the pump. 
Answers: (a) 0.874, (b) 34.1 percent, (c) 194 kg/s 


10-18E A steam power plant operates on a simple ideal 
Rankine cycle between the pressure limits of 1250 and 
2 psia. The mass flow rate of steam through the cycle is 
75 Ibm/s. The moisture content of the steam at the turbine exit 
is not to exceed 10 percent. Show the cycle on a T-s diagram 
with respect to saturation lines, and determine (a) the mini- 
mum turbine inlet temperature, (b) the rate of heat input in 
the boiler, and (c) the thermal efficiency of the cycle. 


10-19E Repeat Prob. 10-18E assuming an isentropic effi- 
ciency of 85 percent for both the turbine and the pump. 


10-20 Consider a coal-fired steam power plant that pro- 
duces 300 MW of electric power. The power plant operates 
on a simple ideal Rankine cycle with turbine inlet conditions 
of 5 MPa and 450°C and a condenser pressure of 25 kPa. The 
coal has a heating value (energy released when the fuel is 
burned) of 29,300 kJ/kg. Assuming that 75 percent of this 
energy is transferred to the steam in the boiler and that the 
electric generator has an efficiency of 96 percent, determine 
(a) the overall plant efficiency (the ratio of net electric power 
output to the energy input as fuel) and (b) the required rate of 
coal supply. Answers: (a) 24.5 percent, (b) 150 t/h 
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10-21 Consider a solar-pond power plant that operates on a 
simple ideal Rankine cycle with refrigerant-134a as the work- 
ing fluid. The refrigerant enters the turbine as a saturated 
vapor at 1.4 MPa and leaves at 0.7 MPa. The mass flow rate 
of the refrigerant is 3 kg/s. Show the cycle on a T-s diagram 
with respect to saturation lines, and determine (a) the thermal 
efficiency of the cycle and (b) the power output of this plant. 


10-22 Consider a steam power plant that operates on a sim- 
ple ideal Rankine cycle and has a net power output of 
45 MW. Steam enters the turbine at 7 MPa and 500°C and is 
cooled in the condenser at a pressure of 10 kPa by running 
cooling water from a lake through the tubes of the condenser 
at a rate of 2000 kg/s. Show the cycle on a T-s diagram with 
respect to saturation lines, and determine (a) the thermal effi- 
ciency of the cycle, (b) the mass flow rate of the steam, and 
(c) the temperature rise of the cooling water. Answers: 
(a) 38.9 percent, (b) 36 kg/s, (c) 8.4°C 


10-23 Repeat Prob. 10-22 assuming an isentropic effi- 
ciency of 87 percent for both the turbine and the pump. 
Answers: (a) 33.8 percent, (b) 41.4 kg/s, (c) 10.5°C 


10-24 The net work output and the thermal efficiency for 
the Carnot and the simple ideal Rankine cycles with steam as 
the working fluid are to be calculated and compared. Steam 
enters the turbine in both cases at 10 MPa as a saturated 
vapor, and the condenser pressure is 20 kPa. In the Rankine 
cycle, the condenser exit state is saturated liquid and in the 
Carnot cycle, the boiler inlet state is saturated liquid. Draw 
the T-s diagrams for both cycles. 


10-25 A binary geothermal power plant uses geothermal 
water at 160°C as the heat source. The cycle operates on the 
simple Rankine cycle with isobutane as the working fluid. 
Heat is transferred to the cycle by a heat exchanger in which 
geothermal liquid water enters at 160°C at a rate of 555.9 kg/s 
and leaves at 90°C. Isobutane enters the turbine at 3.25 MPa 
and 147°C at a rate of 305.6 kg/s, and leaves at 79.5°C and 
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410 kPa. Isobutane is condensed in an air-cooled condenser 
and pumped to the heat exchanger pressure. Assuming the 
pump to have an isentropic efficiency of 90 percent, determine 
(a) the isentropic efficiency of the turbine, (b) the net power 
output of the plant, and (c) the thermal efficiency of the cycle. 


Thermodynamics 


10-26 The schematic of a single-flash geothermal power 
plant with state numbers is given in Fig. P10-26. Geothermal 
resource exists as saturated liquid at 230°C. The geothermal 
liquid is withdrawn from the production well at a rate of 230 
kg/s, and is flashed to a pressure of 500 kPa by an essentially 
isenthalpic flashing process where the resulting vapor is sepa- 
rated from the liquid in a separator and directed to the tur- 
bine. The steam leaves the turbine at 10 kPa with a moisture 
content of 10 percent and enters the condenser where it is 
condensed and routed to a reinjection well along with the liq- 
uid coming off the separator. Determine (a) the mass flow 
rate of steam through the turbine, (b) the isentropic efficiency 
of the turbine, (c) the power output of the turbine, and (d) the 
thermal efficiency of the plant (the ratio of the turbine work 
output to the energy of the geothermal fluid relative to stan- 
dard ambient conditions). Answers: (a) 38.2 kg/s, (b) 0.686, 
(c) 15.4 MW, (d) 7.6 percent 
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10-27 Reconsider Prob. 10-26. Now, it is proposed that the 
liquid water coming out of the separator be routed through 
another flash chamber maintained at 150 kPa, and the steam 
produced be directed to a lower stage of the same turbine. 
Both streams of steam leave the turbine at the same state of 
10 kPa and 90 percent quality. Determine (a) the temperature 
of steam at the outlet of the second flash chamber, (b) the 
power produced by the lower stage of the turbine, and (c) the 
thermal efficiency of the plant. 
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10-28 Reconsider Prob. 10-26. Now, it is proposed that the 
liquid water coming out of the separator be used as the heat 
source in a binary cycle with isobutane as the working fluid. 
Geothermal liquid water leaves the heat exchanger at 90°C 
while isobutane enters the turbine at 3.25 MPa and 145°C 
and leaves at 80°C and 400 kPa. Isobutane is condensed in an 
air-cooled condenser and then pumped to the heat exchanger 
pressure. Assuming an isentropic efficiency of 90 percent for 
the pump, determine (a) the mass flow rate of isobutane in 
the binary cycle, (b) the net power outputs of both the flash- 
ing and the binary sections of the plant, and (c) the thermal 
efficiencies of the binary cycle and the combined plant. 
Answers: (a) 105.5 kg/s, (b) 15.4 MW, 6.14 MW, (c) 12.2 percent, 
10.6 percent 
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The Reheat Rankine Cycle 


10-29C How do the following quantities change when a 
simple ideal Rankine cycle is modified with reheating? 
Assume the mass flow rate is maintained the same. 


Pump work input: (a) increases, (b) decreases, 


(c) remains the same 


Turbine work (a) increases, (b) decreases, 
output: (c) remains the same 

Heat supplied: (a) increases, (b) decreases, 
(c) remains the same 

Heat rejected: (a) increases, (b) decreases, 


(c) remains the same 
Moisture content (a) increases, (b) decreases, 
at turbine exit: (c) remains the same 


10-30C Show the ideal Rankine cycle with three stages of 
reheating on a T-s diagram. Assume the turbine inlet tempera- 
ture is the same for all stages. How does the cycle efficiency 
vary with the number of reheat stages? 


10-31C Consider a simple Rankine cycle and an ideal 
Rankine cycle with three reheat stages. Both cycles operate 
between the same pressure limits. The maximum temperature 
is 700°C in the simple cycle and 450°C in the reheat cycle. 
Which cycle do you think will have a higher thermal 
efficiency? 


10-32 «a >> A steam power plant operates on the ideal 

WD reheat Rankine cycle. Steam enters the high- 
pressure turbine at 8 MPa and 500°C and leaves at 3 MPa. 
Steam is then reheated at constant pressure to 500°C before it 
expands to 20 kPa in the low-pressure turbine. Determine the 
turbine work output, in kJ/kg, and the thermal efficiency of 
the cycle. Also, show the cycle on a T-s diagram with respect 
to saturation lines. 


10-33 Reconsider Prob. 10-32. Using EES (or other) 

SS software, solve this problem by the diagram 
window data entry feature of EES. Include the effects of the 
turbine and pump efficiencies and also show the effects of 
reheat on the steam quality at the low-pressure turbine exit. 
Plot the cycle on a T-s diagram with respect to the saturation 
lines. Discuss the results of your parametric studies. 


10-34 Consider a steam power plant that operates on a 
reheat Rankine cycle and has a net power output of 80 MW. 
Steam enters the high-pressure turbine at 10 MPa and 500°C 
and the low-pressure turbine at 1 MPa and 500°C. Steam 
leaves the condenser as a saturated liquid at a pressure of 
10 kPa. The isentropic efficiency of the turbine is 80 percent, 
and that of the pump is 95 percent. Show the cycle on a T-s 
diagram with respect to saturation lines, and determine 
(a) the quality (or temperature, if superheated) of the steam at 
the turbine exit, (b) the thermal efficiency of the cycle, and 
(c) the mass flow rate of the steam. Answers: (a) 88.1°C, 
(b) 34.1 percent, (c) 62.7 kg/s 


Chapter 10 | 593 


Repeat Prob. 10-34 assuming both the pump and the 
Answers: (a) 0.949, (b) 41.3 percent, 


10-35 
turbine are isentropic. 
(c) 50.0 kg/s 


10-36E Steam enters the high-pressure turbine of a steam 
power plant that operates on the ideal reheat Rankine cycle at 
800 psia and 900°F and leaves as saturated vapor. Steam is 
then reheated to 800°F before it expands to a pressure of 
1 psia. Heat is transferred to the steam in the boiler at a rate of 
6 X 10* Btu/s. Steam is cooled in the condenser by the cooling 
water from a nearby river, which enters the condenser at 45°F. 
Show the cycle on a T-s diagram with respect to saturation 
lines, and determine (a) the pressure at which reheating takes 
place, (b) the net power output and thermal efficiency, and 
(c) the minimum mass flow rate of the cooling water required. 


10-37 A steam power plant operates on an ideal reheat Rank- 
ine cycle between the pressure limits of 15 MPa and 10 kPa. 
The mass flow rate of steam through the cycle is 12 kg/s. Steam 
enters both stages of the turbine at 500°C. If the moisture con- 
tent of the steam at the exit of the low-pressure turbine is not to 
exceed 10 percent, determine (a) the pressure at which reheat- 
ing takes place, (b) the total rate of heat input in the boiler, and 
(c) the thermal efficiency of the cycle. Also, show the cycle on 
a T-s diagram with respect to saturation lines. 


10-38 A steam power plant operates on the reheat Rankine 
cycle. Steam enters the high-pressure turbine at 12.5 MPa 
and 550°C at a rate of 7.7 kg/s and leaves at 2 MPa. Steam is 
then reheated at constant pressure to 450°C before it expands 
in the low-pressure turbine. The isentropic efficiencies of the 
turbine and the pump are 85 percent and 90 percent, respec- 
tively. Steam leaves the condenser as a saturated liquid. If the 
moisture content of the steam at the exit of the turbine is not 
to exceed 5 percent, determine (a) the condenser pressure, 
(b) the net power output, and (c) the thermal efficiency. 
Answers: (a) 9.73 kPa, (b) 10.2 MW, (c) 36.9 percent 
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Thermodynamics 


10-39C How do the following quantities change when the 
simple ideal Rankine cycle is modified with regeneration? 
Assume the mass flow rate through the boiler is the same. 


Turbine work 
output: 
Heat supplied: 


a) increases, (b) decreases, 
c) remains the same 
a) increases, (b) decreases, 
c) remains the same 
a) increases, (b) decreases, 
c) remains the same 
a) increases, (b) decreases, 
c) remains the same 


Heat rejected: 


Moisture content 
at turbine exit: 
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10-40C During a regeneration process, some steam is 
extracted from the turbine and is used to heat the liquid water 
leaving the pump. This does not seem like a smart thing to do 
since the extracted steam could produce some more work in 
the turbine. How do you justify this action? 


10-41C How do open feedwater heaters differ from closed 
feedwater heaters? 


10-42C Consider a simple ideal Rankine cycle and an ideal 
regenerative Rankine cycle with one open feedwater heater. 
The two cycles are very much alike, except the feedwater in 
the regenerative cycle is heated by extracting some steam just 
before it enters the turbine. How would you compare the effi- 
ciencies of these two cycles? 


10-43C Devise an ideal regenerative Rankine cycle that has 
the same thermal efficiency as the Carnot cycle. Show the 
cycle on a T-s diagram. 


10-44 A steam power plant operates on an ideal regenera- 
tive Rankine cycle. Steam enters the turbine at 6 MPa and 
450°C and is condensed in the condenser at 20 kPa. Steam is 
extracted from the turbine at 0.4 MPa to heat the feedwater in 
an open feedwater heater. Water leaves the feedwater heater 
as a Saturated liquid. Show the cycle on a T-s diagram, and 
determine (a) the net work output per kilogram of steam 
flowing through the boiler and (b) the thermal efficiency of 
the cycle. Answers: (a) 1017 kJ/kg, (b) 37.8 percent 


10-45 Repeat Prob. 10-44 by replacing the open feedwater 
heater with a closed feedwater heater. Assume that the feed- 
water leaves the heater at the condensation temperature of the 
extracted steam and that the extracted steam leaves the heater 
as a saturated liquid and is pumped to the line carrying the 
feedwater. 


10-46 A steam power plant operates on an ideal regenera- 
tive Rankine cycle with two open feedwater heaters. Steam 
enters the turbine at 10 MPa and 600°C and exhausts to the 
condenser at 5 kPa. Steam is extracted from the turbine at 0.6 
and 0.2 MPa. Water leaves both feedwater heaters as a 
saturated liquid. The mass flow rate of steam through the 
boiler is 22 kg/s. Show the cycle on a T-s diagram, and deter- 
mine (a) the net power output of the power plant and (b) the 


thermal efficiency of the cycle. 
(b) 47.1 percent 


Answers: (a) 30.5 MW, 


10-47 e Consider an ideal steam regenerative Rankine 

RI cycle with two feedwater heaters, one closed 
and one open. Steam enters the turbine at 12.5 MPa and 
550°C and exhausts to the condenser at 10 kPa. Steam is 
extracted from the turbine at 0.8 MPa for the closed feedwa- 
ter heater and at 0.3 MPa for the open one. The feedwater is 
heated to the condensation temperature of the extracted steam 
in the closed feedwater heater. The extracted steam leaves the 
closed feedwater heater as a saturated liquid, which is subse- 
quently throttled to the open feedwater heater. Show the cycle 
on a T-s diagram with respect to saturation lines, and deter- 
mine (a) the mass flow rate of steam through the boiler for a 
net power output of 250 MW and (b) the thermal efficiency 
of the cycle. 
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10-48 Reconsider Prob. 10—47. Using EES (or other) 

SS software, investigate the effects of turbine and 
pump efficiencies as they are varied from 70 percent to 100 
percent on the mass flow rate and thermal efficiency. Plot the 
mass flow rate and the thermal efficiency as a function of tur- 
bine efficiency for pump efficiencies of 70, 85, and 100 per- 
cent, and discuss the results. Also plot the T-s diagram for 
turbine and pump efficiencies of 85 percent. 


10-49 A steam power plant operates on an ideal reheat- 
regenerative Rankine cycle and has a net power output of 80 
MW. Steam enters the high-pressure turbine at 10 MPa and 
550°C and leaves at 0.8 MPa. Some steam is extracted at this 
pressure to heat the feedwater in an open feedwater heater. 
The rest of the steam is reheated to 500°C and is expanded in 
the low-pressure turbine to the condenser pressure of 10 kPa. 
Show the cycle on a T-s diagram with respect to saturation 
lines, and determine (a) the mass flow rate of steam through 
the boiler and (b) the thermal efficiency of the cycle. 
Answers: (a) 54.5 kg/s, (b) 44.4 percent 


10-50 Repeat Prob. 10—49, but replace the open feedwater 
heater with a closed feedwater heater. Assume that the feed- 


water leaves the heater at the condensation temperature of the 
extracted steam and that the extracted steam leaves the heater 
as a Saturated liquid and is pumped to the line carrying the 
feedwater. 
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10-S51E A steam power plant operates ideal 
reheat—regenerative Rankine cycle with one reheater and two 
open feedwater heaters. Steam enters the high-pressure tur- 
bine at 1500 psia and 1100°F and leaves the low-pressure tur- 
bine at 1 psia. Steam is extracted from the turbine at 250 and 
40 psia, and it is reheated to 1000°F at a pressure of 140 psia. 
Water leaves both feedwater heaters as a saturated liquid. 
Heat is transferred to the steam in the boiler at a rate of 4 X 
10° Btu/s. Show the cycle on a T-s diagram with respect to 
saturation lines, and determine (a) the mass flow rate of 
steam through the boiler, (b) the net power output of the 
plant, and (c) the thermal efficiency of the cycle. 
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10-52 A steam power plant operates on the reheat- 
regenerative Rankine cycle with a closed feedwater heater. 
Steam enters the turbine at 12.5 MPa and 550°C at a rate of 
24 kg/s and is condensed in the condenser at a pressure of 
20 kPa. Steam is reheated at 5 MPa to 550°C. Some steam is 
extracted from the low-pressure turbine at 1.0 MPa, is com- 
pletely condensed in the closed feedwater heater, and pumped 
to 12.5 MPa before it mixes with the feedwater at the same 
pressure. Assuming an isentropic efficiency of 88 percent for 
both the turbine and the pump, determine (a) the temperature 
of the steam at the inlet of the closed feedwater heater, 
(b) the mass flow rate of the steam extracted from the turbine 
for the closed feedwater heater, (c) the net power output, and 
(d) the thermal efficiency. Answers: (a) 328°C, (b) 4.29 kg/s, 
(c) 28.6 MW, (d) 39.3 percent 
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Second-Law Analysis of Vapor Power Cycles 


10-53C How can the second-law efficiency of a simple 
ideal Rankine cycle be improved? 


10-54 Determine the exergy destruction associated with 
each of the processes of the Rankine cycle described in Prob. 
10-15, assuming a source temperature of 1500 K and a sink 
temperature of 290 K. 


10-55 Determine the exergy destruction associated with 
each of the processes of the Rankine cycle described in Prob. 
10-16, assuming a source temperature of 1500 K and a sink 
temperature of 290 K. Answers: O, 1112 kJ/kg, O, 172.3 kJ/kg 


10-56 Determine the exergy destruction associated with the 
heat rejection process in Prob. 10-22. Assume a source tem- 
perature of 1500 K and a sink temperature of 290 K. Also, 
determine the exergy of the steam at the boiler exit. Take Po 
= 100 kPa. 


10-57 Determine the exergy destruction associated with 
each of the processes of the reheat Rankine cycle described 
in Prob. 10-32. Assume a source temperature of 1800 K and 
a sink temperature of 300 K. 


596 l Thermodynamics 


10-58 Reconsider Prob. 10-57. Using EES (or other) 

SS software, solve this problem by the diagram 
window data entry feature of EES. Include the effects of the 
turbine and pump efficiencies to evaluate the irreversibilities 
associated with each of the processes. Plot the cycle on a T-s 
diagram with respect to the saturation lines. Discuss the 
results of your parametric studies. 


10-59 Determine the exergy destruction associated with the 
heat addition process and the expansion process in Prob. 
10-34. Assume a source temperature of 1600 K and a sink 
temperature of 285 K. Also, determine the exergy of the 
steam at the boiler exit. Take Pp) = 100 kPa. Answers: 1289 
kJ/kg, 247.9 kJ/kg, 1495 kJ/kg 


10-60 Determine the exergy destruction associated with the 
regenerative cycle described in Prob. 10-44. Assume a source 
temperature of 1500 K and a sink temperature of 290 K. 
Answer: 1155 kJ/kg 


10-61 Determine the exergy destruction associated with the 
reheating and regeneration processes described in Prob. 
10-49. Assume a source temperature of 1800 K and a sink 
temperature of 290 K. 


10-62 The schematic of a single-flash geothermal power 
plant with state numbers is given in Fig. P10-62. Geothermal 
resource exists as saturated liquid at 230°C. The geothermal 
liquid is withdrawn from the production well at a rate of 230 
kg/s and is flashed to a pressure of 500 kPa by an essentially 
isenthalpic flashing process where the resulting vapor is sepa- 
rated from the liquid in a separator and is directed to the tur- 
bine. The steam leaves the turbine at 10 kPa with a moisture 
content of 5 percent and enters the condenser where it is 
condensed; it is routed to a reinjection well along with the 
liquid coming off the separator. Determine (a) the power out- 
put of the turbine and the thermal efficiency of the plant, 
(b) the exergy of the geothermal liquid at the exit of the flash 
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chamber, and the exergy destructions and the second-law 
(exergetic) efficiencies for (c) the flash chamber, (d) the tur- 
bine, and (e) the entire plant. Answers: (a) 10.8 MW, 0.053, 
(b) 17:3 MW, (0 5.1 MW, 0.898, (d) 10.9 MW, 0:500, 
(e) 39.0 MW, 0.218 


Cogeneration 


10-63C How is the utilization factor €, for cogeneration 
plants defined? Could €, be unity for a cogeneration plant 
that does not produce any power? 


10-64C Consider a cogeneration plant for which the uti- 
lization factor is 1. Is the irreversibility associated with this 
cycle necessarily zero? Explain. 


10-65C Consider a cogeneration plant for which the uti- 
lization factor is 0.5. Can the exergy destruction associated 
with this plant be zero? If yes, under what conditions? 


10-66C What is the difference between cogeneration and 
regeneration? 


10-67 Steam enters the turbine of a cogeneration plant at 
7 MPa and 500°C. One-fourth of the steam is extracted from 
the turbine at 600-kPa pressure for process heating. The 
remaining steam continues to expand to 10 kPa. The 
extracted steam is then condensed and mixed with feedwater 
at constant pressure and the mixture is pumped to the boiler 
pressure of 7 MPa. The mass flow rate of steam through the 
boiler is 30 kg/s. Disregarding any pressure drops and heat 
losses in the piping, and assuming the turbine and the pump 
to be isentropic, determine the net power produced and the 
utilization factor of the plant. 
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10-68E A large food-processing plant requires 2 lbm/s of 
saturated or slightly superheated steam at 80 psia, which is 
extracted from the turbine of a cogeneration plant. The boiler 
generates steam at 1000 psia and 1000°F at a rate of 5 lbm/s, 


and the condenser pressure is 2 psia. Steam leaves the 
process heater as a saturated liquid. It is then mixed with the 
feedwater at the same pressure and this mixture is pumped to 
the boiler pressure. Assuming both the pumps and the turbine 
have isentropic efficiencies of 86 percent, determine (a) the 
rate of heat transfer to the boiler and (b) the power output of 
the cogeneration plant. Answers: (a) 6667 Btu/s, (b) 2026 kW 


10-69 Steam is generated in the boiler of a cogeneration 
plant at 10 MPa and 450°C at a steady rate of 5 kg/s. In 
normal operation, steam expands in a turbine to a pressure of 
0.5 MPa and is then routed to the process heater, where it 
supplies the process heat. Steam leaves the process heater as 
a saturated liquid and is pumped to the boiler pressure. In this 
mode, no steam passes through the condenser, which operates 
at 20 kPa. 

(a) Determine the power produced and the rate at which 
process heat is supplied in this mode. 

(b) Determine the power produced and the rate of process 
heat supplied if only 60 percent of the steam is routed to the 
process heater and the remainder is expanded to the con- 
denser pressure. 


10-70 Consider a cogeneration power plant modified with 
regeneration. Steam enters the turbine at 6 MPa and 450°C 
and expands to a pressure of 0.4 MPa. At this pressure, 60 
percent of the steam is extracted from the turbine, and the 
remainder expands to 10 kPa. Part of the extracted steam is 
used to heat the feedwater in an open feedwater heater. The 
rest of the extracted steam is used for process heating and 
leaves the process heater as a saturated liquid at 0.4 MPa. It 
is subsequently mixed with the feedwater leaving the feedwa- 
ter heater, and the mixture is pumped to the boiler pressure. 
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Assuming the turbines and the pumps to be isentropic, show 
the cycle on a T-s diagram with respect to saturation lines, 
and determine the mass flow rate of steam through the boiler 
for a net power output of 15 MW. Answer: 17.7 kg/s 


10-71 Reconsider Prob. 10-70. Using EES (or other) 
SS software, investigate the effect of the extraction 
pressure for removing steam from the turbine to be used for 
the process heater and open feedwater heater on the required 
mass flow rate. Plot the mass flow rate through the boiler as a 
function of the extraction pressure, and discuss the results. 


10-72E Steam is generated in the boiler of a cogeneration 
plant at 600 psia and 800°F at a rate of 18 lbm/s. The plant is 
to produce power while meeting the process steam require- 
ments for a certain industrial application. One-third of the 
steam leaving the boiler is throttled to a pressure of 120 psia 
and is routed to the process heater. The rest of the steam is 
expanded in an isentropic turbine to a pressure of 120 psia 
and is also routed to the process heater. Steam leaves the 
process heater at 240°F. Neglecting the pump work, deter- 
mine (a) the net power produced, (b) the rate of process heat 
supply, and (c) the utilization factor of this plant. 


10-73 A cogeneration plant is to generate power and 8600 
kJ/s of process heat. Consider an ideal cogeneration steam 
plant. Steam enters the turbine from the boiler at 7 MPa and 
500°C. One-fourth of the steam is extracted from the turbine 
at 600-kPa pressure for process heating. The remainder of the 
steam continues to expand and exhausts to the condenser at 
10 kPa. The steam extracted for the process heater is con- 
densed in the heater and mixed with the feedwater at 600 
kPa. The mixture is pumped to the boiler pressure of 7 MPa. 
Show the cycle on a T-s diagram with respect to saturation 
lines, and determine (a) the mass flow rate of steam that must 
be supplied by the boiler, (b) the net power produced by the 
plant, and (c) the utilization factor. 
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Combined Gas—Vapor Power Cycles 


10-74C In combined gas—steam cycles, what is the energy 
source for the steam? 


Thermodynamics 


10-75C Why is the combined gas—steam cycle more effi- 
cient than either of the cycles operated alone? 


10-76 The gas-turbine portion of a combined gas—steam 
power plant has a pressure ratio of 16. Air enters the com- 
pressor at 300 K at a rate of 14 kg/s and is heated to 1500 K 
in the combustion chamber. The combustion gases leaving 
the gas turbine are used to heat the steam to 400°C at 10 
MPa in a heat exchanger. The combustion gases leave the 
heat exchanger at 420 K. The steam leaving the turbine is 
condensed at 15 kPa. Assuming all the compression and 
expansion processes to be isentropic, determine (a) the mass 
flow rate of the steam, (b) the net power output, and (c) the 
thermal efficiency of the combined cycle. For air, assume 
constant specific heats at room temperature. Answers: 
(a) 1.275 kg/s, (b) 7819 kW, (c) 66.4 percent 


10-77 (2 Consider a combined gas—steam power plant 

that has a net power output of 450 MW. The 
pressure ratio of the gas-turbine cycle is 14. Air enters the 
compressor at 300 K and the turbine at 1400 K. The combus- 
tion gases leaving the gas turbine are used to heat the steam 
at 8 MPa to 400°C in a heat exchanger. The combustion 
gases leave the heat exchanger at 460 K. An open feedwater 
heater incorporated with the steam cycle operates at a pres- 
sure of 0.6 MPa. The condenser pressure is 20 kPa. Assuming 
all the compression and expansion processes to be isentropic, 
determine (a) the mass flow rate ratio of air to steam, (b) the 
required rate of heat input in the combustion chamber, and 
(c) the thermal efficiency of the combined cycle. 


10-78 Reconsider Prob. 10-77. Using EES (or other) 

SS software, study the effects of the gas cycle 
pressure ratio as it is varied from 10 to 20 on the ratio of gas 
flow rate to steam flow rate and cycle thermal efficiency. Plot 
your results as functions of gas cycle pressure ratio, and dis- 
cuss the results. 


10-79 Repeat Prob. 10-77 assuming isentropic efficiencies 
of 100 percent for the pump, 82 percent for the compressor, 
and 86 percent for the gas and steam turbines. 


10-80 Reconsider Prob. 10-79. Using EES (or other) 

SS software, study the effects of the gas cycle 
pressure ratio as it is varied from 10 to 20 on the ratio of gas 
flow rate to steam flow rate and cycle thermal efficiency. Plot 
your results as functions of gas cycle pressure ratio, and dis- 
cuss the results. 


10-81 Consider a combined gas—steam power cycle. The 
topping cycle is a simple Brayton cycle that has a pressure 
ratio of 7. Air enters the compressor at 15°C at a rate of 10 
kg/s and the gas turbine at 950°C. The bottoming cycle is a 


reheat Rankine cycle between the pressure limits of 6 MPa 
and 10 kPa. Steam is heated in a heat exchanger at a rate of 
1.15 kg/s by the exhaust gases leaving the gas turbine and the 
exhaust gases leave the heat exchanger at 200°C. Steam 
leaves the high-pressure turbine at 1.0 MPa and is reheated to 
400°C in the heat exchanger before it expands in the low- 
pressure turbine. Assuming 80 percent isentropic efficiency 
for all pumps and turbine, determine (a) the moisture content 
at the exit of the low-pressure turbine, (b) the steam tempera- 
ture at the inlet of the high-pressure turbine, (c) the net power 
output and the thermal efficiency of the combined plant. 
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Special Topic: Binary Vapor Cycles 
10-82C What is a binary power cycle? What is its purpose? 
10-83C By writing an energy balance on the heat exchanger 


of a binary vapor power cycle, obtain a relation for the ratio 
of mass flow rates of two fluids in terms of their enthalpies. 


10-84C Why is steam not an ideal working fluid for vapor 
power cycles? 

10-85C Why is mercury a suitable working fluid for the 
topping portion of a binary vapor cycle but not for the bot- 
toming cycle? 

10-86C What is the difference between the binary vapor 
power cycle and the combined gas—steam power cycle? 


Review Problems 


10-87 Show that the thermal efficiency of a combined 
gas—steam power plant n, can be expressed as 


Nec = Ne + Ns Nes 


where n, = W,/Q;, and n, = W,/Q, ow are the thermal effi- 
ciencies of the gas and steam cycles, respectively. Using this 
relation, determine the thermal efficiency of a combined 
power cycle that consists of a topping gas-turbine cycle with 
an efficiency of 40 percent and a bottoming steam-turbine 
cycle with an efficiency of 30 percent. 


10-88 It can be shown that the thermal efficiency of a com- 
bined gas—steam power plant 7,, can be expressed in terms of 
the thermal efficiencies of the gas- and the steam-turbine 
cycles as 


Nec = Ne + Ns — NeNs 


Prove that the value of N., is greater than either of 7, or N 
That is, the combined cycle is more efficient than either of 
the gas-turbine or steam-turbine cycles alone. 


10-89 Consider a steam power plant operating on the ideal 
Rankine cycle with reheat between the pressure limits of 25 
MPa and 10 kPa with a maximum cycle temperature of 
600°C and a moisture content of 8 percent at the turbine exit. 
For a reheat temperature of 600°C, determine the reheat pres- 
sures of the cycle for the cases of (a) single and (b) double 
reheat. 


10-90E The Stillwater geothermal power plant in Nevada, 
which started full commercial operation in 1986, is designed 
to operate with seven identical units. Each of these seven 
units consists of a pair of power cycles, labeled Level I and 
Level II, operating on the simple Rankine cycle using an 
organic fluid as the working fluid. 

The heat source for the plant is geothermal water (brine) 
entering the vaporizer (boiler) of Level I of each unit at 
325°F at a rate of 384,286 lbm/h and delivering 22.79 
MBtu/h (“M” stands for “million”). The organic fluid that 
enters the vaporizer at 202.2°F at a rate of 157,895 lbm/h 
leaves it at 282.4°F and 225.8 psia as saturated vapor. This 
saturated vapor expands in the turbine to 95.8°F and 19.0 
psia and produces 1271 kW of electric power. About 200 kW 
of this power is used by the pumps, the auxiliaries, and the 
six fans of the condenser. Subsequently, the organic working 
fluid is condensed in an air-cooled condenser by air that 
enters the condenser at 55°F at a rate of 4,195,100 lbm/h and 
leaves at 84.5°F. The working fluid is pumped and then pre- 
heated in a preheater to 202.2°F by absorbing 11.14 MBtu/h 
of heat from the geothermal water (coming from the vapor- 
izer of Level II) entering the preheater at 211.8°F and leaving 
at 154.0°F. 

Taking the average specific heat of the geothermal water to 
be 1.03 Btu/Ibm - °F, determine (a) the exit temperature of 
the geothermal water from the vaporizer, (b) the rate of heat 
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rejection from the working fluid to the air in the condenser, 
(c) the mass flow rate of the geothermal water at the pre- 
heater, and (d) the thermal efficiency of the Level I cycle of 
this geothermal power plant. Answers: (a) 267.4°F, (b) 29.7 
MBtu/h, (c) 187,120 Ibm/h, (d) 10.8 percent 
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FIGURE P10-90E 
Schematic of a binary geothermal power plant. 


Courtesy of ORMAT Energy Systems, Inc. 


10-91 Steam enters the turbine of a steam power plant that 
operates on a simple ideal Rankine cycle at a pressure of 6 
MPa, and it leaves as a saturated vapor at 7.5 kPa. Heat is 
transferred to the steam in the boiler at a rate of 40,000 kJ/s. 
Steam is cooled in the condenser by the cooling water from a 
nearby river, which enters the condenser at 15°C. Show the 
cycle on a T-s diagram with respect to saturation lines, and 
determine (a) the turbine inlet temperature, (b) the net power 
output and thermal efficiency, and (c) the minimum mass 
flow rate of the cooling water required. 


10-92 A steam power plant operates on an ideal Rankine 
cycle with two stages of reheat and has a net power output of 
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120 MW. Steam enters all three stages of the turbine at 
500°C. The maximum pressure in the cycle is 15 MPa, and 
the minimum pressure is 5 kPa. Steam is reheated at 5 MPa 
the first time and at 1 MPa the second time. Show the 
cycle on a T-s diagram with respect to saturation lines, and 
determine (a) the thermal efficiency of the cycle and (b) the 
mass flow rate of the steam. Answers: (a) 45.5 percent, 
(b) 64.4 kg/s 


Thermodynamics 


10-93 Consider a steam power plant that operates on a 
regenerative Rankine cycle and has a net power output of 150 
MW. Steam enters the turbine at 10 MPa and 500°C and the 
condenser at 10 kPa. The isentropic efficiency of the turbine 
is 80 percent, and that of the pumps is 95 percent. Steam is 
extracted from the turbine at 0.5 MPa to heat the feedwater in 
an open feedwater heater. Water leaves the feedwater heater 
as a saturated liquid. Show the cycle on a T-s diagram, and 
determine (a) the mass flow rate of steam through the boiler 
and (b) the thermal efficiency of the cycle. Also, determine 
the exergy destruction associated with the regeneration 
process. Assume a source temperature of 1300 K and a sink 
temperature of 303 K. 
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10-94 Repeat Prob. 10-93 assuming both the pump and the 
turbine are isentropic. 


10-95 Consider an ideal reheat-regenerative Rankine cycle 
with one open feedwater heater. The boiler pressure is 10 
MPa, the condenser pressure is 15 kPa, the reheater pressure 
is 1 MPa, and the feedwater pressure is 0.6 MPa. Steam 
enters both the high- and low-pressure turbines at 500°C. 
Show the cycle on a T-s diagram with respect to saturation 
lines, and determine (a) the fraction of steam extracted for 
regeneration and (b) the thermal efficiency of the cycle. 
Answers: (a) 0.144, (b) 42.1 percent 


10-96 Repeat Prob. 10-95 assuming an isentropic effi- 
ciency of 84 percent for the turbines and 100 percent for the 
pumps. 


10-97 A steam power plant operates on an ideal reheat- 
regenerative Rankine cycle with one reheater and two feed- 
water heaters, one open and one closed. Steam enters the 
high-pressure turbine at 15 MPa and 600°C and the low- 
pressure turbine at 1 MPa and 500°C. The condenser pressure 
is 5 kPa. Steam is extracted from the turbine at 0.6 MPa for 
the closed feedwater heater and at 0.2 MPa for the open feed- 
water heater. In the closed feedwater heater, the feedwater is 
heated to the condensation temperature of the extracted 
steam. The extracted steam leaves the closed feedwater heater 
as a saturated liquid, which is subsequently throttled to the 
open feedwater heater. Show the cycle on a T-s diagram with 
respect to saturation lines. Determine (a) the fraction of 
steam extracted from the turbine for the open feedwater 
heater, (b) the thermal efficiency of the cycle, and (c) the net 
power output for a mass flow rate of 42 kg/s through the 
boiler. 
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10-98 Consider a cogeneration power plant that is modified 
with reheat and that produces 3 MW of power and supplies 7 
MW of process heat. Steam enters the high-pressure turbine 
at 8 MPa and 500°C and expands to a pressure of 1 MPa. At 
this pressure, part of the steam is extracted from the turbine 
and routed to the process heater, while the remainder is 
reheated to 500°C and expanded in the low-pressure turbine 
to the condenser pressure of 15 kPa. The condensate from the 
condenser is pumped to 1 MPa and is mixed with the 
extracted steam, which leaves the process heater as a com- 


pressed liquid at 120°C. The mixture is then pumped to the 
boiler pressure. Assuming the turbine to be isentropic, show 
the cycle on a T-s diagram with respect to saturation lines, 
and disregarding pump work, determine (a) the rate of heat 
input in the boiler and (b) the fraction of steam extracted for 
process heating. 
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10-99 The gas-turbine cycle of a combined gas—steam 
power plant has a pressure ratio of 8. Air enters the compres- 
sor at 290 K and the turbine at 1400 K. The combustion 
gases leaving the gas turbine are used to heat the steam at 15 
MPa to 450°C in a heat exchanger. The combustion gases 
leave the heat exchanger at 247°C. Steam expands in a high- 
pressure turbine to a pressure of 3 MPa and is reheated in the 
combustion chamber to 500°C before it expands in a low- 
pressure turbine to 10 kPa. The mass flow rate of steam is 30 
kg/s. Assuming all the compression and expansion processes 
to be isentropic, determine (a) the mass flow rate of air in the 
gas-turbine cycle, (b) the rate of total heat input, and (c) the 
thermal efficiency of the combined cycle. 

Answers: (a) 263 kg/s, (b) 2.80 x 10° kJ/s, (c) 55.6 percent 


10-100 Repeat Prob. 10-99 assuming isentropic efficien- 
cies of 100 percent for the pump, 80 percent for the compres- 
sor, and 85 percent for the gas and steam turbines. 


10-101 Starting with Eq. 10-20, show that the exergy 
destruction associated with a simple ideal Rankine cycle can 
be expressed as i = qin(Mncamot ~ Nn) Where Ny is effi- 
ciency of the Rankine cycle and Np camo, iS the efficiency of 
the Carnot cycle operating between the same temperature 
limits. 
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10-102 Steam is to be supplied from a boiler to a high- 
pressure turbine whose isentropic efficiency is 75 percent 
at conditions to be determined. The steam is to leave the 
high-pressure turbine as a saturated vapor at 1.4 MPa, and the 
turbine is to produce 1 MW of power. Steam at the turbine 
exit is extracted at a rate of 1000 kg/min and routed to a 
process heater while the rest of the steam is supplied to a 
low-pressure turbine whose isentropic efficiency is 60 per- 
cent. The low-pressure turbine allows the steam to expand to 
10 kPa pressure and produces 0.8 MW of power. Determine 
the temperature, pressure, and the flow rate of steam at the 
inlet of the high-pressure turbine. 


10-103 A textile plant requires 4 kg/s of saturated steam at 
2 MPa, which is extracted from the turbine of a cogeneration 
plant. Steam enters the turbine at 8 MPa and 500°C at a rate 
of 11 kg/s and leaves at 20 kPa. The extracted steam leaves 
the process heater as a saturated liquid and mixes with the 
feedwater at constant pressure. The mixture is pumped to the 
boiler pressure. Assuming an isentropic efficiency of 88 per- 
cent for both the turbine and the pumps, determine (a) the 
rate of process heat supply, (b) the net power output, and 
(c) the utilization factor of the plant. Answers: (a) 8.56 MW, 
(b) 8.60 MW, (c) 53.8 percent 
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Condenser 


10-104 Using EES (or other) software, investigate the 
= effect of the condenser pressure on the perfor- 
mance of a simple ideal Rankine cycle. Turbine inlet condi- 
tions of steam are maintained constant at 5 MPa and 500°C 
while the condenser pressure is varied from 5 to 100 kPa. 
Determine the thermal efficiency of the cycle and plot it 
against the condenser pressure, and discuss the results. 


10-105 g Using EES (or other) software, investigate the 

SS effect of the boiler pressure on the perfor- 
mance of a simple ideal Rankine cycle. Steam enters the tur- 
bine at 500°C and exits at 10 kPa. The boiler pressure is 
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varied from 0.5 to 20 MPa. Determine the thermal efficiency 
of the cycle and plot it against the boiler pressure, and discuss 
the results. 


10-106 Using FES (or other) software, investigate the 

SS effect of superheating the steam on the perfor- 
mance of a simple ideal Rankine cycle. Steam enters the turbine 
at 3 MPa and exits at 10 kPa. The turbine inlet temperature is 
varied from 250 to 1100°C. Determine the thermal efficiency 
of the cycle and plot it against the turbine inlet temperature, 
and discuss the results. 


Thermodynamics 


10-107 (ESN Using FES (or other) software, investigate the 

SS effect of reheat pressure on the performance 
of an ideal Rankine cycle. The maximum and minimum pres- 
sures in the cycle are 15 MPa and 10 kPa, respectively, and 
steam enters both stages of the turbine at 500°C. The reheat 
pressure is varied from 12.5 to 0.5 MPa. Determine the ther- 
mal efficiency of the cycle and plot it against the reheat pres- 
sure, and discuss the results. 


10-108 Using FES (or other) software, investigate the 

SS effect of number of reheat stages on the per- 
formance of an ideal Rankine cycle. The maximum and mini- 
mum pressures in the cycle are 15 MPa and 10 kPa, 
respectively, and steam enters all stages of the turbine at 
500°C. For each case, maintain roughly the same pressure 
ratio across each turbine stage. Determine the thermal effi- 
ciency of the cycle and plot it against the number of reheat 
stages 1, 2, 4, and 8, and discuss the results. 


10-109 g Using FES (or other) software, investigate the 

SS effect of extraction pressure on the perfor- 
mance of an ideal regenerative Rankine cycle with one open 
feedwater heater. Steam enters the turbine at 15 MPa and 
600°C and the condenser at 10 kPa. Determine the thermal 
efficiency of the cycle, and plot it against extraction pressures 
of 12.5, 10, 7, 5, 2, 1, 0.5, 0.1, and 0.05 MPa, and discuss the 
results. 


10-110 ice Using EES (or other) software, investigate the 

SS effect of the number of regeneration stages on 
the performance of an ideal regenerative Rankine cycle. 
Steam enters the turbine at 15 MPa and 600°C and the con- 
denser at 5 kPa. For each case, maintain about the same tem- 
perature difference between any two regeneration stages. 
Determine the thermal efficiency of the cycle, and plot it 
against the number of regeneration stages for 1, 2, 3, 4, 5, 6, 
8, and 10 regeneration stages. 


Fundamentals of Engineering (FE) Exam Problems 


10-111 Consider a steady-flow Carnot cycle with water as 
the working fluid executed under the saturation dome 
between the pressure limits of 8 MPa and 20 kPa. Water 
changes from saturated liquid to saturated vapor during the 
heat addition process. The net work output of this cycle is 


(a) 494 kJ/kg (b) 975 kJ/kg (c) 596 KJ/kg 
(d) 845 kJ/kg (e) 1148 kJ/kg 


10-112 A simple ideal Rankine cycle operates between the 
pressure limits of 10 kPa and 3 MPa, with a turbine inlet 
temperature of 600°C. Disregarding the pump work, the cycle 
efficiency is 


(a) 24 percent (c) 52 percent 


(d) 63 percent 


(b) 37 percent 
(e) 71 percent 


10-113 A simple ideal Rankine cycle operates between the 
pressure limits of 10 kPa and 5 MPa, with a turbine inlet 
temperature of 600°C. The mass fraction of steam that con- 
denses at the turbine exit is 


(a) 6 percent (c) 12 percent 


(d) 15 percent 


(b) 9 percent 
(e) 18 percent 


10-114 A steam power plant operates on the simple ideal 
Rankine cycle between the pressure limits of 10 kPa and 10 
MPa, with a turbine inlet temperature of 600°C. The rate of 
heat transfer in the boiler is 800 kJ/s. Disregarding the pump 
work, the power output of this plant is 


(a) 243 kW (b) 284 kw (c) 508 kW 
(d) 335 kW (e) 800 kW 


10-115 Consider a combined gas-steam power plant. Water 
for the steam cycle is heated in a well-insulated heat 
exchanger by the exhaust gases that enter at 800 K at a rate 
of 60 kg/s and leave at 400 K. Water enters the heat 
exchanger at 200°C and 8 MPa and leaves at 350°C and 8 
MPa. If the exhaust gases are treated as air with constant spe- 
cific heats at room temperature, the mass flow rate of water 
through the heat exchanger becomes 


(a) 11 kg/s (b) 24 kg/s 
(d) 53 kg/s (e) 60 kg/s 


10-116 An ideal reheat Rankine cycle operates between the 
pressure limits of 10 kPa and 8 MPa, with reheat occurring at 
4 MPa. The temperature of steam at the inlets of both tur- 
bines is 500°C, and the enthalpy of steam is 3185 kJ/kg at the 
exit of the high-pressure turbine, and 2247 kJ/kg at the exit 
of the low-pressure turbine. Disregarding the pump work, the 
cycle efficiency is 


(c) 46 kg/s 


(a) 29 percent (c) 36 percent 


(d) 41 percent 


(b) 32 percent 
(e) 49 percent 


10-117 Pressurized feedwater in a steam power plant is to 
be heated in an ideal open feedwater heater that operates at a 
pressure of 0.5 MPa with steam extracted from the turbine. If 
the enthalpy of feedwater is 252 kJ/kg and the enthalpy of 
extracted steam is 2665 kJ/kg, the mass fraction of steam 
extracted from the turbine is 


(b) 10 percent 
(e) 12 percent 


(a) 4 percent (c) 16 percent 


(d) 27 percent 


10-118 Consider a steam power plant that operates on the 
regenerative Rankine cycle with one open feedwater heater. 
The enthalpy of the steam is 3374 kJ/kg at the turbine inlet, 
2797 kJ/kg at the location of bleeding, and 2346 kJ/kg at the 


turbine exit. The net power output of the plant is 120 MW, 
and the fraction of steam bled off the turbine for regeneration 
is 0.172. If the pump work is negligible, the mass flow rate of 
steam at the turbine inlet is 


(a) 117 kg/s (b) 126 kg/s 
(d) 268 kg/s (e) 679 kg/s 


10-119 Consider a simple ideal Rankine cycle. If the con- 
denser pressure is lowered while keeping turbine inlet state 
the same, 

(a) the turbine work output will decrease. 

(b) the amount of heat rejected will decrease. 

(c) the cycle efficiency will decrease. 

(d) the moisture content at turbine exit will decrease. 

(e) the pump work input will decrease. 


(c) 219 kg/s 


10-120 Consider a simple ideal Rankine cycle with fixed 
boiler and condenser pressures. If the steam is superheated to 
a higher temperature, 

(a) the turbine work output will decrease. 

(b) the amount of heat rejected will decrease. 

(c) the cycle efficiency will decrease. 

(d) the moisture content at turbine exit will decrease. 

(e) the amount of heat input will decrease. 


10-121 Consider a simple ideal Rankine cycle with fixed 
boiler and condenser pressures. If the cycle is modified with 
reheating, 

(a) the turbine work output will decrease. 

(b) the amount of heat rejected will decrease. 

(c) the pump work input will decrease. 

(d) the moisture content at turbine exit will decrease. 

(e) the amount of heat input will decrease. 


10-122 Consider a simple ideal Rankine cycle with fixed 
boiler and condenser pressures. If the cycle is modified with 
regeneration that involves one open feedwater heater (select 
the correct statement per unit mass of steam flowing through 
the boiler), 

(a) the turbine work output will decrease. 

(b) the amount of heat rejected will increase. 

(c) the cycle thermal efficiency will decrease. 

(d) the quality of steam at turbine exit will decrease. 

(e) the amount of heat input will increase. 


10-123 Consider a cogeneration power plant modified with 
regeneration. Steam enters the turbine at 6 MPa and 450°C at 
a rate of 20 kg/s and expands to a pressure of 0.4 MPa. At 
this pressure, 60 percent of the steam is extracted from the 
turbine, and the remainder expands to a pressure of 10 kPa. 
Part of the extracted steam is used to heat feedwater in 
an open feedwater heater. The rest of the extracted steam is 
used for process heating and leaves the process heater as 
a saturated liquid at 0.4 MPa. It is subsequently mixed with 
the feedwater leaving the feedwater heater, and the mixture 
is pumped to the boiler pressure. The steam in the condenser 
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is cooled and condensed by the cooling water from a 
nearby river, which enters the adiabatic condenser at a rate of 
463 kg/s. 


1. The total power output of the turbine is 


(a) 17.0 MW (b) 8.4 MW (c) 12.2 MW 
(d) 20.0 MW (e) 3.4 MW 


2. The temperature rise of the cooling water from the river in 
the condenser is 


(a) 8.0°C (b) 5.2°C (c) 9.6°C 

(d) 12.9°C (e) 16.2°C 

3. The mass flow rate of steam through the process heater is 
(a) 1.6 kg/s (b) 3.8 kg/s (c) 5.2 kg/s 

(d) 7.6 kg/s (e) 10.4 kg/s 


4. The rate of heat supply from the process heater per unit 
mass of steam passing through it is 


(a) 246 kJ/kg (b) 893 kJ/kg 
(d) 1891 kJ/kg (e) 2060 kJ/kg 
5. The rate of heat transfer to the steam in the boiler is 


(a) 26.0 MJ/s (b) 53.8 MJ/s (c) 39.5 MJ/s 
(d) 62.8 MJ/s (e) 125.4 MJ/s 


(c) 1344 KJ/kg 


he = 3302.9 kJ/kg 
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Design and Essay Problems 


10-124 Design a steam power cycle that can achieve a cycle 
thermal efficiency of at least 40 percent under the conditions 
that all turbines have isentropic efficiencies of 85 percent and 
all pumps have isentropic efficiencies of 60 percent. Prepare 
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an engineering report describing your design. Your design 
report must include, but is not limited to, the following: 


Thermodynamics 


(a) Discussion of various cycles attempted to meet the goal as 
well as the positive and negative aspects of your design. 
(b) System figures and T-s diagrams with labeled states and 

temperature, pressure, enthalpy, and entropy information 
for your design. 
(c) Sample calculations. 


10-125 Contact your power company and obtain informa- 
tion on the thermodynamic aspects of their most recently built 
power plant. If it is a conventional power plant, find out why 
it is preferred over a highly efficient combined power plant. 


10-126 Several geothermal power plants are in operation in 
the United States and more are being built since the heat 
source of a geothermal plant is hot geothermal water, which 
is “free energy.” An 8-MW geothermal power plant is being 
considered at a location where geothermal water at 160°C is 
available. Geothermal water is to serve as the heat source for 
a closed Rankine power cycle with refrigerant-134a as the 
working fluid. Specify suitable temperatures and pressures 
for the cycle, and determine the thermal efficiency of the 
cycle. Justify your selections. 


10-127 A 10-MW geothermal power plant is being consid- 
ered at a site where geothermal water at 230°C is available. 
Geothermal water is to be flashed into a chamber to a lower 
pressure where part of the water evaporates. The liquid is 
returned to the ground while the vapor is used to drive the 
steam turbine. The pressures at the turbine inlet and the tur- 
bine exit are to remain above 200 kPa and 8 kPa, respec- 
tively. High-pressure flash chambers yield a small amount of 
steam with high exergy whereas lower-pressure flash cham- 
bers yield considerably more steam but at a lower exergy. By 
trying several pressures, determine the optimum pressure of 
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the flash chamber to maximize the power production per unit 
mass of geothermal water withdrawn. Also, determine the 
thermal efficiency for each case assuming 10 percent of the 
power produced is used to drive the pumps and other auxil- 
lary equipment. 


10-128 A natural gas-fired furnace in a textile plant is used 
to provide steam at 130°C. At times of high demand, the fur- 
nace supplies heat to the steam at a rate of 30 MJ/s. The plant 
also uses up to 6 MW of electrical power purchased from the 
local power company. The plant management is considering 
converting the existing process plant into a cogeneration 
plant to meet both their process-heat and power requirements. 
Your job is to come up with some designs. Designs based on 
a gas turbine or a steam turbine are to be considered. First 
decide whether a system based on a gas turbine or a steam 
turbine will best serve the purpose, considering the cost and 
the complexity. Then propose your design for the cogenera- 
tion plant complete with pressures and temperatures and the 
mass flow rates. Show that the proposed design meets the 
power and process-heat requirements of the plant. 


10-129E A photographic equipment manufacturer uses a 
flow of 64,500 lbm/h of steam in its manufacturing process. 
Presently the spent steam at 3.8 psig and 224°F is exhausted 
to the atmosphere. Do the preliminary design of a system to 
use the energy in the waste steam economically. If electricity 
is produced, it can be generated about 8000 h/yr and its value 
is $0.05/kWh. If the energy is used for space heating, the 
value is also $0.05/kWh, but it can only be used about 3000 
h/yr (only during the “heating season’). If the steam is con- 
densed and the liquid H,O is recycled through the process, its 
value is $0.50/100 gal. Make all assumptions as realistic as 
possible. Sketch the system you propose. Make a separate list 
of required components and their specifications (capacity, 
efficiency, etc.). The final result will be the calculated annual 
dollar value of the energy use plan (actually a saving because 
it will replace electricity or heat and/or water that would oth- 
erwise have to be purchased). 


10-130 Design the condenser of a steam power plant that 
has a thermal efficiency of 40 percent and generates 10 MW 
of net electric power. Steam enters the condenser as saturated 
vapor at 10 kPa, and it is to be condensed outside horizontal 
tubes through which cooling water from a nearby river flows. 
The temperature rise of the cooling water is limited to 8°C, 
and the velocity of the cooling water in the pipes is limited to 
6 m/s to keep the pressure drop at an acceptable level. From 
prior experience, the average heat flux based on the outer sur- 
face of the tubes can be taken to be 12,000 W/m’. Specify the 
pipe diameter, total pipe length, and the arrangement of the 
pipes to minimize the condenser volume. 


10-131 Water-cooled steam condensers are commonly used 
in steam power plants. Obtain information about water-cooled 
steam condensers by doing a literature search on the topic and 


also by contacting some condenser manufacturers. In a report, 
describe the various types, the way they are designed, the lim- 
itation on each type, and the selection criteria. 


10-132 Steam boilers have long been used to provide 
process heat as well as to generate power. Write an 
essay on the history of steam boilers and the evolution of 
modern supercritical steam power plants. What was the role 
of the American Society of Mechanical Engineers in this 
development? 


10-133 The technology for power generation using geother- 
mal energy is well established, and numerous geothermal 
power plants throughout the world are currently generating 
electricity economically. Binary geothermal plants utilize a 
volatile secondary fluid such as isobutane, n-pentane, and 
R-114 in a closed loop. Consider a binary geothermal plant 
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with R-114 as the working fluid that is flowing at a rate of 600 
kg/s. The R-114 is vaporized in a boiler at 115°C by the geo- 
thermal fluid that enters at 165°C, and is condensed at 30°C 
outside the tubes by cooling water that enters the tubes at 
18°C. Based on prior experience, the average heat flux based 
on the outer surface of the tubes can be taken to be 4600 
W/m’. The enthalpy of vaporization of R-114 at 30°C is hg = 
121.5 kJ/kg. 

Specify (a) the length, diameter, and number of tubes and 
their arrangement in the condenser to minimize overall vol- 
ume of the condenser; (b) the mass flow rate of cooling 
water; and (c) the flow rate of make-up water needed if a 
cooling tower is used to reject the waste heat from the cool- 
ing water. The liquid velocity is to remain under 6 m/s and 
the length of the tubes is limited to 8 m. 


major application area of thermodynamics is refrigera- 

tion, which is the transfer of heat from a lower temper- 

ature region to a higher temperature one. Devices that 
produce refrigeration are called refrigerators, and the cycles on 
which they operate are called refrigeration cycles. The most 
frequently used refrigeration cycle is the vapor-compression 
refrigeration cycle in which the refrigerant is vaporized and 
condensed alternately and is compressed in the vapor phase. 
Another well-known refrigeration cycle is the gas refrigeration 
cycle in which the refrigerant remains in the gaseous phase 
throughout. Other refrigeration cycles discussed in this chapter 
are cascade refrigeration, where more than one refrigeration 
cycle is used; absorption refrigeration, where the refrigerant is 
dissolved in a liquid before it is compressed; and, as a Topic of 
Special Interest, thermoelectric refrigeration, where refrigera- 
tion is produced by the passage of electric current through two 
dissimilar materials. 


Objectives 


The objectives of Chapter 11 are to: 

e Introduce the concepts of refrigerators and heat pumps and 
the measure of their performance. 

e Analyze the ideal vapor-compression refrigeration cycle. 

e Analyze the actual vapor-compression refrigeration cycle. 


e Review the factors involved in selecting the right refrigerant 
for an application. 


e Discuss the operation of refrigeration and heat pump 
systems. 


e Evaluate the performance of innovative vapor-compression 
refrigeration systems. 


e Analyze gas refrigeration systems. 
e Introduce the concepts of absorption-refrigeration systems. 


e Review the concepts of thermoelectric power generation 
and refrigeration. 
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The objective of a refrigerator is to 
remove heat (Q,) from the cold 
medium; the objective of a heat pump 
is to supply heat (Qy) to a warm 
medium. 


11-1 = REFRIGERATORS AND HEAT PUMPS 


We all know from experience that heat flows in the direction of decreasing 
temperature, that is, from high-temperature regions to low-temperature ones. 
This heat-transfer process occurs in nature without requiring any devices. 
The reverse process, however, cannot occur by itself. The transfer of heat 
from a low-temperature region to a high-temperature one requires special 
devices called refrigerators. 

Refrigerators are cyclic devices, and the working fluids used in the refrig- 
eration cycles are called refrigerants. A refrigerator is shown schematically 
in Fig. 11—-la. Here Q, is the magnitude of the heat removed from the refrig- 
erated space at temperature 7, ,Q,, is the magnitude of the heat rejected to 
the warm space at temperature Ty, and W,,,;, is the net work input to the 
refrigerator. As discussed in Chap. 6, Q, and Qy represent magnitudes and 
thus are positive quantities. 

Another device that transfers heat from a low-temperature medium to a 
high-temperature one is the heat pump. Refrigerators and heat pumps are 
essentially the same devices; they differ in their objectives only. The objec- 
tive of a refrigerator is to maintain the refrigerated space at a low tempera- 
ture by removing heat from it. Discharging this heat to a higher-temperature 
medium is merely a necessary part of the operation, not the purpose. The 
objective of a heat pump, however, is to maintain a heated space at a high 
temperature. This is accomplished by absorbing heat from a low-temperature 
source, such as well water or cold outside air in winter, and supplying this 
heat to a warmer medium such as a house (Fig. 11—1b). 

The performance of refrigerators and heat pumps is expressed in terms of 
the coefficient of performance (COP), defined as 


(11-1) 


(11-2) 


These relations can also be expressed in the rate form by replacing the 
quantities Q,, Qy, and Wyretin by Q,, Oy, and Weri im» respectively. Notice that 
both COP, and COPyp can be greater than 1. A comparison of Eqs. 11-1 
and 11-2 reveals that 


COPyp = COP, + 1 (11-3) 


for fixed values of Q, and Qy. This relation implies that COP, > 1 since 
COP, is a positive quantity. That is, a heat pump functions, at worst, as a 
resistance heater, supplying as much energy to the house as it consumes. In 
reality, however, part of Q,, is lost to the outside air through piping and 
other devices, and COP,» may drop below unity when the outside air tem- 
perature is too low. When this happens, the system normally switches to the 
fuel (natural gas, propane, oil, etc.) or resistance-heating mode. 

The cooling capacity of a refrigeration system—that is, the rate of heat 
removal from the refrigerated space—is often expressed in terms of tons of 
refrigeration. The capacity of a refrigeration system that can freeze 1 ton 
(2000 Ibm) of liquid water at 0°C (32°F) into ice at 0°C in 24 h is said to be 


1 ton. One ton of refrigeration is equivalent to 211 kJ/min or 200 Btu/min. 
The cooling load of a typical 200-m? residence is in the 3-ton (10-kW) 
range. 


11-2 = THE REVERSED CARNOT CYCLE 


Recall from Chap. 6 that the Carnot cycle is a totally reversible cycle that 
consists of two reversible isothermal and two isentropic processes. It has the 
maximum thermal efficiency for given temperature limits, and it serves as a 
standard against which actual power cycles can be compared. 

Since it is a reversible cycle, all four processes that comprise the Carnot 
cycle can be reversed. Reversing the cycle does also reverse the directions 
of any heat and work interactions. The result is a cycle that operates in the 
counterclockwise direction on a T-s diagram, which is called the reversed 
Carnot cycle. A refrigerator or heat pump that operates on the reversed 
Carnot cycle is called a Carnot refrigerator or a Carnot heat pump. 

Consider a reversed Carnot cycle executed within the saturation dome of a 
refrigerant, as shown in Fig. 11—2. The refrigerant absorbs heat isothermally 
from a low-temperature source at T, in the amount of Q, (process 1-2), is 
compressed isentropically to state 3 (temperature rises to Ty), rejects heat 
isothermally to a high-temperature sink at Ty in the amount of Qy (process 
3-4), and expands isentropically to state 1 (temperature drops to 77). The 
refrigerant changes from a saturated vapor state to a saturated liquid state in 
the condenser during process 3-4. 
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Schematic of a Carnot refrigerator and T-s diagram of the reversed Carnot cycle. 
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The coefficients of performance of Carnot refrigerators and heat pumps 
are expressed in terms of temperatures as 


1 
COP. = —— 11-4 
R,Carnot TAT = Í ( ) 


and 

COP yp carnot = ae (1 1-5) 
Notice that both COPs increase as the difference between the two tempera- 
tures decreases, that is, as T, rises or Ty falls. 

The reversed Carnot cycle is the most efficient refrigeration cycle operating 
between two specified temperature levels. Therefore, it is natural to look at it 
first as a prospective ideal cycle for refrigerators and heat pumps. If we could, 
we certainly would adapt it as the ideal cycle. As explained below, however, 
the reversed Carnot cycle is not a suitable model for refrigeration cycles. 

The two isothermal heat transfer processes are not difficult to achieve in 
practice since maintaining a constant pressure automatically fixes the tem- 
perature of a two-phase mixture at the saturation value. Therefore, processes 
1-2 and 3-4 can be approached closely in actual evaporators and condensers. 
However, processes 2-3 and 4-1 cannot be approximated closely in practice. 
This is because process 2-3 involves the compression of a liquid—vapor mix- 
ture, which requires a compressor that will handle two phases, and process 
4-1 involves the expansion of high-moisture-content refrigerant in a turbine. 

It seems as if these problems could be eliminated by executing the 
reversed Carnot cycle outside the saturation region. But in this case we have 
difficulty in maintaining isothermal conditions during the heat-absorption 
and heat-rejection processes. Therefore, we conclude that the reversed Car- 
not cycle cannot be approximated in actual devices and is not a realistic 
model for refrigeration cycles. However, the reversed Carnot cycle can serve 
as a standard against which actual refrigeration cycles are compared. 


11-3 = THE IDEAL VAPOR-COMPRESSION 
REFRIGERATION CYCLE 


Many of the impracticalities associated with the reversed Carnot cycle can 
be eliminated by vaporizing the refrigerant completely before it is com- 
pressed and by replacing the turbine with a throttling device, such as an 
expansion valve or capillary tube. The cycle that results is called the ideal 
vapor-compression refrigeration cycle, and it is shown schematically and 
on a T-s diagram in Fig. 11-3. The vapor-compression refrigeration cycle is 
the most widely used cycle for refrigerators, air-conditioning systems, and 
heat pumps. It consists of four processes: 


1-2 Isentropic compression in a compressor 

2-3 Constant-pressure heat rejection in a condenser 
3-4 Throttling in an expansion device 

4-1 Constant-pressure heat absorption in an evaporator 


In an ideal vapor-compression refrigeration cycle, the refrigerant enters the 
compressor at state 1 as saturated vapor and is compressed isentropically to 
the condenser pressure. The temperature of the refrigerant increases during 
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Schematic and T-s diagram for the ideal vapor-compression refrigeration cycle. 


this isentropic compression process to well above the temperature of the sur- 
rounding medium. The refrigerant then enters the condenser as superheated 
vapor at state 2 and leaves as saturated liquid at state 3 as a result of heat 
rejection to the surroundings. The temperature of the refrigerant at this state 
is still above the temperature of the surroundings. 

The saturated liquid refrigerant at state 3 is throttled to the evaporator 
pressure by passing it through an expansion valve or capillary tube. The 
temperature of the refrigerant drops below the temperature of the refriger- 
ated space during this process. The refrigerant enters the evaporator at state 
4 as a low-quality saturated mixture, and it completely evaporates by 
absorbing heat from the refrigerated space. The refrigerant leaves the evapo- 
rator as saturated vapor and reenters the compressor, completing the cycle. 

In a household refrigerator, the tubes in the freezer compartment where 
heat is absorbed by the refrigerant serves as the evaporator. The coils behind 
the refrigerator, where heat is dissipated to the kitchen air, serve as the con- 
denser (Fig. 11-4). 

Remember that the area under the process curve on a T-s diagram repre- 
sents the heat transfer for internally reversible processes. The area under the 
process curve 4-1 represents the heat absorbed by the refrigerant in the evapo- 
rator, and the area under the process curve 2-3 represents the heat rejected in 
the condenser. A rule of thumb is that the COP improves by 2 to 4 percent for 
each °C the evaporating temperature is raised or the condensing temperature 
is lowered. 
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An ordinary household refrigerator. 
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vapor-compression refrigeration cycle. 


Another diagram frequently used in the analysis of vapor-compression 
refrigeration cycles is the P-h diagram, as shown in Fig. 11-5. On this dia- 
gram, three of the four processes appear as straight lines, and the heat trans- 
fer in the condenser and the evaporator is proportional to the lengths of the 
corresponding process curves. 

Notice that unlike the ideal cycles discussed before, the ideal vapor- 
compression refrigeration cycle is not an internally reversible cycle since it 
involves an irreversible (throttling) process. This process is maintained in 
the cycle to make it a more realistic model for the actual vapor-compression 
refrigeration cycle. If the throttling device were replaced by an isentropic 
turbine, the refrigerant would enter the evaporator at state 4’ instead of state 
4. As a result, the refrigeration capacity would increase (by the area under 
process curve 4’-4 in Fig. 11-3) and the net work input would decrease (by 
the amount of work output of the turbine). Replacing the expansion valve 
by a turbine is not practical, however, since the added benefits cannot justify 
the added cost and complexity. 

All four components associated with the vapor-compression refrigeration 
cycle are steady-flow devices, and thus all four processes that make up the 
cycle can be analyzed as steady-flow processes. The kinetic and potential 
energy changes of the refrigerant are usually small relative to the work and 
heat transfer terms, and therefore they can be neglected. Then the steady- 
flow energy equation on a unit—mass basis reduces to 


Wout) z h, h; 


(din doue) H (Win (11-6) 


The condenser and the evaporator do not involve any work, and the com- 
pressor can be approximated as adiabatic. Then the COPs of refrigerators 
and heat pumps operating on the vapor-compression refrigeration cycle can 
be expressed as 


gr hi = hy 
COP, = = 11-7 
R Whetin hy _ hy : 
and 
qu hy — h; 
COPyp = Ş 11-8 
a Whretin hy ~~ hy 
where h, = h, @ p, and h; = h;a p, for the ideal case. 


Vapor-compression refrigeration dates back to 1834 when the Englishman 
Jacob Perkins received a patent for a closed-cycle ice machine using ether 
or other volatile fluids as refrigerants. A working model of this machine was 
built, but it was never produced commercially. In 1850, Alexander Twining 
began to design and build vapor-compression ice machines using ethyl 
ether, which is a commercially used refrigerant in vapor-compression sys- 
tems. Initially, vapor-compression refrigeration systems were large and were 
mainly used for ice making, brewing, and cold storage. They lacked auto- 
matic controls and were steam-engine driven. In the 1890s, electric motor- 
driven smaller machines equipped with automatic controls started to replace 
the older units, and refrigeration systems began to appear in butcher shops 
and households. By 1930, the continued improvements made it possible to 
have vapor-compression refrigeration systems that were relatively efficient, 
reliable, small, and inexpensive. 


EXAMPLE 11-1 The Ideal Vapor-Compression Refrigeration 
Cycle 


A refrigerator uses refrigerant-134a as the working fluid and operates on an 
ideal vapor-compression refrigeration cycle between 0.14 and 0.8 MPa. If the 
mass flow rate of the refrigerant is 0.05 kg/s, determine (a) the rate of heat 
removal from the refrigerated space and the power input to the compressor, 
(b) the rate of heat rejection to the environment, and (c) the COP of the 
refrigerator. 


Solution A refrigerator operates on an ideal vapor-compression refrigeration 
cycle between two specified pressure limits. The rate of refrigeration, the 
power input, the rate of heat rejection, and the COP are to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 

Analysis The T-s diagram of the refrigeration cycle is shown in Fig. 11-6. 
We note that this is an ideal vapor-compression refrigeration cycle, and thus 
the compressor is isentropic and the refrigerant leaves the condenser as a 
saturated liquid and enters the compressor as saturated vapor. From the 
refrigerant-134a tables, the enthalpies of the refrigerant at all four states are 
determined as follows: 


P,=0.14MPa — > h = h, @014mpa = 239.16 kJ/kg 
S1 = S, @014Mpa = 9.94456 kJ/kg + K 
P, = 0.8 MPa 


So] 
P; =0.8MPa —> hy = hreogmra = 95.47 kJ/kg 
ma = hy (throttling) —> h, = 95.47 KI/ke 


\ hy = 275.39 kI/kg 


(a) The rate of heat removal from the refrigerated space and the power input 
to the compressor are determined from their definitions: 


Ò, = m(h, — hg) = (0.05 kg/s)[ (239.16 — 95.47) kJ/kg] = 7.18 kW 
and 


Wna = m(h, — h,) = (0.05 kg/s)[ (275.39 — 239.16) kJ/kg] = 1.81 kW 


(b) The rate of heat rejection from the refrigerant to the environment is 
Oy = m(h, — h3) = (0.05 kg/s)[ (275.39 — 95.47) kJ/kg] = 9.0 kW 
It could also be determined from 
Oy = Ò, + Wi, = 7.18 + 1.81 = 8.99 kW 


(c) The coefficient of performance of the refrigerator is 


Ò, 718kW 
W, 1.81 kW 


COPĻk = 3.97 

That is, this refrigerator removes about 4 units of thermal energy from the 
refrigerated space for each unit of electric energy it consumes. 

Discussion \t would be interesting to see what happens if the throttling valve 
were replaced by an isentropic turbine. The enthalpy at state 4s (the turbine 
exit with Ps = 0.14 MPa, and s,, = s3 = 0.35404 kJ/kg - K) is 88.94 kJ/kg, 
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T-s diagram of the ideal 
vapor-compression refrigeration cycle 
described in Example 11-1. 
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and the turbine would produce 0.33 kW of power. This would decrease the 
power input to the refrigerator from 1.81 to 1.48 kW and increase the rate of 
heat removal from the refrigerated space from 7.18 to 7.51 kW. As a result, 
the COP of the refrigerator would increase from 3.97 to 5.07, an increase of 
28 percent. 


Q E 11-4 = ACTUAL VAPOR-COMPRESSION 
TUTORIAL REFRIGERATION CYCLE 


SEE TUTORIAL CH. 11, SEC. 3 ON THE DVD. An actual vapor-compression refrigeration cycle differs from the ideal one 
in several ways, owing mostly to the irreversibilities that occur in various 
components. Two common sources of irreversibilities are fluid friction 
(causes pressure drops) and heat transfer to or from the surroundings. The 
T-s diagram of an actual vapor-compression refrigeration cycle is shown in 
Fig. 11-7. 

In the ideal cycle, the refrigerant leaves the evaporator and enters the 
compressor as saturated vapor. In practice, however, it may not be possible 
to control the state of the refrigerant so precisely. Instead, it is easier to 
design the system so that the refrigerant is slightly superheated at the com- 
pressor inlet. This slight overdesign ensures that the refrigerant is com- 
pletely vaporized when it enters the compressor. Also, the line connecting 
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Schematic and T-s diagram for the actual vapor-compression refrigeration cycle. 


the evaporator to the compressor is usually very long; thus the pressure drop 
caused by fluid friction and heat transfer from the surroundings to the 
refrigerant can be very significant. The result of superheating, heat gain in 
the connecting line, and pressure drops in the evaporator and the connecting 
line is an increase in the specific volume, thus an increase in the power 
input requirements to the compressor since steady-flow work is proportional 
to the specific volume. 

The compression process in the ideal cycle is internally reversible and 
adiabatic, and thus isentropic. The actual compression process, however, 
involves frictional effects, which increase the entropy, and heat transfer, 
which may increase or decrease the entropy, depending on the direction. 
Therefore, the entropy of the refrigerant may increase (process 1-2) or 
decrease (process 1-2’) during an actual compression process, depending on 
which effects dominate. The compression process 1-2’ may be even more 
desirable than the isentropic compression process since the specific volume 
of the refrigerant and thus the work input requirement are smaller in this 
case. Therefore, the refrigerant should be cooled during the compression 
process whenever it is practical and economical to do so. 

In the ideal case, the refrigerant is assumed to leave the condenser as sat- 
urated liquid at the compressor exit pressure. In reality, however, it is 
unavoidable to have some pressure drop in the condenser as well as in the 
lines connecting the condenser to the compressor and to the throttling valve. 
Also, it is not easy to execute the condensation process with such precision 
that the refrigerant is a saturated liquid at the end, and it is undesirable to 
route the refrigerant to the throttling valve before the refrigerant is com- 
pletely condensed. Therefore, the refrigerant is subcooled somewhat before 
it enters the throttling valve. We do not mind this at all, however, since the 
refrigerant in this case enters the evaporator with a lower enthalpy and thus 
can absorb more heat from the refrigerated space. The throttling valve and 
the evaporator are usually located very close to each other, so the pressure 
drop in the connecting line is small. 


EXAMPLE 11-2 The Actual Vapor-Compression 
Refrigeration Cycle 


Refrigerant-134a enters the compressor of a refrigerator as superheated vapor 
at 0.14 MPa and —10°C at a rate of 0.05 kg/s and leaves at 0.8 MPa and 
50°C. The refrigerant is cooled in the condenser to 26°C and 0.72 MPa and 
is throttled to 0.15 MPa. Disregarding any heat transfer and pressure drops 
in the connecting lines between the components, determine (a) the rate of 
heat removal from the refrigerated space and the power input to the com- 
pressor, (b) the isentropic efficiency of the compressor, and (c) the coeffi- 
cient of performance of the refrigerator. 


Solution A refrigerator operating on a vapor-compression cycle is consid- 
ered. The rate of refrigeration, the power input, the compressor efficiency, 
and the COP are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 
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FIGURE 11-8 
T-s diagram for Example 11-2. 


Analysis The T-s diagram of the refrigeration cycle is shown in Fig. 11-8. 
We note that the refrigerant leaves the condenser as a compressed liquid 
and enters the compressor as superheated vapor. The enthalpies of the 
refrigerant at various states are determined from the refrigerant tables to be 


P; = 0.14 MPa = 

T, = — 10°C \ hi = 246.36 kJ/kg 

P, = 0.8 MPa = 

T, = 50°C \ h, = 286.69 kJ/kg 

P} = 0.72 MPa = 

T; = 26°C \ h, = hre rec = 87.83 kJ/kg 


h, = h; (throttling) —> A, = 87.83 kJ/kg 


(a) The rate of heat removal from the refrigerated space and the power input 
to the compressor are determined from their definitions: 


Ò, = tn(h, — hy) = (0.05 kg/s)[ (246.36 — 87.83) kJ/kg] = 7.93 kW 


and 
Wa = m(h, — h,) = (0.05 kg/s)[ (286.69 — 246.36) kJ/kg] = 2.02 kW 


(b) The isentropic efficiency of the compressor is determined from 

las = (8h 

hy — hy 

where the enthalpy at state 2s (P,, = 0.8 MPa and s), = sı = 0.9724 
kJ/kg - K) is 284.21 kJ/kg. Thus, 


284.21 — 246.36 
Ne 786.69 = 24636 OAO 


eS 


(c) The coefficient of performance of the refrigerator is 


QO, 7.93kW 
W,  2.02kW 


COP, 3.93 

Discussion This problem is identical to the one worked out in Example 
11-1, except that the refrigerant is slightly superheated at the compressor 
inlet and subcooled at the condenser exit. Also, the compressor is not isen- 
tropic. As a result, the heat removal rate from the refrigerated space 
increases (by 10.4 percent), but the power input to the compressor increases 
even more (by 11.6 percent). Consequently, the COP of the refrigerator 
decreases from 3.97 to 3.93. 


11-5 = SELECTING THE RIGHT REFRIGERANT 


When designing a refrigeration system, there are several refrigerants from 
which to choose, such as chlorofluorocarbons (CFCs), ammonia, hydrocarbons 
(propane, ethane, ethylene, etc.), carbon dioxide, air (in the air-conditioning of 
aircraft), and even water (in applications above the freezing point). The right 


choice of refrigerant depends on the situation at hand. Of these, refrigerants 
such as R-11, R-12, R-22, R-134a, and R-502 account for over 90 percent of 
the market in the United States. 

Ethyl ether was the first commercially used refrigerant in vapor-compression 
systems in 1850, followed by ammonia, carbon dioxide, methyl chloride, 
sulphur dioxide, butane, ethane, propane, isobutane, gasoline, and chlorofluo- 
rocarbons, among others. 

The industrial and heavy-commercial sectors were very satisfied with 
ammonia, and still are, although ammonia is toxic. The advantages of 
ammonia over other refrigerants are its low cost, higher COPs (and thus 
lower energy cost), more favorable thermodynamic and transport properties 
and thus higher heat transfer coefficients (requires smaller and lower-cost 
heat exchangers), greater detectability in the event of a leak, and no effect 
on the ozone layer. The major drawback of ammonia is its toxicity, which 
makes it unsuitable for domestic use. Ammonia is predominantly used in 
food refrigeration facilities such as the cooling of fresh fruits, vegetables, 
meat, and fish; refrigeration of beverages and dairy products such as beer, 
wine, milk, and cheese; freezing of ice cream and other foods; ice produc- 
tion; and low-temperature refrigeration in the pharmaceutical and other 
process industries. 

It is remarkable that the early refrigerants used in the light-commercial and 
household sectors such as sulfur dioxide, ethyl chloride, and methyl chloride 
were highly toxic. The widespread publicity of a few instances of leaks that 
resulted in serious illnesses and death in the 1920s caused a public cry to ban 
or limit the use of these refrigerants, creating a need for the development of a 
safe refrigerant for household use. At the request of Frigidaire Corporation, 
General Motors’ research laboratory developed R-21, the first member of the 
CFC family of refrigerants, within three days in 1928. Of several CFCs devel- 
oped, the research team settled on R-12 as the refrigerant most suitable for 
commercial use and gave the CFC family the trade name “Freon.” Commercial 
production of R-11 and R-12 was started in 1931 by a company jointly formed 
by General Motors and E. I. du Pont de Nemours and Co., Inc. The versatility 
and low cost of CFCs made them the refrigerants of choice. CFCs were 
also widely used in aerosols, foam insulations, and the electronic industry as 
solvents to clean computer chips. 

R-11 is used primarily in large-capacity water chillers serving air- 
conditioning systems in buildings. R-12 is used in domestic refrigerators 
and freezers, as well as automotive air conditioners. R-22 is used in window 
air conditioners, heat pumps, air conditioners of commercial buildings, and 
large industrial refrigeration systems, and offers strong competition to 
ammonia. R-502 (a blend of R-115 and R-22) is the dominant refrigerant 
used in commercial refrigeration systems such as those in supermarkets 
because it allows low temperatures at evaporators while operating at single- 
stage compression. 

The ozone crisis has caused a major stir in the refrigeration and air- 
conditioning industry and has triggered a critical look at the refrigerants in 
use. It was realized in the mid-1970s that CFCs allow more ultraviolet radi- 
ation into the earth’s atmosphere by destroying the protective ozone layer 
and thus contributing to the greenhouse effect that causes global warming. 
As a result, the use of some CFCs is banned by international treaties. Fully 
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halogenated CFCs (such as R-11, R-12, and R-115) do the most damage to 
the ozone layer. The nonfully halogenated refrigerants such as R-22 have 
about 5 percent of the ozone-depleting capability of R-12. Refrigerants that 
are friendly to the ozone layer that protects the earth from harmful ultraviolet 
rays have been developed. The once popular refrigerant R-12 has largely 
been replaced by the recently developed chlorine-free R-134a. 

Two important parameters that need to be considered in the selection of a 
refrigerant are the temperatures of the two media (the refrigerated space and 
the environment) with which the refrigerant exchanges heat. 

To have heat transfer at a reasonable rate, a temperature difference of 5 to 
10°C should be maintained between the refrigerant and the medium with 
which it is exchanging heat. If a refrigerated space is to be maintained at 
—10°C, for example, the temperature of the refrigerant should remain at 
about —20°C while it absorbs heat in the evaporator. The lowest pressure in a 
refrigeration cycle occurs in the evaporator, and this pressure should be above 
atmospheric pressure to prevent any air leakage into the refrigeration system. 
Therefore, a refrigerant should have a saturation pressure of 1 atm or higher at 
—20°C in this particular case. Ammonia and R-134a are two such substances. 

The temperature (and thus the pressure) of the refrigerant on the con- 
denser side depends on the medium to which heat is rejected. Lower tem- 
peratures in the condenser (thus higher COPs) can be maintained if the 
refrigerant is cooled by liquid water instead of air. The use of water cooling 
cannot be justified economically, however, except in large industrial refrig- 
eration systems. The temperature of the refrigerant in the condenser cannot 
fall below the temperature of the cooling medium (about 20°C for a house- 
hold refrigerator), and the saturation pressure of the refrigerant at this tem- 
perature should be well below its critical pressure if the heat rejection 
process is to be approximately isothermal. If no single refrigerant can meet 
the temperature requirements, then two or more refrigeration cycles with 
different refrigerants can be used in series. Such a refrigeration system is 
called a cascade system and is discussed later in this chapter. 

Other desirable characteristics of a refrigerant include being nontoxic, 
noncotrrosive, nonflammable, and chemically stable; having a high enthalpy 
of vaporization (minimizes the mass flow rate); and, of course, being avail- 
able at low cost. 

In the case of heat pumps, the minimum temperature (and pressure) for 
the refrigerant may be considerably higher since heat is usually extracted 
from media that are well above the temperatures encountered in refrigera- 
tion systems. 


11-6 = HEAT PUMP SYSTEMS 


Heat pumps are generally more expensive to purchase and install than other 
heating systems, but they save money in the long run in some areas because 
they lower the heating bills. Despite their relatively higher initial costs, the 
popularity of heat pumps is increasing. About one-third of all single-family 
homes built in the United States in the last decade are heated by heat pumps. 

The most common energy source for heat pumps is atmospheric air (air- 
to-air systems), although water and soil are also used. The major problem 
with air-source systems is frosting, which occurs in humid climates when 
the temperature falls below 2 to 5°C. The frost accumulation on the evapo- 


rator coils is highly undesirable since it seriously disrupts heat transfer. The 
coils can be defrosted, however, by reversing the heat pump cycle (running 
it as an air conditioner). This results in a reduction in the efficiency of the 
system. Water-source systems usually use well water from depths of up to 
80 m in the temperature range of 5 to 18°C, and they do not have a frosting 
problem. They typically have higher COPs but are more complex and 
require easy access to a large body of water such as underground water. 
Ground-source systems are also rather involved since they require long tub- 
ing placed deep in the ground where the soil temperature is relatively con- 
stant. The COP of heat pumps usually ranges between 1.5 and 4, depending 
on the particular system used and the temperature of the source. A new class 
of recently developed heat pumps that use variable-speed electric motor 
drives are at least twice as energy efficient as their predecessors. 

Both the capacity and the efficiency of a heat pump fall significantly at 
low temperatures. Therefore, most air-source heat pumps require a supple- 
mentary heating system such as electric resistance heaters or an oil or gas 
furnace. Since water and soil temperatures do not fluctuate much, supple- 
mentary heating may not be required for water-source or ground-source sys- 
tems. However, the heat pump system must be large enough to meet the 
maximum heating load. 

Heat pumps and air conditioners have the same mechanical components. 
Therefore, it is not economical to have two separate systems to meet the 
heating and cooling requirements of a building. One system can be used as 
a heat pump in winter and an air conditioner in summer. This is accom- 
plished by adding a reversing valve to the cycle, as shown in Fig. 11-9. As 


HEAT PUMP OPERATION—HEATING MODE 


Outdoor coil Reversing valve 


Indoor coil 


Compressor 
Expansion 
valve 


— High-pressure liquid 
Low-pressure liquid—vapor 
Low-pressure vapor 

= High-pressure vapor 


HEAT PUMP OPERATION—COOLING MODE 


Outdoor coil Reversing valve 


i 
] 
| 
] 
Fan | 
] 
| 
T 


Compressor 
Expansion 


valve 


Chapter 11 | 


FIGURE 11-9 


A heat pump can be used to heat a 
house in winter and to cool it in 
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a result of this modification, the condenser of the heat pump (located 
indoors) functions as the evaporator of the air conditioner in summer. Also, 
the evaporator of the heat pump (located outdoors) serves as the condenser 
of the air conditioner. This feature increases the competitiveness of the heat 
pump. Such dual-purpose units are commonly used in motels. 

Heat pumps are most competitive in areas that have a large cooling load 
during the cooling season and a relatively small heating load during the 
heating season, such as in the southern parts of the United States. In these 
areas, the heat pump can meet the entire cooling and heating needs of resi- 
dential or commercial buildings. The heat pump is least competitive in areas 
where the heating load is very large and the cooling load is small, such as in 
the northern parts of the United States. 


11-7 = INNOVATIVE VAPOR-COMPRESSION 
REFRIGERATION SYSTEMS 


The simple vapor-compression refrigeration cycle discussed above is the 
most widely used refrigeration cycle, and it is adequate for most refrigera- 
tion applications. The ordinary vapor-compression refrigeration systems are 
simple, inexpensive, reliable, and practically maintenance-free (when was 
the last time you serviced your household refrigerator?). However, for large 
industrial applications efficiency, not simplicity, is the major concern. Also, 
for some applications the simple vapor-compression refrigeration cycle is 
inadequate and needs to be modified. We now discuss a few such modifica- 
tions and refinements. 


Cascade Refrigeration Systems 


Some industrial applications require moderately low temperatures, and the 
temperature range they involve may be too large for a single vapor- 
compression refrigeration cycle to be practical. A large temperature range 
also means a large pressure range in the cycle and a poor performance for a 
reciprocating compressor. One way of dealing with such situations is to per- 
form the refrigeration process in stages, that is, to have two or more refrig- 
eration cycles that operate in series. Such refrigeration cycles are called 
cascade refrigeration cycles. 

A two-stage cascade refrigeration cycle is shown in Fig. 11—10. The two 
cycles are connected through the heat exchanger in the middle, which serves 
as the evaporator for the topping cycle (cycle A) and the condenser for the 
bottoming cycle (cycle B). Assuming the heat exchanger is well insulated 
and the kinetic and potential energies are negligible, the heat transfer from 
the fluid in the bottoming cycle should be equal to the heat transfer to the 
fluid in the topping cycle. Thus, the ratio of mass flow rates through each 
cycle should be 

ma h — h 


tina (hs — hg) = mg(h, — hy) > heh (11-9) 
B 5 8 


Also, 


Ò, mp(hy H h4) 
Boo e 7 11-10 
CO R,cascade ma (he — hs) + Mp (hy = hy) ( ) 


net,in 
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FIGURE 11-10 


A two-stage cascade refrigeration system with the same refrigerant in both stages. 


In the cascade system shown in the figure, the refrigerants in both cycles 
are assumed to be the same. This is not necessary, however, since there is no 
mixing taking place in the heat exchanger. Therefore, refrigerants with more 
desirable characteristics can be used in each cycle. In this case, there would 
be a separate saturation dome for each fluid, and the 7-s diagram for one of 
the cycles would be different. Also, in actual cascade refrigeration systems, 
the two cycles would overlap somewhat since a temperature difference 
between the two fluids is needed for any heat transfer to take place. 

It is evident from the T-s diagram in Fig. 11—10 that the compressor work 
decreases and the amount of heat absorbed from the refrigerated space 
increases as a result of cascading. Therefore, cascading improves the COP 
of a refrigeration system. Some refrigeration systems use three or four 
stages of cascading. 


EXAMPLE 11-3 A Two-Stage Cascade Refrigeration Cycle 


Consider a two-stage cascade refrigeration system operating between the pres- 
sure limits of 0.8 and 0.14 MPa. Each stage operates on an ideal vapor- 
compression refrigeration cycle with refrigerant-134a as the working fluid. Heat 
rejection from the lower cycle to the upper cycle takes place in an adiabatic 
counterflow heat exchanger where both streams enter at about 0.32 MPa. 
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FIGURE 11-11 


T-s diagram of the cascade 
refrigeration cycle described in 
Example 11-3. 


(In practice, the working fluid of the lower cycle is at a higher pressure and 
temperature in the heat exchanger for effective heat transfer.) If the mass flow 
rate of the refrigerant through the upper cycle is 0.05 kg/s, determine (a) the 
mass flow rate of the refrigerant through the lower cycle, (b) the rate of heat 
removal from the refrigerated space and the power input to the compressor, 
and (c) the coefficient of performance of this cascade refrigerator. 


Solution A cascade refrigeration system operating between the specified 
pressure limits is considered. The mass flow rate of the refrigerant through 
the lower cycle, the rate of refrigeration, the power input, and the COP are to 
be determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 3 The heat exchanger is adiabatic. 

Properties The enthalpies of the refrigerant at all eight states are deter- 
mined from the refrigerant tables and are indicated on the 7-s diagram. 
Analysis The T-s diagram of the refrigeration cycle is shown in Fig. 11-11. 
The topping cycle is labeled cycle A and the bottoming one, cycle B. For 
both cycles, the refrigerant leaves the condenser as a saturated liquid and 
enters the compressor as saturated vapor. 


(a) The mass flow rate of the refrigerant through the lower cycle is deter- 
mined from the steady-flow energy balance on the adiabatic heat exchanger, 


E ou = Ein — > ahs + Mgh = mghg + mgh 
ma(hs — hg) = mg(h2 — hs) 
(0.05 kg/s)[ (251.88 — 95.47) kJ/kg] = mgl (255.93 — 55.16) kJ/kg] 
Mpg = 0.0390 kg/s 
(b) The rate of heat removal by a cascade cycle is the rate of heat absorption 


in the evaporator of the lowest stage. The power input to a cascade cycle is 
the sum of the power inputs to all of the compressors: 


Ò, = tng(h, — h4) = (0.0390 kg/s)[ (239.16 — 55.16) kJ/kg] = 7.18 kW 
Wir = Wears Lin ir Wan in Ma (Ne hs) me(hy hı) 


TA 
h; = 55.16 


hg = 270.92 kI/kg 
hy = 255.93 


hs = 251.88 


h, = 239.16 


hy = 55.16 


ay 
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= (0.05 kg/s)[ (270.92 — 251.88) kJ/kg] 
+ (0.039 kg/s)[ (255.93 — 239.16) kJ/kg] 
= 1.61 kW 
(c) The COP of a refrigeration system is the ratio of the refrigeration rate to 
the net power input: 


Òr _ 7.18kW _ 
1.61 kW 


CO == 4.46 


net,in 
Discussion This problem was worked out in Example 11-1 for a single-stage 
refrigeration system. Notice that the COP of the refrigeration system 
increases from 3.97 to 4.46 as a result of cascading. The COP of the system 
can be increased even more by increasing the number of cascade stages. 


Multistage Compression Refrigeration Systems 


When the fluid used throughout the cascade refrigeration system is the same, 
the heat exchanger between the stages can be replaced by a mixing chamber 
(called a flash chamber) since it has better heat transfer characteristics. Such 
systems are called multistage compression refrigeration systems. A two- 
stage compression refrigeration system is shown in Fig. 11-12. 
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A two-stage compression refrigeration system with a flash chamber. 


624 


Thermodynamics 


In this system, the liquid refrigerant expands in the first expansion valve 
to the flash chamber pressure, which is the same as the compressor inter- 
stage pressure. Part of the liquid vaporizes during this process. This satu- 
rated vapor (state 3) is mixed with the superheated vapor from the 
low-pressure compressor (state 2), and the mixture enters the high-pressure 
compressor at state 9. This is, in essence, a regeneration process. The satu- 
rated liquid (state 7) expands through the second expansion valve into the 
evaporator, where it picks up heat from the refrigerated space. 

The compression process in this system resembles a two-stage compres- 
sion with intercooling, and the compressor work decreases. Care should be 
exercised in the interpretations of the areas on the 7-s diagram in this case 
since the mass flow rates are different in different parts of the cycle. 


EXAMPLE 11-4 A Two-Stage Refrigeration Cycle 
with a Flash Chamber 


Consider a two-stage compression refrigeration system operating between the 
pressure limits of 0.8 and 0.14 MPa. The working fluid is refrigerant-134a. 
The refrigerant leaves the condenser as a saturated liquid and is throttled to 
a flash chamber operating at 0.32 MPa. Part of the refrigerant evaporates 
during this flashing process, and this vapor is mixed with the refrigerant 
leaving the low-pressure compressor. The mixture is then compressed to the 
condenser pressure by the high-pressure compressor. The liquid in the flash 
chamber is throttled to the evaporator pressure and cools the refrigerated 
space as it vaporizes in the evaporator. Assuming the refrigerant leaves the 
evaporator as a saturated vapor and both compressors are isentropic, deter- 
mine (a) the fraction of the refrigerant that evaporates as it is throttled to 
the flash chamber, (b) the amount of heat removed from the refrigerated 
space and the compressor work per unit mass of refrigerant flowing through 
the condenser, and (c) the coefficient of performance. 


Solution A two-stage compression refrigeration system operating between 
specified pressure limits is considered. The fraction of the refrigerant that 
evaporates in the flash chamber, the refrigeration and work input per unit 
mass, and the COP are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential 
energy changes are negligible. 3 The flash chamber is adiabatic. 

Properties The enthalpies of the refrigerant at various states are determined 
from the refrigerant tables and are indicated on the T-s diagram. 

Analysis The T-s diagram of the refrigeration cycle is shown in Fig. 11-13. 
We note that the refrigerant leaves the condenser as saturated liquid and 
enters the low-pressure compressor as saturated vapor. 


(a) The fraction of the refrigerant that evaporates as it is throttled to the 
flash chamber is simply the quality at state 6, which is 

he — hy 95.47 — 55.16 
hg 196.71 


8 


xX = = 0.2049 


(b) The amount of heat removed from the refrigerated space and the compres- 
sor work input per unit mass of refrigerant flowing through the condenser are 
qı = (1 — xe) (hı — hg) 
= (1 — 0.2049)| (239.16 — 55.16) kJ/kg] = 146.3 kJ/kg 
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and 


Win = Weomp Lin ap Weomp ILin — (il x6) (ho hı) H (1) (h4 ho) 


The enthalpy at state 9 is determined from an energy balance on the mixing 


chamber, 
Ioi = E, 
(1)hy = x6h3 + (1 — x6) hy 


hy = (0.2049) (251.88) + (1 — 0.2049) (255.93) = 255.10 kJ/kg 


Also, S = 0.9416 kJ/kg - K. Thus the enthalpy at state 4 (0.8 MPa, s, = 
Sq) IS hy = 274.48 kJ/kg. Substituting, 


Win = (1 — 0.2049)f (255.93 — 239.16) kJ/kg] + (274.48 — 255.10) kJ/kg 
= 32.71 kJ/kg 
(c) The coefficient of performance is 


qu 146.3 kJ/kg 
Win 32.71 kJ/kg 


COP, = 4.47 

Discussion This problem was worked out in Example 11-1 for a single-stage 
refrigeration system (COP = 3.97) and in Example 11-3 for a two-stage cas- 
cade refrigeration system (COP = 4.46). Notice that the COP of the refriger- 
ation system increased considerably relative to the single-stage compression 
but did not change much relative to the two-stage cascade compression. 


Multipurpose Refrigeration Systems 

with a Single Compressor 

Some applications require refrigeration at more than one temperature. This 
could be accomplished by using a separate throttling valve and a separate 
compressor for each evaporator operating at different temperatures. However, 
such a system is bulky and probably uneconomical. A more practical and 
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Schematic and T-s diagram for a refrigerator—freezer unit with one compressor. 


economical approach would be to route all the exit streams from the evapora- 
tors to a single compressor and let it handle the compression process for the 
entire system. 

Consider, for example, an ordinary refrigerator-freezer unit. A simplified 
schematic of the unit and the 7-s diagram of the cycle are shown in 
Fig. 11-14. Most refrigerated goods have a high water content, and the 
refrigerated space must be maintained above the ice point to prevent freez- 
ing. The freezer compartment, however, is maintained at about —18°C. 
Therefore, the refrigerant should enter the freezer at about —25°C to have 
heat transfer at a reasonable rate in the freezer. If a single expansion valve 
and evaporator were used, the refrigerant would have to circulate in both 
compartments at about —25°C, which would cause ice formation in the 
neighborhood of the evaporator coils and dehydration of the produce. This 
problem can be eliminated by throttling the refrigerant to a higher pressure 
(hence temperature) for use in the refrigerated space and then throttling it to 
the minimum pressure for use in the freezer. The entire refrigerant leaving 
the freezer compartment is subsequently compressed by a single compressor 
to the condenser pressure. 


Liquefaction of Gases 


The liquefaction of gases has always been an important area of refrigeration 
since many important scientific and engineering processes at cryogenic tem- 
peratures (temperatures below about —100°C) depend on liquefied gases. 
Some examples of such processes are the separation of oxygen and nitrogen 
from air, preparation of liquid propellants for rockets, the study of material 
properties at low temperatures, and the study of some exciting phenomena 
such as superconductivity. 


At temperatures above the critical-point value, a substance exists in the 
gas phase only. The critical temperatures of helium, hydrogen, and nitrogen 
(three commonly used liquefied gases) are —268, —240, and —147°C, 
respectively. Therefore, none of these substances exist in liquid form at 
atmospheric conditions. Furthermore, low temperatures of this magnitude 
cannot be obtained by ordinary refrigeration techniques. Then the question 
that needs to be answered in the liquefaction of gases is this: How can we 
lower the temperature of a gas below its critical-point value? 

Several cycles, some complex and others simple, are used successfully for 
the liquefaction of gases. Below we discuss the Linde-Hampson cycle, 
which is shown schematically and on a T-s diagram in Fig. 11-15. 

Makeup gas is mixed with the uncondensed portion of the gas from the 
previous cycle, and the mixture at state 2 is compressed by a multistage 
compressor to state 3. The compression process approaches an isothermal 
process due to intercooling. The high-pressure gas is cooled in an after- 
cooler by a cooling medium or by a separate external refrigeration system to 
state 4. The gas is further cooled in a regenerative counter-flow heat 
exchanger by the uncondensed portion of gas from the previous cycle to 
state 5, and it is throttled to state 6, which is a saturated liquid—vapor mix- 
ture state. The liquid (state 7) is collected as the desired product, and the 
vapor (state 8) is routed through the regenerator to cool the high-pressure 
gas approaching the throttling valve. Finally, the gas is mixed with fresh 
makeup gas, and the cycle is repeated. 
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Linde-Hampson system for liquefying gases. 
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Simple gas refrigeration cycle. 


This and other refrigeration cycles used for the liquefaction of gases can 
also be used for the solidification of gases. 


11-8 = GAS REFRIGERATION CYCLES 


As explained in Sec. 11-2, the Carnot cycle (the standard of comparison for 
power cycles) and the reversed Carnot cycle (the standard of comparison 
for refrigeration cycles) are identical, except that the reversed Carnot cycle 
operates in the reverse direction. This suggests that the power cycles dis- 
cussed in earlier chapters can be used as refrigeration cycles by simply 
reversing them. In fact, the vapor-compression refrigeration cycle is essen- 
tially a modified Rankine cycle operating in reverse. Another example is the 
reversed Stirling cycle, which is the cycle on which Stirling refrigerators 
operate. In this section, we discuss the reversed Brayton cycle, better known 
as the gas refrigeration cycle. 

Consider the gas refrigeration cycle shown in Fig. 11—16. The surround- 
ings are at Tọ, and the refrigerated space is to be maintained at T;. The gas 
is compressed during process 1-2. The high-pressure, high-temperature gas 
at state 2 is then cooled at constant pressure to Tọ by rejecting heat to the 
surroundings. This is followed by an expansion process in a turbine, during 
which the gas temperature drops to T,. (Can we achieve the cooling effect 
by using a throttling valve instead of a turbine?) Finally, the cool gas 
absorbs heat from the refrigerated space until its temperature rises to T}. 


All the processes described are internally reversible, and the cycle exe- 
cuted is the ideal gas refrigeration cycle. In actual gas refrigeration cycles, 
the compression and expansion processes deviate from the isentropic ones, 
and T; is higher than Tọ unless the heat exchanger is infinitely large. 

On a T-s diagram, the area under process curve 4-1 represents the heat 
removed from the refrigerated space, and the enclosed area 1-2-3-4-1 repre- 
sents the net work input. The ratio of these areas is the COP for the cycle, 
which may be expressed as 


COP, = qL = qL 


Whet,in 


(11-11) 


Weomp,in ~~ Witurb,out 
where 
qı = hı = hy 
Wturb,out = h3 = hy 
Weomp,in = hy = hı 


The gas refrigeration cycle deviates from the reversed Carnot cycle 
because the heat transfer processes are not isothermal. In fact, the gas tem- 
perature varies considerably during heat transfer processes. Consequently, the 
gas refrigeration cycles have lower COPs relative to the vapor-compression 
refrigeration cycles or the reversed Carnot cycle. This is also evident from 
the T-s diagram in Fig. 11-17. The reversed Carnot cycle consumes a frac- 
tion of the net work (rectangular area 1A3B) but produces a greater amount 
of refrigeration (triangular area under B1). 

Despite their relatively low COPs, the gas refrigeration cycles have two 
desirable characteristics: They involve simple, lighter components, which 
make them suitable for aircraft cooling, and they can incorporate regenera- 
tion, which makes them suitable for liquefaction of gases and cryogenic 
applications. An open-cycle aircraft cooling system is shown in Fig. 11-18. 
Atmospheric air is compressed by a compressor, cooled by the surrounding 
air, and expanded in a turbine. The cool air leaving the turbine is then 
directly routed to the cabin. 
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FIGURE 11-17 


A reserved Carnot cycle produces 
more refrigeration (area under B1) 
with less work input (area 1A3B). 


FIGURE 11-18 


An open-cycle aircraft cooling system. 
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Gas refrigeration cycle with regeneration. 
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FIGURE 11-20 

T-s diagram of the ideal-gas 
refrigeration cycle described in 
Example 11-5. 


By 


The regenerative gas cycle is shown in Fig. 11—19. Regenerative cooling 
is achieved by inserting a counter-flow heat exchanger into the cycle. With- 
out regeneration, the lowest turbine inlet temperature is Tọ, the temperature 
of the surroundings or any other cooling medium. With regeneration, the 
high-pressure gas is further cooled to T, before expanding in the turbine. 
Lowering the turbine inlet temperature automatically lowers the turbine exit 
temperature, which is the minimum temperature in the cycle. Extremely low 
temperatures can be achieved by repeating this process. 


EXAMPLE 11-5 The Simple Ideal Gas Refrigeration Cycle 


An ideal gas refrigeration cycle using air as the working medium is to maintain 
a refrigerated space at O°F while rejecting heat to the surrounding medium at 
80°F. The pressure ratio of the compressor is 4. Determine (a) the maximum 
and minimum temperatures in the cycle, (b) the coefficient of performance, 
and (c) the rate of refrigeration for a mass flow rate of 0.1 Ibm/s. 


Solution An ideal gas refrigeration cycle using air as the working fluid is 
considered. The maximum and minimum temperatures, the COP, and the 
rate of refrigeration are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas with 
variable specific heats. 3 Kinetic and potential energy changes are negligible. 
Analysis The T-s diagram of the gas refrigeration cycle is shown in 
Fig. 11-20. We note that this is an ideal gas-compression refrigeration 
cycle, and thus, both the compressor and the turbine are isentropic, and the 
air is cooled to the environment temperature before it enters the turbine. 


(a) The maximum and minimum temperatures in the cycle are determined 
from the isentropic relations of ideal gases for the compression and expansion 
processes. From Table A-17E, 


T; =460R — > h = 109.90 Btu/lbm and P,, = 0.7913 


ee _ hy = 163.5 Btu/Ibm 
Pa =p Pa = @N0.1913) = 3.165 —> T a 22) 
T, =540R —> h,= 129.06 Btu/lbm and P, = 1.3860 
A h, = 86.7 Btu/lbm 
e = 0.3465 —> e E 


Therefore, the highest and the lowest temperatures in the cycle are 223 and 
—97°F, respectively. 


(b) The COP of this ideal gas refrigeration cycle is 


COP, = Ci 4L 
ka Wanna ~ Waai 
where 
qı = hy — h, = 109.9 — 86.7 = 23.2 Btu/lbm 
Wurbout = 23 — h4 = 129.06 — 86.7 = 42.36 Btu/lbm 
Werau = la ~ i = 6S = IWO = Se iom 
Thus, 
COP, = uae 2.06 
53.6 — 42.36 


(c) The rate of refrigeration is 
Ò etig = (qr) = (0.1 lbm/s) (23.2 Btu/Ibm) = 2.32 Btu/s 


Discussion It is worth noting that an ideal vapor-compression cycle working 
under similar conditions would have a COP greater than 3. 


11-9 = ABSORPTION REFRIGERATION SYSTEMS 


Another form of refrigeration that becomes economically attractive when 
there is a source of inexpensive thermal energy at a temperature of 100 to 
200°C is absorption refrigeration. Some examples of inexpensive thermal 
energy sources include geothermal energy, solar energy, and waste heat 
from cogeneration or process steam plants, and even natural gas when it is 
available at a relatively low price. 

As the name implies, absorption refrigeration systems involve the absorp- 
tion of a refrigerant by a transport medium. The most widely used absorp- 
tion refrigeration system is the ammonia—water system, where ammonia 
(NH) serves as the refrigerant and water (H,O) as the transport medium. 
Other absorption refrigeration systems include water—lithium bromide 
and water—lithium chloride systems, where water serves as the refrigerant. 
The latter two systems are limited to applications such as air-conditioning 
where the minimum temperature is above the freezing point of water. 
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FIGURE 11-21 


Ammonia absorption refrigeration 
cycle. 


To understand the basic principles involved in absorption refrigeration, we 
examine the NH,—-H,O system shown in Fig. 11-21. The ammonia—water 
refrigeration machine was patented by the Frenchman Ferdinand Carre in 
1859. Within a few years, the machines based on this principle were being 
built in the United States primarily to make ice and store food. You will 
immediately notice from the figure that this system looks very much like 
the vapor-compression system, except that the compressor has been 
replaced by a complex absorption mechanism consisting of an absorber, a 
pump, a generator, a regenerator, a valve, and a rectifier. Once the pressure 
of NH; is raised by the components in the box (this is the only thing they 
are set up to do), it is cooled and condensed in the condenser by rejecting 
heat to the surroundings, is throttled to the evaporator pressure, and absorbs 
heat from the refrigerated space as it flows through the evaporator. So, there 
is nothing new there. Here is what happens in the box: 

Ammonia vapor leaves the evaporator and enters the absorber, where it 
dissolves and reacts with water to form NH, - H,O. This is an exothermic 
reaction; thus heat is released during this process. The amount of NH, that 
can be dissolved in H,O is inversely proportional to the temperature. There- 
fore, it is necessary to cool the absorber to maintain its temperature as low 
as possible, hence to maximize the amount of NH, dissolved in water. The 
liquid NH, + H,O solution, which is rich in NH, is then pumped to the 
generator. Heat is transferred to the solution from a source to vaporize some 
of the solution. The vapor, which is rich in NH, passes through a rectifier, 
which separates the water and returns it to the generator. The high-pressure 
pure NH, vapor then continues its journey through the rest of the cycle. The 
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hot NH, + H,O solution, which is weak in NH, then passes through a 
regenerator, where it transfers some heat to the rich solution leaving the 
pump, and is throttled to the absorber pressure. 

Compared with vapor-compression systems, absorption refrigeration sys- 
tems have one major advantage: A liquid is compressed instead of a vapor. 
The steady-flow work is proportional to the specific volume, and thus the 
work input for absorption refrigeration systems is very small (on the order 
of one percent of the heat supplied to the generator) and often neglected in 
the cycle analysis. The operation of these systems is based on heat transfer 
from an external source. Therefore, absorption refrigeration systems are 
often classified as heat-driven systems. 

The absorption refrigeration systems are much more expensive than the 
vapor-compression refrigeration systems. They are more complex and 
occupy more space, they are much less efficient thus requiring much larger 
cooling towers to reject the waste heat, and they are more difficult to service 
since they are less common. Therefore, absorption refrigeration systems 
should be considered only when the unit cost of thermal energy is low and 
is projected to remain low relative to electricity. Absorption refrigeration 
systems are primarily used in large commercial and industrial installations. 

The COP of absorption refrigeration systems is defined as 


Desired output OQ, — QO, 
oe a Woop Os 


The maximum COP of an absorption refrigeration system is determined by 
assuming that the entire cycle is totally reversible (i.e., the cycle involves no 
irreversibilities and any heat transfer is through a differential temperature dif- 
ference). The refrigeration system would be reversible if the heat from the 
source (Qen) were transferred to a Carnot heat engine, and the work output 
of this heat engine (W = Nn rev Quen) is supplied to a Carnot vereeon io to 
remove heat from the refrigerated space. Note that Q, = W X COPriey = 
Nin,rev QgenCOPR rev: Then the overall COP of an absorption refrigeration sys- 
tem under reversible conditions becomes (Fig. 11-22) 


To T, 
ae 2) ( ‘ ) (11-13) 
Os i; b- T, 


where 7,, Tọ, and T, are the thermodynamic temperatures of the refrigerated 
space, the environment, and the heat source, respectively. Any absorption 
refrigeration system that receives heat from a source at T, and removes heat 
from the refrigerated space at T, while operating in an environment at 7) 
has a lower COP than the one determined from Eq. 11-13. For example, 
when the source is at 120°C, the refrigerated space is at —10°C, and the 
environment is at 25°C, the maximum COP that an absorption refrigeration 
system can have is 1.8. The COP of actual absorption refrigeration systems 
is usually less than 1. 

Air-conditioning systems based on absorption refrigeration, called 
absorption chillers, perform best when the heat source can supply heat at a 
high temperature with little temperature drop. The absorption chillers are 
typically rated at an input temperature of 116°C (240°F). The chillers per- 
form at lower temperatures, but their cooling capacity decreases sharply with 


COP hicmi ~~ (1 1-1 2) 


Required input 


COP capa = = Thihzev OP Rey = (i 
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Determining the maximum COP of an 
absorption refrigeration system. 
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TOPIC OF SPECIAL INTEREST* 


decreasing source temperature, about 12.5 percent for each 6°C (10°F) drop 
in the source temperature. For example, the capacity goes down to 50 per- 
cent when the supply water temperature drops to 93°C (200°F). In that case, 
one needs to double the size (and thus the cost) of the chiller to achieve the 
same cooling. The COP of the chiller is affected less by the decline of the 
source temperature. The COP drops by 2.5 percent for each 6°C (10°F) 
drop in the source temperature. The nominal COP of single-stage absorption 
chillers at 116°C (240°F) is 0.65 to 0.70. Therefore, for each ton of refriger- 
ation, a heat input of (12,000 Btu/h)/0.65 = 18,460 Btu/h is required. 
At 88°C (190°F), the COP drops by 12.5 percent and thus the heat input 
increases by 12.5 percent for the same cooling effect. Therefore, the eco- 
nomic aspects must be evaluated carefully before any absorption refrigera- 
tion system is considered, especially when the source temperature is below 
93°C (200°F). 

Another absorption refrigeration system that is quite popular with 
campers is a propane-fired system invented by two Swedish undergraduate 
students. In this system, the pump is replaced by a third fluid (hydrogen), 
which makes it a truly portable unit. 


Thermoelectric Power Generation and Refrigeration Systems 


Metal B f 


FIGURE 11-23 


When one of the junctions of two 
dissimilar metals is heated, a current 7 
flows through the closed circuit. 


FIGURE 11-24 

When a thermoelectric circuit is 
broken, a potential difference is 
generated. 


All the refrigeration systems discussed above involve many moving parts and 
bulky, complex components. Then this question comes to mind: Is it really 
necessary for a refrigeration system to be so complex? Can we not achieve 
the same effect in a more direct way? The answer to this question is yes. It is 
possible to use electric energy more directly to produce cooling without 
involving any refrigerants and moving parts. Below we discuss one such sys- 
tem, called thermoelectric refrigerator. 

Consider two wires made from different metals joined at both ends (junc- 
tions), forming a closed circuit. Ordinarily, nothing will happen. However, 
when one of the ends is heated, something interesting happens: A current 
flows continuously in the circuit, as shown in Fig. 11-23. This is called the 
Seebeck effect, in honor of Thomas Seebeck, who made this discovery in 
1821. The circuit that incorporates both thermal and electrical effects is called 
a thermoelectric circuit, and a device that operates on this circuit is called a 
thermoelectric device. 

The Seebeck effect has two major applications: temperature measurement 
and power generation. When the thermoelectric circuit is broken, as shown in 
Fig. 11-24, the current ceases to flow, and we can measure the driving force 
(the electromotive force) or the voltage generated in the circuit by a voltmeter. 
The voltage generated is a function of the temperature difference and the 
materials of the two wires used. Therefore, temperature can be measured by 
simply measuring voltages. The two wires used to measure the temperature in 


*This section can be skipped without a loss in continuity. 


this manner form a thermocouple, which is the most versatile and most 
widely used temperature measurement device. A common T-type thermocou- 
ple, for example, consists of copper and constantan wires, and it produces 
about 40 uV per °C difference. 

The Seebeck effect also forms the basis for thermoelectric power genera- 
tion. The schematic diagram of a thermoelectric generator is shown in Fig. 
11-25. Heat is transferred from a high-temperature source to the hot junction 
in the amount of Qp, and it is rejected to a low-temperature sink from the 
cold junction in the amount of Q,. The difference between these two quanti- 
ties is the net electrical work produced, that is, W, = Qy — Q,. It is evident 
from Fig. 11-25 that the thermoelectric power cycle closely resembles an 
ordinary heat engine cycle, with electrons serving as the working fluid. 
Therefore, the thermal efficiency of a thermoelectric generator operating 
between the temperature limits of Ty and T, is limited by the efficiency of a 
Carnot cycle operating between the same temperature limits. Thus, in the 
absence of any irreversibilities (such as /?R heating, where R is the total 
electrical resistance of the wires), the thermoelectric generator will have the 
Carnot efficiency. 

The major drawback of thermoelectric generators is their low efficiency. 
The future success of these devices depends on finding materials with more 
desirable characteristics. For example, the voltage output of thermoelectric 
devices has been increased several times by switching from metal pairs to 
semiconductors. A practical thermoelectric generator using n-type (heavily 
doped to create excess electrons) and p-type (heavily doped to create a defi- 
ciency of electrons) materials connected in series is shown in Fig. 11-26. 
Despite their low efficiencies, thermoelectric generators have definite weight 
and reliability advantages and are presently used in rural areas and in space 
applications. For example, silicon—germanium-based thermoelectric genera- 
tors have been powering Voyager spacecraft since 1980 and are expected to 
continue generating power for many more years. 

If Seebeck had been fluent in thermodynamics, he would probably have 
tried reversing the direction of flow of electrons in the thermoelectric circuit 
(by externally applying a potential difference in the reverse direction) to cre- 
ate a refrigeration effect. But this honor belongs to Jean Charles Athanase 
Peltier, who discovered this phenomenon in 1834. He noticed during his 
experiments that when a small current was passed through the junction of two 
dissimilar wires, the junction was cooled, as shown in Fig. 11-27. This is 
called the Peltier effect, and it forms the basis for thermoelectric refrigera- 
tion. A practical thermoelectric refrigeration circuit using semiconductor 
materials is shown in Fig. 11-28. Heat is absorbed from the refrigerated space 
in the amount of Q, and rejected to the warmer environment in the amount of 
Qy. The difference between these two quantities is the net electrical work that 
needs to be supplied; that is, W, = Q, — Q,. Thermoelectric refrigerators 
presently cannot compete with vapor-compression refrigeration systems 
because of their low coefficient of performance. They are available in the 
market, however, and are preferred in some applications because of their 
small size, simplicity, quietness, and reliability. 
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Schematic of a simple thermoelectric 
power generator. 
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A thermoelectric power generator. 
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FIGURE 11-27 


When a current is passed through the 
junction of two dissimilar materials, 
the junction is cooled. 
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A thermoelectric refrigerator. 


SUMMARY 


EXAMPLE 11-6 Cooling of a Canned Drink 


by a Thermoelectric Refrigerator 


A thermoelectric refrigerator that resembles a small ice chest is powered by 
a car battery and has a COP of 0.1. If the refrigerator cools a 0.350-L 
canned drink from 20 to 4°C in 30 min, determine the average electric 
power consumed by the thermoelectric refrigerator. 


Solution A thermoelectric refrigerator with a specified COP is used to cool 
canned drinks. The power consumption of the refrigerator is to be determined. 
Assumptions Heat transfer through the walls of the refrigerator is negligible 
during operation. 

Properties The properties of canned drinks are the same as those of water 
at room temperature, p = 1 kg/L and c = 4.18 kJ/kg - °C (Table A-3). 
Analysis The cooling rate of the refrigerator is simply the rate of decrease of 
the energy of the canned drinks, 


m = pV = (1 kg/L) (0.350 L) = 0.350 kg 
Ocooting = mc AT = (0.350 kg) (4.18 kJ/kg °C) (20 — 4)°C = 23.4 KJ 


: ONNE 23.4 KJ 
= = ——— = 0.0130 kW = 13 W 
a> =e ae N 
Then the average power consumed by the refrigerator becomes 
w Oln 13 W 130 W 
2 COPR 0.10 


Discussion lIn reality, the power consumption will be larger because of the 
heat gain through the walls of the refrigerator. 


The transfer of heat from lower temperature regions to higher 
temperature ones is called refrigeration. Devices that produce 
refrigeration are called refrigerators, and the cycles on which 
they operate are called refrigeration cycles. The working flu- 
ids used in refrigerators are called refrigerants. Refrigerators 
used for the purpose of heating a space by transferring heat 
from a cooler medium are called heat pumps. 

The performance of refrigerators and heat pumps is 
expressed in terms of coefficient of performance (COP), 


defined as 
Desired output Cooling effect Q, 


Wietin 


COP, = = 
i Required output Work input 


Desired output Heating effect On 


Wretin 


COPup = = 
= Required input Work input 


The standard of comparison for refrigeration cycles is the 
reversed Carnot cycle. A refrigerator or heat pump that oper- 
ates on the reversed Carnot cycle is called a Carnot refrigera- 
tor or a Carnot heat pump, and their COPs are 


1 
COP cance = 
R,Carnot T/T. = i 

1 
COP xp.camot = Tgh 
L H 


The most widely used refrigeration cycle is the vapor- 
compression refrigeration cycle. In an ideal vapor-compression 
refrigeration cycle, the refrigerant enters the compressor as a 
saturated vapor and is cooled to the saturated liquid state in 
the condenser. It is then throttled to the evaporator pressure 
and vaporizes as it absorbs heat from the refrigerated space. 


Very low temperatures can be achieved by operating two or 
more vapor-compression systems in series, called cascading. 
The COP of a refrigeration system also increases as a result 
of cascading. Another way of improving the performance of a 
vapor-compression refrigeration system is by using multi- 
stage compression with regenerative cooling. A refrigerator 
with a single compressor can provide refrigeration at several 
temperatures by throttling the refrigerant in stages. The 
vapor-compression refrigeration cycle can also be used to liq- 
uefy gases after some modifications. 

The power cycles can be used as refrigeration cycles by 
simply reversing them. Of these, the reversed Brayton cycle, 
which is also known as the gas refrigeration cycle, is used 
to cool aircraft and to obtain very low (cryogenic) tempera- 
tures after it is modified with regeneration. The work output 
of the turbine can be used to reduce the work input require- 
ments to the compressor. Thus the COP of a gas refrigeration 
cycle is 


COP absorption = 4 = n 


net,in Weomp,in ag Wturb,out 
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Another form of refrigeration that becomes economically 
attractive when there is a source of inexpensive thermal energy 
at a temperature of 100 to 200°C is absorption refrigeration, 
where the refrigerant is absorbed by a transport medium and 
compressed in liquid form. The most widely used absorption 
refrigeration system is the ammonia—water system, where 
ammonia serves as the refrigerant and water as the transport 
medium. The work input to the pump is usually very small, 
and the COP of absorption refrigeration systems is defined as 


Desired output QL 2r 
Required input Q sen + Wpumpin Q gen 


COP absorption ~~ 


The maximum COP an absorption refrigeration system can 
have is determined by assuming totally reversible conditions, 


which y ields 
:) ( L ) 


where To, T,, and T, are the thermodynamic temperatures of 
the environment, the refrigerated space, and the heat source, 
respectively. 


COP rey absorption = Nth,rev COP rev ~ (1 
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PROBLEMS* 


The Reversed Carnot Cycle 


11-1C Why is the reversed Carnot cycle executed within the 
saturation dome not a realistic model for refrigeration cycles? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


11-2 A steady-flow Carnot refrigeration cycle uses refriger- 
ant-134a as the working fluid. The refrigerant changes from 
saturated vapor to saturated liquid at 30°C in the condenser 
as it rejects heat. The evaporator pressure is 160 kPa. Show 
the cycle on a T-s diagram relative to saturation lines, and 
determine (a) the coefficient of performance, (b) the amount 
of heat absorbed from the refrigerated space, and (c) the net 
work input. Answers: (a) 5.64, (b) 147 kJ/kg, (c) 26.1 kJ/kg 


11-3E Refrigerant-134a enters the condenser of a steady- 
flow Carnot refrigerator as a saturated vapor at 90 psia, and it 
leaves with a quality of 0.05. The heat absorption from the 
refrigerated space takes place at a pressure of 30 psia. Show 
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the cycle on a T-s diagram relative to saturation lines, and 
determine (a) the coefficient of performance, (b) the quality 
at the beginning of the heat-absorption process, and (c) the 
net work input. 


Thermodynamics 


Ideal and Actual Vapor-Compression Refrigeration Cycles 


11-4C Does the ideal vapor-compression refrigeration 
cycle involve any internal irreversibilities? 


11-5C Why is the throttling valve not replaced by an isen- 
tropic turbine in the ideal vapor-compression refrigeration 
cycle? 


11-6C It is proposed to use water instead of refrigerant- 
134a as the working fluid in air-conditioning applications 
where the minimum temperature never falls below the freez- 
ing point. Would you support this proposal? Explain. 


11-7C_ In a refrigeration system, would you recommend con- 
densing the refrigerant-134a at a pressure of 0.7 or 1.0 MPa if 
heat is to be rejected to a cooling medium at 15°C? Why? 


11-8C Does the area enclosed by the cycle on a T-s diagram 
represent the net work input for the reversed Carnot cycle? 
How about for the ideal vapor-compression refrigeration cycle? 


11-9C Consider two vapor-compression refrigeration cycles. 
The refrigerant enters the throttling valve as a saturated liquid 
at 30°C in one cycle and as subcooled liquid at 30°C in the 
other one. The evaporator pressure for both cycles is the same. 
Which cycle do you think will have a higher COP? 

11-10C The COP of vapor-compression refrigeration cycles 
improves when the refrigerant is subcooled before it enters the 
throttling valve. Can the refrigerant be subcooled indefinitely 
to maximize this effect, or is there a lower limit? Explain. 
11-11 A commercial refrigerator with refrigerant-134a as 
the working fluid is used to keep the refrigerated space at 
—30°C by rejecting its waste heat to cooling water that enters 
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the condenser at 18°C at a rate of 0.25 kg/s and leaves at 
26°C. The refrigerant enters the condenser at 1.2 MPa and 
65°C and leaves at 42°C. The inlet state of the compressor is 
60 kPa and —34°C and the compressor is estimated to gain a 
net heat of 450 W from the surroundings. Determine (a) the 
quality of the refrigerant at the evaporator inlet, (b) the refrig- 
eration load, (c) the COP of the refrigerator, and (d) the theo- 
retical maximum refrigeration load for the same power input 
to the compressor. 


11-12 A refrigerator uses refrigerant-134a as the working 
fluid and operates on an ideal vapor-compression refrigeration 
cycle between 0.12 and 0.7 MPa. The mass flow rate of the 
refrigerant is 0.05 kg/s. Show the cycle on a T-s diagram with 
respect to saturation lines. Determine (a) the rate of heat 
removal from the refrigerated space and the power input to the 
compressor, (b) the rate of heat rejection to the environment, 
and (c) the coefficient of performance. Answers: (a) 7.41 kW, 
1.83 kW, (b) 9.23 kW, (c) 4.06 


11-13 Repeat Prob. 11-12 for a condenser pressure of 
0.9 MPa. 


11-14 If the throttling valve in Prob. 11-12 is replaced by 
an isentropic turbine, determine the percentage increase in 
the COP and in the rate of heat removal from the refrigerated 
space. Answers: 4.2 percent, 4.2 percent 


11-15 (a > Consider a 300 kJ/min refrigeration system 

& that operates on an ideal vapor-compression 
refrigeration cycle with refrigerant-134a as the working fluid. 
The refrigerant enters the compressor as saturated vapor at 
140 kPa and is compressed to 800 kPa. Show the cycle on a 
T-s diagram with respect to saturation lines, and determine 
(a) the quality of the refrigerant at the end of the throttling 
process, (b) the coefficient of performance, and (c) the power 
input to the compressor. 


11-16 Reconsider Prob. 11-15. Using EES (or other) 

SS software, investigate the effect of evaporator 
pressure on the COP and the power input. Let the evaporator 
pressure vary from 100 to 400 kPa. Plot the COP and the 
power input as functions of evaporator pressure, and discuss 
the results. 


11-17 Repeat Prob. 11-15 assuming an isentropic effi- 
ciency of 85 percent for the compressor. Also, determine the 
rate of exergy destruction associated with the compression 
process in this case. Take Tọ = 298 K. 


11-18 Refrigerant-134a enters the compressor of a refrigera- 
tor as superheated vapor at 0.14 MPa and —10°C at a rate of 
0.12 kg/s, and it leaves at 0.7 MPa and 50°C. The refrigerant is 
cooled in the condenser to 24°C and 0.65 MPa, and it is throt- 
tled to 0.15 MPa. Disregarding any heat transfer and pressure 
drops in the connecting lines between the components, show 
the cycle on a T-s diagram with respect to saturation lines, and 
determine (a) the rate of heat removal from the refrigerated 


space and the power input to the compressor, (b) the isentropic 
efficiency of the compressor, and (c) the COP of the refrigera- 
tor. Answers: (a) 19.4 kW, 5.06 kW, (b) 82.5 percent, (c) 3.83 


11-19E An ice-making machine operates on the ideal 
vapor-compression cycle, using refrigerant-134a. The refrig- 
erant enters the compressor as saturated vapor at 20 psia and 
leaves the condenser as saturated liquid at 80 psia. Water 
enters the ice machine at 55°F and leaves as ice at 25°F. For 
an ice production rate of 15 Ibm/h, determine the power input 
to the ice machine (169 Btu of heat needs to be removed 
from each Ibm of water at 55°F to turn it into ice at 25°F). 


11-20 Refrigerant-134a enters the compressor of a refrigera- 
tor at 140 kPa and —10°C at a rate of 0.3 m/min and leaves 
at | MPa. The isentropic efficiency of the compressor is 78 
percent. The refrigerant enters the throttling valve at 0.95 MPa 
and 30°C and leaves the evaporator as saturated vapor at 
—18.5°C. Show the cycle on a T-s diagram with respect to 
saturation lines, and determine (a) the power input to the com- 
pressor, (b) the rate of heat removal from the refrigerated 
space, and (c) the pressure drop and rate of heat gain in the 
line between the evaporator and the compressor. Answers: 
(a) 1.88 kW, (b) 4.99 kW, (c) 1.65 kPa, 0.241 kW 


11-21 Reconsider Prob. 11-20. Using EES (or other) 

SS software, investigate the effects of varying the 
compressor isentropic efficiency over the range 60 to 100 
percent and the compressor inlet volume flow rate from 0.1 
to 1.0 m?/min on the power input and the rate of refrigera- 
tion. Plot the rate of refrigeration and the power input to the 
compressor as functions of compressor efficiency for com- 
pressor inlet volume flow rates of 0.1, 0.5, and 1.0 m?/min, 
and discuss the results. 


11-22 A refrigerator uses refrigerant-134a as the working 
fluid and operates on the ideal vapor-compression refrigera- 
tion cycle. The refrigerant enters the evaporator at 120 kPa 
with a quality of 30 percent and leaves the compressor at 
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60°C. If the compressor consumes 450 W of power, deter- 
mine (a) the mass flow rate of the refrigerant, (b) the con- 
denser pressure, and (c) the COP of the refrigerator. 
Answers: (a) 0.00727 kg/s, (b) 672 kPa, (c) 2.43 


Selecting the Right Refrigerant 


11-23C When selecting a refrigerant for a certain applica- 
tion, what qualities would you look for in the refrigerant? 


11-24C Consider a refrigeration system using refrigerant- 
134a as the working fluid. If this refrigerator is to operate in 
an environment at 30°C, what is the minimum pressure to 
which the refrigerant should be compressed? Why? 


11-25C A refrigerant-134a refrigerator is to maintain the 
refrigerated space at — 10°C. Would you recommend an evap- 
orator pressure of 0.12 or 0.14 MPa for this system? Why? 


11-26 A refrigerator that operates on the ideal vapor- 
compression cycle with refrigerant-134a is to maintain the 
refrigerated space at — 10°C while rejecting heat to the envi- 
ronment at 25°C. Select reasonable pressures for the evapora- 
tor and the condenser, and explain why you chose those 
values. 


11-27 A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat a 
house and maintain it at 22°C by using underground water at 
10°C as the heat source. Select reasonable pressures for the 
evaporator and the condenser, and explain why you chose 
those values. 


Heat Pump Systems 


11-28C Do you think a heat pump system will be more 
cost-effective in New York or in Miami? Why? 


11-29C What is a water-source heat pump? How does the 
COP of a water-source heat pump system compare to that of 
an air-source system? 


11-30E A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat a 
house and maintain it at 75°F by using underground water at 
50°F as the heat source. The house is losing heat at a rate of 
60,000 Btu/h. The evaporator and condenser pressures are 50 
and 120 psia, respectively. Determine the power input to the 
heat pump and the electric power saved by using a heat pump 
instead of a resistance heater. Answers: 2.46 hp, 21.1 hp 


11-31 A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat water 
from 15 to 45°C at a rate of 0.12 kg/s. The condenser and 
evaporator pressures are 1.4 and 0.32 MPa, respectively. 
Determine the power input to the heat pump. 


11-32 A heat pump using refrigerant-134a heats a house by 
using underground water at 8°C as the heat source. The house 
is losing heat at a rate of 60,000 kJ/h. The refrigerant enters 
the compressor at 280 kPa and 0°C, and it leaves at 1 MPa 
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and 60°C. The refrigerant exits the condenser at 30°C. Deter- 
mine (a) the power input to the heat pump, (b) the rate of heat 
absorption from the water, and (c) the increase in electric 
power input if an electric resistance heater is used instead of a 
heat pump. Answers: (a) 3.55 kW, (b) 13.12 kW, (c) 13.12 kW 


11-33 Reconsider Prob. 11-32. Using EES (or other) 

<= software, investigate the effect of varying the 
compressor isentropic efficiency over the range 60 to 100 
percent. Plot the power input to the compressor and the elec- 
tric power saved by using a heat pump rather than electric 
resistance heating as functions of compressor efficiency, and 
discuss the results. 


Thermodynamics 


11-34 Refrigerant-134a enters the condenser of a residen- 
tial heat pump at 800 kPa and 55°C at a rate of 0.018 kg/s 
and leaves at 750 kPa subcooled by 3°C. The refrigerant 
enters the compressor at 200 kPa superheated by 4°C. Deter- 
mine (a) the isentropic efficiency of the compressor, (b) the 
rate of heat supplied to the heated room, and (c) the COP of 
the heat pump. Also, determine (d) the COP and the rate of 
heat supplied to the heated room if this heat pump operated 
on the ideal vapor-compression cycle between the pressure 
limits of 200 and 800 kPa. 
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11-35 A heat pump with refrigerant-134a as the working 
fluid is used to keep a space at 25°C by absorbing heat from 
geothermal water that enters the evaporator at 50°C at a rate 
of 0.065 kg/s and leaves at 40°C. The refrigerant enters the 
evaporator at 20°C with a quality of 23 percent and leaves at 
the inlet pressure as saturated vapor. The refrigerant loses 300 
W of heat to the surroundings as it flows through the com- 
pressor and the refrigerant leaves the compressor at 1.4 MPa 
at the same entropy as the inlet. Determine (a) the degrees of 
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subcooling of the refrigerant in the condenser, (b) the mass 
flow rate of the refrigerant, (c) the heating load and the COP 
of the heat pump, and (d) the theoretical minimum power 
input to the compressor for the same heating load. Answers: 
(a) 3.8°C, (b) 0.0194 kg/s, (c) 3.07 kW, 4.68, (d) 0.238 kW 


Innovative Refrigeration Systems 


11-36C What is cascade refrigeration? What are the advan- 
tages and disadvantages of cascade refrigeration? 


11-37C How does the COP of a cascade refrigeration sys- 
tem compare to the COP of a simple vapor-compression 
cycle operating between the same pressure limits? 


11-38C A certain application requires maintaining the 
refrigerated space at —32°C. Would you recommend a simple 
refrigeration cycle with refrigerant-134a or a two-stage cas- 
cade refrigeration cycle with a different refrigerant at the bot- 
toming cycle? Why? 


11-39C Consider a two-stage cascade refrigeration cycle and 
a two-stage compression refrigeration cycle with a flash cham- 
ber. Both cycles operate between the same pressure limits and 
use the same refrigerant. Which system would you favor? 
Why? 


11-40C Can a vapor-compression refrigeration system with 
a single compressor handle several evaporators operating at 
different pressures? How? 


11-41C In the liquefaction process, why are gases com- 
pressed to very high pressures? 


11-42 Consider a two-stage cascade refrigeration system 
operating between the pressure limits of 0.8 and 0.14 MPa. 


Each stage operates on the ideal vapor-compression refrigera- 
tion cycle with refrigerant-134a as the working fluid. Heat 
rejection from the lower cycle to the upper cycle takes place 
in an adiabatic counterflow heat exchanger where both 
streams enter at about 0.4 MPa. If the mass flow rate of the 
refrigerant through the upper cycle is 0.24 kg/s, determine (a) 
the mass flow rate of the refrigerant through the lower cycle, 
(b) the rate of heat removal from the refrigerated space and 
the power input to the compressor, and (c) the coefficient of 
performance of this cascade refrigerator. 

Answers: (a) 0.195 kg/s, (b) 34.2 kW, 7.63 kW, (c) 4.49 


11-43 Repeat Prob. 11—42 for a heat exchanger pressure of 
0.55 MPa. 


11-44 «a >», A two-stage compression refrigeration system 

operates with refrigerant-134a between the 
pressure limits of 1 and 0.14 MPa. The refrigerant leaves the 
condenser as a saturated liquid and is throttled to a flash 
chamber operating at 0.5 MPa. The refrigerant leaving the 
low-pressure compressor at 0.5 MPa is also routed to the 
flash chamber. The vapor in the flash chamber is then com- 
pressed to the condenser pressure by the high-pressure com- 
pressor, and the liquid is throttled to the evaporator pressure. 
Assuming the refrigerant leaves the evaporator as saturated 
vapor and both compressors are isentropic, determine (a) the 
fraction of the refrigerant that evaporates as it is throttled to 
the flash chamber, (b) the rate of heat removed from the 
refrigerated space for a mass flow rate of 0.25 kg/s through 
the condenser, and (c) the coefficient of performance. 


11-45 Reconsider Prob. 11—44. Using EES (or other) 

SS software, investigate the effect of the various 
refrigerants for compressor efficiencies of 80, 90, and 100 
percent. Compare the performance of the refrigeration system 
with different refrigerants. 


11-46 (a > Repeat Prob. 11-44 for a flash chamber pres- 
sure of 0.32 MPa. 


11-47 Consider a two-stage cascade refrigeration system 
operating between the pressure limits of 1.2 MPa and 200 
kPa with refrigerant-134a as the working fluid. Heat rejection 
from the lower cycle to the upper cycle takes place in an adi- 
abatic counterflow heat exchanger where the pressure in the 
upper and lower cycles are 0.4 and 0.5 MPa, respectively. In 
both cycles, the refrigerant is a saturated liquid at the con- 
denser exit and a saturated vapor at the compressor inlet, and 
the isentropic efficiency of the compressor is 80 percent. If 
the mass flow rate of the refrigerant through the lower cycle 
is 0.15 kg/s, determine (a) the mass flow rate of the refriger- 
ant through the upper cycle, (b) the rate of heat removal from 
the refrigerated space, and (c) the COP of this refrigerator. 
Answers: (a) 0.212 kg/s, (b) 25.7 kW, (c) 2.68 
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11-48 Consider a two-stage cascade refrigeration system 
operating between the pressure limits of 1.2 MPa and 200 kPa 
with refrigerant-134a as the working fluid. The refrigerant 
leaves the condenser as a saturated liquid and is throttled to a 
flash chamber operating at 0.45 MPa. Part of the refrigerant 
evaporates during this flashing process, and this vapor is mixed 
with the refrigerant leaving the low-pressure compressor. The 
mixture is then compressed to the condenser pressure by the 
high-pressure compressor. The liquid in the flash chamber is 
throttled to the evaporator pressure and cools the refrigerated 
space as it vaporizes in the evaporator. The mass flow rate of 
the refrigerant through the low-pressure compressor is 0.15 
kg/s. Assuming the refrigerant leaves the evaporator as a satu- 
rated vapor and the isentropic efficiency is 80 percent for both 
compressors, determine (a) the mass flow rate of the refriger- 
ant through the high-pressure compressor, (b) the rate of heat 
removal from the refrigerated space, and (c) the COP of this 
refrigerator. Also, determine (d) the rate of heat removal and 
the COP if this refrigerator operated on a single-stage cycle 
between the same pressure limits with the same compressor 
efficiency and the same flow rate as in part (a). 
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Gas Refrigeration Cycle 


11-49C How does the ideal-gas refrigeration cycle differ 
from the Brayton cycle? 


11-50C Devise a refrigeration cycle that works on the 
reversed Stirling cycle. Also, determine the COP for this 
cycle. 


11-51C How does the ideal-gas refrigeration cycle differ 
from the Carnot refrigeration cycle? 


11-52C How is the ideal-gas refrigeration cycle modified 
for aircraft cooling? 


11-53C_ In gas refrigeration cycles, can we replace the tur- 
bine by an expansion valve as we did in vapor-compression 
refrigeration cycles? Why? 


11-54C How do we achieve very low temperatures with 
gas refrigeration cycles? 


11-55 An ideal gas refrigeration cycle using air as the 
working fluid is to maintain a refrigerated space at —23°C 
while rejecting heat to the surrounding medium at 27°C. If 
the pressure ratio of the compressor is 3, determine (a) the 
maximum and minimum temperatures in the cycle, (b) the 
coefficient of performance, and (c) the rate of refrigeration 
for a mass flow rate of 0.08 kg/s. 


11-56 (a Air enters the compressor of an ideal gas 

«€s” refrigeration cycle at 12°C and 50 kPa and the 
turbine at 47°C and 250 kPa. The mass flow rate of air 
through the cycle is 0.08 kg/s. Assuming variable specific 


heats for air, determine (a) the rate of refrigeration, (b) the 
net power input, and (c) the coefficient of performance. 
Answers: (a) 6.67 kW, (b) 3.88 kW, (c) 1.72 


11-57 Reconsider Prob. 11-56. Using EES (or other) 

SS software, study the effects of compressor and 
turbine isentropic efficiencies as they are varied from 70 to 
100 percent on the rate of refrigeration, the net power input, 
and the COP. Plot the T-s diagram of the cycle for the isen- 
tropic case. 


11-58E Air enters the compressor of an ideal gas refrigera- 
tion cycle at 40°F and 10 psia and the turbine at 120°F and 
30 psia. The mass flow rate of air through the cycle is 0.5 
Ibm/s. Determine (a) the rate of refrigeration, (b) the net 
power input, and (c) the coefficient of performance. 


11-59 $ Repeat Prob. 11-56 for a compressor isen- 
D tropic efficiency of 80 percent and a turbine 
isentropic efficiency of 85 percent. 


11-60 A gas refrigeration cycle with a pressure ratio of 3 
uses helium as the working fluid. The temperature of the 
helium is — 10°C at the compressor inlet and 50°C at the tur- 
bine inlet. Assuming adiabatic efficiencies of 80 percent for 
both the turbine and the compressor, determine (a) the mini- 
mum temperature in the cycle, (b) the coefficient of perfor- 
mance, and (c) the mass flow rate of the helium for a 
refrigeration rate of 18 kW. 


11-61 A gas refrigeration system using air as the working 
fluid has a pressure ratio of 4. Air enters the compressor at 
—7°C. The high-pressure air is cooled to 27°C by rejecting 
heat to the surroundings. It is further cooled to —15°C by 
regenerative cooling before it enters the turbine. Assuming 
both the turbine and the compressor to be isentropic and 
using constant specific heats at room temperature, determine 
(a) the lowest temperature that can be obtained by this cycle, 
(b) the coefficient of performance of the cycle, and (c) the 
mass flow rate of air for a refrigeration rate of 12 kW. 
Answers: (a) —99.4°C, (b) 1.12, (c) 0.237 kg/s 


11-62 Repeat Prob. 11-61 assuming isentropic efficien- 
cies of 75 percent for the compressor and 80 percent for the 
turbine. 


11-63 A gas refrigeration system using air as the working 
fluid has a pressure ratio of 5. Air enters the compressor at 
0°C. The high-pressure air is cooled to 35°C by rejecting heat 
to the surroundings. The refrigerant leaves the turbine at 
—80°C and then it absorbs heat from the refrigerated space 
before entering the regenerator. The mass flow rate of air is 
0.4 kg/s. Assuming isentropic efficiencies of 80 percent for 
the compressor and 85 percent for the turbine and using con- 
stant specific heats at room temperature, determine (a) the 
effectiveness of the regenerator, (b) the rate of heat removal 
from the refrigerated space, and (c) the COP of the cycle. 
Also, determine (d) the refrigeration load and the COP if this 
system operated on the simple gas refrigeration cycle. Use the 
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same compressor inlet temperature as given, the same turbine 
inlet temperature as calculated, and the same compressor and 
turbine efficiencies. Answers: (a) 0.434, (b) 21.4 kW, (c) 0.478, 
(d) 24.7 kW, 0.599 


Absorption Refrigeration Systems 


11-64C What is absorption refrigeration? How does an 
absorption refrigeration system differ from a vapor-compression 
refrigeration system? 


11-65C What are the advantages and disadvantages of 
absorption refrigeration? 


11-66C Can water be used as a refrigerant in air-conditioning 
applications? Explain. 


11-67C In absorption refrigeration cycles, why is the fluid 
in the absorber cooled and the fluid in the generator heated? 


11-68C How is the coefficient of performance of an 
absorption refrigeration system defined? 


11-69C What are the functions of the rectifier and the 
regenerator in an absorption refrigeration system? 


11-70 An absorption refrigeration system that receives heat 
from a source at 130°C and maintains the refrigerated space 
at —5°C is claimed to have a COP of 2. If the environment 
temperature is 27°C, can this claim be valid? Justify your 
answer. 


11-71 An absorption refrigeration system receives heat from 
a source at 120°C and maintains the refrigerated space at 0°C. 
If the temperature of the environment is 25°C, what is the 
maximum COP this absorption refrigeration system can have? 


11-72 Heat is supplied to an absorption refrigeration system 
from a geothermal well at 130°C at a rate of 5 X 10° kJ/h. 
The environment is at 25°C, and the refrigerated space is 
maintained at —30°C. Determine the maximum rate at which 
this system can remove heat from the refrigerated space. 
Answer: 5.75 X 105 kJ/h 
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11-73E Heat is supplied to an absorption refrigeration sys- 
tem from a geothermal well at 250°F at a rate of 10° Btu/h. 
The environment is at 80°F, and the refrigerated space is 
maintained at O°F. If the COP of the system is 0.55, deter- 
mine the rate at which this system can remove heat from the 
refrigerated space. 


11-74 A reversible absorption refrigerator consists of a 
reversible heat engine and a reversible refrigerator. The sys- 
tem removes heat from a cooled space at — 10°C at a rate of 
22 kW. The refrigerator operates in an environment at 25°C. 
If the heat is supplied to the cycle by condensing saturated 
steam at 200°C, determine (a) the rate at which the steam 
condenses and (b) the power input to the reversible refrigera- 
tor. (c) If the COP of an actual absorption chiller at the same 
temperature limits has a COP of 0.7, determine the second 
law efficiency of this chiller. Answers: (a) 0.00408 kg/s, 
(b) 2.93 kW, (c) 0.252 


FIGURE P11-74 


Special Topic: Thermoelectric Power Generation and 
Refrigeration Systems 


11-75C What is a thermoelectric circuit? 
11-76C Describe the Seebeck and the Peltier effects. 


11-77C Consider a circular copper wire formed by con- 
necting the two ends of a copper wire. The connection point 
is now heated by a burning candle. Do you expect any cur- 
rent to flow through the wire? 


11-78C An iron and a constantan wire are formed into a 
closed circuit by connecting the ends. Now both junctions are 
heated and are maintained at the same temperature. Do you 
expect any electric current to flow through this circuit? 


644 | 


11-79C A copper and a constantan wire are formed into a 
closed circuit by connecting the ends. Now one junction is 
heated by a burning candle while the other is maintained at 
room temperature. Do you expect any electric current to flow 
through this circuit? 


Thermodynamics 


11-80C How does a thermocouple work as a temperature 
measurement device? 


11-81C Why are semiconductor materials preferable to 
metals in thermoelectric refrigerators? 


11-82C Is the efficiency of a thermoelectric generator lim- 
ited by the Carnot efficiency? Why? 


11-83E A thermoelectric generator receives heat from a 
source at 340°F and rejects the waste heat to the environment 
at 90°F. What is the maximum thermal efficiency this ther- 
moelectric generator can have? Answer: 31.3 percent 


11-84 A thermoelectric refrigerator removes heat from a 
refrigerated space at —5°C at a rate of 130 W and rejects it to 
an environment at 20°C. Determine the maximum coefficient 
of performance this thermoelectric refrigerator can have and 
the minimum required power input. Answers: 10.72, 12.1 W 


11-85 A thermoelectric cooler has a COP of 0.15 and 
removes heat from a refrigerated space at a rate of 180 W. 
Determine the required power input to the thermoelectric 
cooler, in W. 


11-86E A thermoelectric cooler has a COP of 0.15 and 
removes heat from a refrigerated space at a rate of 20 
Btu/min. Determine the required power input to the thermo- 
electric cooler, in hp. 


11-87 A thermoelectric refrigerator is powered by a 12-V 
car battery that draws 3 A of current when running. The 
refrigerator resembles a small ice chest and is claimed to cool 
nine canned drinks, 0.350-L each, from 25 to 3°C in 12 h. 
Determine the average COP of this refrigerator. 
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11-88E Thermoelectric coolers that plug into the cigarette 
lighter of a car are commonly available. One such cooler is 
claimed to cool a 12-oz (0.771-lbm) drink from 78 to 38°F or 
to heat a cup of coffee from 75 to 130°F in about 15 min in a 
well-insulated cup holder. Assuming an average COP of 0.2 


in the cooling mode, determine (a) the average rate of heat 
removal from the drink, (b) the average rate of heat supply to 
the coffee, and (c) the electric power drawn from the battery 
of the car, all in W. 


11-89 It is proposed to run a thermoelectric generator in 
conjunction with a solar pond that can supply heat at a rate of 
10° kJ/h at 80°C. The waste heat is to be rejected to the envi- 
ronment at 30°C. What is the maximum power this thermo- 
electric generator can produce? 


Review Problems 


11-90 Consider a steady-flow Carnot refrigeration cycle that 
uses refrigerant-134a as the working fluid. The maximum and 
minimum temperatures in the cycle are 30 and —20°C, 
respectively. The quality of the refrigerant is 0.15 at the begin- 
ning of the heat absorption process and 0.80 at the end. Show 
the cycle on a T-s diagram relative to saturation lines, and 
determine (a) the coefficient of performance, (b) the con- 
denser and evaporator pressures, and (c) the net work input. 


11-91 A large refrigeration plant is to be maintained at 
—15°C, and it requires refrigeration at a rate of 100 kW. The 
condenser of the plant is to be cooled by liquid water, which 
experiences a temperature rise of 8°C as it flows over the coils 
of the condenser. Assuming the plant operates on the ideal 
vapor-compression cycle using refrigerant-134a between the 
pressure limits of 120 and 700 kPa, determine (a) the mass 
flow rate of the refrigerant, (b) the power input to the com- 
pressor, and (c) the mass flow rate of the cooling water. 


11-92 Reconsider Prob. 11-91. Using EES (or other) 

SS software, investigate the effect of evaporator 
pressure on the COP and the power input. Let the evaporator 
pressure vary from 120 to 380 kPa. Plot the COP and the 
power input as functions of evaporator pressure, and discuss 
the results. 


11-93 Repeat Prob. 11-91 assuming the compressor has an 
isentropic efficiency of 75 percent. Also, determine the rate 
of exergy destruction associated with the compression 
process in this case. Take Tọ = 25°C. 


11-94 A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat a 
house. The mass flow rate of the refrigerant is 0.32 kg/s. The 
condenser and evaporator pressures are 900 and 200 kPa, 
respectively. Show the cycle on a T-s diagram with respect to 
saturation lines, and determine (a) the rate of heat supply to 
the house, (b) the volume flow rate of the refrigerant at the 
compressor inlet, and (c) the COP of this heat pump. 


11-95 Derive a relation for the COP of the two-stage 
refrigeration system with a flash chamber as shown in Fig. 
11-12 in terms of the enthalpies and the quality at state 6. 
Consider a unit mass in the condenser. 


11-96 Consider a two-stage compression refrigeration 
system operating between the pressure limits of 0.8 and 


0.14 MPa. The working fluid is refrigerant-134a. The refrig- 
erant leaves the condenser as a saturated liquid and is throt- 
tled to a flash chamber operating at 0.4 MPa. Part of the 
refrigerant evaporates during this flashing process, and this 
vapor is mixed with the refrigerant leaving the low-pressure 
compressor. The mixture is then compressed to the condenser 
pressure by the high-pressure compressor. The liquid in the 
flash chamber is throttled to the evaporator pressure, and it 
cools the refrigerated space as it vaporizes in the evaporator. 
Assuming the refrigerant leaves the evaporator as saturated 
vapor and both compressors are isentropic, determine (a) the 
fraction of the refrigerant that evaporates as it is throttled to 
the flash chamber, (b) the amount of heat removed from the 
refrigerated space and the compressor work per unit mass of 
refrigerant flowing through the condenser, and (c) the coeffi- 
cient of performance. Answers: (a) 0.165, (b) 146.4 kJ/kg, 
32.6 kJ/kg, (c) 4.49 


11-97 An aircraft on the ground is to be cooled by a gas 
refrigeration cycle operating with air on an open cycle. Air 
enters the compressor at 30°C and 100 kPa and is com- 
pressed to 250 kPa. Air is cooled to 70°C before it enters the 
turbine. Assuming both the turbine and the compressor to be 
isentropic, determine the temperature of the air leaving the 
turbine and entering the cabin. Answer: —9°C 


11-98 Consider a regenerative gas refrigeration cycle using 
helium as the working fluid. Helium enters the compressor at 
100 kPa and — 10°C and is compressed to 300 kPa. Helium is 
then cooled to 20°C by water. It then enters the regenerator 
where it is cooled further before it enters the turbine. Helium 
leaves the refrigerated space at —25°C and enters the regen- 
erator. Assuming both the turbine and the compressor to be 
isentropic, determine (a) the temperature of the helium at the 
turbine inlet, (b) the coefficient of performance of the cycle, 
and (c) the net power input required for a mass flow rate of 
0.45 kg/s. 


11-99 An absorption refrigeration system is to remove heat 
from the refrigerated space at —10°C at a rate of 12 kW 
while operating in an environment at 25°C. Heat is to be sup- 
plied from a solar pond at 85°C. What is the minimum rate of 
heat supply required? Answer: 9.53 kW 


11-100 Reconsider Prob. 11-99. Using EES (or other) 

<= software, investigate the effect of the source 
temperature on the minimum rate of heat supply. Let the 
source temperature vary from 50 to 250°C. Plot the minimum 
rate of heat supply as a function of source temperature, and 
discuss the results. 


11-101 A typical 200-m? house can be cooled adequately by 
a 3.5-ton air conditioner whose COP is 4.0. Determine the rate 
of heat gain of the house when the air conditioner is running 
continuously to maintain a constant temperature in the house. 


11-102 Rooms with floor areas of up to 15-m? are cooled 
adequately by window air conditioners whose cooling capacity 
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is 5000 Btu/h. Assuming the COP of the air conditioner to be 
3.5, determine the rate of heat gain of the room, in Btu/h, when 
the air conditioner is running continuously to maintain a con- 
stant room temperature. 


11-103 A gas refrigeration system using air as the working 
fluid has a pressure ratio of 5. Air enters the compressor at 
0°C. The high-pressure air is cooled to 35°C by rejecting heat 
to the surroundings. The refrigerant leaves the turbine at 
—80°C and enters the refrigerated space where it absorbs heat 
before entering the regenerator. The mass flow rate of air is 
0.4 kg/s. Assuming isentropic efficiencies of 80 percent for 
the compressor and 85 percent for the turbine and using vari- 
able specific heats, determine (a) the effectiveness of the 
regenerator, (b) the rate of heat removal from the refrigerated 
space, and (c) the COP of the cycle. Also, determine (d) the 
refrigeration load and the COP if this system operated on the 
simple gas refrigeration cycle. Use the same compressor inlet 
temperature as given, the same turbine inlet temperature as 
calculated, and the same compressor and turbine efficiencies. 


Regenerator 


Compressor 


FIGURE P11-103 


11-104 An air conditioner with refrigerant-134a as the 
working fluid is used to keep a room at 26°C by rejecting the 
waste heat to the outside air at 34°C. The room is gaining heat 
through the walls and the windows at a rate of 250 kJ/min 
while the heat generated by the computer, TV, and lights 
amounts to 900 W. An unknown amount of heat is also gener- 
ated by the people in the room. The condenser and evaporator 
pressures are 1200 and 500 kPa, respectively. The refrigerant 
is saturated liquid at the condenser exit and saturated vapor at 
the compressor inlet. If the refrigerant enters the compressor 
at a rate of 100 L/min and the isentropic efficiency of the 
compressor is 75 percent, determine (a) the temperature of 
the refrigerant at the compressor exit, (b) the rate of heat 
generation by the people in the room, (c) the COP of the air 
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conditioner, and (d) the minimum volume flow rate of the 
refrigerant at the compressor inlet for the same compressor 
inlet and exit conditions. 

Answers: (a) 54.5°C, (b) 670 W, (c) 5.87, (d) 15.7 L/min 


11-105 A heat pump water heater (HPWH) heats water by 
absorbing heat from the ambient air and transferring it to 
water. The heat pump has a COP of 2.2 and consumes 2 kW 
of electricity when running. Determine if this heat pump can 
be used to meet the cooling needs of a room most of the time 
for “free” by absorbing heat from the air in the room. The 
rate of heat gain of a room is usually less than 5000 kJ/h. 
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11-106 The vortex tube (also known as a Ranque or Hirsch 
tube) is a device that produces a refrigeration effect by 
expanding pressurized gas such as air in a tube (instead of a 
turbine as in the reversed Brayton cycle). It was invented and 
patented by Ranque in 1931 and improved by Hirsch in 1945, 
and is commercially available in various sizes. 

The vortex tube is simply a straight circular tube equipped 
with a nozzle, as shown in the figure. The compressed gas at 
temperature T, and pressure P, is accelerated in the nozzle by 
expanding it to nearly atmospheric pressure and is introduced 
into the tube tangentially at a very high (typically supersonic) 
velocity to produce a swirling motion (vortex) within the 
tube. The rotating gas is allowed to exit through the full-size 
tube that extends to the right, and the mass flow rate is con- 
trolled by a valve located about 30 diameters downstream. 
A smaller amount of air at the core region is allowed to 
escape to the left through a small aperture at the center. It is 
observed that the gas that is in the core region and escapes 
through the central aperture is cold while the gas that is in 
the peripheral region and escapes through the full-size tube is 
hot. If the temperature and the mass flow rate of the cold 
stream are T, and m,, respectively, the rate of refrigeration in 
the vortex tube can be expressed as 
= m(hy ~ h.) z mc, (T, B Ta) 


Q refrig,vortex tube 


where c, is the specific heat of the gas and 7, — T, is the 
temperature drop of the gas in the vortex tube (the cooling 
effect). Temperature drops as high as 60°C (or 108°F) 
are obtained at high pressure ratios of about 10. The coeffi- 
cient of performance of a vortex tube can be defined as the 
ratio of the refrigeration rate as given above to the power 
used to compress the gas. It ranges from about 0.1 to 0.15, 
which is well below the COPs of ordinary vapor compression 
refrigerators. 

This interesting phenomenon can be explained as follows: 
the centrifugal force creates a radial pressure gradient in the 
vortex, and thus the gas at the periphery is pressurized and 
heated by the gas at the core region, which is cooled as a 
result. Also, energy is transferred from the inner layers 
toward the outer layers as the outer layers slow down the 
inner layers because of fluid viscosity that tends to produce a 
solid vortex. Both of these effects cause the energy and thus 
the temperature of the gas in the core region to decline. The 
conservation of energy requires the energy of the fluid at the 
outer layers to increase by an equivalent amount. 

The vortex tube has no moving parts, and thus it is inher- 
ently reliable and durable. The ready availability of the com- 
pressed air at pressures up to 10 atm in most industrial 
facilities makes the vortex tube particularly attractive in such 
settings. Despite its low efficiency, the vortex tube has found 
application in small-scale industrial spot-cooling operations 
such as cooling of soldered parts or critical electronic compo- 
nents, cooling drinking water, and cooling the suits of work- 
ers in hot environments. 


Consider a vortex tube that receives compressed air at 500 
kPa and 300 K and supplies 25 percent of it as cold air at 100 
kPa and 278 K. The ambient air is at 300 K and 100 kPa, and 
the compressor has an isentropic efficiency of 80 percent. 
The air suffers a pressure drop of 35 kPa in the aftercooler 
and the compressed air lines between the compressor and the 
vortex tube. 

(a) Without performing any calculations, explain how the 
COP of the vortex tube would compare to the COP of an 
actual air refrigeration system based on the reversed Brayton 
cycle for the same pressure ratio. Also, compare the mini- 
mum temperatures that can be obtained by the two systems 
for the same inlet temperature and pressure. 

(b) Assuming the vortex tube to be adiabatic and using 
specific heats at room temperature, determine the exit tem- 
perature of the hot fluid stream. 

(c) Show, with calculations, that this process does not vio- 
late the second law of thermodynamics. 

(d) Determine the coefficient of performance of this 
refrigeration system, and compare it to the COP of a Carnot 
refrigerator. 


Compressed 
air 
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11-107 Repeat Prob. 11—106 for a pressure of 600 kPa at 
the vortex tube intake. 


11-108 gA Using FES (or other) software, investigate the 
SS effect of the evaporator pressure on the COP 
of an ideal vapor-compression refrigeration cycle with R-134a 
as the working fluid. Assume the condenser pressure is kept 
constant at 1 MPa while the evaporator pressure is varied 
from 100 kPa to 500 kPa. Plot the COP of the refrigeration 
cycle against the evaporator pressure, and discuss the results. 


11-109 Using EES (or other) software, investigate the 
Sz effect of the condenser pressure on the COP of 
an ideal vapor-compression refrigeration cycle with R-134a as 
the working fluid. Assume the evaporator pressure is kept 
constant at 120 kPa while the condenser pressure is varied 
from 400 to 1400 kPa. Plot the COP of the refrigeration cycle 
against the condenser pressure, and discuss the results. 
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11-110 Consider a heat pump that operates on the reversed 
Carnot cycle with R-134a as the working fluid executed 
under the saturation dome between the pressure limits of 140 
and 800 kPa. R-134a changes from saturated vapor to satu- 
rated liquid during the heat rejection process. The net work 
input for this cycle is 


(a) 28 kJ/kg (b) 34 kJ/kg 
(d) 144 KJ/kg (e) 275 kJ/kg 


11-111 A refrigerator removes heat from a refrigerated 
space at —5°C at a rate of 0.35 kJ/s and rejects it to an envi- 
ronment at 20°C. The minimum required power input is 


(a) 30 W (b) 33 W (c) 56 W 
(d) 124 W (e) 350 W 


11-112 A refrigerator operates on the ideal vapor compres- 
sion refrigeration cycle with R-134a as the working fluid 
between the pressure limits of 120 and 800 kPa. If the rate of 
heat removal from the refrigerated space is 32 kJ/s, the mass 
flow rate of the refrigerant is 


(a) 0.19 kg/s (b) 0.15 kg/s 
(d) 0.28 kg/s (e) 0.81 kg/s 


11-113 A heat pump operates on the ideal vapor compres- 
sion refrigeration cycle with R-134a as the working fluid 
between the pressure limits of 0.32 and 1.2 MPa. If the mass 
flow rate of the refrigerant is 0.193 kg/s, the rate of heat sup- 
ply by the heat pump to the heated space is 


(a) 3.3 kW (b) 23 kW 
(d)31 kW (e) 45 kW 
11-114 An ideal vapor compression refrigeration cycle with 
R-134a as the working fluid operates between the pressure lim- 
its of 120 kPa and 1000 kPa. The mass fraction of the refriger- 
ant that is in the liquid phase at the inlet of the evaporator is 


(c) 49 kJ/kg 


(c) 0.23 kg/s 


(c) 26 KW 


(a) 0.65 (b) 0.60 (c) 0.40 
(d) 0.55 (e) 0.35 
11-115 Consider a heat pump that operates on the ideal 


vapor compression refrigeration cycle with R-134a as the 
working fluid between the pressure limits of 0.32 and 
1.2 MPa. The coefficient of performance of this heat pump is 


(a) 0.17 (b) 1.2 (c) 3.1 
(d) 4.9 (e) 5.9 


11-116 An ideal gas refrigeration cycle using air as the 
working fluid operates between the pressure limits of 80 and 
280 kPa. Air is cooled to 35°C before entering the turbine. 
The lowest temperature of this cycle is 
(a) —58°C (b) —26°C 
(d) 11°C (e) 24°C 
11-117 Consider an ideal gas refrigeration cycle using 


helium as the working fluid. Helium enters the compressor at 
100 kPa and —10°C and compressed to 250 kPa. Helium is 


CIC 
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then cooled to 20°C before it enters the turbine. For a mass 
flow rate of 0.2 kg/s, the net power input required is 


(a) 9.3 kW (b) 27.6 KW (c) 48.8 kW 
(d) 93.5 kW (e) 119 kw 


11-118 An absorption air-conditioning system is to remove 
heat from the conditioned space at 20°C at a rate of 150 kJ/s 
while operating in an environment at 35°C. Heat is to be sup- 
plied from a geothermal source at 140°C. The minimum rate 
of heat supply is 


(a) 86 kJ/s (b) 21 kJ/s 
(d) 61 kJ/s (e) 150 kJ/s 


11-119 Consider a refrigerator that operates on the vapor 
compression refrigeration cycle with R-134a as the working 
fluid. The refrigerant enters the compressor as saturated 
vapor at 160 kPa, and exits at 800 kPa and 50°C, and leaves 
the condenser as saturated liquid at 800 kPa. The coefficient 
of performance of this refrigerator is 


(a) 2.6 (b) 1.0 
(d) 3.2 (e) 4.4 
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(c) 30 kJ/s 


(c) 4.2 


Design and Essay Problems 


11-120 Design a vapor-compression refrigeration system 
that will maintain the refrigerated space at —15°C while 
operating in an environment at 20°C using refrigerant-134a 
as the working fluid. 


11-121 Write an essay on air-, water-, and soil-based heat 
pumps. Discuss the advantages and the disadvantages of each 
system. For each system identify the conditions under which 
that system is preferable over the other two. In what situations 
would you not recommend a heat pump heating system? 


11-122 Consider a solar pond power plant operating on a 
closed Rankine cycle. Using refrigerant-134a as the working 
fluid, specify the operating temperatures and pressures in the 
cycle, and estimate the required mass flow rate of refrigerant- 
134a for a net power output of 50 kW. Also, estimate the sur- 
face area of the pond for this level of continuous power 
production. Assume that the solar energy is incident on the 
pond at a rate of 500 W per m? of pond area at noontime, and 
that the pond is capable of storing 15 percent of the incident 
solar energy in the storage zone. 


11-123 Design a thermoelectric refrigerator that is capable 
of cooling a canned drink in a car. The refrigerator is to be 
powered by the cigarette lighter of the car. Draw a sketch of 
your design. Semiconductor components for building thermo- 
electric power generators or refrigerators are available from 
several manufacturers. Using data from one of these manu- 
facturers, determine how many of these components you need 
in your design, and estimate the coefficient of performance of 
your system. A critical problem in the design of thermoelec- 
tric refrigerators is the effective rejection of waste heat. Dis- 
cuss how you can enhance the rate of heat rejection without 
using any devices with moving parts such as a fan. 


11-124 Itis proposed to use a solar-powered thermoelectric 
system installed on the roof to cool residential buildings. The 
system consists of a thermoelectric refrigerator that is pow- 
ered by a thermoelectric power generator whose top surface 
is a solar collector. Discuss the feasibility and the cost of 
such a system, and determine if the proposed system installed 
on one side of the roof can meet a significant portion of the 
cooling requirements of a typical house in your area. 
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FIGURE P11-124 


11-125 A refrigerator using R-12 as the working fluid 
keeps the refrigerated space at —15°C in an environment at 
30°C. You are asked to redesign this refrigerator by replacing 
R-12 with the ozone-friendly R-134a. What changes in the 
pressure levels would you suggest in the new system? How 
do you think the COP of the new system will compare to the 
COP of the old system? 


11-126 In the 1800s, before the development of modern 
air-conditioning, it was proposed to cool air for buildings 
with the following procedure using a large piston—cylinder 
device [“John Gorrie: Pioneer of Cooling and Ice Making,” 
ASHRAE Journal 33, no. 1 (Jan. 1991)]: 


Pull in a charge of outdoor air. 

Compress it to a high pressure. 

Cool the charge of air using outdoor air. 
Expand it back to atmospheric pressure. 
Discharge the charge of air into the space to be 
cooled. 


Mi a ade 


Suppose the goal is to cool a room 6 m X 10m X 2.5 m. 
Outdoor air is at 30°C, and it has been determined that 10 air 
changes per hour supplied to the room at 10°C could provide 
adequate cooling. Do a preliminary design of the system and 


do calculations to see if it would be feasible. (You may make 
optimistic assumptions for the analysis.) 

(a) Sketch the system showing how you will drive it and 
how step 3 will be accomplished. 

(b) Determine what pressure will be required (step 2). 

(c) Estimate (guess) how long step 3 will take and what 
size will be needed for the piston—cylinder to provide the 
required air changes and temperature. 

(d) Determine the work required in step 2 for one cycle 
and per hour. 

(e) Discuss any problems you see with the concept of your 
design. (Include discussion of any changes that may be 
required to offset optimistic assumptions.) 


11-127 Solar or photovoltaic (PV) cells convert sunlight to 
electricity and are commonly used to power calculators, satel- 
lites, remote communication systems, and even pumps. The 
conversion of light to electricity is called the photoelectric 
effect. It was first discovered in 1839 by Frenchman Edmond 
Becquerel, and the first PV module, which consisted of sev- 
eral cells connected to each other, was built in 1954 by Bell 
Laboratories. The PV modules today have conversion efficien- 
cies of about 12 to 15 percent. Noting that the solar energy 
incident on a normal surface on earth at noontime is about 
1000 W/m? during a clear day, PV modules on a 1-m? surface 
can provide as much as 150 W of electricity. The annual aver- 
age daily solar energy incident on a horizontal surface in the 
United States ranges from about 2 to 6 kWh/m7. 

A PV-powered pump is to be used in Arizona to pump water 
for wildlife from a depth of 180 m at an average rate of 400 
L/day. Assuming a reasonable efficiency for the pumping sys- 
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tem, which can be defined as the ratio of the increase in the 
potential energy of the water to the electrical energy consumed 
by the pump, and taking the conversion efficiency of the PV 
cells to be 0.13 to be on the conservative side, determine the 


size of the PV module that needs to be installed, in m2. 


11-128 The temperature in a car parked in the sun can 
approach 100°C when the outside air temperature is just 25°C, 
and it is desirable to ventilate the parked car to avoid such high 
temperatures. However, the ventilating fans may run down the 
battery if they are powered by it. To avoid that happening, it is 
proposed to use the PV cells discussed in the preceding prob- 
lem to power the fans. It is determined that the air in the car 
should be replaced once every minute to avoid excessive rise in 
the interior temperature. Determine if this can be accomplished 
by installing PV cells on part of the roof of the car. Also, find 
out if any car is currently ventilated this way. 
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11-129 A company owns a refrigeration system whose 
refrigeration capacity is 200 tons (1 ton of refrigeration = 211 
kJ/min), and you are to design a forced-air cooling system for 
fruits whose diameters do not exceed 7 cm under the follow- 
ing conditions: The fruits are to be cooled from 28°C to an 
average temperature of 8°C. The air temperature is to remain 
above —2°C and below 10°C at all times, and the velocity of 
air approaching the fruits must remain under 2 m/s. The cool- 
ing section can be as wide as 3.5 m and as high as 2 m. 
Assuming reasonable values for the average fruit density, 
specific heat, and porosity (the fraction of air volume in a box), 
recommend reasonable values for (a) the air velocity approach- 
ing the cooling section, (b) the product-cooling capacity of the 
system, in kg - fruit/h, and (c) the volume flow rate of air. 


Chapter 12 


THERMODYNAMIC PROPERTY RELATIONS 


n the preceding chapters we made extensive use of the 
property tables. We tend to take the property tables for 
granted, but thermodynamic laws and principles are of little 
use to engineers without them. In this chapter, we focus our 
attention on how the property tables are prepared and how 
some unknown properties can be determined from limited 
available data. 

It will come as no surprise that some properties such as 
temperature, pressure, volume, and mass can be measured 
directly. Other properties such as density and specific volume 
can be determined from these using some simple relations. 
However, properties such as internal energy, enthalpy, and 
entropy are not so easy to determine because they cannot be 
measured directly or related to easily measurable properties 
through some simple relations. Therefore, it is essential that 
we develop some fundamental relations between commonly 
encountered thermodynamic properties and express the 
properties that cannot be measured directly in terms of easily 
measurable properties. 

By the nature of the material, this chapter makes extensive 
use of partial derivatives. Therefore, we start by reviewing 
them. Then we develop the Maxwell relations, which form 
the basis for many thermodynamic relations. Next we discuss 
the Clapeyron equation, which enables us to determine the 
enthalpy of vaporization from P, v, and T measurements 
alone, and we develop general relations for C, Cp du, dh, 
and ds that are valid for all pure substances under all condi- 
tions. Then we discuss the Joule-Thomson coefficient, which 
is a measure of the temperature change with pressure during 
a throttling process. Finally, we develop a method of evaluat- 
ing the Ah, Au, and As of real gases through the use of gen- 
eralized enthalpy and entropy departure charts. 


Objectives 


The objectives of Chapter 12 are to: 


e Develop fundamental relations between commonly 
encountered thermodynamic properties and express the 
properties that cannot be measured directly in terms of 
easily measurable properties. 


e Develop the Maxwell relations, which form the basis for 
many thermodynamic relations. 


e Develop the Clapeyron equation and determine the 
enthalpy of vaporization from P, v, and T measurements 
alone. 


e Develop general relations for c,, Cop du, dh, and ds that are 
valid for all pure substances. 


e Discuss the Joule-Thomson coefficient. 


e Develop a method of evaluating the Ah, Au, and As of real 
gases through the use of generalized enthalpy and entropy 
departure charts. 
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FIGURE 12-2 
Schematic for Example 12-1. 


12-1 = A LITTLE MATH—PARTIAL DERIVATIVES 
AND ASSOCIATED RELATIONS 


Many of the expressions developed in this chapter are based on the state pos- 
tulate, which expresses that the state of a simple, compressible substance is 
completely specified by any two independent, intensive properties. All other 
properties at that state can be expressed in terms of those two properties. 
Mathematically speaking, 


z = z(x,y) 


where x and y are the two independent properties that fix the state and z rep- 
resents any other property. Most basic thermodynamic relations involve dif- 
ferentials. Therefore, we start by reviewing the derivatives and various 
relations among derivatives to the extent necessary in this chapter. 

Consider a function f that depends on a single variable x, that is, f = f(x). 
Figure 12-1 shows such a function that starts out flat but gets rather steep as x 
increases. The steepness of the curve is a measure of the degree of depen- 
dence of f on x. In our case, the function f depends on x more strongly at 
larger x values. The steepness of a curve at a point is measured by the slope of 
a line tangent to the curve at that point, and it is equivalent to the derivative 
of the function at that point defined as 

af_,, Af fx + Ax) - f) 


dx 2 m Ax 7 im Ax (12-1) 


Therefore, the derivative of a function f(x) with respect to x represents the 
rate of change of f with x. 


EXAMPLE 12-1 Approximating Differential Quantities by Differences 


The c, of ideal gases depends on temperature only, and it is expressed as 
c,(T) = dh(T)/dT. Determine the c, of air at 300 K, using the enthalpy data 
from Table A-17, and compare it to the value listed in Table A-2b. 


Solution The Cp value of air at a specified temperature is to be determined 
using enthalpy data. 

Analysis The c, value of air at 300 K is listed in Table A-2b to be 1.005 
kJ/kg - K. This value could also be determined by differentiating the function 
h(T) with respect to T and evaluating the result at T = 300 K. However, the 
function A(T) is not available. But, we can still determine the c, value approx- 
imately by replacing the differentials in the c,(7) relation by differences in 
the neighborhood of the specified point (Fig. 12-2): 


(300 K) = #2] z = h(305 K) — h(295 K) 
n o L aT Jr=3x0oK AT lpse 0 (305 — 295) K 
(305.22 — 295.17) kI/ke 
a = 1.005 -K 
(305 — 295) K D 


Discussion Note that the calculated Cy value is identical to the listed value. 


Therefore, differential quantities can be viewed as differences. They can 


even be replaced by differences, whenever necessary, to obtain approximate 
results. The widely used finite difference numerical method is based on this 
simple principle. 


Partial Differentials 


Now consider a function that depends on two (or more) variables, such as 
z = 2x, y). This time the value of z depends on both x and y. It is sometimes 
desirable to examine the dependence of z on only one of the variables. This 
is done by allowing one variable to change while holding the others constant 
and observing the change in the function. The variation of z(x, y) with x 
when y is held constant is called the partial derivative of z with respect to 
x, and it is expressed as 


dz Az .. tet Ay) ~ ay) 
el T h Gl E Ax (12-2) 


This is illustrated in Fig. 12-3. The symbol ð represents differential 
changes, just like the symbol d. They differ in that the symbol d represents 
the total differential change of a function and reflects the influence of all 
variables, whereas ð represents the partial differential change due to the 
variation of a single variable. 

Note that the changes indicated by d and ð are identical for independent 
variables, but not for dependent variables. For example, (0x), = dx but (dz), 
+ dz. [In our case, dz = (0z), + (0z),.] Also note that the value of the par- 
tial derivative (dz/ OX)y, in general, is different at different y values. 

To obtain a relation for the total differential change in z(x, y) for simulta- 
neous changes in x and y, consider a small portion of the surface z(x, y) 
shown in Fig. 12-4. When the independent variables x and y change by Ax 
and Ay, respectively, the dependent variable z changes by Az, which can be 
expressed as 


Az = z(x + Ax,y + Ay) — z(x,y) 
Adding and subtracting z(x, y + Ay), we get 
Az = z(x + Ax,y + Ay) — z(x,y + Ay) + z(x,y + Ay) — z(x,y) 


or 


z(x T Ax, y ł Ay) z(x,y Ay) z(x,y + Ay) — z(x,y) 
Ax 4 Ay 


Ax Ay 


Taking the limits as Ax — 0 and Ay > 0 and using the definitions of partial 


derivatives, we obtain 
Oz Oz 
dz = ( ) dx xt ( ) dy (12-3) 
IXJ y Ify 


Equation 12-3 is the fundamental relation for the total differential of a 
dependent variable in terms of its partial derivatives with respect to the 
independent variables. This relation can easily be extended to include more 
independent variables. 
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EXAMPLE 12-2 Total Differential versus Partial Differential 


Consider air at 300 K and 0.86 m°/kg. The state of air changes to 302 K 
and 0.87 mĉ/kg as a result of some disturbance. Using Eq. 12-3, estimate 
the change in the pressure of air. 


Solution The temperature and specific volume of air changes slightly dur- 
ing a process. The resulting change in pressure is to be determined. 
Assumptions Air is an ideal gas. 

Analysis Strictly speaking, Eq. 12-3 is valid for differential changes in vari- 
ables. However, it can also be used with reasonable accuracy if these changes 
are small. The changes in T and v, respectively, can be expressed as 


dT = AT = (302 — 300)K=2K 
and 

dv = Av = (0.87 — 0.86) m°’/kg = 0.01 m*/kg 
An ideal gas obeys the relation Pv = RT. Solving for P yields 


_ RT 
vV 


IP 


Note that R is a constant and P = F(T, v). Applying Eq. 12-3 and using 
average values for T and v, 


oP oP RdT RTdv 
ro(@) rs (2) oy SE 
v T 


oT ðv v V 
DAS 301 K)(0.01 m?/k 

= (0.287 kPa - m°?/kg 5 w| : ( )( : / g) 
0.865 m’/kg (0.865 m3/kg)? 


= 0.664 kPa — 1.155 kPa 
= —0.491 kPa 


Therefore, the pressure will decrease by 0.491 kPa as a result of this distur- 
bance. Notice that if the temperature had remained constant (dT = 0), the 
pressure would decrease by 1.155 kPa as a result of the 0.01 m®/kg 
increase in specific volume. However, if the specific volume had remained 
constant (dv = OQ), the pressure would increase by 0.664 kPa as a result of 
the 2-K rise in temperature (Fig. 12-5). That is, 


(=) dT = (ðP 0.664 kP 
a) A- )\ = 0. a 


oP 
( ) av= 0P} = 1.155 kPa 
ðVjr 


and 


dP = (ƏP), + (ƏP)r = 0.664 — 1.155 = —0.491 kPa 


Discussion Of course, we could have solved this problem easily (and exactly) 
by evaluating the pressure from the ideal-gas relation P = RT/v at the final 
state (302 K and 0.87 m°/kg) and the initial state (300 K and 0.86 m3/kg) 
and taking their difference. This yields —O0.491 kPa, which is exactly the 
value obtained above. Thus the small finite quantities (2 K, 0.01 m%/kg) can 
be approximated as differential quantities with reasonable accuracy. 


Partial Differential Relations 
Now let us rewrite Eq. 12-3 as 
dz = M dx + N dy (12-4) 


ð ðZ 
M = (=) and N= (=) 
0x /y dy / x 


Taking the partial derivative of M with respect to y and of N with respect to 


x yields 
( a) 0°z ( x) az 
=] = and —)= 
dy /, Oxdy ox), dy dx 


The order of differentiation is immaterial for properties since they are con- 
tinuous point functions and have exact differentials. Therefore, the two rela- 


tions above are identical: 
( a) ( əN ) 
=] = | — (12-5) 
Oy Vy ax / y 


This is an important relation for partial derivatives, and it is used in calculus 
to test whether a differential dz is exact or inexact. In thermodynamics, this 
relation forms the basis for the development of the Maxwell relations dis- 
cussed in the next section. 

Finally, we develop two important relations for partial derivatives—the 
reciprocity and the cyclic relations. The function z = z(x, y) can also be 
expressed as x = x(y, z) if y and z are taken to be the independent variables. 
Then the total differential of x becomes, from Eq. 12-3, 


d (=) dy 4 (=) d (12-6) 
x = ay . yr ae i T 


Eliminating dx by combining Eqs. 12-3 and 12-6, we have 


BTT 


Rearranging, 


akadt Ge a) ae 


The variables y and z are independent of each other and thus can be varied 
independently. For example, y can be held constant (dy = 0), and z can be 
varied over a range of values (dz # 0). Therefore, for this equation to be 
valid at all times, the terms in the brackets must equal zero, regardless of 
the values of y and z. Setting the terms in each bracket equal to zero gives 


(5) (5) -1-(2) -a pi 
oo s a 


where 
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FIGURE 12-6 


Demonstration of the reciprocity 
relation for the function 
z + 2xy — 3y’z = 0. 


I THINK I AM 
COMING DOWN WITH 
PARTIAL-PHOBIA / 


FIGURE 12-7 

Partial differentials are powerful tools 
that are supposed to make life easier, 
not harder. 
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The first relation is called the reciprocity relation, and it shows that the 
inverse of a partial derivative is equal to its reciprocal (Fig. 12-6). The sec- 
ond relation is called the cyclic relation, and it is frequently used in ther- 
modynamics (Fig. 12-7). 


EXAMPLE 12-3 Verification of Cyclic and Reciprocity Relations 


Using the ideal-gas equation of state, verify (a) the cyclic relation and (b) 
the reciprocity relation at constant P. 


Solution The cyclic and reciprocity relations are to be verified for an ideal gas. 
Analysis The ideal-gas equation of state Pv = RT involves the three vari- 
ables P, v, and 7. Any two of these can be taken as the independent vari- 
ables, with the remaining one being the dependent variable. 


(a) Replacing x, y, and z in Eq. 12-9 by P, v, and T, respectively, we can 
express the cyclic relation for an ideal gas as 


(ar) Cer) e), = 


where 
oP RT 
P = P(v,T) > = 3 
OU ir V 
T ðv R 
v= V(P, T) = > = 
oT)» P 
Pv oT V 
T = T(P, v) > = 
R oP), R 


Substituting yields 


v? P R Pv 
which is the desired result. 


(b) The reciprocity rule for an ideal gas at P = constant can be expressed as 


I 7 TT 


Performing the differentiations and substituting, we have 


R 1 R R 
— > = 
P P\R P P 


Thus the proof is complete. 


12-2 = THE MAXWELL RELATIONS 


The equations that relate the partial derivatives of properties P, v, T, and s 
of a simple compressible system to each other are called the Maxwell rela- 
tions. They are obtained from the four Gibbs equations by exploiting the 
exactness of the differentials of thermodynamic properties. 


Two of the Gibbs relations were derived in Chap. 7 and expressed as 
du = T ds — P dv 
dh = Tds + vdP 


(12-10) 
(12-11) 


The other two Gibbs relations are based on two new combination proper- 
ties—the Helmholtz function a and the Gibbs function g, defined as 
a=u-—Ts (12-12) 
g=h-— Ts (12-13) 
Differentiating, we get 
da = du — T ds — s dT 
dg = dh — T ds — s dT 
Simplifying the above relations by using Eqs. 12-10 and 12-11, we obtain 
the other two Gibbs relations for simple compressible systems: 
da = —s dT — P dv (12-14) 


dg = —s dT + vdP (12-15) 


A careful examination of the four Gibbs relations reveals that they are of the 
form 


dz = Mdx + Ndy (12-4) 


ne) 


since u, h, a, and g are properties and thus have exact differentials. Apply- 
ing Eq. 12-5 to each of them, we obtain 


faa 
(ir), Ge), 
Gai), G), 
(ir), Gor), 


These are called the Maxwell relations (Fig. 12-8). They are extremely 
valuable in thermodynamics because they provide a means of determining 
the change in entropy, which cannot be measured directly, by simply mea- 
suring the changes in properties P, v, and T. Note that the Maxwell relations 
given above are limited to simple compressible systems. However, other 
similar relations can be written just as easily for nonsimple systems such as 
those involving electrical, magnetic, and other effects. 


with 


(12-5) 


(12-16) 


(12-17) 


(12-18) 


(12-19) 
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FIGURE 12-8 


Maxwell relations are extremely 
valuable in thermodynamic analysis. 
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EXAMPLE 12-4 Verification of the Maxwell Relations 


Verify the validity of the last Maxwell relation (Eq. 12-19) for steam at 
250°C and 300 kPa. 


Solution The validity of the last Maxwell relation is to be verified for steam 
at a specified state. 

Analysis The last Maxwell relation states that for a simple compressible 
substance, the change in entropy with pressure at constant temperature is 
equal to the negative of the change in specific volume with temperature at 
constant pressure. 

If we had explicit analytical relations for the entropy and specific volume 
of steam in terms of other properties, we could easily verify this by perform- 
ing the indicated derivations. However, all we have for steam are tables of 
properties listed at certain intervals. Therefore, the only course we can take 
to solve this problem is to replace the differential quantities in Eq. 12-19 
with corresponding finite quantities, using property values from the tables 
(Table A-6 in this case) at or about the specified state. 


(i). Gr), 


As ra X 
AP} r=250c ƏT / P = 300 kPa 


| 5400 kPa — $200 kPa | Vz00°e — V200°c 
(400 — 200) kPa |r = 250°c (300 — 200)°C |p = 300 KPa 


(7.3804 — 7.7100) kI/kg-K , (0.87535 — 0.71643) m°*/kg 
(400 — 200) kPa z (300 — 200)°C 


—0.00165 m3/kg - K = —0.00159 m*/kg - K 


I~ 


since kJ = kPa - m? and K = °C for temperature differences. The two values 
are within 4 percent of each other. This difference is due to replacing the 
differential quantities by relatively large finite quantities. Based on the close 
agreement between the two values, the steam seems to satisfy Eq. 12-19 at 
the specified state. 

Discussion This example shows that the entropy change of a simple com- 
pressible system during an isothermal process can be determined from a 
knowledge of the easily measurable properties P, v, and T alone. 


12-3 = THE CLAPEYRON EQUATION 


The Maxwell relations have far-reaching implications in thermodynamics 
and are frequently used to derive useful thermodynamic relations. The 
Clapeyron equation is one such relation, and it enables us to determine the 
enthalpy change associated with a phase change (such as the enthalpy of 
vaporization hy) from a knowledge of P, v, and T data alone. 

Consider the third Maxwell relation, Eq. 12-18: 


(ir), Gi), 


During a phase-change process, the pressure is the saturation pressure, 
which depends on the temperature only and is independent of the specific 


volume. That is, P,,, = f(T). Therefore, the partial derivative (0P/dT),, can 
be expressed as a total derivative (dP/dT),,,, which is the slope of the satu- 
ration curve on a P-T diagram at a specified saturation state (Fig. 12-9). 
This slope is independent of the specific volume, and thus it can be treated 
as a constant during the integration of Eq. 12-18 between two saturation 
states at the same temperature. For an isothermal liquid—vapor phase-change 
process, for example, the integration yields 


dP 
-y= (2) u-v (12-20) 


( dP ) Sf 
a eee (12-21) 
dT sat Vi 


8 


or 


During this process the pressure also remains constant. Therefore, from 
Eq. 12-11, 
ap & & 
dh =Tds +vdP~ => | dh = | Tds > hp = Tsg 
f f 
Substituting this result into Eq. 12-21, we obtain 


dP hy 
(=) = (12-22) 
dT sat TV; 


which is called the Clapeyron equation after the French engineer and 
physicist E. Clapeyron (1799-1864). This is an important thermodynamic 
relation since it enables us to determine the enthalpy of vaporization h, at a 
given temperature by simply measuring the slope of the saturation curve on 
a P-T diagram and the specific volume of saturated liquid and saturated 
vapor at the given temperature. 

The Clapeyron equation is applicable to any phase-change process that 
occurs at constant temperature and pressure. It can be expressed in a general 


form as 
( dP ) hy 
S = (12-23) 
dT sat Tv2 


where the subscripts 1 and 2 indicate the two phases. 


EXAMPLE 12-5 Evaluating the h, of a Substance from 
the P-v-T Data 


Using the Clapeyron equation, estimate the value of the enthalpy of vaporiza- 
tion of refrigerant-134a at 20°C, and compare it with the tabulated value. 


Solution The hy Of refrigerant-134a is to be determined using the Clapeyron 
equation. 
Analysis From Eq. 12-22, 
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FIGURE 12-9 


The slope of the saturation curve on a 
P-T diagram is constant at a constant 
Lore. 
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where, from Table A-11, 
Va = (Ve — VJe 2c = 0.035969 — 0.0008161 = 0.035153 m*/kg 


(=) = (3) _ Ps @ 2c 7 Psa @ 16°C 
dT sat,20°C AT sat,20°C 24°C S 16°C 


646.18 — 504.58 kPa 
8°C 
AT(K). Substituting, we get 


= 17.70 kPa/K 


since AT(°C) 


Ik 
asni 


= 182.40 kJ/kg 


The tabulated value of hş at 20°C is 182.27 kJ/kg. The small difference 
between the two values is due to the approximation used in determining the 
slope of the saturation curve at 20°C. 


The Clapeyron equation can be simplified for liquid—vapor and solid—vapor 
phase changes by utilizing some approximations. At low pressures V, >> Vy, 
and thus V, = V,. By treating the vapor as an ideal gas, we have v, = RT/P. 
Substituting these approximations into Eq. 12-22, we find 


( 2 Phe 
dT) a RT? 


Roo 
P Ja BRANT la 


For small temperature intervals h,, can be treated as a constant at some aver- 
age value. Then integrating this equation between two saturation states yields 


P Ne (1 1 
in 2) = 2 ( ) (12-24) 
P; sat R T, T sat 


This equation is called the Clapeyron-Clausius equation, and it can be 
used to determine the variation of saturation pressure with temperature. It 
can also be used in the solid-vapor region by replacing h, by h;, (the 
enthalpy of sublimation) of the substance. 


or 


EXAMPLE 12-6 Extrapolating Tabular Data 
with the Clapeyron Equation 


Estimate the saturation pressure of refrigerant-134a at —5O0°F, using the 
data available in the refrigerant tables. 


Solution The saturation pressure of refrigerant-134a is to be determined 
using other tabulated data. 

Analysis Table A-11E lists saturation data at temperatures —40°F and 
above. Therefore, we should either resort to other sources or use extrapolation 


to obtain saturation data at lower temperatures. Equation 12-24 provides an 
intelligent way to extrapolate: 


hy 


(GJ. ala) 
In = 
P, sat R T, T, sat 


In our case 7, = —40°F and 7, = —50°F. For refrigerant-134a, R = 0.01946 
Btu/lbm - R. Also from Table A-11E at —40°F, we read hy = 97.100 Btu/lbm 
and P) = Pate -4o = 7.432 psia. Substituting these values into Eq. 12-24 


gives 
; ( P; ) _ 97.100 Btu/Ibm ( 1 1 ) 
ACES psia/ 0.01946 Btu/Ibm - R\ 420R 410R 


P, = 5.56 psia 


Therefore, according to Eq. 12-24, the saturation pressure of refrigerant-134a 
at —50°F is 5.56 psia. The actual value, obtained from another source, 
is 5.506 psia. Thus the value predicted by Eq. 12-24 is in error by about 
1 percent, which is quite acceptable for most purposes. (If we had used linear 
extrapolation instead, we would have obtained 5.134 psia, which is in error by 
7 percent.) 


12-4 = GENERAL RELATIONS 
FOR du, dh, ds, c,, AND c, 


The state postulate established that the state of a simple compressible system 
is completely specified by two independent, intensive properties. Therefore, 
at least theoretically, we should be able to calculate all the properties of a 
system at any state once two independent, intensive properties are available. 
This is certainly good news for properties that cannot be measured directly 
such as internal energy, enthalpy, and entropy. However, the calculation of 
these properties from measurable ones depends on the availability of simple 
and accurate relations between the two groups. 

In this section we develop general relations for changes in internal energy, 
enthalpy, and entropy in terms of pressure, specific volume, temperature, and 
specific heats alone. We also develop some general relations involving specific 
heats. The relations developed will enable us to determine the changes in these 
properties. The property values at specified states can be determined only after 
the selection of a reference state, the choice of which is quite arbitrary. 


Internal Energy Changes 


We choose the internal energy to be a function of T and v; that is, u = 
u(T, v) and take its total differential (Eq. 12-3): 


ðu ðu 
won (2) (E) a 
OL] y OV) 7 


Using the definition of c,, we have 


du = c,dT + (=) dv (12-25) 
av), 
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Now we choose the entropy to be a function of T and v; that is, s = s(T, v) 
and take its total differential, 


os os 
ds = ( ) dT + € ) dv (12-26) 
OT jy OV) 7 
Substituting this into the T ds relation du = T ds — P dv yields 
Os os 
sjah —e]a com 
OT Jy OV) 7 


Equating the coefficients of dT and dv in Eqs. 12-25 and 12-27 gives 
(=) 58 
ƏT), T 
( æ) ( ðs ) 
—) =T(- P (12-28) 
av) > av) >, 


Using the third Maxwell relation (Eq. 12-18), we get 


(=) (=) 
=T| - P 
V/T OL Sy 


Substituting this into Eq. 12-25, we obtain the desired relation for du: 


oP 
du = c, dT + /7( ) P dv (12-29) 
oT /, 


The change in internal energy of a simple compressible system associated 
with a change of state from (7), v,) to (7, V2) is determined by integration: 


n 4 oP 
Uy — Uy = Gdr F H] =P [dv (12-30) 
oT 
T v 


vi 


Enthalpy Changes 


The general relation for dh is determined in exactly the same manner. This 
time we choose the enthalpy to be a function of T and P, that is, h = A(T, P), 
and take its total differential, 


oh oh 
dh = aaa dT + sere dP 
aT) p ƏP jr 


Using the definition of c,, we have 


ah 
dh = c,aT + (2) dP (12-31) 
F 


Now we choose the entropy to be a function of T and P; that is, we take 
s = s(T, P) and take its total differential, 


ðs ðs 
ds = (=) dT + (2) dP (12-32) 
ƏT jp aP Jr 


Substituting this into the T ds relation dh = T ds + v dP gives 


Os Os 
moi) ars [v+7(%) ae oa 
OT / p OP / 7 


Equating the coefficients of dT and dP in Eqs. 12-31 and 12-33, we obtain 


(2) (2) 
=v+T|- (12-34) 
oP), ðP jr 


Using the fourth Maxwell relation (Eq. 12-19), we have 


(2) (=) 
=v-T 
oP jr aT / p 


Substituting this into Eq. 12-31, we obtain the desired relation for dh: 


dh = c, dT 4 [v r( v) Jap (12-35) 
aT ) p 

The change in enthalpy of a simple compressible system associated with a 

change of state from (7, P;) to (Tn, P) is determined by integration: 


"a n ðv 
h — h = | CpdT + | [v- r(2) | dP (12-36) 
T P, oT) p 


In reality, one needs only to determine either u, — u; from Eq. 12-30 or 
h, — h, from Eq. 12-36, depending on which is more suitable to the data at 
hand. The other can easily be determined by using the definition of enthalpy 
h=u + Pv: 


hy — hy = m — u + (Pav — Pwi) (12-37) 


Entropy Changes 


Below we develop two general relations for the entropy change of a simple 
compressible system. 

The first relation is obtained by replacing the first partial derivative in the 
total differential ds (Eq. 12-26) by Eq. 12-28 and the second partial deriva- 
tive by the third Maxwell relation (Eq. 12-18), yielding 


Sy aP 
ds =— dT + | — ) dv (12-38) 
T ƏT), 
and 

Ti v 
zg “oP 

S — 8 =| “ dT + | ( ) dv (12-39) 
4 a NOP Se 


The second relation is obtained by replacing the first partial derivative in the 
total differential of ds (Eq. 12-32) by Eq. 12-34, and the second partial 
derivative by the fourth Maxwell relation (Eq. 12-19), yielding 


a 
ge a= (=) dP (12-40) 
T ƏT) p 
and 
n Cp Pa ðv 
S — S = dT dP (12-41) 
T: EET 


Either relation can be used to determine the entropy change. The proper 
choice depends on the available data. 
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Specific Heats c, and c, 


Recall that the specific heats of an ideal gas depend on temperature only. 
For a general pure substance, however, the specific heats depend on specific 
volume or pressure as well as the temperature. Below we develop some gen- 
eral relations to relate the specific heats of a substance to pressure, specific 
volume, and temperature. 

At low pressures gases behave as ideal gases, and their specific heats 
essentially depend on temperature only. These specific heats are called zero 
pressure, or ideal-gas, specific heats (denoted cy and c,o), and they are rel- 
atively easier to determine. Thus it is desirable to have some general rela- 
tions that enable us to calculate the specific heats at higher pressures (or 
lower specific volumes) from a knowledge of cy) or c,9 and the P-v-T 
behavior of the substance. Such relations are obtained by applying the test 
of exactness (Eq. 12-5) on Eqs. 12-38 and 12—40, which yields 


dcy aP 
—) == (12-42) 
OV) + Or Jy 
ðc, av 

= -7|— (12-43) 
aP ) > aT?) 


The deviation of c, from c,9 with increasing pressure, for example, is deter- 
mined by integrating Eq. 12-43 from zero pressure to any pressure P along 
an isothermal path: 


and 


F 3 
3 
(c, — eo)7 = | ( s) dP (12-44) 
0 P 


The integration on the right-hand side requires a knowledge of the P-v-T 
behavior of the substance alone. The notation indicates that v should be dif- 
ferentiated twice with respect to T while P is held constant. The resulting 
expression should be integrated with respect to P while T is held constant. 

Another desirable general relation involving specific heats is one that relates 
the two specific heats c, and c,. The advantage of such a relation is obvious: 
We will need to determine only one specific heat (usually c,) and calculate 
the other one using that relation and the P-v-T data of the substance. We 
start the development of such a relation by equating the two ds relations 
(Eqs. 12-38 and 12—40) and solving for dT: 


y- TOPAT) 4, TOWT) p 


Cp Cy Ch ey 


Choosing T = T(v, P) and differentiating, we get 


ar= (2) a+ (2) a 
OV / p OP J y 


Equating the coefficient of either dv or dP of the above two equations gives 


the desired result: 
(2) (=) (12-45) 
FN ET AEE tg 
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An alternative form of this relation is obtained by using the cyclic relation: 


(ir) 3), a Gr), C), 


Substituting the result into Eq. 12—45 gives 


; r( wy (2) (12-46) 
EEN TIe Nadr 


This relation can be expressed in terms of two other thermodynamic proper- 
ties called the volume expansivity £ and the isothermal compressibility a, 
which are defined as (Fig. 12—10) 


p-+(%) (12-47) 
V\ OT / p 
and 
1/ ov 
a= -1(*) (12-48) 
V\ OP / +7 


Substituting these two relations into Eq. 12-46, we obtain a third general 
relation for c, — cy; 


(12-49) 


It is called the Mayer relation in honor of the German physician and physicist 
J. R. Mayer (1814-1878). We can draw several conclusions from this equation: 


(b) A substance with a small B 


1. The isothermal compressibility œ is a positive quantity for all sub- 
stances in all phases. The volume expansivity could be negative for some FIGURE 12-10 
substances (such as liquid water below 4°C), but its square is always positive 
or zero. The temperature T in this relation is thermodynamic temperature, ihe co efficient of volumetric 
which is also positive. Therefore we conclude that the constant-pressure spe- expansion) is í measure:of he change 
cific heat is always greater than or equal to the constant-volume specific heat: = in volume with temperature at 


The volume expansivity (also called 


G= Cy (12-50) constant pressure. 


2. The difference between c, and c, approaches zero as the absolute 
temperature approaches zero. 

3. The two specific heats are identical for truly incompressible sub- 
stances since v = constant. The difference between the two specific heats is 
very small and is usually disregarded for substances that are nearly incom- 
pressible, such as liquids and solids. 


EXAMPLE 12-7 Internal Energy Change of a van der Waals Gas 


Derive a relation for the internal energy change as a gas that obeys the van 
der Waals equation of state. Assume that in the range of interest c, varies 
according to the relation c, = c} + CT, where c, and c, are constants. 


Solution A relation is to be obtained for the internal energy change of a 
van der Waals gas. 


666 


Thermodynamics 


Analysis The change in internal energy of any simple compressible system 
in any phase during any process can be determined from Eq. 12-30: 


1 "2 oP 
Uy — Uy, = | Gy ail sr | [7() - P! dv 
b IE fy 


vi 


The van der Waals equation of state is 


RT 
P= -£ 
Y=) W 
Then 
oe ee 
fy V= 2 
Thus, 


Substituting gives 


Vo 


Ty 

: ag 
m-u= | (+ enar + | A 
T, 


1 vi 


Integrating yields 


Co 1 1 
H= m Con Dy ee IE (T3 Ti) t a( + a +) 
1 2 


which is the desired relation. 


EXAMPLE 12-8 Internal Energy as a Function of Temperature Alone 
Show that the internal energy of (a) an ideal gas and (b) an incompressible 
substance is a function of temperature only, u = u(7). 


Solution It is to be shown that u = u(T) for ideal gases and incompressible 
substances. 

Analysis The differential change in the internal energy of a general simple 
compressible system is given by Eq. 12-29 as 


ðP 
du = c,dT+ 7( ) P| av 
aT), 


(a) For an ideal gas Pv = RT. Then 


Thus, 
du = c, dT 


To complete the proof, we need to show that c, is not a function of v either. 
This is done with the help of Eq. 12-42: 


(=) (=) 
Zar = 7 = 
Ov / 7 OY vy 
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For an ideal gas P = RT/v. Then 


(Gr),-0 Ge), For |= 


0Cy 
a 
OV) + 


which states that c, does not change with specific volume. That is, c, is not 
a function of specific volume either. Therefore we conclude that the internal AIR 
energy of an ideal gas is a function of temperature only (Fig. 12-11). 


Thus, 


(b) For an incompressible substance, v = constant and thus dv = O. Also 
from Eq. 12-49, c, = c, = c since a = B = O for incompressible substances. 
Then Eq. 12-29 reduces to 


du = cdT 


Again we need to show that the specific heat c depends on temperature only 
and not on pressure or specific volume. This is done with the help of 


Eq. 12-43: 
(2) J r( a) = FIGURE 12-11 
OP Yr ƏT?) p The internal energies and specific 
since v = constant. Therefore, we conclude that the internal energy of a heats of ideal gases and 
truly incompressible substance depends on temperature only. incompressible substances depend on 


temperature only. 


EXAMPLE 12-9 The Specific Heat Difference of an Ideal Gas 


Show that c, — c, = R for an ideal gas. 


Solution It is to be shown that the specific heat difference for an ideal gas 
is equal to its gas constant. 

Analysis This relation is easily proved by showing that the right-hand side 
of Eq. 12-46 is equivalent to the gas constant R of the ideal gas: 


dv\*/aP 
Cy = Gy = Hil 
OT / p\ dV / r 


RT ( a) RT P 
P > = = 
T 


W 


Substituting, 


C Ae) (a) = 


Ga = Gy = kk 


Therefore, 
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T, = 20°C 7 T{ž 20°C 
P, = 800 kPa P, = 200 kPa 
FIGURE 12-12 


The temperature of a fluid may 
increase, decrease, or remain constant 
during a throttling process. 


Pa, Ta 
(varied) 


Pi, Ti 
(fixed) 


FIGURE 12-13 


The development of an h = constant 
line on a P-T diagram. 


Maximum inversion 
temperature 


FIGURE 12-14 


Constant-enthalpy lines of a substance 
on a T-P diagram. 


12-5 = THE JOULE-THOMSON COEFFICIENT 


When a fluid passes through a restriction such as a porous plug, a capillary 
tube, or an ordinary valve, its pressure decreases. As we have shown in 
Chap. 5, the enthalpy of the fluid remains approximately constant during 
such a throttling process. You will remember that a fluid may experience a 
large drop in its temperature as a result of throttling, which forms the basis 
of operation for refrigerators and air conditioners. This is not always the 
case, however. The temperature of the fluid may remain unchanged, or it 
may even increase during a throttling process (Fig. 12-12). 

The temperature behavior of a fluid during a throttling (h = constant) 
process is described by the Joule-Thomson coefficient, defined as 


- (2) a 
ENEP 


Thus the Joule-Thomson coefficient is a measure of the change in tempera- 
ture with pressure during a constant-enthalpy process. Notice that if 


<0 temperature increases 
Myr) = 0 temperature remains constant 
> 0 temperature decreases 


during a throttling process. 

A careful look at its defining equation reveals that the Joule-Thomson 
coefficient represents the slope of h = constant lines on a T-P diagram. 
Such diagrams can be easily constructed from temperature and pressure 
measurements alone during throttling processes. A fluid at a fixed tempera- 
ture and pressure T, and P} (thus fixed enthalpy) is forced to flow through a 
porous plug, and its temperature and pressure downstream (T, and P,) are 
measured. The experiment is repeated for different sizes of porous plugs, 
each giving a different set of T, and P,. Plotting the temperatures against 
the pressures gives us an h = constant line on a T-P diagram, as shown in 
Fig. 12-13. Repeating the experiment for different sets of inlet pressure and 
temperature and plotting the results, we can construct a T-P diagram for a 
substance with several h = constant lines, as shown in Fig. 12-14. 

Some constant-enthalpy lines on the T-P diagram pass through a point of 
zero slope or zero Joule-Thomson coefficient. The line that passes through 
these points is called the inversion line, and the temperature at a point 
where a constant-enthalpy line intersects the inversion line is called the 
inversion temperature. The temperature at the intersection of the P = 0 
line (ordinate) and the upper part of the inversion line is called the maxi- 
mum inversion temperature. Notice that the slopes of the h = constant 
lines are negative (yp < 0) at states to the right of the inversion line and 
positive (uyr > 0) to the left of the inversion line. 

A throttling process proceeds along a constant-enthalpy line in the direc- 
tion of decreasing pressure, that is, from right to left. Therefore, the tempera- 
ture of a fluid increases during a throttling process that takes place on the 
right-hand side of the inversion line. However, the fluid temperature 
decreases during a throttling process that takes place on the left-hand side of 
the inversion line. It is clear from this diagram that a cooling effect cannot 
be achieved by throttling unless the fluid is below its maximum inversion 


temperature. This presents a problem for substances whose maximum inver- 
sion temperature is well below room temperature. For hydrogen, for example, 
the maximum inversion temperature is —68°C. Thus hydrogen must be 
cooled below this temperature if any further cooling is to be achieved by 
throttling. 

Next we would like to develop a general relation for the Joule-Thomson 
coefficient in terms of the specific heats, pressure, specific volume, and 
temperature. This is easily accomplished by modifying the generalized rela- 
tion for enthalpy change (Eq. 12-35) 


OV 
n= cars |v- (2) Jar 
: OT / p 


For an h = constant process we have dh = 0. Then this equation can be 


rearranged to give 
[v (2) | (=) (12-52) 
c, IJa wey, MP 


which is the desired relation. Thus, the Joule-Thomson coefficient can be 
determined from a knowledge of the constant-pressure specific heat and the 
P-v-T behavior of the substance. Of course, it is also possible to predict the 
constant-pressure specific heat of a substance by using the Joule-Thomson 
coefficient, which is relatively easy to determine, together with the P-v-T 
data for the substance. 


EXAMPLE 12-10 Joule-Thomson Coefficient of an Ideal Gas 
Show that the Joule-Thomson coefficient of an ideal gas is zero. 


Solution It is to be shown that uy = O for an ideal gas. 
Analysis For an ideal gas v = R7/P, and thus 


Qe 
Or). P 


Substituting this into Eq. 12-52 yields 


=E (2) | fy r$ Eu v) =0 

m = C OT / p es P| Gi z 
Discussion This result is not surprising since the enthalpy of an ideal gas is a 
function of temperature only, h = A(T), which requires that the temperature 


remain constant when the enthalpy remains constant. Therefore, a throttling 
process cannot be used to lower the temperature of an ideal gas (Fig. 12-15). 


12-6 = THE Ah, Au, AND As OF REAL GASES 


We have mentioned many times that gases at low pressures behave as ideal 
gases and obey the relation Pv = RT. The properties of ideal gases are rela- 
tively easy to evaluate since the properties u, h, cy, and c, depend on tem- 
perature only. At high pressures, however, gases deviate considerably from 
ideal-gas behavior, and it becomes necessary to account for this deviation. 
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remains constant during a throttling 
process since h = constant and T = 


constant lines on a T-P diagram 


coincide. 
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FIGURE 12-16 


An alternative process path to evaluate 
the enthalpy changes of real gases. 


In Chap. 3 we accounted for the deviation in properties P, v, and T by either 
using more complex equations of state or evaluating the compressibility fac- 
tor Z from the compressibility charts. Now we extend the analysis to evalu- 
ate the changes in the enthalpy, internal energy, and entropy of nonideal 
(real) gases, using the general relations for du, dh, and ds developed earlier. 


Enthalpy Changes of Real Gases 


The enthalpy of a real gas, in general, depends on the pressure as well as on 
the temperature. Thus the enthalpy change of a real gas during a process can 
be evaluated from the general relation for dh (Eq. 12-36) 


T Pr ov 
hy — h = cedr + v= 1| dP 
T P, ôT/p 


where P,, T; and P,, T, are the pressures and temperatures of the gas at the 
initial and the final states, respectively. For an isothermal process dT = 0, 
and the first term vanishes. For a constant-pressure process, dP = 0, and the 
second term vanishes. 

Properties are point functions, and thus the change in a property between 
two specified states is the same no matter which process path is followed. 
This fact can be exploited to greatly simplify the integration of Eq. 12-36. 
Consider, for example, the process shown on a T-s diagram in Fig. 12-16. 
The enthalpy change during this process h, — h, can be determined by per- 
forming the integrations in Eq. 12-36 along a path that consists of 
two isothermal (7, = constant and T, = constant) lines and one isobaric 
(Pj = constant) line instead of the actual process path, as shown in 
Fig. 12-16. 

Although this approach increases the number of integrations, it also sim- 
plifies them since one property remains constant now during each part of 
the process. The pressure P, can be chosen to be very low or zero, so that 
the gas can be treated as an ideal gas during the P, = constant process. 
Using a superscript asterisk (*) to denote an ideal-gas state, we can express 
the enthalpy change of a real gas during process 1-2 as 


hy — hy = (hy — h3) + (h3 — hï) + (Af — hy) (12-53) 
where, from Eq. 12-36, 


x 2 ðv sa ðv 
hy — h= 0 + v-T\ = dP = VT dP (12-54) 
Pe oT / p T=T, Py OT / p T=T, 


T Ty 
c, dT +0= | Cyo(T) dT (12-55) 
T, 


1 


P? P 
ð ð 
ht —hy=0+ | v- (2) | dP = | Ç r( “) | dP (12-56) 
P, OT / plr, p OT / plr=r, 


0 


ng - at = | 


Ti 


The difference between h and h* is called the enthalpy departure, and it 
represents the variation of the enthalpy of a gas with pressure at a fixed 
temperature. The calculation of enthalpy departure requires a knowledge of 
the P-v-T behavior of the gas. In the absence of such data, we can use the 
relation Pv = ZRT, where Z is the compressibility factor. Substituting 


v = ZRT/P and simplifying Eq. 12-56, we can write the enthalpy departure 
at any temperature T and pressure P as 


(h* — h) = —RT? 5) dP 


aT)» P 

The above equation can be generalized by expressing it in terms of the reduced 
coordinates, using T = T„Tpg and P = P,P». After some manipulations, the 
enthalpy departure can be expressed in a nondimensionalized form as 


ith a az 
i = ws = =| (2) d(In Pp) (12-57) 
RT s Aaike 


u` cr 


where Z, is called the enthalpy departure factor. The integral in the above 
equation can be performed graphically or numerically by employing data from 
the compressibility charts for various values of Pp and Tp. The values of Z, are 
presented in graphical form as a function of Pp and Tp in Fig. A-29. This 
graph is called the generalized enthalpy departure chart, and it is used to 
determine the deviation of the enthalpy of a gas at a given P and T from the 
enthalpy of an ideal gas at the same T. By replacing h* by h,,.,, for clarity, Eq. 
12-53 for the enthalpy change of a gas during a process 1-2 can be rewritten as 


hy — hy = (h, — hy Jida RT (Zp, z Zp) (12-58) 


or 


hy hy = (m = Ayan ~ RTS, — Zp) (12-59) 


where the values of Z, are determined from the generalized enthalpy depar- 
ture chart and (h, — h,)iqeq 1S determined from the ideal-gas tables. Notice 
that the last terms on the right-hand side are zero for an ideal gas. 


Internal Energy Changes of Real Gases 


The internal energy change of a real gas is determined by relating it to the 
enthalpy change through the definition h = u + Pv = u + ZR,T: 


uy u = (h, hı) R,(ZoT — ZT) (12-60) 


Entropy Changes of Real Gases 


The entropy change of a real gas is determined by following an approach 
similar to that used above for the enthalpy change. There is some difference 
in derivation, however, owing to the dependence of the ideal-gas entropy on 
pressure as well as the temperature. 

The general relation for ds was expressed as (Eq. 12—41) 


T Cp P, ðv 
So — Ss = 7 dT aT dP 
T, P, P 


where P,, T; and P,, T, are the pressures and temperatures of the gas at the 
initial and the final states, respectively. The thought that comes to mind at 
this point is to perform the integrations in the previous equation first along a 
T, = constant line to zero pressure, then along the P = O line to T,, and 
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FIGURE 12-17 

An alternative process path to evaluate 
the entropy changes of real gases 
during process 1-2. 


finally along the T, = constant line to P,, as we did for the enthalpy. This 
approach is not suitable for entropy-change calculations, however, since it 
involves the value of entropy at zero pressure, which is infinity. We can 
avoid this difficulty by choosing a different (but more complex) path 
between the two states, as shown in Fig. 12—17. Then the entropy change 
can be expressed as 


s2 = 8 = (s2 = sh) + (86 — 83) + (s3 — ST) + (ST — sa) + (se — si) (12-61) 


States 1 and 1* are identical (T) = Tř and P, = Př) and so are states 2 
and 2*. The gas is assumed to behave as an ideal gas at the imaginary states 
1* and 2* as well as at the states between the two. Therefore, the entropy 
change during process 1*-2* can be determined from the entropy-change 
relations for ideal gases. The calculation of entropy change between an 
actual state and the corresponding imaginary ideal-gas state is more 
involved, however, and requires the use of generalized entropy departure 
charts, as explained below. 

Consider a gas at a pressure P and temperature T. To determine how much 
different the entropy of this gas would be if it were an ideal gas at the same 
temperature and pressure, we consider an isothermal process from the actual 
state P, T to zero (or close to zero) pressure and back to the imaginary ideal- 
gas state P*, T* (denoted by superscript *), as shown in Fig. 12-17. The 
entropy change during this isothermal process can be expressed as 


(sp — Sp)r = (sp — So)r + (sò fs Sp )r 


P fav "fav 
dP = dP 
Marys Bes 


= RT/P. Performing the differentiations 


where V = ZRT/P and v* = 
and rearranging, we obtain 


tre [E E) Jo 


By substituting T = T,,T, and P = P,P, and rearranging, the entropy 


C 
departure can be expressed in a nondimensionalized form as 


y*¥ -— 5 Pr GYA 
Z, = ia ap = | [z -1+ n( =) [amea (12-62) 
0 OTR Pp 


ideal 


R; 


The difference (5* — 5)rp is called the entropy departure and Z, is called 
the entropy departure factor. The integral in the above equation can be 
performed by using data from the compressibility charts. The values of Z, 
are presented in graphical form as a function of Pp and Tẹ in Fig. A-30. 
This graph is called the generalized entropy departure chart, and it is 
used to determine the deviation of the entropy of a gas at a given P and T 
from the entropy of an ideal gas at the same P and T. Replacing s* by 5,401 
for clarity, we can rewrite Eq. 12—61 for the entropy change of a gas during 
a process 1-2 as 


So fys (s2 S 1)ideal RZ, Z) (12-63) 


S2 


or 


S2 sı = (% 51 )ideal R(Z,, Z;,) (12-64) 


where the values of Z, are determined from the generalized entropy depar- 
ture chart and the entropy change (s> — 5,);4ea 18 determined from the ideal- 
gas relations for entropy change. Notice that the last terms on the right-hand 
side are zero for an ideal gas. 


EXAMPLE 12-11 The Ah and As of Oxygen at High Pressures 


Determine the enthalpy change and the entropy change of oxygen per unit 
mole as it undergoes a change of state from 220 K and 5 MPa to 300 K and 
10 MPa (a) by assuming ideal-gas behavior and (b) by accounting for the 
deviation from ideal-gas behavior. 


Solution Oxygen undergoes a process between two specified states. The 
enthalpy and entropy changes are to be determined by assuming ideal-gas 
behavior and by accounting for the deviation from ideal-gas behavior. 
Analysis The critical temperature and pressure of oxygen are 7,, = 154.8 K 
and P, = 5.08 MPa (Table A-1), respectively. The oxygen remains above its 
critical temperature; therefore, it is in the gas phase, but its pressure is 
quite high. Therefore, the oxygen will deviate from ideal-gas behavior and 
should be treated as a real gas. 

(a) If the O, is assumed to behave as an ideal gas, its enthalpy will depend 
on temperature only, and the enthalpy values at the initial and the final tem- 
peratures can be determined from the ideal-gas table of O, (Table A-19) at 
the specified temperatures: 


(ho hy ideal a hy ideal Ny ideal 
= (8736 — 6404) kJ/kmol 
= 2332 kJ/kmol 


The entropy depends on both temperature and pressure even for ideal gases. 
Under the ideal-gas assumption, the entropy change of oxygen is determined 
from 


= Sai aa GD. 
(s2 S 1 Jideal S2 Si R,1n 


10 MPa 
5 MPa 


= (205.213 — 196.171) kJ/kmol + K — (8.314 kJ/kmol - K)In 


= 3.28 kJ/kmol - K 


(b) The deviation from the ideal-gas behavior can be accounted for by deter- 
mining the enthalpy and entropy departures from the generalized charts at 
each state: 
T, 220 K 
Si) IBK = 
P, 5 MPa 
1! Pa 5.08MPa — 


1.42 
Z, =O, = 05 


0.98 
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and 
T K 
Tr, = E an Fs 
7 a Z = OAS Ze 00 
Pp = = 2 = 1.97 
> Pa 5.08 MPa 


Then the enthalpy and entropy changes of oxygen during this process are 
determined by substituting the values above into Eqs. 12-58 and 12-63, 


hy h, a (hy hy) deat IR Mel, = Z 
= 2332 kJ/kmol — (8.314 kJ/kmol - K)[154.8 K (0.48 — 0.53)] 
= 2396 kJ/kmol 


and 


So Sy = (s2 S 1 )ideal R,(Z,, Z) 
= 3.28 kJ/kmol - K — (8.314 kJ/kmol - K) (0.20 — 0.25) 
= 3.70 kJ/kmol - K 


Discussion Note that the ideal-gas assumption would underestimate the 
enthalpy change of the oxygen by 2.7 percent and the entropy change by 


11.4 percent. 


SUMMARY 


Some thermodynamic properties can be measured directly, but 
many others cannot. Therefore, it is necessary to develop 
some relations between these two groups so that the properties 
that cannot be measured directly can be evaluated. The deriva- 
tions are based on the fact that properties are point functions, 
and the state of a simple, compressible system is completely 
specified by any two independent, intensive properties. 

The equations that relate the partial derivatives of proper- 
ties P, v, T, and s of a simple compressible substance to each 
other are called the Maxwell relations. They are obtained 
from the four Gibbs equations, expressed as 


du = Tds — P dv 


dh = Tds + vdP 
da = —s dT — P dv 
dg = —s dT + vdP 


The Maxwell relations are 
A 
ov /, Os Jy 
a 
OP /. OS / p 
(sr), Ge) 
OV) 7 OT Jy 
(a), Car) 
OP) + OT / p 
The Clapeyron equation enables us to determine the enthalpy 


change associated with a phase change from a knowledge of 
P, v, and T data alone. It is expressed as 


(r)a T 
AT J sw TVg 


For liquid—vapor and solid—vapor phase-change processes at 
low pressures, it can be approximated as 


(2) =t(B—1) 
In = 
Pi sat R Th sat 


The changes in internal energy, enthalpy, and entropy of a 
simple compressible substance can be expressed in terms of 
pressure, specific volume, temperature, and specific heats 


alone as 
oP 
du = c,dT 7( ) P| dv 
aT), 
dh = c, dT [v (2) |a 
=e ar)» 
Cy oP 
ds = — dT + (=) dv 
T ƏT), 
or 


For specific heats, we have the following general relations: 
acy oP 
See, =T E 
oV jr oT jy 
( IC, ) 
aP Jy 


(2) (2) 
E = 
Boa ƏðT/p\ðV/r 
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C= Cy 


where £ is the volume expansivity and a@ is the isothermal 
compressibility, defined as 


1/o l/o 
B=- (=) and & =- (=) 
V\OT/ p v P/r 


The difference c, — c, is equal to R for ideal gases and to 
zero for incompressible substances. 

The temperature behavior of a fluid during a throttling (h = 
constant) process is described by the Joule-Thomson coefficient, 


defined as 
_ (=) 
Myr aP), 


The Joule-Thomson coefficient is a measure of the change in 
temperature of a substance with pressure during a constant- 
enthalpy process, and it can also be expressed as 


Ia l 


The enthalpy, internal energy, and entropy changes of real gases 
can be determined accurately by utilizing generalized enthalpy 
or entropy departure charts to account for the deviation from 
the ideal-gas behavior by using the following relations: 


Myr — 


hy hy Ft (hy hy ) idea R TalZn, z Zn) 
Uy uy T (h hı) R,(ZT = Z,T;) 
So sS; 5 (S3 S 1 ideal R,(Z,, Z,,) 


where the values of Z, and Z, are determined from the gener- 
alized charts. 
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PROBLEMS* 


Partial Derivatives and Associated Relations 


12-1C Consider the function z(x, y). Plot a differential sur- 
face on x-y-z coordinates and indicate dx, dx, dy, dy, (ðZ), 
(dz),, and dz. 


12-2C What is the difference between partial differentials 
and ordinary differentials? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon œ are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 
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12-3C Consider the function z(x, y), its partial derivatives 
(dz/0x), and (dz/dy),, and the total derivative dz/dx. 


(a) How do the magnitudes (dx), and dx compare? 


Thermodynamics 


(b) How do the magnitudes (dz), and dz compare? 
(c) Is there any relation among dz, (0z),, and (z),? 


12-4C Consider a function z(x, y) and its partial derivative 
(dz/dy),. Under what conditions is this partial derivative equal 
to the total derivative dz/dy? 


12-5C Consider a function z(x, y) and its partial derivative 
(dz/dy),. If this partial derivative is equal to zero for all values 
of x, what does it indicate? 


12-6C Consider a function z(x, y) and its partial derivative 
(dz/dy),. Can this partial derivative still be a function of x? 


12-7C Consider a function f(x) and its derivative dffdx. 
Can this derivative be determined by evaluating dx/df and 
taking its inverse? 


12-8 Consider air at 400 K and 0.90 m*/kg. Using Eq. 12-3, 
determine the change in pressure corresponding to an increase 
of (a) 1 percent in temperature at constant specific volume, 
(b) 1 percent in specific volume at constant temperature, and 
(c) 1 percent in both the temperature and specific volume. 


12-9 Repeat Problem 12-8 for helium. 


12-10 Prove for an ideal gas that (a) the P = constant lines 
on a T-v diagram are straight lines and (b) the high-pressure 
lines are steeper than the low-pressure lines. 


12-11 Derive a relation for the slope of the v = constant 
lines on a T-P diagram for a gas that obeys the van der Waals 
equation of state. Answer: (v — b)/R 


12-12 Nitrogen gas at 400 K and 300 kPa behaves as an 
ideal gas. Estimate the c, and c, of the nitrogen at this state, 
using enthalpy and internal energy data from Table A-18, and 
compare them to the values listed in Table A—2b. 


12-13E Nitrogen gas at 600 R and 30 psia behaves as an 
ideal gas. Estimate the c, and c, of the nitrogen at this state, 
using enthalpy and internal energy data from Table A—18E, 
and compare them to the values listed in Table A-2Eb. 
Answers: 0.249 Btu/Ibm - R, 0.178 Btu/Ibm - R 


12-14 Consider an ideal gas at 400 K and 100 kPa. As a 
result of some disturbance, the conditions of the gas change 
to 404 K and 96 kPa. Estimate the change in the specific vol- 
ume of the gas using (a) Eq. 12-3 and (b) the ideal-gas rela- 
tion at each state. 


12-15 Using the equation of state P(v — a) = RT, verify 
(a) the cyclic relation and (b) the reciprocity relation at 
constant v. 


The Maxwell Relations 


12-16 Verify the validity of the last Maxwell relation 
(Eq. 12-19) for refrigerant-134a at 80°C and 1.2 MPa. 


12-17 Reconsider Prob. 12—16. Using EES (or other) 
<= software, verify the validity of the last Maxwell 
relation for refrigerant-134a at the specified state. 


12-18E Verify the validity of the last Maxwell relation 
(Eq. 12-19) for steam at 800°F and 400 psia. 


12-19 Using the Maxwell relations, determine a relation for 
(ds/0P), for a gas whose equation of state is P(v — b) = RT. 
Answer: — R/P 


12-20 Using the Maxwell relations, determine a relation 
for (0s/dV), for a gas whose equation of state is (P — a/v?) 
(v — b) = RT. 


12-21 Using the Maxwell relations and the ideal-gas equa- 
tion of state, determine a relation for (ds/dv), for an ideal 
gas. Answer: Riv 


The Clapeyron Equation 


12-22C What is the value of the Clapeyron equation in 
thermodynamics? 


12-23C Does the Clapeyron equation involve any approxi- 
mations, or is it exact? 


12-24C What approximations are involved in the Clapeyron- 
Clausius equation? 


12-25 Using the Clapeyron equation, estimate the enthalpy 
of vaporization of refrigerant-134a at 40°C, and compare it to 
the tabulated value. 


12-26 Reconsider Prob. 12-25. Using EES (or other) 

SS software, plot the enthalpy of vaporization of 
refrigerant-134a as a function of temperature over the tempera- 
ture range —20 to 80°C by using the Clapeyron equation and 
the refrigerant-134a data in EES. Discuss your results. 


12-27 Using the Clapeyron equation, estimate the enthalpy 
of vaporization of steam at 300 kPa, and compare it to the 
tabulated value. 


12-28 Calculate the h, and s of steam at 120°C from 
the Clapeyron equation, and compare them to the tabulated 
values. 


12-29E (2 > Determine the h,, of refrigerant-134a at 50°F 

& on the basis of (a) the Clapeyron equation 
and (b) the Clapeyron-Clausius equation. Compare your 
results to the tabulated h,, value. 


12-30 Plot the enthalpy of vaporization of steam as a 

SS function of temperature over the temperature 
range 10 to 200°C by using the Clapeyron equation and 
steam data in EES. 


12-31 Using the Clapeyron-Clausius equation and the triple- 
point data of water, estimate the sublimation pressure of 
water at —30°C and compare to the value in Table A-8. 


General Relations for du, dh, ds, c,, and Cp 


12-32C Can the variation of specific heat c, with pressure 
at a given temperature be determined from a knowledge of P- 
v-T data alone? 


12-33 Show that the enthalpy of an ideal gas is a function 
of temperature only and that for an incompressible substance 
it also depends on pressure. 


12-34 Derive expressions for (a) Au, (b) Ah, and (c) As for 
a gas that obeys the van der Waals equation of state for an 
isothermal process. 


12-35 Derive expressions for (a) Au, (b) Ah, and (c) As for 
a gas whose equation of state is P(v — a) = RT for an isother- 
mal process. Answers: (a) O, (b) a(P, — P,), (c) —R In (P/P) 


12-36 Derive expressions for (du/dP), and (dh/dv), in 
terms of P, v, and T only. 


12-37 Derive an expression for the specific-heat difference 
Cy = Cy for (a) an ideal gas, (b) a van der Waals gas, and 
(c) an incompressible substance. 


12-38 Estimate the specific-heat difference c, — c, for liquid 
water at 15 MPa and 80°C. Answer: 0.32 kJ/kg - K 


12-39E Estimate the specific-heat difference c, — cy for liq- 


uid water at 1000 psia and 150°F. Answer: 0.057 Btu/ibm > R 
12-40 Derive a relation for the volume expansivity 6 and 
the isothermal compressibility a (a) for an ideal gas and 
(b) for a gas whose equation of state is P(v — a) = RT. 


12-41 Estimate the volume expansivity 6 and the isothermal 
compressibility a of refrigerant-134a at 200 kPa and 30°C. 


The Joule-Thomson Coefficient 
12-42C What does the Joule-Thomson coefficient represent? 


12-43C Describe the inversion line and the maximum 
inversion temperature. 


12-44C The pressure of a fluid always decreases during 
an adiabatic throttling process. Is this also the case for the 
temperature? 


12-45C Does the Joule-Thomson coefficient of a substance 
change with temperature at a fixed pressure? 


12-46C Will the temperature of helium change if it is throt- 
tled adiabatically from 300 K and 600 kPa to 150 kPa? 


12-47 Consider a gas whose equation of state is P(v — a) = 
RT, where a is a positive constant. Is it possible to cool this 
gas by throttling? 


12-48 Derive a relation for the Joule-Thomson coefficient 
and the inversion temperature for a gas whose equation of 
state is (P + a/V’)v = RT. 


12-49 Estimate the Joule-Thomson coefficient of steam at 
(a) 3 MPa and 300°C and (b) 6 MPa and 500°C. 
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12-50E A > Estimate the Joule-Thomson coefficient of 

<3” nitrogen at (a) 200 psia and 500 R and 
(b) 2000 psia and 400 R. Use nitrogen properties from EES 
or other source. 


12-51E Reconsider Prob. 12-50E. Using EES (or 

SS other) software, plot the Joule-Thomson coef- 
ficient for nitrogen over the pressure range 100 to 1500 psia 
at the enthalpy values 100, 175, and 225 Btu/Ibm. Discuss 
the results. 


12-52 Estimate the Joule-Thomson coefficient of refriger- 
ant-134a at 0.7 MPa and 50°C. 


12-53 Steam is throttled slightly from 1 MPa and 300°C. 
Will the temperature of the steam increase, decrease, or 
remain the same during this process? 


The dh, du, and ds of Real Gases 
12-54C What is the enthalpy departure? 


12-55C On the generalized enthalpy departure chart, the 
normalized enthalpy departure values seem to approach zero 
as the reduced pressure Pp approaches zero. How do you 
explain this behavior? 


12-56C Why is the generalized enthalpy departure chart pre- 
pared by using Pp, and Tẹ as the parameters instead of P and T? 


12-57 Determine the enthalpy of nitrogen, in kJ/kg, at 
175 K and 8 MPa using (a) data from the ideal-gas nitrogen 
table and (b) the generalized enthalpy departure chart. Com- 
pare your results to the actual value of 125.5 kJ/kg. Answers: 
(a) 181.5 kJ/kg, (b) 121.6 kJ/kg 


12-58E Determine the enthalpy of nitrogen, in Btu/lbm, at 
400 R and 2000 psia using (a) data from the ideal-gas nitro- 
gen table and (b) the generalized enthalpy chart. Compare 
your results to the actual value of 177.8 Btu/Ibm. 


12-59 What is the error involved in the (a) enthalpy and 
(b) internal energy of CO, at 350 K and 10 MPa if it is 
assumed to be an ideal gas? Answers: (a) 50%, (b) 49% 


12-60 Determine the enthalpy change and the entropy 
change of nitrogen per unit mole as it undergoes a change of 
state from 225 K and 6 MPa to 320 K and 12 MPa, (a) by 
assuming ideal-gas behavior and (b) by accounting for the 
deviation from ideal-gas behavior through the use of general- 
ized charts. 


12-61 Determine the enthalpy change and the entropy 
change of CO, per unit mass as it undergoes a change of state 
from 250 K and 7 MPa to 280 K and 12 MPa, (a) by assum- 
ing ideal-gas behavior and (b) by accounting for the deviation 
from ideal-gas behavior. 


12-62 Methane is compressed adiabatically by a steady-flow 
compressor from 2 MPa and — 10°C to 10 MPa and 110°C at a 
rate of 0.55 kg/s. Using the generalized charts, determine the 
required power input to the compressor. Answer: 133 kW 
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10 MPa 
110°C 
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m= 0.55 kg/s 
2 MPa 
—10°C 


FIGURE P12-62 


12-63 R Propane is compressed isothermally by a piston- 

cylinder device from 100°C and 1 MPa to 4 
MPa. Using the generalized charts, determine the work done 
and the heat transfer per unit mass of propane. 


12—64 Reconsider Prob. 12-63. Using EES (or other) 
SS software, extend the problem to compare the 

solutions based on the ideal-gas assumption, generalized chart 

data, and real fluid data. Also extend the solution to methane. 


12-65E Propane is compressed isothermally by a piston— 
cylinder device from 200°F and 200 psia to 800 psia. Using 
the generalized charts, determine the work done and the heat 
transfer per unit mass of the propane. 

Answers: 45.3 Btu/Ibm, 141 Btu/Ibm 


12-66 Determine the exergy destruction associated with the 
process described in Prob. 12—63. Assume Ty) = 30°C. 


12-67 Carbon dioxide enters an adiabatic nozzle at 8 MPa 
and 450 K with a low velocity and leaves at 2 MPa and 350 K. 
Using the generalized enthalpy departure chart, determine the 
exit velocity of the carbon dioxide. Answer: 384 m/s 


12-68 Reconsider Prob. 12—67. Using EES (or other) 

SS software, compare the exit velocity to the noz- 
zle assuming ideal-gas behavior, the generalized chart data, 
and EES data for carbon dioxide. 


12-69 A 0.08-m? well-insulated rigid tank contains oxygen 
at 220 K and 10 MPa. A paddle wheel placed in the tank is 
turned on, and the temperature of the oxygen rises to 250 K. 
Using the generalized charts, determine (a) the final pressure 
in the tank and (b) the paddle-wheel work done during this 
process. Answers: (a) 12,190 kPa, (b) 393 kJ 


12-70 Carbon dioxide is contained in a constant-volume tank 
and is heated from 100°C and 1 MPa to 8 MPa. Determine the 
heat transfer and entropy change per unit mass of the carbon 
dioxide using (a) the ideal-gas assumption, (b) the generalized 
charts, and (c) real fluid data from EES or other sources. 


Review Problems 


12-71 For B = 0, prove that at every point of a single- 
phase region of an h-s diagram, the slope of a constant- 
pressure (P = constant) line is greater than the slope of a 


constant-temperature (T = constant) line, but less than the 
slope of a constant-volume (v = constant) line. 


12-72 Using the cyclic relation and the first Maxwell rela- 
tion, derive the other three Maxwell relations. 


12-73 Starting with the relation dh = T ds + v dP, show 
that the slope of a constant-pressure line on an h-s diagram 
(a) is constant in the saturation region and (b) increases with 
temperature in the superheated region. 


12-74 Derive relations for (a) Au, (b) Ah, and (c) As of a 
gas that obeys the equation of state (P + a/v*)v = RT for an 
isothermal process. 


12-75 Show that 


ðv oP oP ðv 
Cy = T z and Cp = T a a= 
aT) \ aT /, aT) \ðT/p 


12-76 Estimate the Cy of nitrogen at 300 kPa and 400 K, 
using (a) the relation in the above problem and (b) its defini- 
tion. Compare your results to the value listed in Table A—2b. 


12-77 Steam is throttled from 4.5 MPa and 300°C to 2.5 
MPa. Estimate the temperature change of the steam during 
this process and the average Joule-Thomson coefficient. 
Answers: —26.3°C, 13.1°C/MPa 


12-78 A rigid tank contains 1.2 m° of argon at — 100°C and 
1 MPa. Heat is now transferred to argon until the temperature 
in the tank rises to 0°C. Using the generalized charts, deter- 
mine (a) the mass of the argon in the tank, (b) the final pres- 
sure, and (c) the heat transfer. 

Answers: (a) 35.1 kg, (b) 1531 kPa, (c) 1251 kJ 


12-79 Argon gas enters a turbine at 7 MPa and 600 K with 
a velocity of 100 m/s and leaves at 1 MPa and 280 K with a 
velocity of 150 m/s at a rate of 5 kg/s. Heat is being lost to 
the surroundings at 25°C at a rate of 60 kW. Using the gener- 
alized charts, determine (a) the power output of the turbine 
and (b) the exergy destruction associated with the process. 


7 MPa 
600 K 
100 m/s 


150 m/s 


FIGURE P12-79 


12-80 Reconsider Prob. 12-79. Using EES (or other) 

SS software, solve the problem assuming steam is 
the working fluid by using the generalized chart method and 
EES data for steam. Plot the power output and the exergy 
destruction rate for these two calculation methods against the 
turbine exit pressure as it varies over the range 0.1 to 1 MPa 
when the turbine exit temperature is 455 K. 


12-81E Argon gas enters a turbine at 1000 psia and 1000 R 
with a velocity of 300 ft/s and leaves at 150 psia and 500 R 
with a velocity of 450 ft/s at a rate of 12 lbm/s. Heat is being 
lost to the surroundings at 75°F at a rate of 80 Btu/s. Using 
the generalized charts, determine (a) the power output of the 
turbine and (b) the exergy destruction associated with the 
process. Answers: (a) 922 hp, (b) 121.5 Btu/s 


12-82 An adiabatic 0.2-m? storage tank that is initially 
evacuated is connected to a supply line that carries nitrogen 
at 225 K and 10 MPa. A valve is opened, and nitrogen flows 
into the tank from the supply line. The valve is closed when 
the pressure in the tank reaches 10 MPa. Determine the final 
temperature in the tank (a) treating nitrogen as an ideal gas 
and (b) using generalized charts. Compare your results to the 
actual value of 293 K. 


Initially 
evacuated 


FIGURE P12-82 


12-83 For a homogeneous (single-phase) simple pure sub- 
stance, the pressure and temperature are independent proper- 
ties, and any property can be expressed as a function of these 
two properties. Taking v = V(P, T), show that the change in 
specific volume can be expressed in terms of the volume 
expansivity 6 and isothermal compressibility a as 


d 
X = BaT ~ dP 


Also, assuming constant average values for 6 and a, obtain a 
relation for the ratio of the specific volumes v,/v, as a homo- 
geneous system undergoes a process from state 1 to state 2. 


12-84 Repeat Prob. 12-83 for an isobaric process. 
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12-85 The volume expansivity of water at 20°C is B = 
0.207 X 1076 K~!. Treating this value as a constant, deter- 
mine the change in volume of 1 m? of water as it is heated 
from 10°C to 30°C at constant pressure. 


12-86 The volume expansivity 6 values of copper at 300 K 
and 500 K are 49.2 X 1076 K`! and 54.2 x 1076 K7!, 
respectively, and 6 varies almost linearly in this temperature 
range. Determine the percent change in the volume of a cop- 
per block as it is heated from 300 K to 500 K at atmospheric 
pressure. 


12-87 Starting with uyr = (1/c,) [T(8v/ðT), — V] and not- 
ing that Pv = ZRT, where Z = Z(P, T) is the compressibility 
factor, show that the position of the Joule-Thomson coeffi- 
cient inversion curve on the T-P plane is given by the equa- 
tion (0Z/dT)p = 0. 

12-88 Consider an infinitesimal reversible adiabatic com- 
pression or expansion process. By taking s = s(P, v) and 
using the Maxwell relations, show that for this process Pv* = 
constant, where k is the isentropic expansion exponent 


defined as 
oP 
P\ ov/, 


Also, show that the isentropic expansion exponent k reduces 
to the specific heat ratio c,/c, for an ideal gas. 
12-89 Refrigerant-134a undergoes an isothermal pro- 
SS cess at 60°C from 3 to 0.1 MPa in a closed sys- 
tem. Determine the work done by the refrigerant-134a by 
using the tabular (EES) data and the generalized charts, in 
kJ/kg. 
12-90 Methane is contained in a piston—cylinder device and 
is heated at constant pressure of 4 MPa from 100 to 350°C. 
Determine the heat transfer, work and entropy change per 
unit mass of the methane using (a) the ideal-gas assumption, 
(b) the generalized charts, and (c) real fluid data from EES or 
other sources. 


Fundamentals of Engineering (FE) Exam Problems 


12-91 A substance whose Joule-Thomson coefficient is 
negative is throttled to a lower pressure. During this process, 
(select the correct statement) 


(a) the temperature of the substance will increase. 

(b) the temperature of the substance will decrease. 

(c) the entropy of the substance will remain constant. 

(d) the entropy of the substance will decrease. 

(e) the enthalpy of the substance will decrease. 

12-92 Consider the liquid—vapor saturation curve of a pure 


substance on the P-T diagram. The magnitude of the slope of 
the tangent line to this curve at a temperature T (in Kelvin) is 
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(a) proportional to the enthalpy of vaporization h, at that 
temperature. 
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(b) proportional to the temperature T. 

(c) proportional to the square of the temperature T. 

(d) proportional to the volume change v, at that temperature. 

(e) inversely proportional to the entropy change s, at that 
temperature. 


12-93 Based on the generalized charts, the error involved 
in the enthalpy of CO, at 350 K and 8 MPa if it is assumed to 
be an ideal gas is 

(a) 0 (b) 20% (c) 35% (d) 26% (e) 65% 
12-94 Based on data from the refrigerant-134a tables, the 
Joule-Thompson coefficient of refrigerant-134a at 0.8 MPa 
and 100°C is approximately 

(a) 0 (b) —5°C/MPa 
(d) 8°C/MPa (e) 26°C/MPa 
12-95 For a gas whose equation of state is P(v — b) = RT, 
the specified heat difference c, — c, is equal to 


L 
(OR (b)R-b (c)R+b (d)0 (e) RO + vb) 


(c) 11°C/MPa 


Design and Essay Problems 


12-96 Consider the function z = z(x, y). Write an essay on 
the physical interpretation of the ordinary derivative dz/dx 
and the partial derivative (ðz/ðx),. Explain how these two 
derivatives are related to each other and when they become 
equivalent. 


12-97 There have been several attempts to represent the ther- 
modynamic relations geometrically, the best known of these 


v a F 
u & 
S h P 


FIGURE P12-97 


being Koenig’s thermodynamic square shown in the figure. 
There is a systematic way of obtaining the four Maxwell rela- 
tions as well as the four relations for du, dh, dg, and da from 
this figure. By comparing these relations to Koenig’s diagram, 
come up with the rules to obtain these eight thermodynamic 
relations from this diagram. 


12-98 Several attempts have been made to express the par- 
tial derivatives of the most common thermodynamic prop- 
erties in a compact and systematic manner in terms of 
measurable properties. The work of P. W. Bridgman is per- 
haps the most fruitful of all, and it resulted in the well-known 
Bridgman’s table. The 28 entries in that table are sufficient to 
express the partial derivatives of the eight common properties 
P, T, v, s, u, h, f, and g in terms of the six properties P, v, T, 
Cys 8, and a, which can be measured directly or indirectly 
with relative ease. Obtain a copy of Bridgman’s table and 
explain, with examples, how it is used. 
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p to this point, we have limited our consideration to 

thermodynamic systems that involve a single pure 

substance such as water. Many important thermody- 
namic applications, however, involve mixtures of several pure 
substances rather than a single pure substance. Therefore, it 
is important to develop an understanding of mixtures and 
learn how to handle them. 

In this chapter, we deal with nonreacting gas mixtures. 
A nonreacting gas mixture can be treated as a pure sub- 
stance since it is usually a homogeneous mixture of different 
gases. The properties of a gas mixture obviously depend on 
the properties of the individual gases (called components or 
constituents) as well as on the amount of each gas in the 
mixture. Therefore, it is possible to prepare tables of proper- 
ties for mixtures. This has been done for common mixtures 
such as air. It is not practical to prepare property tables for 
every conceivable mixture composition, however, since the 
number of possible compositions is endless. Therefore, we 
need to develop rules for determining mixture properties from 
a knowledge of mixture composition and the properties of the 
individual components. We do this first for ideal-gas mixtures 
and then for real-gas mixtures. The basic principles involved 
are also applicable to liquid or solid mixtures, called solutions. 


GAS MIXTURES 


Objectives <  ě 


The objectives of Chapter 13 are to: 


e Develop rules for determining nonreacting gas mixture 
properties from knowledge of mixture composition and the 
properties of the individual components. 

e Define the quantities used to describe the composition of a 
mixture, such as mass fraction, mole fraction, and volume 
fraction. 

e Apply the rules for determining mixture properties to ideal- 
gas mixtures and real-gas mixtures. 

e Predict the P-v-T behavior of gas mixtures based on 
Dalton’s law of additive pressures and Amagat’s law of 
additive volumes. 


e Perform energy and exergy analysis of mixing processes. 
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Hy (07) 
+ 
6 kg 32 kg 
FIGURE 13-1 


The mass of a mixture is equal to the 
sum of the masses of its components. 


Hy (07 
+ 
3 kmol 1 kmol 
FIGURE 13-2 


The number of moles of a nonreacting 
mixture is equal to the sum of the 
number of moles of its components. 


H, + O, 
Yu, = 0.75 
Yo 0.25 

1.00 


FIGURE 13-3 


The sum of the mole fractions of a 


mixture is equal to 1. 


13-1 = COMPOSITION OF A GAS MIXTURE: 
MASS AND MOLE FRACTIONS 


To determine the properties of a mixture, we need to know the composition 
of the mixture as well as the properties of the individual components. There 
are two ways to describe the composition of a mixture: either by specifying 
the number of moles of each component, called molar analysis, or by spec- 
ifying the mass of each component, called gravimetric analysis. 

Consider a gas mixture composed of k components. The mass of the mix- 
ture m,, is the sum of the masses of the individual components, and the 
mole number of the mixture N, is the sum of the mole numbers of the indi- 


m 


vidual components* (Figs. 13—1 and 13-2). That is, 
k k 
My = > m and N,, = XN: (13-1a, b) 
i i=1 


The ratio of the mass of a component to the mass of the mixture is called 
the mass fraction mf, and the ratio of the mole number of a component to 
the mole number of the mixture is called the mole fraction y: 

m; N; 


l 
mf; = — and y; = 
My Na 


(13-2a, b) 


Dividing Eq. 13-la by m,, or Eq. 13-1b by N„ we can easily show that 
the sum of the mass fractions or mole fractions for a mixture is equal to 1 
(Fig. 13-3): 


k k 
Simf,=1 and Sy,=1 
=! =i 


The mass of a substance can be expressed in terms of the mole number N 
and molar mass M of the substance as m = NM. Then the apparent (or 
average) molar mass and the gas constant of a mixture can be expressed as 


Mn > m; X NM; . R, 


Mm = = iM; and R,, = (13-34, b) 
Na Nin Nm È - Mm 
The molar mass of a mixture can also be expressed as 
M Mm My 1 1 a 3-4) 
E Nm ey m;/M; > m;/(m,M;) > mf; 
= M; 
Mass and mole fractions of a mixture are related by 
mi N; M; M; 
mf; (13-5) 


¿= 5 = Di 
My Nn Mn Mn 


*Throughout this chapter, the subscript m denotes the gas mixture and the subscript / 
denotes any single component of the mixture. 


EXAMPLE 13-1 Mass and Mole Fractions of a Gas Mixture 


Consider a gas mixture that consists of 3 kg of O5, 5 kg of No, and 12 kg of 
CH,, as shown in Fig. 13-4. Determine (a) the mass fraction of each compo- 
nent, (b) the mole fraction of each component, and (c) the average molar 
mass and gas constant of the mixture. 


Solution The masses of components of a gas mixture are given. The mass 
fractions, the mole fractions, the molar mass, and the gas constant of the 
mixture are to be determined. 

Analysis (a) The total mass of the mixture is 


Ma = Tie, 7 Gy, 7° Mma, = 3 ar DS se 12 = 20) Is3 


Then the mass fraction of each component becomes 


mo, 3k 
nity 2 eas 
im,  20kg 
my, 5k 
fie gs 
im, 20kg 
mca, 12kg 
f i 
mi a a 7 0 


(b) To find the mole fractions, we need to determine the mole numbers of 
each component first: 


Ma 0.094 kmol 
% Mo, 32kg/kmol ` A 
Nee aus 0.179 kmol 
“Mx, 28kg/kmol ` Š 
m 12k 
Neu, = == 0.750 kmol 


© Mo, 16 kg/kmol 
Thus, 
Nn = No, + Ny, + Neu, = 0.094 + 0.179 + 0.750 = 1.023 kmol 


and 
No, 0.094 kmol 
== = 0.092 
Yo. N, 1.023 kmol 
Ny, .179 kmol 
A 


N,, 1.023 kmol 


Neu, 0.750 kmol 
= =- = 0.733 
Jou — N, 1.023 kmol 


(c) The average molar mass and gas constant of the mixture are determined 
from their definitions, 


Mn 20 kg 
™ N, 1.023 kmol 


M = 19.6 kg/kmol 
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3 kg O, 
5kg N, 
12 kg CH4 


FIGURE 13-4 


Schematic for Example 13-1. 
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or 
Min = X, y:M; = Yo, Mo, + yn Myn, + youMcu, 
= (0.092) (32) + (0.175) (28) + (0.733) (16) 
= 19.6 kg/kmol 
Also, 
R, 8.314 KJ/ (kmol: K) 


R a 
M 


m 


= 0.424 k "K 
19.6 kg/kmol Ike 
Discussion When mass fractions are available, the molar mass and mole 
fractions could also be determined directly from Eqs. 13-4 and 13-5. 


13-2 = P-v-T BEHAVIOR OF GAS MIXTURES: 
IDEAL AND REAL GASES 


An ideal gas is defined as a gas whose molecules are spaced far apart so 
that the behavior of a molecule is not influenced by the presence of other 
molecules—a situation encountered at low densities. We also mentioned 
that real gases approximate this behavior closely when they are at a low 
pressure or high temperature relative to their critical-point values. The P-v-T 
behavior of an ideal gas is expressed by the simple relation Pv = RT, which 
is called the ideal-gas equation of state. The P-v-T behavior of real gases is 
expressed by more complex equations of state or by Pv = ZRT, where Z is 
the compressibility factor. 

When two or more ideal gases are mixed, the behavior of a molecule nor- 
mally is not influenced by the presence of other similar or dissimilar mole- 
cules, and therefore a nonreacting mixture of ideal gases also behaves as an 
ideal gas. Air, for example, is conveniently treated as an ideal gas in the 


Gas Gas B range where nitrogen and oxygen behave as ideal gases. When a gas mix- 
UT UT ture consists of real (nonideal) gases, however, the prediction of the P-v-T 
t = behavior of the mixture becomes rather involved. 
Py Py The prediction of the P-v-T behavior of gas mixtures is usually based on 
two models: Dalton’s law of additive pressures and Amagat’s law of addi- 
FIGURE 13-5 tive volumes. Both models are described and discussed below. 


Dalton’s law of additive pressures for 


; ae : ; ; 
a misture of two keal canes: Dalton’s law of additive pressures: The pressure of a gas mixture is equal 


to the sum of the pressures each gas would exert if it existed alone at the 
mixture temperature and volume (Fig. 13-5). 


Gasd Gas B Amagat’s law of additive volumes: The volume of a gas mixture is equal 
PT), E to the sum of the volumes each gas would occupy if it existed alone at the 
y y mixture temperature and pressure (Fig. 13—6). 
A B 


Dalton’s and Amagat’s laws hold exactly for ideal-gas mixtures, but only 
FIGURE 13-6 approximately for real-gas mixtures. This is due to intermolecular forces 
Amagat’s law of additive volumes for that may be significant for real gases at high densities. For ideal gases, these 
a mixture of two ideal gases. two laws are identical and give identical results. 


Dalton’s and Amagat’s laws can be expressed as follows: 


k 

Dalton is law: Pa = bs P (Ba Vin) exact for ideal gases, (13-6) 
Ps approximate 

Amagat’s law: E A A ee (13-7) 
i=1 


In these relations, P; is called the component pressure and V, is called the 
component volume (Fig. 13-7). Note that V, is the volume a component 
would occupy if it existed alone at T, and P,,,, not the actual volume occu- 
pied by the component in the mixture. (In a vessel that holds a gas mix- 
ture, each component fills the entire volume of the vessel. Therefore, the 
volume of each component is equal to the volume of the vessel.) Also, the 
ratio P;/P„ is called the pressure fraction and the ratio V;/V,, is called 
the volume fraction of component i. 


Ideal-Gas Mixtures 


For ideal gases, P, and V, can be related to y; by using the ideal-gas relation 
for both the components and the gas mixture: 


P (Th Vin) N, RaT n/ Vin N, 


i 


5 = = Vi 


Pm NoRa? n/ Vm Now 
ViTo Pm) — NRT Pm NG 
V BRIE Ny 
Therefore, 
eo NM 
P, = v = N, = y; (13-8) 


Equation 13-8 is strictly valid for ideal-gas mixtures since it is derived by 
assuming ideal-gas behavior for the gas mixture and each of its components. 
The quantity y,P,,, is called the partial pressure (identical to the component 
pressure for ideal gases), and the quantity y,V,, is called the partial volume 
(identical to the component volume for ideal gases). Note that for an ideal-gas 
mixture, the mole fraction, the pressure fraction, and the volume fraction of a 
component are identical. 

The composition of an ideal-gas mixture (such as the exhaust gases leav- 
ing a combustion chamber) is frequently determined by a volumetric analy- 
sis (called the Orsat Analysis) and Eq. 13-8. A sample gas at a known 
volume, pressure, and temperature is passed into a vessel containing 
reagents that absorb one of the gases. The volume of the remaining gas is 
then measured at the original pressure and temperature. The ratio of the 
reduction in volume to the original volume (volume fraction) represents the 
mole fraction of that particular gas. 


Real-Gas Mixtures 


Dalton’s law of additive pressures and Amagat’s law of additive volumes 
can also be used for real gases, often with reasonable accuracy. This time, 
however, the component pressures or component volumes should be evalu- 
ated from relations that take into account the deviation of each component 
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The volume a component would 
occupy if it existed alone at the 


mixture T and P is called the 


component volume (for ideal gases, it 


is equal to the partial volume y 


V). 
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FIGURE 13-8 


One way of predicting the P-v-T 
behavior of a real-gas mixture is 
to use compressibility factor. 


a 


Pseudopure substance 
k 


r 
Pisin = D Yi B 


i=1 


k 
En = D Xi Wises 
i=l 


FIGURE 13-9 


Another way of predicting the P-v-T 
behavior of a real-gas mixture is to 
treat it as a pseudopure substance with 
critical properties P’, and T’ 


from ideal-gas behavior. One way of doing that is to use more exact equa- 
tions of state (van der Waals, Beattie-Bridgeman, Benedict-Webb-Rubin, 
etc.) instead of the ideal-gas equation of state. Another way is to use the 
compressibility factor (Fig. 13—8) as 


PV = ZNR,T (13-9) 


The compressibility factor of the mixture Z,„ can be expressed in terms of the 


compressibility factors of the individual gases Z, by applying Eq. 13-9 to both 
sides of Dalton’s law or Amagat’s law expression and simplifying. We obtain 


k 
Za = > vz; (13-10) 
i=1 


where Z; is determined either at T„ and V,, (Dalton’s law) or at T,, and P,,, 
(Amagat’s law) for each individual gas. It may seem that using either law 
gives the same result, but it does not. 

The compressibility-factor approach, in general, gives more accurate results 
when the Z,’s in Eq. 13-10 are evaluated by using Amagat’s law instead of 
Dalton’s law. This is because Amagat’s law involves the use of mixture 
pressure P,,, which accounts for the influence of intermolecular forces 
between the molecules of different gases. Dalton’s law disregards the influ- 
ence of dissimilar molecules in a mixture on each other. As a result, it tends 
to underpredict the pressure of a gas mixture for a given V,„ and T.,. There- 
fore, Dalton’s law is more appropriate for gas mixtures at low pressures. 
Amagat’s law is more appropriate at high pressures. 

Note that there is a significant difference between using the compressibil- 
ity factor for a single gas and for a mixture of gases. The compressibility fac- 
tor predicts the P-v-T behavior of single gases rather accurately, as discussed 
in Chapter 3, but not for mixtures of gases. When we use compressibility 
factors for the components of a gas mixture, we account for the influence of 
like molecules on each other; the influence of dissimilar molecules remains 
largely unaccounted for. Consequently, a property value predicted by this 
approach may be considerably different from the experimentally determined 
value. 

Another approach for predicting the P-v-T behavior of a gas mixture is 
to treat the gas mixture as a pseudopure substance (Fig. 13-9). One such 
method, proposed by W. B. Kay in 1936 and called Kay’s rule, involves the 
use of a pseudocritical pressure P’,,,, and pseudocritical temperature Ty, n 
for the mixture, defined in terms of the critical pressures and temperatures 
of the mixture components as 


k k 
Pe = SF a and Tera = > YiTori (13-1 1a, b) 
i=l i=! 


The compressibility factor of the mixture Z,, is then easily determined by 
using these pseudocritical properties. The result obtained by using Kay’s 
rule is accurate to within about 10 percent over a wide range of tempera- 
tures and pressures, which is acceptable for most engineering purposes. 
Another way of treating a gas mixture as a pseudopure substance is to 
use a more accurate equation of state such as the van der Waals, Beattie— 
Bridgeman, or Benedict-Webb—Rubin equation for the mixture, and to deter- 
mine the constant coefficients in terms of the coefficients of the components. 


In the van der Waals equation, for example, the two constants for the mixture 
are determined from 


k 
an= (Zya ry) and b,, = X, yib; (13-12a, b) 
i=1 


where expressions for a; and b, are given in Chapter 3. 


EXAMPLE 13-2 P-v-T Behavior of Nonideal Gas Mixtures 


A rigid tank contains 2 kmol of Nz and 6 kmol of CO, gases at 300 K and 
15 MPa (Fig. 13-10). Estimate the volume of the tank on the basis of 
(a) the ideal-gas equation of state, (b) Kay’s rule, (c) compressibility factors 
and Amagat’s law, and (d) compressibility factors and Dalton’s law. 


Solution The composition of a mixture in a rigid tank is given. The volume 
of the tank is to be determined using four different approaches. 

Assumptions Stated in each section. 

Analysis (a) When the mixture is assumed to behave as an ideal gas, the 
volume of the mixture is easily determined from the ideal-gas relation for the 
mixture: 


N,,R,T, (8 kmol) (8.314 kPa + m?/kmol - K) (300 K) 
a 15,000 kPa 


since 


= 1.330 m° 


Nn = Ny, + Neo, = 2 + 6 = 8 kmol 


(b) To use Kay’s rule, we need to determine the pseudocritical temperature 
and pseudocritical pressure of the mixture by using the critical-point proper- 
ties of N and CO, from Table A-1. However, first we need to determine the 
mole fraction of each component: 

Ny, _ 2 kmol Nco, _ 6 kmol 


=~. = 0.25 and = = = 0.75 
ym N, 8 kmol eS ie Sian 


ec = = iT. crt =o cr, Na ar Nico Tar,co, 
= (0.25) (126.2 K) + (0.75) (304.2 K) = 259.7 K 


BRT =X yP GEL = yn,P cr,N> a Yco, Wate 
= (0.25) (3.39 MPa) + (0.75) (7.39 MPa) = 6.39 MPa 


Then, 
T K 
Tr = S505 mo 
eon i =); Fig. A-1 
a P. 15 MPa ae Zm = 0.49 (Fig 5b) 
SO Phim GOMA ~ 
Thus, 


— Tbe Nn Re IE, 
an P 


m 


= Z Vide = (0.49) (1.330 m3) = 0.652 m> 
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2 kmol N, 
6 kmol CO, 
300 K 
15 MPa 
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FIGURE 13-10 


Schematic for Example 13-2. 
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(c) When Amagat’s law is used in conjunction with compressibility factors, Zm 
is determined from Eq. 13-10. But first we need to determine the Z of each 
component on the basis of Amagat’s law: 


Ir 300 K 


N;: Thy = = = 238 
re OAR 
N Zy, = 1.02 Fig. A-15b 
: ie Eee ee ) 
OIG Ma 
T 300 K 
ie = = = 00 
T Ten cone E Z 0.30 (Fig. A-15b) 
> =0. 1g. A— 
k BA ISMPa _ 4, o ž 
ee aa ON 
Mixture: — Z, = >) y:Z; = Yn,Zn, + Yco,Zco, 
= (0.25)(1.02) + (0.75) (0.30) = 0.48 
Thus, 
ZANR Ta 
m= OO m°) = 0.638 m? 


m 


The compressibility factor in this case turned out to be almost the same as 
the one determined by using Kay’s rule. 


(d) When Dalton’s law is used in conjunction with compressibility factors, Zp 
is again determined from Eq. 13-10. However, this time the Z of each com- 
ponent is to be determined at the mixture temperature and volume, which is 
not known. Therefore, an iterative solution is required. We start the calcula- 
tions by assuming that the volume of the gas mixture is 1.330 m, the value 
determined by assuming ideal-gas behavior. 

The Tę values in this case are identical to those obtained in part (c) and 
remain constant. The pseudoreduced volume is determined from its defini- 
tion in Chap. 3: 


UN, Vin / Nn, 
“ane F RIRN IREN, 2 RREN Penis 
(1.33 m?)/ (2 kmol) 
= 3 = 2.15 
(8.314 kPa: m?/kmol - K) (126.2 K)/ (3390 kPa) 
Similarly, 
1.33 m°) / (6 kmol 
Vo = ( )/( ) 0.648 


(8.314 kPa + m?/kmol - K) (304.2 K)/ (7390 kPa) 
From Fig. A-15, we read Zy, = 0.99 and Zco, = 0.56. Thus, 
Zn = YnZn, + YeoZco, = (0.25) (0.99) + (0.75) (0.56) = 0.67 
and 
Vn = AMi, = Z Maai = (0.6/)(1.330m') = ON m 


m 


This is 33 percent lower than the assumed value. Therefore, we should 
repeat the calculations, using the new value of V,,. When the calculations 
are repeated we obtain 0.738 m? after the second iteration, 0.678 m? after 
the third iteration, and 0.648 m? after the fourth iteration. This value does 
not change with more iterations. Therefore, 


V, = 0.648 m? 


Discussion Notice that the results obtained in parts (b), (c), and (d) are 
very close. But they are very different from the ideal-gas values. Therefore, 
treating a mixture of gases as an ideal gas may yield unacceptable errors at 
high pressures. 


13-3 = PROPERTIES OF GAS MIXTURES: 
IDEAL AND REAL GASES 


Consider a gas mixture that consists of 2 kg of N, and 3 kg of CO,. The 
total mass (an extensive property) of this mixture is 5 kg. How did we do it? 
Well, we simply added the mass of each component. This example suggests 
a simple way of evaluating the extensive properties of a nonreacting ideal- 
or real-gas mixture: Just add the contributions of each component of the 
mixture (Fig. 13-11). Then the total internal energy, enthalpy, and entropy 
of a gas mixture can be expressed, respectively, as 


k 
Un = = U; = X, mu; = X Niu; (kJ) (13-13) 
=1 i=l =I 
k k ko 
A, = X H= X mh =X, Nha (0) (13-14) 
i=l = l 
k À k 
a >S = X, msi = DNs: (kJ/K) (13-15) 


By following a similar logic, the changes in internal energy, enthalpy, and 
entropy of a gas mixture during a process can be expressed, respectively, as 


k k k 

AU,, = >) AU, = X m; Au; = YN; Au; (KJ) (13-16) 
i=! ist i=l 
k k k 

AH,, = X, AH; = > m, Ah; = XN; Ah; (kJ) (13-17) 
i=1 {=l i=1 
k k k 

AS,, = > AS; = >) m; As, = XN; AS, (kJ/K) (13-18) 


Now reconsider the same mixture, and assume that both N, and CO, are at 
25°C. The temperature (an intensive property) of the mixture is, as you would 
expect, also 25°C. Notice that we did not add the component temperatures to 
determine the mixture temperature. Instead, we used some kind of averaging 
scheme, a characteristic approach for determining the intensive properties of 
a mixture. The internal energy, enthalpy, and entropy of a mixture per unit 
mass or per unit mole of the mixture can be determined by dividing the equa- 
tions above by the mass or the mole number of the mixture (m,, or N„). We 
obtain (Fig. 13-12) 
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ie) 
ie) 
2 kmol A 
6 kmol B 
U,=1000 kJ 
Ug=1800 kJ 
U,,=2800 kJ 
ie) 


FIGURE 13-11 


The extensive properties of a mixture 
are determined by simply adding the 
properties of the components. 


2 kmol A 

3 kmol B 
it4=500 kJ/kmol 
iip=600 kJ/kmol 


it,,=560 kJ/kmol 


m 


FIGURE 13-12 


The intensive properties of a mixture 
are determined by weighted averaging. 


690 


Thermodynamics 


k k 

Um = > mf;u; (kJ/kg) and u,, = Sym (kJ/kmol) (13-19) 
FE] i=l 
k m k _ 

hn = >, mf;h; (kJ/kg) and h,, = X, y;h; (kJ/kmol) (13-20) 


i=1 i 


k k 
Sm = X, mfis; (kJ/kg-K) and 5,,= >. y,5; (kJ/kmol-K) (13-21) 


i=1 i=1 


Similarly, the specific heats of a gas mixture can be expressed as 


k k 
Cum = >, mfc; (kJ/kg-K) and Cy, = Siy;¢y; (kJ/kmol-K) (13-22) 
=I i=1 


k k 
oai = Amey (kJ/kg-K) and Cpm = ity (kJ/kmol-K) (13-23) 


Notice that properties per unit mass involve mass fractions (mf;) and prop- 
erties per unit mole involve mole fractions (y;). 

The relations given above are exact for ideal-gas mixtures, and approxi- 
mate for real-gas mixtures. (In fact, they are also applicable to nonreacting 
liquid and solid solutions especially when they form an “ideal solution.”) 
The only major difficulty associated with these relations is the determina- 
tion of properties for each individual gas in the mixture. The analysis can be 
simplified greatly, however, by treating the individual gases as ideal gases, 
if doing so does not introduce a significant error. 


Ideal-Gas Mixtures 


The gases that comprise a mixture are often at a high temperature and low 
pressure relative to the critical-point values of individual gases. In such cases, 
the gas mixture and its components can be treated as ideal gases with negligi- 
ble error. Under the ideal-gas approximation, the properties of a gas are not 
influenced by the presence of other gases, and each gas component in the 
mixture behaves as if it exists alone at the mixture temperature T „ and mix- 
ture volume V,,. This principle is known as the Gibbs—Dalton law, which is 
an extension of Dalton’s law of additive pressures. Also, the h, u, c,, and Cy of 
an ideal gas depend on temperature only and are independent of the pressure 
or the volume of the ideal-gas mixture. The partial pressure of a component in 
an ideal-gas mixture is simply P, = y;P „ where P „is the mixture pressure. 

Evaluation of Au or Ah of the components of an ideal-gas mixture during 
a process is relatively easy since it requires only a knowledge of the initial 
and final temperatures. Care should be exercised, however, in evaluating the 
As of the components since the entropy of an ideal gas depends on the pres- 
sure or volume of the component as well as on its temperature. The entropy 
change of individual gases in an ideal-gas mixture during a process can be 
determined from 


Pip Tip Pig 
As; = 525 — 82, — R;ln = cp ln R;ln (13-24) 
i Pi “Ay Fi 
or 
T — Pa Tiz Pip 
As; = S75 s?, —R,In =c,,In R, In (13-25) 
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where P;, = yjoP,2 and Pii = Y;ıPm 1 Notice that the partial pressure P, of 
each component is used in the evaluation of the entropy change, not the 


mixture pressure P„ (Fig. 13—13). Partial pressure 


EXAMPLE 13-3 Mixing Two Ideal Gases in a Tank 


An insulated rigid tank is divided into two compartments by a partition, as 
shown in Fig. 13-14. One compartment contains 7 kg of oxygen gas at 40°C 
and 100 kPa, and the other compartment contains 4 kg of nitrogen gas at 
20°C and 150 kPa. Now the partition is removed, and the two gases are 
allowed to mix. Determine (a) the mixture temperature and (b) the mixture 
pressure after equilibrium has been established. 


Solution A rigid tank contains two gases separated by a partition. The pres- 
sure and temperature of the mixture are to be determined after the partition 
is removed. 

Assumptions 1 We assume both gases to be ideal gases, and their mixture 
to be an ideal-gas mixture. This assumption is reasonable since both the 
oxygen and nitrogen are well above their critical temperatures and well below 
their critical pressures. 2 The tank is insulated and thus there is no heat 
transfer. 3 There are no other forms of work involved. 

Properties The constant-volume specific heats of N, and O, at room temper- 
ature are Cyy = 0.743 kJ/kg - K and co = 0.658 kJ/kg - K (Table A-2a). 
Analysis We take the entire contents of the tank (both compartments) as 
the system. This is a closed system since no mass crosses the boundary dur- 
ing the process. We note that the volume of a rigid tank is constant and thus 
there is no boundary work done. 


(a) Noting that there is no energy transfer to or from the tank, the energy 
balance for the system can be expressed as 


E; a Fou = INE sen 
0= AU = AUy, T A Uo, 
laek = T,) In, aa [mey(T, T T\) lo, = 0 


By using c, values at room temperature, the final temperature of the mixture 
is determined to be 


(4 kg) (0.743 kJ/kg - K) (T„ — 20°C) + (7kg) (0.658 kJ/kg - K)(T„ — 40°C) = 0 


P= 32.22 
(b) The final pressure of the mixture is determined from the ideal-gas relation 
IP We = Nn RI Ta 
where 
Mo, y kg 
No, == = = 0.219 kmol 
œ% Mo, 32kg/kmol i 
My, 4k 
Š 5 _ 0.143 kmol 


Ny = = 
N~ My, 28 kg/kmol 
Na = No, + Nw, = 0.219 + 0.143 = 0.362 kmol 


of component i 
at state 2 


Pp 
E; 


As? = s3.-5;;-R;In 


Partial pressure 
of component i 
at state 1 


FIGURE 13-13 


Partial pressures (not the mixture 
pressure) are used in the evaluation of 
entropy changes of ideal-gas mixtures. 


N2 
4kg 
20°C 

150 kPa 


Partition 


FIGURE 13-14 
Schematic for Example 13-3. 
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FIGURE 13-15 
Schematic for Example 13—4. 


and 
NR,T, (0.219 kmol) (8.314 kPa- m*/kmol -K)(313 K) 7 
Vo 5.70 m 
E Pio, 100 kPa 
NR,T, (0.143 kmol) (8.314 kPa - m3/kmol - K)(293 K) k 
UN 2.32 m 
Pi Jm 150 kPa 
Vi, = Vo, a Vy, = IO 2 = BU m? 
Thus, 
N„R,T„, (0.362 kmol) (8.314 kPa+m?/kmol + K) (305.2 K) 
nm at 3 = 114.5 kPa 
Vin 8.02 m’ 


Discussion We could also determine the mixture pressure by using P,,V,, = 
MmRimlm Where R,, is the apparent gas constant of the mixture. This 


would require a knowledge of mixture composition in terms of mass or mole 
fractions. 


EXAMPLE 13-4 Exergy Destruction during Mixing of Ideal Gases 


An insulated rigid tank is divided into two compartments by a partition, as 
shown in Fig. 13-15. One compartment contains 3 kmol of O,, and the 
other compartment contains 5 kmol of CO,. Both gases are initially at 25°C 
and 200 kPa. Now the partition is removed, and the two gases are allowed 
to mix. Assuming the surroundings are at 25°C and both gases behave as 
ideal gases, determine the entropy change and exergy destruction associated 
with this process. 


Solution A rigid tank contains two gases separated by a partition. The 
entropy change and exergy destroyed after the partition is removed are to be 
determined. 

Assumptions Both gases and their mixture are ideal gases. 

Analysis Ne take the entire contents of the tank (both compartments) as 
the system. This is a closed system since no mass crosses the boundary dur- 
ing the process. We note that the volume of a rigid tank is constant, and 
there is no energy transfer as heat or work. Also, both gases are initially at 
the same temperature and pressure. 

When two ideal gases initially at the same temperature and pressure are 
mixed by removing a partition between them, the mixture will also be at the 
same temperature and pressure. (Can you prove it? Will this be true for non- 
ideal gases?) Therefore, the temperature and pressure in the tank will still be 
25°C and 200 kPa, respectively, after the mixing. The entropy change of 
each component gas can be determined from Eqs. 13-18 and 13-25: 


aÔ 


T, Ba 
asn = BAs, = ENAS = EN umni- R mte) 
fall i,l 


TE 
=R, DN; maa = -R, D AD 


il 


since P,,> = P;ı = 200 kPa. It is obvious that the entropy change is inde- 
pendent of the composition of the mixture in this case and depends on only 


the mole fraction of the gases in the mixture. What is not so obvious is that 
if the same gas in two different chambers is mixed at constant temperature 
and pressure, the entropy change is zero. 

Substituting the known values, the entropy change becomes 


Nn = No, + Nco, = (3 + 5) kmol = 8 kmol 


oe 
Nco, 5kmol 
Yeo, = Mw, 7 One 0.625 
AS, = —R,(No, Inyo, + Nco, In yco,) 
= — (8.314 kJ/kmol - K)[ (3 kmol) (In 0.375) + (5 kmol) (In 0.625) | 
= 44.0 kJ/K 


The exergy destruction associated with this mixing process is determined 
from 


X destroyed = TOS gen R To AS ys 


= (298 K) (44.0 kJ/K) 
= 13.1 MJ 


Discussion This large value of exergy destruction shows that mixing pro- 
cesses are highly irreversible. 


Real-Gas Mixtures 


When the components of a gas mixture do not behave as ideal gases, the 
analysis becomes more complex because the properties of real (nonideal) 
gases such as u, h, c,, and c, depend on the pressure (or specific volume) as 
well as on the temperature. In such cases, the effects of deviation from 
ideal-gas behavior on the mixture properties should be accounted for. 

Consider two nonideal gases contained in two separate compartments of 
an adiabatic rigid tank at 100 kPa and 25°C. The partition separating the 
two gases is removed, and the two gases are allowed to mix. What do you 
think the final pressure in the tank will be? You are probably tempted to say 
100 kPa, which would be true for ideal gases. However, this is not true for 
nonideal gases because of the influence of the molecules of different gases 
on each other (deviation from Dalton’s law, Fig. 13—16). 

When real-gas mixtures are involved, it may be necessary to account for the 
effect of nonideal behavior on the mixture properties such as enthalpy and 
entropy. One way of doing that is to use compressibility factors in conjunction 
with generalized equations and charts developed in Chapter 12 for real gases. 


Consider the following T ds relation for a gas mixture: 
dh,, = T,, ds, + V,, aP, 


m m 


It can also be expressed as 


(> mth) = tn d(S ms) + e mf, n) dP, 
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Real gas Real gas 
A B 


25°C 25C 


0.4 m? 0.6 m? 
100 kPa | 100 kPa 


Real gas 
mixture 
A+B 


BSAC 
Im? 
102 kPa ? 


FIGURE 13-16 


It is difficult to predict the behavior of 
nonideal-gas mixtures because of the 
influence of dissimilar molecules on 
each other. 
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I 
T,=220K ! AIR | T)= 160K 
——_1+ 79%N, -—— 
P,;=10MPa! 21%0, i P) = 10 MPa 
(Ra ey cise one ear | 
FIGURE 13-17 


Schematic for Example 13-5. 


or 
> mf,(dh; — T,, ds; — v; dP,,) = 0 
which yields 
dh; = Tadh + V; dP.» (13-26) 


This is an important result because Eq. 13-26 is the starting equation in the 
development of the generalized relations and charts for enthalpy and entropy. 
It suggests that the generalized property relations and charts for real gases 
developed in Chapter 12 can also be used for the components of real-gas 
mixtures. But the reduced temperature Tę and reduced pressure P, for each 
component should be evaluated by using the mixture temperature T,„ and 
mixture pressure P,,. This is because Eq. 13—26 involves the mixture pres- 
sure P,,,, not the component pressure P,. 

The approach described above is somewhat analogous to Amagat’s law of 
additive volumes (evaluating mixture properties at the mixture pressure and 
temperature), which holds exactly for ideal-gas mixtures and approximately 
for real-gas mixtures. Therefore, the mixture properties determined with this 
approach are not exact, but they are sufficiently accurate. 

What if the mixture volume and temperature are specified instead of the 
mixture pressure and temperature? Well, there is no need to panic. Just eval- 
uate the mixture pressure, using Dalton’s law of additive pressures, and then 
use this value (which is only approximate) as the mixture pressure. 

Another way of evaluating the properties of a real-gas mixture is to treat 
the mixture as a pseudopure substance having pseudocritical properties, 
determined in terms of the critical properties of the component gases by 
using Kay’s rule. The approach is quite simple, and the accuracy is usually 
acceptable. 


EXAMPLE 13-5 Cooling of a Nonideal Gas Mixture 


Air is a mixture of N», O, and small amounts of other gases, and it can be 
approximated as 79 percent N, and 21 percent O, on mole basis. During a 
steady-flow process, air is cooled from 220 to 160 K at a constant pressure 
of 10 MPa (Fig. 13-17). Determine the heat transfer during this process 
per kmol of air, using (a) the ideal-gas approximation, (b) Kay’s rule, and 
(c) Amagat’s law. 


Solution Air at a low temperature and high pressure is cooled at constant 
pressure. The heat transfer is to be determined using three different 
approaches. 
Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amy = O and AE, = O. 2 The kinetic and 
potential energy changes are negligible. 
Analysis We take the cooling section as the system. This is a control volume 
since mass crosses the system boundary during the process. We note that 
heat is transferred out of the system. 

The critical properties are T, = 126.2 K and P, = 3.39 MPa for N, and 
T,, = 154.8 K and P, = 5.08 MPa for O,. Both gases remain above their 
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critical temperatures, but they are also above their critical pressures. There- 
fore, air will probably deviate from ideal-gas behavior, and thus it should be 
treated as a real-gas mixture. 

The energy balance for this steady-flow system can be expressed on a unit 


mole basis as 


Aal > = 
Ein — Cout — Neen = > ĉin = out > hy = hy T dout 


Gen = (2) = [ty = yn, (hı ha)n, aap oe (h; — ħ)o, 


where the enthalpy change for either component can be determined from the 
generalized enthalpy departure chart (Fig. A-29) and Eq. 12-58: 


hy hy z Ny ideal Ny ideal R, TIZ Zm) 


The first two terms on the right-hand side of this equation represent the 
ideal-gas enthalpy change of the component. The terms in parentheses repre- 
sent the deviation from the ideal-gas behavior, and their evaluation requires a 
knowledge of reduced pressure Pp, and reduced temperature Tẹ, which are 
calculated at the mixture temperature 7,, and mixture pressure P 


(a) If the Nọ and O, mixture is assumed to behave as an ideal gas, the 
enthalpy of the mixture will depend on temperature only, and the enthalpy 
values at the initial and the final temperatures can be determined from the 
ideal-gas tables of Nọ and O, (Tables A-18 and A-19): 


T, = 220 K — hy iscan, = 6391 kJ/kmol 
hy idearo, = 6404 kJ/kmol 
T, = 160 K > hiaan, = 4648 kJ/kmol 
hyjaeao, = 4657 kI/kmol 


Foy = Yn, (hı hy), Yo, (Ai hy)o, 
= (0.79) (6391 — 4648) kJ/kmol + (0.21) (6404 — 4657) kJ/kmol 
= 1744 kJ/kmol 


(b) Kay’s rule is based on treating a gas mixture as a pseudopure substance 
whose critical temperature and pressure are 


ee, =Z cr,i = yy, í cr, Na ar WO, To 
= (0.79)(126.2 K) + (0.21) (154.8 K) = 132.2 K 


and 
E im = >7,P cr,i = Vya cr,Na T Yo, EO 
= (0.79) (3.39 MPa) + (0.21) (5.08 MPa) = 3.74 MPa 
Then, 
T, Tha 220 K I 66 
ee ps eon eg 
P,  10MP Zim = 1.0 
Pp = SENG 
Pam 3-74 MP 
Ta 160K \ Bin = 2L 
hra = 2 = sizi f” 


Tea BAK 
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Also, 


fi ate = IN AF Your ideat,o, 
= (0.79) (6391 kJ/kmol) + (0.21) (6404 kJ/kmol) 
= 6394 kJ/kmol 


[rp see = OEREIN ar Yor ideat,0, 
= (0.79) (4648 kJ/kmol) + (0.21) (4657 kJ/kmol) 


= 4650 kJ/kmol 
Therefore, 
Tau = Canea = Dana) = RAAZ = Zee 
= [ (6394 — 4650) kJ/kmol] — (8.314 kJ/kmol - K) (132.2 K) (1.0 — 2.6) 
= 3503 kJ/kmol 


(c) The reduced temperatures and pressures for both N, and O, at the initial 
and final states and the corresponding enthalpy departure factors are, from 


Fig. A-29, 
Ta 220K 
N; TE : = 1.74 
> T OAK } a 8 
i BeN a 
ee E Sia ee 
ee Ma S 
T. Tiz 160 K 1 27 \ Zi, z 24 
ESTES Dak ~ 
O M T. I 220 K 1 42 
d S a S } Fee 
ih =e 
aa sere OMESy ae 
SEE SMa ~ 
T 160 K \ Zro, = 4.0 
T 2 03 


S Too ER 
From Eq. 12-58, 
(hi = hy)n, = (Aj ideal — ho idea) N, ime RZA ie ZN 
= [(6391 — 4648) kJ/kmol] — (8.314 kJ/kmol - K) (126.2 K) (0.9 — 2.4) 
= 3317 kJ/kmol 
(hi E hy)o, = (Ay ideal zZ hy idea), z RAZ F Zin)0, 
= [(6404 — 4657) kJ/kmol] — (8.314 kJ/kmol- K) (154.8 K)(1.3 — 4.0) 


= 5222 kJ/kmol 
Therefore, 


Jou = Yn, (hı — Ay)x, + Yo,(A1 — M)o, 
= (0.79) (3317 kJ/kmol) + (0.21) (5222 kJ/kmol) 
= 3717 kJ/kmol 


Discussion This result is about 6 percent greater than the result obtained in 
part (b) by using Kay’s rule. But it is more than twice the result obtained by 
assuming the mixture to be an ideal gas. 


TOPIC OF SPECIAL INTEREST* 


When two gases or two miscible liquids are brought into contact, they mix 
and form a homogeneous mixture or solution without requiring any work 
input. That is, the natural tendency of miscible substances brought into con- 
tact is to mix with each other. As such, these are irreversible processes, and 
thus it is impossible for the reverse process of separation to occur sponta- 
neously. For example, pure nitrogen and oxygen gases readily mix when 
brought into contact, but a mixture of nitrogen and oxygen (such as air) 
never separates into pure nitrogen and oxygen when left unattended. 

Mixing and separation processes are commonly used in practice. Separa- 
tion processes require a work (or, more generally, exergy) input, and mini- 
mizing this required work input is an important part of the design process of 
separation plants. The presence of dissimilar molecules in a mixture affect 
each other, and therefore the influence of composition on the properties must 
be taken into consideration in any thermodynamic analysis. In this section 
we analyze the general mixing processes, with particular emphasis on ideal 
solutions, and determine the entropy generation and exergy destruction. We 
then consider the reverse process of separation, and determine the minimum 
(or reversible) work input needed for separation. 

The specific Gibbs function (or Gibbs free energy) g is defined as the 
combination property g = h — Ts. Using the relation dh = vdP + T ds, the 
differential change of the Gibbs function of a pure substance is obtained by 
differentiation to be 


dg=vdP—sdT or dG=VdP— SdT (pure substance) (13-27) 


For a mixture, the total Gibbs function is a function of two independent 
intensive properties as well as the composition, and thus it can be expressed 
as G = G(P, T, Ni N3,..., N;,). Its differential is 


dG oG 0G 
dG ( ) dP + ( ) aT + ( ) dN; mixture (13-28) 
oP T,N oT PN > ON; PEN, ( ) 


where the subscript N, indicates that the mole numbers of all components in 
the mixture other than component i are to be held constant during 
differentiation. For a pure substance, the last term drops out since the com- 
position is fixed, and the equation above must reduce to the one for a pure 
substance. Comparing Eqs. 13-27 and 13-28 gives 


dG = VdP — SdT + X, u;dN; or dg = VdP-— 5dT + YX, pu; dy; (13-29) 


*This section can be skipped without a loss in continuity. 
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Mixture: 


be hectare mas mixture 


= 5 i,mixture 


Pure substance: 


u=h-Ts=g 


FIGURE 13-18 


For a pure substance, the chemical 
potential is equivalent to the Gibbs 
function. 


Ahmixing = yA (hA mixture ~~ ha) 


+ yg (Ag mixture 


Mixing A+B 
chamber mixture 


YB 


FIGURE 13-19 


The amount of heat released or 
absorbed during a mixing process is 
called the enthalpy (or heat) of 
mixing, which is zero for ideal 
solutions. 


— hp) 


where y; = N,/N,, is the mole fraction of component i (N,, is the total num- 
ber of moles of the mixture) and 


dG ee 7 P 
jie = ( ) = 2, =h, — TS, (for component i of a mixture) 
ON; / PTN, 


(13-30) 


is the chemical potential, which is the change in the Gibbs function of the 
mixture in a specified phase when a unit amount of component i in the same 
phase is added as pressure, temperature, and the amounts of all other com- 
ponents are held constant. The symbol tilde (as in V, h, and 5) is used to 
denote the partial molar properties of the components. Note that the sum- 
mation term in Eq. 13-29 is zero for a single component system and thus the 
chemical potential of a pure system in a given phase is equivalent to the 
molar Gibbs function (Fig. 13-18) since G = Ng = Np, where 


0 = 
ji, = ( 3 =g=h-Ts (pure substance) (13-31) 


Therefore, the difference between the chemical potential and the Gibbs 
function is due to the effect of dissimilar molecules in a mixture on each 
other. It is because of this molecular effect that the volume of the mixture of 
two miscible liquids may be more or less than the sum of the initial volumes 
of the individual liquids. Likewise, the total enthalpy of the mixture of two 
components at the same pressure and temperature, in general, is not equal to 
the sum of the total enthalpies of the individual components before mixing, 
the difference being the enthalpy (or heat) of mixing, which is the heat 
released or absorbed as two or more components are mixed isothermally. For 
example, the volume of an ethyl alcohol—water mixture is a few percent less 
than the sum of the volumes of the individual liquids before mixing. Also, 
when water and flour are mixed to make dough, the temperature of the dough 
rises noticeably due to the enthalpy of mixing released. 

For reasons explained above, the partial molar properties of the compo- 
nents (denoted by an tilde) should be used in the evaluation of the extensive 
properties of a mixture instead of the specific properties of the pure compo- 
nents. For example, the total volume, enthalpy, and entropy of a mixture 
should be determined from, respectively, 


V= DNV, H = N; and S= > Ns (mixture) (13-32) 
instead of 
Ves DN he = Nih and S*= DNs, (13-33) 
Then the changes in these extensive properties during mixing become 
AVe = >, NE= Vi), Nehi = N= Fi), Sa = ANES 54) 


(13-34) 


where AH mixing is the enthalpy of mixing and ASmixing is the entropy of 


mixing (Fig. 13-19). The enthalpy of mixing is positive for exothermic mix- 


ing processes, negative for endothermic mixing processes, and zero for 
isothermal mixing processes during which no heat is absorbed or released. 
Note that mixing is an irreversible process, and thus the entropy of mixing 
must be a positive quantity during an adiabatic process. The specific volume, 
enthalpy, and entropy of a mixture are determined from 


V = Dy, h= Sd yihj and 5 =D ys: (13-35) 


where y; is the mole fraction of component i in the mixture. 

Reconsider Eq. 13-29 for dG. Recall that properties are point functions, and 
they have exact differentials. Therefore, the test of exactness can be applied to 
the right-hand side of Eq. 13-29 to obtain some important relations. For the dif- 
ferential dz = Mdx + Ndy of a function z(x, y), the test of exactness is 
expressed as (0M/dy), = (dN/dx),. When the amount of component i in a mix- 
ture is varied at constant pressure or temperature while other components (indi- 
cated by j) are held constant, Eq. 13-29 simplifies to 


dG = —SdT + wp; dN; (for P = constant and N, = constant) (13-36) 


dG = VdP + up; dN; (for T = constant and N, = constant) (13-37) 


Applying the test of exactness to both of these relations gives 


poole Ge Ga) 
= =-—s, and = = V; 
OT / pw ƏN; / TPN, ðP / rN ƏN; / TPN, 


(13-38) 


where the subscript N indicates that the mole numbers of all components 
(and thus the composition of the mixture) is to remain constant. Taking the 
chemical potential of a component to be a function of temperature, pressure, 
and composition and thus w; = u; (P, T, Yi, Yo...» Yj- - -), its total differ- 
ential can be expressed as 


z OM; oy ( ve 
dp; = dg; = GNP | dT + dy; (13-39 
Bi ŝi ( oP i: ( OT / py > IY; J PTY =. 


where the subscript y indicates that the mole fractions of all components 
(and thus the composition of the mixture) is to remain constant. Substituting 
Eqs. 13-38 into the above relation gives 


OM; 
dj, =U, dP = %, dT 4 =(+ ) dy; (13-40) 
i Vie Pay, 


For a mixture of fixed composition undergoing an isothermal process, it sim- 
plifies to 
du; = V; dP (T = constant, y; = constant) (13-41) 


Ideal-Gas Mixtures and Ideal Solutions 


When the effect of dissimilar molecules in a mixture on each other is negli- 
gible, the mixture is said to be an ideal mixture or ideal solution and the 
chemical potential of a component in such a mixture equals the Gibbs function 
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of the pure component. Many liquid solutions encountered in practice, espe- 
cially dilute ones, satisfy this condition very closely and can be considered to 
be ideal solutions with negligible error. As expected, the ideal solution 
approximation greatly simplifies the thermodynamic analysis of mixtures. In 
an ideal solution, a molecule treats the molecules of all components in the 
mixture the same way—no extra attraction or repulsion for the molecules of 
other components. This is usually the case for mixtures of similar substances 
such as those of petroleum products. Very dissimilar substances such as 
water and oil won’t even mix at all to form a solution. 

For an ideal-gas mixture at temperature T and total pressure P, the partial 
molar volume of a component i is V; = v; = R,7/P. Substituting this relation 
into Eq. 13-41 gives 


Roi 
du; = ae dP = R,Td ln P = R,Td In P; (T = constant, y; = constant, ideal gas) (13-42) 


since, from Dalton’s law of additive pressures, P, = y,P for an ideal gas 
mixture and 


d\n P; = d\n(y,P) = d(ln y; + InP) = dln P (y; = constant) (13-43) 


for constant y,. Integrating Eq. 13-42 at constant temperature from the total 
mixture pressure P to the component pressure P; of component i gives 


le 
wT, P;) = wi(T, P) + RT in = p(T, P) + R,Tiny; (ideal gas) (13-44) 


For y; = 1 (i.e., a pure substance of component i alone), the last term in the 
above equation drops out and we end up with u;(T, P;) = u(T, P), which is 
the value for the pure substance i. Therefore, the term u;(T, P) is simply the 
chemical potential of the pure substance i when it exists alone at total mix- 
ture pressure and temperature, which is equivalent to the Gibbs function 
since the chemical potential and the Gibbs function are identical for pure 
substances. The term u;(T, P) is independent of mixture composition and 
mole fractions, and its value can be determined from the property tables of 
pure substances. Then Eq. 13—44 can be rewritten more explicitly as 


Brared (Lis P;) = Pa Ce P) oF Rah In Yi (13-45) 


Note that the chemical potential of a component of an ideal gas mixture 
depends on the mole fraction of the components as well as the mixture tem- 
perature and pressure, and is independent of the identity of the other con- 
stituent gases. This is not surprising since the molecules of an ideal gas 
behave like they exist alone and are not influenced by the presence of other 
molecules. 

Eq. 13—45 is developed for an ideal-gas mixture, but it is also applicable to 
mixtures or solutions that behave the same way—that is, mixtures or solutions 
in which the effects of molecules of different components on each other are 
negligible. The class of such mixtures is called ideal solutions (or ideal mix- 
tures), as discussed before. The ideal-gas mixture described is just one cate- 
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gory of ideal solutions. Another major category of ideal solutions is the dilute 
liquid solutions, such as the saline water. It can be shown that the enthalpy of 
mixing and the volume change due to mixing are zero for ideal solutions (see 
Wark, 1995). That is, 


T T. AV n ideal — 
Virag ideal 2A (V; — vA) =U and A = Nil lis = h;) = (0 abe 


Vi, mixture 


(13-46) 


V mixture 
Then it follows that Vv; = V; and h = h,. That is, the partial molar volume 
and the partial molar enthalpy of a component in a solution equal the specific 


volume and enthalpy of that component when it existed alone as a pure sub- Wer =o 
stance at the mixture temperature and pressure. Therefore, the specific volume E 

and enthalpy of individual components do not change during mixing if they aa 
form an ideal solution. Then the specific volume and enthalpy of an ideal h mixture = By: pure 


solution can be expressed as (Fig. 13—20) 


Vai ideal == Ji v, g =) Yi V; „pure and Tice ideal => yih; z `X V e (Q 3-47) 
i a 


Note that this is not the case for entropy and the properties that involve 
entropy such as the Gibbs function, even for ideal solutions. To obtain a rela- 
tion for the entropy of a mixture, we differentiate Eq. 13-45 with respect to FIGURE 13-20 
temperature at constant pressure and mole fraction, 


( iara Ce P;) ) (Fhe P) 
Py 


oT oT 


The specific volume and enthalpy of 
individual components do not change 
) + R,lny; (13-48) during mixing if they form an ideal 
ey solution (this is not the case for 
We note from Eq. 13—38 that the two partial derivatives above are simply the entropy). 
negative of the partial molar entropies. Substituting, 


Sharer ren Cle P;) = Spre le IR) = R, In Vil (ideal solution) (13-49) 


Note that In y; is a negative quantity since y; < 1, and thus —R, In y; is always 
positive. Therefore, the entropy of a component in a mixture is always greater 
than the entropy of that component when it exists alone at the mixture temper- 
ature and pressure. Then the entropy of mixing of an ideal solution is deter- 
mined by substituting Eq. 13—49 into Eq. 13-34 to be 


Siempie == NHS: = 5) = =I, D N; lny; (ideal solution) (13-50a) 


or, dividing by the total number of moles of the mixture N, 


m?’ 


ANT aree > yi(S; — Si) R, » y;Iny; (per unit mole of mixture) (13-505) 


Minimum Work of Separation of Mixtures 


The entropy balance for a steady-flow system simplifies to Sin — Sout + Sgen 
= 0. Noting that entropy can be transferred by heat and mass only, the 
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For a naturally occurring process 
during which no work is produced or 
consumed, the reversible work is equal 
to the exergy destruction. 


entropy generation during an adiabatic mixing process that forms an ideal 
solution becomes 


Sa = Sen = Sin = Mae = RON, iny, (ideal solution) (13-514) 


or 


a Oo Oo ~ Sees = >X yilny; (per unit mole of mixture) 
i 


(13-515) 


Also noting that Xjesroyea = To Sgem the exergy destroyed during this (and any 
other) process is obtained by multiplying the entropy generation by the tem- 
perature of the environment Tọ. It gives 


Kisat = Sa = =o X N;lny; (ideal soluton) (13-524) 
or 
ea a R > yı ln y; (per unit mole of mixture) (13-52b) 


Exergy destroyed represents the wasted work potential—the work that would 
be produced if the mixing process occurred reversibly. For a reversible or 
“thermodynamically perfect” process, the entropy generation and thus the 
exergy destroyed is zero. Also, for reversible processes, the work output is a 
maximum (or, the work input is a minimum if the process does not occur 
naturally and requires input). The difference between the reversible work and 
the actual useful work is due to irreversibilities and is equal to the exergy 
destruction. Therefore, Xgestroyea = Wrey — Wactua Then it follows that for a 
naturally occurring process during which no work is produced, the reversible 
work is equal to the exergy destruction (Fig. 13—21). Therefore, for the adia- 
batic mixing process that forms an ideal solution, the reversible work (total 
and per unit mole of mixture) is, from Eq. 13-52, 


Whe = ERI XN; In Yi and Wrey = ERT Sy In yi (13-53) 


A reversible process, by definition, is a process that can be reversed without 
leaving a net effect on the surroundings. This requires that the direction of all 
interactions be reversed while their magnitudes remain the same when the 
process is reversed. Therefore, the work input during a reversible separation 
process must be equal to the work output during the reverse process of mix- 
ing. A violation of this requirement will be a violation of the second law of 
thermodynamics. The required work input for a reversible separation process 
is the minimum work input required to accomplish that separation since the 
work input for reversible processes is always less than the work input of cor- 
responding irreversible processes. Then the minimum work input required for 
the separation process can be expressed as 


Wisaa = RIEN lny; and Wrin,in = RREY. lny; (13-54) 


It can also be expressed in the rate form as 

Wainin = Ro z Ñ; iny = Sk, X yiln y; (kW) (13-55) 
where Wama is the minimum power input required to separate a solution that 
approaches at a rate of N,, kmol/s (or m,, = N,,M,, kg/s) into its compo- 
nents. The work of separation per unit mass of mixture can be determined 
from Wminin = Wminin/ Mm, where M,, is the apparent molar mass of the 
mixture. 

The minimum work relations above are for complete separation of the 
components in the mixture. The required work input will be less if the exit- 
ing streams are not pure. The reversible work for incomplete separation can 
be determined by calculating the minimum separation work for the incoming 
mixture and the minimum separation works for the outgoing mixtures, and 
then taking their difference. 


Reversible Mixing Processes 


The mixing processes that occur naturally are irreversible, and all the work 
potential is wasted during such processes. For example, when the fresh water 
from a river mixes with the saline water in an ocean, an opportunity to pro- 
duce work is lost. If this mixing is done reversibly (through the use of semi- 
permeable membranes, for example) some work can be produced. The 
maximum amount of work that can be produced during a mixing process is 
equal to the minimum amount of work input needed for the corresponding 
separation process (Fig. 13—22). That is, 


IN omvcamerattear = Wainin separam (13-56) 


Therefore, the minimum work input relations given above for separation can 
also be used to determine the maximum work output for mixing. 

The minimum work input relations are independent of any hardware or 
process. Therefore, the relations developed above are applicable to any sepa- 
ration process regardless of actual hardware, system, or process, and can be 
used for a wide range of separation processes including the desalination of 
sea or brackish water. 


Second-Law Efficiency 


The second-law efficiency is a measure of how closely a process approxi- 
mates a corresponding reversible process, and it indicates the range available 
for potential improvements. Noting that the second-law efficiency ranges 
from 0 for a totally irreversible process to 100 percent for a totally reversible 
process, the second-law efficiency for separation and mixing processes can 
be defined as 


Womin W min,in Warren Wact,out 
M1, separation ee = and TNI mixing mee = (13-57) 
Wactin Wact,in Weert W max,out 


where Woe is the actual power input (or exergy consumption) of the separa- 


tion plant and Wetou is the actual power produced during mixing. Note that 
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Under reversible conditions, the work 
consumed during separation is equal 
to the work produced during the 
reverse process of mixing. 
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Wmin,in = RT In y4 (kJ/kmol A) 


A+B Separation 
YA YB 


(a) Separating 1 kmol of A from 
a large body of mixture 


Wringin = Ru To (a In y4 + yg 1n yg) 
(kJ/kmol mixture) 


A+B Separation 
1 kmol uoit 
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pure B 


(b) Complete separation of 
1 kmol mixture into its 
components A and B 


FIGURE 13-23 


The minimum work required to 
separate a two-component mixture for 
the two limiting cases. 


the second-law efficiency is always less than 1 since the actual separation 
process requires a greater amount of work input because of irreversibilities. 
Therefore, the minimum work input and the second-law efficiency provide a 
basis for comparison of actual separation processes to the “idealized” ones 
and for assessing the thermodynamic performance of separation plants. 

A second-law efficiency for mixing processes can also be defined as the 
actual work produced during mixing divided by the maximum work potential 
available. This definition does not have much practical value, however, since 
no effort is done to produce work during most mixing processes and thus the 
second-law efficiency is zero. 


Special Case: Separation of a 
Two Component Mixture 


Consider a mixture of two components A and B whose mole fractions are y, 
and y,. Noting that yp = 1 — y,, the minimum work input required to sepa- 
rate 1 kmol of this mixture at temperature Tọ completely into pure A and 
pure B is, from Eq. 13-54, 


Wminin = —RyTo(ya nya + yg ln yg) (kJ/kmol mixture) (13-584) 
or 
Wninin = —R,Iy(N4 ln ya + Ng ln yg) (kJ) (13-58b) 
or, from Eq. 13-55, 


Winn = —NyRiTo (Vs In y4 + yg In yz) 
= =MR moya In YA ar YB In Yg) (kw) (13-58c) 


Some separation processes involve the extraction of just one of the compo- 
nents from a large amount of mixture so that the composition of the remaining 
mixture remains practically the same. Consider a mixture of two components 
A and B whose mole fractions are y, and yg, respectively. The minimum work 
required to separate 1 kmol of pure component A from the mixture of N,,, = N, 
+ Nz kmol (with N, >> 1) is determined by subtracting the minimum work 
required to separate the remaining mixture —R,7)[(N, — 1)In y4 + Np In yp) 
from the minimum work required to separate the initial mixture Wminin = 
—R,To(N4 ln y4 + N; In yp). It gives (Fig. 13-23) 


Wonn = Ril In VA = R,1h In(1/y,) (kJ/kmol A) (13-59) 


The minimum work needed to separate a unit mass (1 kg) of component A is 
determined from the above relation by replacing R, by R, (or by dividing the 
relation above by the molar mass of component A) since R, = R,/M,. Eq. 
13-59 also gives the maximum amount of work that can be done as one unit 
of pure component A mixes with a large amount of A + B mixture. 


An Application: Desalination Processes 


The potable water needs of the world is increasing steadily due to population 
growth, rising living standards, industrialization, and irrigation in agriculture. 
There are over 10,000 desalination plants in the world, with a total desalted 


water capacity of over 5 billion gallons a day. Saudi Arabia is the largest user 
of desalination with about 25 percent of the world capacity, and the United 
States is the second largest user with 10 percent. The major desalination 
methods are distillation and reverse osmosis. The relations can be used 
directly for desalination processes, by taking the water (the solvent) to be 
component A and the dissolved salts (the solute) to be component B. Then 
the minimum work needed to produce 1 kg of pure water from a large reser- 
voir of brackish or seawater at temperature T) in an environment at T) is, 
from Eq. 13-59, 


Desalination: W minin = da. R,T In( 1/yy) (kJ/kg pure water) (13-60) 


where R,, = 0.4615 kJ/kg - K is the gas constant of water and y, is the mole 
fraction of water in brackish or seawater. The relation above also gives the 
maximum amount of work that can be produced as | kg of fresh water (from 
a river, for example) mixes with seawater whose water mole fraction is y,,. 

The reversible work associated with liquid flow can also be expressed in 
terms of pressure difference AP and elevation difference Az (potential 
energy) aS Wminin = AP/p = g Az where p is the density of the liquid. Com- 
bining these relations with Eq. 13—60 gives 


AN = PWrminin — pR,,To In(1/y,,) (kPa) (13-61) 
and 
Near z Wminin/ & = RT In(1/y,,)/g (m) (13-62) 


where AP nin is the osmotic pressure, which represents the pressure differ- 
ence across a semipermeable membrane that separates fresh water from the 
saline water under equilibrium conditions, p is the density of saline water, 
and Az,,i, is the osmotic rise, which represents the vertical distance the 
saline water would rise when separated from the fresh water by a membrane 
that is permeable to water molecules alone (again at equilibrium). For desali- 
nation processes, AP „in represents the minimum pressure that the saline 
water must be compressed in order to force the water molecules in saline 
water through the membrane to the fresh water side during a reverse osmosis 
desalination process. Alternately, Az,,,, represents the minimum height above 
the fresh water level that the saline water must be raised to produce the 
required osmotic pressure difference across the membrane to produce fresh 
water. The Azmin also represents the height that the water with dissolved 
organic matter inside the roots will rise through a tree when the roots are 
surrounded by fresh water with the roots acting as semipermeable mem- 
branes. The reverse osmosis process with semipermeable membranes is also 
used in dialysis machines to purify the blood of patients with failed kidneys. 


EXAMPLE 13-6 Obtaining Fresh Water from Seawater 


Fresh water is to be obtained from seawater at 15°C with a salinity of 3.48 
percent on mass basis (or TDS = 34,800 ppm). Determine (a) the mole 
fractions of the water and the salts in the seawater, (b) the minimum work 
input required to separate 1 kg of seawater completely into pure water and 
pure salts, (c) the minimum work input required to obtain 1 kg of fresh 
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water from the sea, and (d) the minimum gauge pressure that the seawater 
must be raised if fresh water is to be obtained by reverse osmosis using 
semipermeable membranes. 


Solution Fresh water is to be obtained from seawater. The mole fractions of 
seawater, the minimum works of separation needed for two limiting cases, 
and the required pressurization of seawater for reverse osmosis are to be 
determined. 

Assumptions 1 The seawater is an ideal solution since it is dilute. 2 The 
total dissolved solids in water can be treated as table salt (NaCl). 3 The envi- 
ronment temperature is also 15°C. 

Properties The molar masses of water and salt are M, = 18.0 kg/kmol 
and M, = 58.44 kg/kmol. The gas constant of pure water is R, = 0.4615 
kJ/kg - K (Table A-1). The density of seawater is 1028 kg/m°. 

Analysis (a) Noting that the mass fractions of salts and water in seawater 
are mf, = 0.0348 and mf, = 1 — mf, = 0.9652, the mole fractions are 
determined from Eqs. 13-4 and 13-5 to be 


1 1 1 


ve = = = 18.44 kg/kmol 
” mi mi, mh, 00348 , 0.9652 e 
M; M, M, 5844 180 
f m = 0.9652 DA e 0.9888 
yu T iey T MAR Toon 1 


y,=1—y, = 1 — 0.9888 = 00 = 1.12% 


(b) The minimum work input required to separate 1 kg of seawater com- 
pletely into pure water and pure salts is 


Wmin,in = TRIDO In YA AR YB In Yp) = TRI Ww In yy ap Ys In ys) 
—(8.314 kJ/kmol - K)(288.15 K)(0.9888 In 0.9888 + 0.0112 In 0.0112) 


147.2 kJ/kmol 


Wainin 147.2 kJ/kmol 
Wminin © Af 18.44 kg/kmol 


= 7.98 kJ/kg seawater 


Therefore, it takes a minimum of 7.98 kJ of work input to separate 1 kg of 
seawater into 0.0348 kg of salt and 0.9652 kg (nearly 1 kg) of fresh water. 


(c) The minimum work input required to produce 1 kg of fresh water from 
seawater is 


Wninin — R,T In( 1/y,,) 
= (0.4615 kJ/kg - K) (288.15 K)In(1/0.9888) 
= 1.50 kJ/kg fresh water 


Note that it takes about 5 times more work to separate 1 kg of seawater 
completely into fresh water and salt than it does to produce 1 kg of fresh 
water from a large amount of seawater. 


(d) The osmotic pressure in this case is 
AP pin = PmRw Ty In(1/y¥~) 
= (1028 kg/m*) (0.4615 kPa- m?/kg - K) (288.15 K)In(1/0.9888) 
= 1540 kPa 


which is equal to the minimum gauge pressure to which seawater must be 
compressed if the fresh water is to be discharged at the local atmospheric 
pressure. As an alternative to pressurizing, the minimum height above the 
fresh water level that the seawater must be raised to produce fresh water is 
(Fig. 13-24) 


W min,in 


1.50 kJ/kg / 1 kg-m/s*\ / 1000 N -m 
= 153m 


Ie = = 
Emin eg «9.81 m/s IN 1K 


Discussion The minimum separation works determined above also represent 
the maximum works that can be produced during the reverse process of mix- 
ing. Therefore, 7.98 kJ of work can be produced when 0.0348 kg of salt is 
mixed with 0.9652 kg of water reversibly to produce 1 kg of saline water, 
and 1.50 kJ of work can be produced as 1 kg of fresh water is mixed with 
seawater reversibly. Therefore, the power that can be generated as a river 
with a flow rate of 10° m/s mixes reversibly with seawater through semiper- 
meable membranes is (Fig. 13-25) 


: ; 1 MW 
Woas = PWinax,out = (1000 kg/m’) (10° m°/s) (1.50 w/e) ( 103 a 
= 1.5 x 10°MW 


which shows the tremendous amount of power potential wasted as the rivers 
discharge into the seas. 


Fresh and saline water 
mixing irreversibly 


Fresh and saline water mixing reversibly 
through semi-permeable membranes, and 
producing power 


FIGURE 13-25 
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Saline 
water 
Az 
— Pure 
Membrane water 
Py Py 
AP = P, — P; 
FIGURE 13-24 


The osmotic pressure and the osmotic 
rise of saline water. 


Fresh river 
water 


Power can be produced by mixing solutions of different concentrations reversibly. 
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SUMMARY 


A mixture of two or more gases of fixed chemical composi- 
tion is called a nonreacting gas mixture The composition of a 
gas mixture is described by specifying either the mole frac- 
tion or the mass fraction of each component, defined as 

Ni 


Mi 
mf; = — and y; = — 
My Nin 


where 
k k 
M, = >,m, and N,, = ÙN; 
i=1 i=1 


The apparent (or average) molar mass and gas constant of a 
mixture are expressed as 


Also, 
eee and M,, = = 
M m mf; 


Dalton’s law of additive pressures states that the pressure 
of a gas mixture is equal to the sum of the pressures each gas 
would exert if it existed alone at the mixture temperature and 
volume. Amagat’s law of additive volumes states that the vol- 
ume of a gas mixture is equal to the sum of the volumes each 
gas would occupy if it existed alone at the mixture tempera- 
ture and pressure. Dalton’s and Amagat’s laws hold exactly 
for ideal-gas mixtures, but only approximately for real-gas 
mixtures. They can be expressed as 


Dalton’s law: Pa 


ll 
tM > 


PEs Vin) 
i=1 


> 


Amagat’s law: Vin 


i 


Vi(Tins Pa) 
1 


Here P, is called the component pressure and V, is called 
the component volume. Also, the ratio P;/P,, is called the 
pressure fraction and the ratio V;/V,, is called the volume 
fraction of component i. For ideal gases, P, and V, can be 
related to y; by 


P, V N 


P, m Va Nn 


The quantity y,P,,, is called the partial pressure and the quan- 
tity y,V,, is called the partial volume. The P-v-T behavior 
of real-gas mixtures can be predicted by using generalized 


= Vi 


compressibility charts. The compressibility factor of the mix- 
ture can be expressed in terms of the compressibility factors 
of the individual gases as 


k 
Zin = > Yi Z; 

i=l 
where Z; is determined either at 7 „ and V, (Dalton’s law) or at 
T,, and P,,, (Amagat’s law) for each individual gas. The P-v-T 
behavior of a gas mixture can also be predicted approximately 
by Kay’s rule, which involves treating a gas mixture as a pure 
substance with pseudocritical properties determined from 


Pion = 


crm 


k 
YP ei and Term = > vi. 
i=1 


M- 


1 


i 


The extensive properties of a gas mixture, in general, can 
be determined by summing the contributions of each compo- 
nent of the mixture. The evaluation of intensive properties of 
a gas mixture, however, involves averaging in terms of mass 
or mole fractions: 


and 


k k 
Cp,m = ` mf;cp,; and Cpm E X Ypi 


These relations are exact for ideal-gas mixtures and approxi- 
mate for real-gas mixtures. The properties or property changes 
of individual components can be determined by using ideal- 
gas or real-gas relations developed in earlier chapters. 


Chapter 13 | 709 


REFERENCES AND SUGGESTED READING 


1. A. Bejan. Advanced Engineering Thermodynamics. 2nd 
ed. New York: Wiley Interscience, 1997. 


2. Y. A. Çengel, Y. Cerci, and B. Wood, “Second Law 
Analysis of Separation Processes of Mixtures,” ASME 
International Mechanical Engineering Congress and 
Exposition, Nashville, Tennessee, 1999. 


3. Y. Cerci, Y. A. Çengel, and B. Wood, “The Minimum 
Separation Work for Desalination Processes,’ ASME 


International Mechanical Engineering Congress and 
Exposition, Nashville, Tennessee, 1999. 

4. J. P. Holman. Thermodynamics. 3rd ed. New York: 
McGraw-Hill, 1980. 


5. K. Wark, Jr. Advanced Thermodynamics for Engineers. 
New York: McGraw-Hill, 1995. 


PROBLEMS* 


Composition of Gas Mixtures 


13-1C What is the apparent gas constant for a gas mixture? 
Can it be larger than the largest gas constant in the mixture? 


13-2C Consider a mixture of two gases. Can the apparent 
molar mass of this mixture be determined by simply taking 
the arithmetic average of the molar masses of the individual 
gases? When will this be the case? 


13-3C What is the apparent molar mass for a gas mixture? 
Does the mass of every molecule in the mixture equal the 
apparent molar mass? 


13-4C Consider a mixture of several gases of identical 
masses. Will all the mass fractions be identical? How about 
the mole fractions? 


13-5C The sum of the mole fractions for an ideal-gas mix- 
ture is equal to 1. Is this also true for a real-gas mixture? 
13-6C What are mass and mole fractions? 

13-7C Using the definitions of mass and mole fractions, 
derive a relation between them. 


13-8C Somebody claims that the mass and mole fractions 
for a mixture of CO, and N,O gases are identical. Is this 
true? Why? 

13-9C Consider a mixture of two gases A and B. Show that 
when the mass fractions mf, and mf, are known, the mole 
fractions can be determined from 


Mp 
~ M,(1/mf, — 1) + Mg 


Ya and y= l- ya 


where M, and Mọ are the molar masses of A and B. 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


13-10 The composition of moist air is given on a molar 
basis to be 78 percent N,, 20 percent O,, and 2 percent water 
vapor. Determine the mass fractions of the constituents of air. 


13-11 A gas mixture has the following composition on a 
mole basis: 60 percent N, and 40 percent CO,. Determine the 
gravimetric analysis of the mixture, its molar mass, and gas 
constant. 


13-12 Repeat Prob. 13-11 by replacing N, by O,. 


13-13 A gas mixture consists of 5 kg of O,, 8 kg of N,, 
and 10 kg of CO,. Determine (a) the mass fraction of each 
component, (b) the mole fraction of each component, and 
(c) the average molar mass and gas constant of the mixture. 


13-14 Determine the mole fractions of a gas mixture that 
consists of 75 percent CH, and 25 percent CO, by mass. 
Also, determine the gas constant of the mixture. 


13-15 A gas mixture consists of 8 kmol of H, and 2 kmol of 
N,. Determine the mass of each gas and the apparent gas con- 
stant of the mixture. Answers: 16 kg, 56 kg, 1.155 kJ/kg - K 


13-16E A gas mixture consists of 5 Ibmol of H, and 
4 lbmol of N,. Determine the mass of each gas and the appar- 
ent gas constant of the mixture. 


13-17 A gas mixture consists of 20 percent O,, 30 percent 
N,, and 50 percent CO, on mass basis. Determine the volu- 
metric analysis of the mixture and the apparent gas constant. 


P-v-T Behavior of Gas Mixtures 


13-18C Is a mixture of ideal gases also an ideal gas? Give 
an example. 


13-19C Express Dalton’s law of additive pressures. Does this 
law hold exactly for ideal-gas mixtures? How about nonideal- 
gas mixtures? 


13-20C Express Amagat’s law of additive volumes. Does this 
law hold exactly for ideal-gas mixtures? How about nonideal- 
gas mixtures? 
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13-21C How is the P-v-T behavior of a component in an 
ideal-gas mixture expressed? How is the P-v-T behavior of a 
component in a real-gas mixture expressed? 


Thermodynamics 


13-22C What is the difference between the component pres- 
sure and the partial pressure? When are these two equivalent? 


13-23C What is the difference between the component vol- 
ume and the partial volume? When are these two equivalent? 


13-24C In a gas mixture, which component will have the 
higher partial pressure—the one with the higher mole number 
or the one with the larger molar mass? 


13-25C Consider a rigid tank that contains a mixture of 
two ideal gases. A valve is opened and some gas escapes. As 
a result, the pressure in the tank drops. Will the partial pres- 
sure of each component change? How about the pressure 
fraction of each component? 


13-26C Consider a rigid tank that contains a mixture of 
two ideal gases. The gas mixture is heated, and the pressure 
and temperature in the tank rise. Will the partial pressure of 
each component change? How about the pressure fraction of 
each component? 


13-27C Is this statement correct? The volume of an ideal- 
gas mixture is equal to the sum of the volumes of each indi- 
vidual gas in the mixture. If not, how would you correct it? 


13-28C Is this statement correct? The temperature of an 
ideal-gas mixture is equal to the sum of the temperatures of 
each individual gas in the mixture. If not, how would you 
correct it? 


13-29C Is this statement correct? The pressure of an ideal- 
gas mixture is equal to the sum of the partial pressures of 
each individual gas in the mixture. If not, how would you 
correct it? 


13-30C Explain how a real-gas mixture can be treated as a 
pseudopure substance using Kay’s rule. 

13-31 A rigid tank contains 8 kmol of O, and 10 kmol of 
CO, gases at 290 K and 150 kPa. Estimate the volume of the 
tank. Answer: 289 m? 

13-32 Repeat Prob. 13-31 for a temperature of 400 K. 
13-33 A rigid tank contains 0.5 kmol of Ar and 2 kmol of N, 
at 250 kPa and 280 K. The mixture is now heated to 400 K. 
Determine the volume of the tank and the final pressure of the 
mixture. 

13-34 A gas mixture at 300 K and 200 kPa consists of 1 kg 
of CO, and 3 kg of CH,. Determine the partial pressure of 
each gas and the apparent molar mass of the gas mixture. 
13-35E A gas mixture at 600 R and 20 psia consists of 
1 Ibm of CO, and 3 Ibm of CH}. Determine the partial pressure 
of each gas and the apparent molar mass of the gas mixture. 


13-36 A 0.3-m rigid tank contains 0.6 kg of N, and 0.4 kg 
of O, at 300 K. Determine the partial pressure of each gas 


and the total pressure of the mixture. Answers: 178.1 kPa, 


103.9 kPa, 282.0 kPa 


13-37 A gas mixture at 350 K and 300 kPa has the follow- 
ing volumetric analysis: 65 percent N,, 20 percent O,, and 
15 percent CO,. Determine the mass fraction and partial pres- 
sure of each gas. 


13-38 A rigid tank that contains 1 kg of N, at 25°C and 
300 kPa is connected to another rigid tank that contains 3 kg 
of O, at 25°C and 500 kPa. The valve connecting the two 
tanks is opened, and the two gases are allowed to mix. If the 
final mixture temperature is 25°C, determine the volume of 
each tank and the final mixture pressure. Answers: 0.295 mê, 
0.465 m3, 422 kPa 


N2 O2 
l kg 3 kg 


252G 25°C 
300 kPa 500 kPa 


FIGURE P13-38 


13-39 A volume of 0.3 m? of O, at 200 K and 8 MPa is 
mixed with 0.5 m? of N, at the same temperature and pres- 
sure, forming a mixture at 200 K and 8 MPa. Determine the 
volume of the mixture, using (a) the ideal-gas equation of 
state, (b) Kay’s rule, and (c) the compressibility chart and 
Amagat’s law. Answers: (a) 0.8 m3, (b) 0.79 m3, (c) 0.80 m? 


13-40 L a A rigid tank contains 1 kmol of Ar gas at 220 K 
es» and 5 MPa. A valve is now opened, and 3 kmol 
of N, gas is allowed to enter the tank at 190 K and 8 MPa. 
The final mixture temperature is 200 K. Determine the pres- 
sure of the mixture, using (a) the ideal-gas equation of state 


and (b) the compressibility chart and Dalton’s law. 


N2 
3 kmol 
190 K 
8 MPa 
FIGURE P13-40 
13-41 Reconsider Prob. 13-40. Using EES (or other) 


SS software, study the effect of varying the moles 
of nitrogen supplied to the tank over the range of | to 10 
kmol of N,. Plot the final pressure of the mixture as a func- 
tion of the amount of nitrogen supplied using the ideal-gas 
equation of state and the compressibility chart with Dalton’s 
law. 


13-42E A rigid tank contains 1 Ibmol of argon gas at 400 R 
and 750 psia. A valve is now opened, and 3 Ibmol of N, gas 
is allowed to enter the tank at 340 R and 1200 psia. The final 
mixture temperature is 360 R. Determine the pressure of the 
mixture, using (a) the ideal-gas equation of state and (b) the 
compressibility chart and Dalton’s law. Answers: (a) 2700 
psia, (b) 2507 psia 


Properties of Gas Mixtures 


13-43C Is the total internal energy of an ideal-gas mixture 
equal to the sum of the internal energies of each individual gas 
in the mixture? Answer the same question for a real-gas mixture. 


13-44C Is the specific internal energy of a gas mixture 
equal to the sum of the specific internal energies of each indi- 
vidual gas in the mixture? 


13-45C Answer Prob. 13-43C and 13—44C for entropy. 


13-46C Is the total internal energy change of an ideal-gas 
mixture equal to the sum of the internal energy changes of 
each individual gas in the mixture? Answer the same question 
for a real-gas mixture. 


13-47C When evaluating the entropy change of the compo- 
nents of an ideal-gas mixture, do we have to use the partial 
pressure of each component or the total pressure of the mixture? 


13-48C Suppose we want to determine the enthalpy change 
of a real-gas mixture undergoing a process. The enthalpy 
change of each individual gas is determined by using the gen- 
eralized enthalpy chart, and the enthalpy change of the mixture 
is determined by summing them. Is this an exact approach? 
Explain. 


13-49 A process requires a mixture that is 21 percent 
oxygen, 78 percent nitrogen, and 1 percent argon by volume. 
All three gases are supplied from separate tanks to an adia- 
batic, constant-pressure mixing chamber at 200 kPa but at dif- 
ferent temperatures. The oxygen enters at 10°C, the nitrogen at 
60°C, and the argon at 200°C. Determine the total entropy 
change for the mixing process per unit mass of mixture. 


13-50 A mixture that is 15 percent carbon dioxide, 5 percent 
carbon monoxide, 10 percent oxygen, and 70 percent nitrogen 
by volume undergoes an adiabatic compression process having 
a compression ratio of 8:1. If the initial state of the mixture is 
300 K and 100 kPa, determine the makeup of the mixture on a 
mass basis and the internal energy change per unit mass of 
mixture. 


13-51 Propane and air are supplied to an internal combus- 
tion engine such that the air-fuel ratio is 16:1 when the pres- 
sure is 95 kPa and the temperature is 30°C. The compression 
ratio of the engine is 9.5:1. If the compression process is 
isentropic, determine the required work input for this com- 
pression process, in kJ/kg of mixture. 


13-52 An insulated rigid tank is divided into two compart- 
ments by a partition. One compartment contains 2.5 kmol of 
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CO, at 27°C and 200 kPa, and the other compartment con- 
tains 7.5 kmol of H, gas at 40°C and 400 kPa. Now the parti- 
tion is removed, and the two gases are allowed to mix. 
Determine (a) the mixture temperature and (b) the mixture 
pressure after equilibrium has been established. Assume con- 
stant specific heats at room temperature for both gases. 


CO, H, 
2.5 kmol | 7.5 kmol 


27°C 40°C 


200 kPa 400 kPa 


FIGURE P13-52 


13-53 A 0.9-m? rigid tank is divided into two equal com- 
partments by a partition. One compartment contains Ne at 
20°C and 100 kPa, and the other compartment contains Ar at 
50°C and 200 kPa. Now the partition is removed, and the two 
gases are allowed to mix. Heat is lost to the surrounding air 
during this process in the amount of 15 kJ. Determine (a) the 
final mixture temperature and (b) the final mixture pressure. 
Answers: (a) 16.2°C, (b) 138.9 kPa 


13-54 Repeat Prob. 13-53 for a heat loss of 8 kJ. 


13-55 «2 a Ethane (C,H,) at 20°C and 200 kPa and meth- 

& ane (CH,) at 45°C and 200 kPa enter an adia- 
batic mixing chamber. The mass flow rate of ethane is 9 kg/s, 
which is twice the mass flow rate of methane. Determine 
(a) the mixture temperature and (b) the rate of entropy gener- 


ation during this process, in kW/K. Take T) = 25°C. 


13-56 Reconsider Prob. 13-55. Using EES (or other) 

SS software, determine the effect of the mass frac- 
tion of methane in the mixture on the mixture temperature 
and the rate of exergy destruction. The total mass flow rate is 
maintained constant at 13.5 kg/s, and the mass fraction of 
methane is varied from 0 to 1. Plot the mixture temperature 
and the rate of exergy destruction against the mass fraction, 
and discuss the results. 


13-57 An equimolar mixture of helium and argon gases is to 
be used as the working fluid in a closed-loop gas-turbine cycle. 


2.5 MPa 
1300 K 


\ 
He - Ar = 


turbine 


| 


200 kPa 


FIGURE P13-57 
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The mixture enters the turbine at 2.5 MPa and 1300 K and 
expands isentropically to a pressure of 200 kPa. Determine the 
work output of the turbine per unit mass of the mixture. 


13-58E A > A mixture of 80 percent N, and 20 percent 

W CO, gases (on a mass basis) enters the nozzle 
of a turbojet engine at 90 psia and 1800 R with a low veloc- 
ity, and it expands to a pressure of 12 psia. If the isentropic 
efficiency of the nozzle is 92 percent, determine (a) the exit 
temperature and (b) the exit velocity of the mixture. Assume 
constant specific heats at room temperature. 


13-59E Reconsider Prob. 13-58E. Using EES (or 

SS other) software, first solve the stated problem 
and then, for all other conditions being the same, resolve the 
problem to determine the composition of the nitrogen and 
carbon dioxide that is required to have an exit velocity of 
2600 ft/s at the nozzle exit. 


13-60 A _ piston—cylinder device contains a mixture of 
0.5 kg of H, and 1.6 kg of N, at 100 kPa and 300 K. Heat is 
now transferred to the mixture at constant pressure until the 
volume is doubled. Assuming constant specific heats at the 
average temperature, determine (a) the heat transfer and 
(b) the entropy change of the mixture. 


13-61 An insulated tank that contains 1 kg of O, at 15°C 
and 300 kPa is connected to a 2-m? uninsulated tank that 
contains N, at 50°C and 500 kPa. The valve connecting the 
two tanks is opened, and the two gases form a homogeneous 
mixture at 25°C. Determine (a) the final pressure in the tank, 
(b) the heat transfer, and (c) the entropy generated during this 
process. Assume T) = 25°C. 

Answers: (a) 444.6 kPa, (b) 187.2 kJ, (c) 0.962 kJ/K 


Oy N2 
1 kg T 2m? 
E j 50°C 
300 kPa 500 kPa 


FIGURE P13-61 


13-62 Reconsider Prob. 13—61. Using EES (or other) 

SS software, compare the results obtained assum- 
ing ideal-gas behavior with constant specific heats at the 
average temperature, and using real-gas data obtained from 
EES by assuming variable specific heats over the temperature 
range. 


13-63 A piston—cylinder device contains 6 kg of H, and 
21 kg of N, at 160 K and 5 MPa. Heat is now transferred to 
the device, and the mixture expands at constant pressure until 
the temperature rises to 200 K. Determine the heat transfer 


during this process by treating the mixture (a) as an ideal gas 
and (b) as a nonideal gas and using Amagat’s law. 
Answers: (a) 4273 kJ, (b) 4745 kJ 


Heat 


FIGURE P13-63 


13-64 Determine the total entropy change and exergy 
destruction associated with the process described in Prob. 
13-63 by treating the mixture (a) as an ideal gas and (b) as a 
nonideal gas and using Amagat’s law. Assume constant spe- 
cific heats at room temperature and take T} = 30°C. 


13-65 Air, which may be considered as a mixture of 79 per- 
cent N, and 21 percent O, by mole numbers, is compressed 
isothermally at 200 K from 4 to 8 MPa in a steady-flow 
device. The compression process is internally reversible, and 
the mass flow rate of air is 2.9 kg/s. Determine the power 
input to the compressor and the rate of heat rejection by treat- 
ing the mixture (a) as an ideal gas and (b) as a nonideal gas 
and using Amagat’s law. Answers: (a) 115.3 kW, 115.3 kW, 
(b) 143.6 kW, 94.2 kW 


FIGURE P13-65 


13-66 Reconsider Prob. 13-65. Using EES (or other) 

SS software, compare the results obtained by 
assuming ideal behavior, real gas behavior with Amagat’s 
law, and real gas behavior with EES data. 


13-67 The combustion of a hydrocarbon fuel with air results 
in a mixture of products of combustion having the composition 
on a volume basis as follows: 4.89 percent carbon dioxide, 


6.50 percent water vapor, 12.20 percent oxygen, and 76.41 per- 
cent nitrogen. Determine the average molar mass of the mix- 
ture, the average specific heat at constant pressure of the 
mixture at 600 K, in kJ/kmol - K, and the partial pressure of 
the water vapor in the mixture for a mixture pressure of 
200 kPa. 


13-68 A mixture that is 20 percent carbon dioxide, 10 per- 
cent oxygen, and 70 percent nitrogen by volume undergoes a 
process from 300 K and 100 kPa to 500 K and 400 kPa. 
Determine the makeup of the mixture on a mass basis and the 
enthalpy change per unit mass of mixture. 


Special Topic: Chemical Potential 
and the Separation Work of Mixtures 


13-69C Itis common experience that two gases brought into 
contact mix by themselves. In the future, could it be possible 
to invent a process that will enable a mixture to separate into 
its components by itself without any work (or exergy) input? 


13-70C A 2-L liquid is mixed with 3 L of another liquid, 
forming a homogeneous liquid solution at the same tempera- 
ture and pressure. Can the volume of the solution be more or 
less than the 5 L? Explain. 


13-71C A 2-L liquid at 20°C is mixed with 3 L of another 
liquid at the same temperature and pressure in an adiabatic 
container, forming a homogeneous liquid solution. Someone 
claims that the temperature of the mixture rose to 22°C after 
mixing. Another person refutes the claim, saying that this 
would be a violation of the first law of thermodynamics. Who 
do you think is right? 


13-72C What is an ideal solution? Comment on the vol- 
ume change, enthalpy change, entropy change, and chemical 
potential change during the formation of ideal and nonideal 
solutions. 


13-73 Brackish water at 12°C with total dissolved solid con- 
tent of TDS = 780 ppm (a salinity of 0.078 percent on mass 
basis) is to be used to produce fresh water with negligible salt 
content at a rate of 280 L/s. Determine the minimum power 
input required. Also, determine the minimum height to which 
the brackish water must be pumped if fresh water is to be 
obtained by reverse osmosis using semipermeable membranes. 


13-74 A river is discharging into the ocean at a rate of 
400,000 m/s. Determine the amount of power that can be gen- 
erated if the river water mixes with the ocean water reversibly. 
Take the salinity of the ocean to be 3.5 percent on mass basis, 
and assume both the river and the ocean are at 15°C. 


13-75 Reconsider Prob. 13-74. Using EES (or other) 

SS software, investigate the effect of the salinity of 
the ocean on the maximum power generated. Let the salinity 
vary from 0 to 5 percent. Plot the power produced versus the 
salinity of the ocean, and discuss the results. 
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13-76E Fresh water is to be obtained from brackish water 
at 65°F with a salinity of 0.12 percent on mass basis (or 
TDS = 1200 ppm). Determine (a) the mole fractions of the 
water and the salts in the brackish water, (b) the minimum 
work input required to separate 1 lbm of brackish water com- 
pletely into pure water and pure salts, and (c) the minimum 
work input required to obtain 1 Ibm of fresh water. 


13-77 A desalination plant produces fresh water from sea- 
water at 10°C with a salinity of 3.2 percent on mass basis at a 
rate of 1.4 m?/s while consuming 8.5 MW of power. The salt 
content of the fresh water is negligible, and the amount of 
fresh water produced is a small fraction of the seawater used. 
Determine the second-law efficiency of this plant. 


13-78 Fresh water is obtained from seawater at a rate of 
0.5 m%/s by a desalination plant that consumes 3.3 MW of 
power and has a second-law efficiency of 18 percent. Deter- 
mine the power that can be produced if the fresh water pro- 
duced is mixed with the seawater reversibly. 


Review Problems 


13-79 Air has the following composition on a mole basis: 
21 percent O,, 78 percent N,, and 1 percent Ar. Determine 
the gravimetric analysis of air and its molar mass. Answers: 
23.2 percent O., 75.4 percent N,, 1.4 percent Ar, 28.96 kg/kmol 


13-80 Using Amagat’s law, show that 


k 
Zn a > yiZi 
i=1 


for a real-gas mixture of k gases, where Z is the compressibil- 
ity factor. 


13-81 Using Dalton’s law, show that 


k 
Zn = > yiZi 
i=1 


for a real-gas mixture of k gases, where Z is the compressibil- 
ity factor. 


13-82 A mixture of carbon dioxide and nitrogen flows 
through a converging nozzle. The mixture leaves the nozzle 
at a temperature of 500 K with a velocity of 360 m/s. If the 
velocity is equal to the speed of sound at the exit tempera- 
ture, determine the required makeup of the mixture on a mass 
basis. 


13-83 A piston—cylinder device contains products of com- 
bustion from the combustion of a hydrocarbon fuel with air. 
The combustion process results in a mixture that has the com- 
position on a volume basis as follows: 4.89 percent carbon 
dioxide, 6.50 percent water vapor, 12.20 percent oxygen, and 
76.41 percent nitrogen. This mixture is initially at 1800 K and 
1 MPa and expands in an adiabatic, reversible process to 
200 kPa. Determine the work done on the piston by the gas, 
in kJ/kg of mixture. Treat the water vapor as an ideal gas. 
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13-84 A rigid tank contains 2 kmol of N, and 6 kmol of 
CH, gases at 200 K and 12 MPa. Estimate the volume of the 
tank, using (a) the ideal-gas equation of state, (b) Kay’s rule, 
and (c) the compressibility chart and Amagat’s law. 


13-85 A steady stream of equimolar N, and CO, mixture at 
100 kPa and 18°C is to be separated into N, and CO, gases at 
100 kPa and 18°C. Determine the minimum work required 
per unit mass of mixture to accomplish this separation 
process. Assume Tọ = 18°C. 


13-86 A gas mixture consists of O, and N,. The ratio of the 
mole numbers of N, to O, is 3:1. This mixture is heated dur- 
ing a steady-flow process from 180 to 210 K at a constant 
pressure of 8 MPa. Determine the heat transfer during this 
process per mole of the mixture, using (a) the ideal-gas 
approximation and (b) Kay’s rule. 


13-87 Reconsider Prob. 13-86. Using EES (or other) 

SS software, investigate the effect of the mole 
fraction of oxygen in the mixture on heat transfer using real- 
gas behavior with EES data. Let the mole fraction of oxygen 
vary from 0 to 1. Plot the heat transfer against the mole frac- 
tion, and discuss the results. 


13-88 Determine the total entropy change and exergy 
destruction associated with the process described in Prob. 
13-86, using (a) the ideal-gas approximation and (b) Kay’s 
rule. Assume constant specific heats and Tọ = 30°C. 


13-89 A rigid tank contains a mixture of 4 kg of He and 
8 kg of O, at 170 K and 7 MPa. Heat is now transferred to the 
tank, and the mixture temperature rises to 220 K. Treating the 
He as an ideal gas and the O, as a nonideal gas, determine 
(a) the final pressure of the mixture and (b) the heat transfer. 


13-90 A mixture of 60 percent carbon dioxide and 40 per- 
cent methane on a mole basis expands through a turbine from 
1600 K and 800 kPa to 100 kPa. The volume flow rate at the 
turbine entrance is 10 L/s. Determine the rate of work done by 
the mixture using (a) ideal-gas approximation and (b) Kay’s 
rule. 


13-91 A pipe fitted with a closed valve connects two tanks. 
One tank contains a 5-kg mixture of 62.5 percent CO, and 
37.5 percent O, on a mole basis at 30°C and 125 kPa. The 
second tank contains 10 kg of N, at 15°C and 200 kPa. The 
valve in the pipe is opened and the gases are allowed to mix. 
During the mixing process 100 kJ of heat energy is supplied 
to the combined tanks. Determine the final pressure and tem- 
perature of the mixture and the total volume of the mixture. 


13-92 Using EES (or other) software, write a program 

<S to determine the mole fractions of the compo- 
nents of a mixture of three gases with known molar masses 
when the mass fractions are given, and to determine the mass 
fractions of the components when the mole fractions are given. 
Run the program for a sample case, and give the results. 


13-93 gS Using EES (or other) software, write a program 

SS to determine the apparent gas constant, con- 
stant volume specific heat, and internal energy of a mixture 
of three ideal gases when the mass fractions and other prop- 
erties of the constituent gases are given. Run the program for 
a sample case, and give the results. 


13-94 Using EES (or other) software, write a program 

SS to determine the entropy change of a mixture 
of three ideal gases when the mass fractions and other prop- 
erties of the constituent gases are given. Run the program for 
a sample case, and give the results. 


Fundamentals of Engineering (FE) Exam Problems 


13-95 An ideal-gas mixture whose apparent molar mass is 
36 kg/kmol consists of N, and three other gases. If the mole 
fraction of nitrogen is 0.30, its mass fraction is 


(a) 0.15 (b) 0.23 (c) 0.30 (d) 0.39 (e) 0.70 


13-96 An ideal-gas mixture consists of 2 kmol of N, and 
6 kmol of CO,. The mass fraction of CO, in the mixture is 


(a) 0.175 (b)0.250 (c) 0.500 (d)0.750 (e) 0.875 


13-97 An ideal-gas mixture consists of 2 kmol of N, and 
4 kmol of CO,. The apparent gas constant of the mixture is 


(a) 0.215 kJ/kg + K (b) 0.225 kJ/kg + K (c) 0.243 kJ/kg + K 
(d) 0.875 kJ/kg + K (e) 1.24 kJ/kg + K 


13-98 A rigid tank is divided into two compartments by a 
partition. One compartment contains 3 kmol of N, at 600 kPa 
and the other compartment contains 7 kmol of CO, at 200 
kPa. Now the partition is removed, and the two gases form a 
homogeneous mixture at 300 kPa. The partial pressure of N, 
in the mixture is 


(a) 75 kPa (b) 90 kPa (c) 150 kPa (d) 175 kPa (e) 225 kPa 


13-99 An 80-L rigid tank contains an ideal-gas mixture of 
5 g of N, and 5 g of CO, at a specified pressure and temper- 
ature. If N, were separated from the mixture and stored at 
mixture temperature and pressure, its volume would be 


(a)32 L (b) 36 L (c) 40 L (d) 49 L (e) 80 L 


13-100 An ideal-gas mixture consists of 3 kg of Ar and 
6 kg of CO, gases. The mixture is now heated at constant 
volume from 250 K to 350 K. The amount of heat transfer is 


(a) 374 kJ (b) 436 kJ (c) 488 kJ 
(d) 525 kJ (e) 664 kJ 


13-101 An ideal-gas mixture consists of 30 percent helium 
and 70 percent argon gases by mass. The mixture is now 
expanded isentropically in a turbine from 400°C and 1.2 MPa 
to a pressure of 200 kPa. The mixture temperature at turbine 
exit is 

(a) 195°C 
(d) 130°C 


(b) 56°C 
(e) 400°C 


(c) 112°C 


13-102 One compartment of an insulated rigid tank con- 
tains 2 kmol of CO, at 20°C and 150 kPa while the other 
compartment contains 5 kmol of H, gas at 35°C and 300 kPa. 
Now the partition between the two gases is removed, and the 
two gases form a homogeneous ideal-gas mixture. The tem- 
perature of the mixture is 


(a) 25°C (b)29°C (c)22°C (d)32°C (e) 34°C 


13-103 A piston—cylinder device contains an ideal-gas mix- 
ture of 3 kmol of He gas and 7 kmol of Ar gas at 50°C and 
400 kPa. Now the gas expands at constant pressure until its 
volume doubles. The amount of heat transfer to the gas mix- 
ture is 


(a) 6.2 MJ (b) 4.2 MJ 
(d) 10 MJ (e) 67 MJ 


13-104 An ideal-gas mixture of helium and argon gases 
with identical mass fractions enters a turbine at 1200 K and 
1 MPa at a rate of 0.3 kg/s, and expands isentropically to 
100 kPa. The power output of the turbine is 


(a) 478kW  (b)619kW (c) 926 KW 
(d)729kW (e) 564 KW 


(c) 27 MJ 
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13-105 Prolonged exposure to mercury even at relatively 
low but toxic concentrations in the air is known to cause per- 
manent mental disorders, insomnia, and pain and numbness 
in the hands and the feet, among other things. Therefore, the 
maximum allowable concentration of mercury vapor in the 
air at work places is regulated by federal agencies. These reg- 
ulations require that the average level of mercury concentra- 
tion in the air does not exceed 0.1 mg/m’. 

Consider a mercury spill that occurs in an airtight storage 
room at 20°C in San Francisco during an earthquake. Calcu- 
late the highest level of mercury concentration in the air that 
can occur in the storage room, in mg/m’, and determine if it 
is within the safe level. The vapor pressure of mercury at 
20°C is 0.173 Pa. Propose some guidelines to safeguard 
against the formation of toxic concentrations of mercury 
vapor in air in storage rooms and laboratories. 


t temperatures below the critical temperature, the gas 

phase of a substance is frequently referred to as a 

vapor. The term vapor implies a gaseous state that is 
close to the saturation region of the substance, raising the 
possibility of condensation during a process. 

In Chap. 13, we discussed mixtures of gases that are usu- 
ally above their critical temperatures. Therefore, we were not 
concerned about any of the gases condensing during a 
process. Not having to deal with two phases greatly simplified 
the analysis. When we are dealing with a gas—vapor mixture, 
however, the vapor may condense out of the mixture during a 
process, forming a two-phase mixture. This may complicate 
the analysis considerably. Therefore, a gas—vapor mixture 
needs to be treated differently from an ordinary gas mixture. 
Several gas—vapor mixtures are encountered in engineer- 
ng. In this chapter, we consider the air—water-vapor mixture, 
which is the most commonly encountered gas—vapor mixture 
n practice. We also discuss airconditioning, which is the pri- 
ary application area of air-water-vapor mixtures. 


3 


Objectives 


The objectives of Chapter 14 are to: 


e Differentiate between dry airand atmospheric air. 


e Define and calculate the specific and relative humidity of 
atmospheric air. 


e Calculate the dew-point temperature of atmospheric air. 


e Relate the adiabatic saturation temperature and wet-bulb 
temperatures of atmospheric air. 

e Use the psychrometric chart as a tool to determine the 
properties of atmospheric air. 

e Apply the principles of the conservation of mass and energy 
to various air-conditioning processes. 
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© 
DRY AIR 
© TC œ,kJ/kg °C 
-10 1.0038 
0 1.0041 
10 1.0045 
20 1.0049 
30 1.0054 
40 1.0059 
50 1.0065 


FIGURE 14-1 


The c, of air can be assumed to be 
constant at 1.005 kJ/kg - °C in the 
temperature range — 10 to 50°C with 
an error under 0.2 percent. 


T, °C 


50 


h=const. 


FIGURE 14-2 


At temperatures below 50°C, the 

h = constant lines coincide with the 
T = constant lines in the superheated 
vapor region of water. 


14-1 = DRY AND ATMOSPHERIC AIR 


Air is a mixture of nitrogen, oxygen, and small amounts of some other 
gases. Air in the atmosphere normally contains some water vapor (or mois- 
ture) and is referred to as atmospheric air. By contrast, air that contains no 
water vapor is called dry air. It is often convenient to treat air as a mixture 
of water vapor and dry air since the composition of dry air remains rela- 
tively constant, but the amount of water vapor changes as a result of con- 
densation and evaporation from oceans, lakes, rivers, showers, and even the 
human body. Although the amount of water vapor in the air is small, it plays 
a major role in human comfort. Therefore, it is an important consideration 
in air-conditioning applications. 

The temperature of air in air-conditioning applications ranges from about 
—10 to about 50°C. In this range, dry air can be treated as an ideal gas with 
a constant c, value of 1.005 kJ/kg - K [0.240 Btu/lbm - R] with negligible 
error (under 0.2 percent), as illustrated in Fig. 14-1. Taking 0°C as the ref- 
erence temperature, the enthalpy and enthalpy change of dry air can be 
determined from 


Nay air = C,T = (1.005 kJ/kg :°C)T (kJ/kg) (14-14) 
and 
Ahayar = AT = (1.005 kI/kg-°C) AT  (KJ/kg) (14-16) 


where T is the air temperature in °C and AT is the change in temperature. In 
air-conditioning processes we are concerned with the changes in enthalpy 
Ah, which is independent of the reference point selected. 

It certainly would be very convenient to also treat the water vapor in the 
air as an ideal gas and you would probably be willing to sacrifice some 
accuracy for such convenience. Well, it turns out that we can have the con- 
venience without much sacrifice. At 50°C, the saturation pressure of water 
is 12.3 kPa. At pressures below this value, water vapor can be treated as an 
ideal gas with negligible error (under 0.2 percent), even when it is a satu- 
rated vapor. Therefore, water vapor in air behaves as if it existed alone and 
obeys the ideal-gas relation Pv = RT. 


The partial pressure of water vapor is usually referred to as the vapor pres- 
sure. It is the pressure water vapor would exert if it existed alone at the 
temperature and volume of atmospheric air. 

Since water vapor is an ideal gas, the enthalpy of water vapor is a function 
of temperature only, that is, h = A(T). This can also be observed from the 
T-s diagram of water given in Fig. A-9 and Fig. 14-2 where the constant- 
enthalpy lines coincide with constant-temperature lines at temperatures 


*Throughout this chapter, the subscript a denotes dry air and the subscript v denotes 
water vapor. 


below 50°C. Therefore, the enthalpy of water vapor in air can be taken to be 
equal to the enthalpy of saturated vapor at the same temperature. That is, 


h,(T, low P) = A(T} (14-3) 


The enthalpy of water vapor at 0°C is 2500.9 kJ/kg. The average c, value of 
water vapor in the temperature range —10 to 50°C can be taken to be 1.82 
kJ/kg - °C. Then the enthalpy of water vapor can be determined approxi- 
mately from 


h,(T) = 2500.9 + 1.82T (kJ/kg)  Tin°C (14-4) 


or 


h,(T) = 1060.9 + 0.435T — (Btu/lbm) Tin°F (14-5) 


in the temperature range —10 to 50°C (or 15 to 120°F), with negligible 
error, as shown in Fig. 14-3. 


The amount of water vapor in the air can be specified in various ways. 


Probably the most logical way is to specify directly the mass of water vapor 
resent in a unit mass of dry air. This is Galled absolute or spečifie humid- 


and is denoted by w: 


r- -E 
The specific humidity can also be expressed as 
m, P WV/RT P,/R, a P, 
=—= = = 0); 14-7 
OT m PYRE Py [Ry P, = 
or 
_ 0.622P Jag 
a p 


where P is the total pressure. 

Consider 1 kg of dry air. By definition, dry air contains no water vapor, 
and thus its specific humidity is zero. Now let us add some water vapor to 
this dry air. The specific humidity will increase. As more vapor or moisture 
is added, the specific humidity will keep increasing until the air can hold no 
more moisture. At this point, the air is said to be saturated with moisture, 
and it is called saturated air. Any moisture introduced into saturated air 
will condense. The amount of water vapor in saturated air at a specified 
temperature and pressure can be determined from Eq. 14-8 by replacing P, 
by P,, the saturation pressure of water at that temperature (Fig. 14-4). 

The amount of moisture in the air has a definite effect on how comfort- 
able we feel in an environment. However, the comfort level depends more 
on the amount of moisture the air holds (m,) relative to the maximum 


amount of moisture the air can hold at the same temperature (m,). The ratio 
of these two quantities is called ‘he AD! Fiz. 14-5) 


@ -wrRr @ 
C8 > Fut @ (14-9) 
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[® WATER VAPOR 
hg KI/kg Difference, 
T,°C Table A-4 Eq. 14-4 kJ/kg 
-10 2482.1 2482.7 -0.6 
0 2500.9 2500.9 0.0 

10 2519.2 2519.1 0.1 

20 2537.4 2537.3 0.1 

30 2555.6 2555.5 0.1 

40 2573.5 2573.7 —0.2 

50 2591.3 2591.9 —0.6 


FIGURE 14-3 


In the temperature range — 10 to 50°C, 
the h, of water can be determined 
from Eq. 14—4 with negligible error. 


AIR 
25°C,100 kPa 


(Psat, H0 @ 25°C = 3.1698 kPa) 


P, = 0 — dry air 
1698 kPa — unsaturated air 


<3. 
= 3.1698 kPa — saturated air 


BS 
Ie, 


FIGURE 14—4 


For saturated air, the vapor pressure is 
equal to the saturation pressure of 
water. 


kg H,0 
kg dry air 


Specific humidity: @=0.01 
Relative humidity: ¢ = 50% 


FIGURE 14-5 


Specific humidity is the actual amount 
of water vapor in 1 kg of dry air, 
whereas relative humidity is the ratio 
of the actual amount of moisture in 
the air at a given temperature to the 
maximum amount of moisture air can 
hold at the same temperature. 


(1 + @) kg of 
moist air 


moisture 
akg 


he 


h = h, + @h,kI/kg dry air 


FIGURE 14-6 


The enthalpy of moist (atmospheric) 
air is expressed per unit mass of dry 
air, not per unit mass of moist air. 


ROOM 
Smx5mx3m 
E=? 


P= 100 kPa 
$= 75% 


FIGURE 14-7 
Schematic for Example 14-1. 


where 


P = Pas (14-10) 


& 
Combining Eqs. 14-8 and 14-9, we can also express the relative humidity as 


oP 0.6226P, 
Genta, V "Toe or 
The relative humidity ranges from O for dry air to 1 for saturated air. Note 
that the amount of moisture air can hold depends on its temperature. There- 
fore, the relative humidity of air changes with temperature even when its 
specific humidity remains constant. 

Atmospheric air is a mixture of dry air and water vapor, and thus 
the enthalpy of air is expressed in terms of the enthalpies of the dry air and 
the water vapor. In most practical applications, the amount of dry air in the 
air—water-vapor mixture remains constant, but the amount of water vapor 
changes. Therefore, the enthalpy of atmospheric air is expressed per unit 
mass of dry air instead of per unit mass of the air-water vapor mixture. 


mh, +m,h 


vo a'*a vity 


Dividing by m, gives 


or 


= hy + ah,  (K/kg dry air) TEP 


since h, = h, (Fig. 14-6). 
Also note that the ordinary temperature of atmospheric air is frequently 
referred to as hi ERTIES to differentiate it from other forms 


of temperatures that shall be discussed. 


EXAMPLE 14-1 The Amount of Water Vapor in Room Air 


A 5-m x 5-m Xx 3-m room shown in Fig. 14-7 contains air at 25°C and 100 
kPa at a relative humidity of 75 percent. Determine (a) the partial pressure 
of dry air, (b) the specific humidity, (c) the enthalpy per unit mass of the dry 
air, and (d) the masses of the dry air and water vapor in the room. 


Solution The relative humidity of air in a room is given. The dry air pres- 
sure, specific humidity, enthalpy, and the masses of dry air and water vapor 
in the room are to be determined. 

Assumptions The dry air and the water vapor in the room are ideal gases. 
Properties The constant-pressure specific heat of air at room temperature is 
C,=1.005 kJ/kg - K (Table A-2a). For water at 25°C, we have Ta = 3.1698 
kPa and h, = 2546.5 kJ/kg (Table A-4). 


Analysis (a) The partial pressure of dry air can be determined from Eq. 14-2: 
P, =P= P, 

where 
P, = OP, = Pex @ 25°c = (0.75)(3.1698 kPa) = 2.38 kPa 

Thus, 
P, = (100 — 2.38) kPa = 97.62 kPa 


(b) The specific humidity of air is determined from Eq. 14-8: 


0.622P, (0.622) (2.38 kPa) 
© P—P, (100 — 2.38) kPa 


w 


= 0.0152 kg H,O/kg dry air 


(c) The enthalpy of air per unit mass of dry air is determined from 
Eq. 14-12: 


h=h, + wh, =c,T + oh, 
= (1.005 kJ/kg + °C) (25°C) + (0.0152) (2546.5 kJ/kg) 
= 63.8 kJ/kg dry air 


The enthalpy of water vapor (2546.5 kJ/kg) could also be determined from 
the approximation given by Eq. 14-4: 


h; @ 2c = 2500.9 + 1.82(25) = 2546.4 kJ/kg 
which is almost identical to the value obtained from Table A-4. 


(d) Both the dry air and the water vapor fill the entire room completely. 
Therefore, the volume of each gas is equal to the volume of the room: 


V= V, = Ven = 6 mE mO m) = 75 m 


The masses of the dry air and the water vapor are determined from the ideal- 
gas relation applied to each gas separately: 


PV, (97.62 kPa) (75 m°) 
M, = = 3 = 85.61 kg 
R,T (0.287 kPa - m’/kg - K) (298 K) 
BV, (2.38 kPa) (75 m°) 
= 1.30 kg 


™ R,T (0.4615 kPa- m3/kg- K) (298 K) 
The mass of the water vapor in the air could also be determined from 
Eq. 14-6: 


m, = wm, = (0.0152) (85.61 kg) = 1.30 kg 


14-3  DEW-POINT TEMPERATURE 


If you live in a humid area, you are probably used to waking up most summer 
mornings and finding the grass wet. You know it did not rain the night before. 
So what happened? Well, the excess moisture in the air simply condensed on 
the cool surfaces, forming what we call dew. In summer, a considerable 
amount of water vaporizes during the day. As the temperature falls during the 
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FIGURE 14-8 


Constant-presssure cooling of moist 
air and the dew-point temperature on 
the T-s diagram of water. 


MOIST 
AIR 


Liquid water 
droplets 


FIGURE 14-9 


When the temperature of a cold drink 
is below the dew-point temperature of 
the surrounding air, it “sweats.” 


COLD 
OUTDOORS 
10°C 


AIR 
20. Cie 


Typical temperature 
distribution 


FIGURE 14-10 
Schematic for Example 14-2. 


night, so does the “moisture capacity” of air, which is the maximum amount 
of moisture air can hold. (What happens to the relative humidity during this 
process?) After a while, the moisture capacity of air equals its moisture con- 
tent. At this point, air is saturated, and its relative humidity is 100 percent. 
Any further drop in temperature results in the condensation of some of the 
moisture, and this is the beginning of dew formation. 

The dew-point temperature 7,, is defined as the temperature at which 
condensation begins when the air is cooled at constant pressure. In other 
words, Tap is the saturation temperature of water corresponding to the vapor 
pressure: 


Tap = Tato P, (14-13) 


This is also illustrated in Fig. 14-8. As the air cools at constant pressure, the 
vapor pressure P, remains constant. Therefore, the vapor in the air (state 1) 
undergoes a constant-pressure cooling process until it strikes the saturated 
vapor line (state 2). The temperature at this point is Typ, and if the tempera- 
ture drops any further, some vapor condenses out. As a result, the amount of 
vapor in the air decreases, which results in a decrease in P,. The air remains 
saturated during the condensation process and thus follows a path of 
100 percent relative humidity (the saturated vapor line). The ordinary 
temperature and the dew-point temperature of saturated air are identical. 

You have probably noticed that when you buy a cold canned drink from a 
vending machine on a hot and humid day, dew forms on the can. The for- 
mation of dew on the can indicates that the temperature of the drink is 
below the dew-point temperature of the surrounding air (Fig. 14—9). 

The dew-point temperature of room air can be determined easily by cool- 
ing some water in a metal cup by adding small amounts of ice and stirring. 
The temperature of the outer surface of the cup when dew starts to form on 
the surface is the dew-point temperature of the air. 


EXAMPLE 14-2 Fogging of the Windows in a House 


In cold weather, condensation frequently occurs on the inner surfaces of the 
windows due to the lower air temperatures near the window surface. Consider 
a house, shown in Fig. 14-10, that contains air at 20°C and 75 percent rela- 
tive humidity. At what window temperature will the moisture in the air start 
condensing on the inner surfaces of the windows? 


Solution The interior of a house is maintained at a specified temperature 
and humidity. The window temperature at which fogging starts is to be 
determined. 

Properties The saturation pressure of water at 20°C is Pa = 2.3392 kPa 
(Table A-4). 

Analysis The temperature distribution in a house, in general, is not uniform. 
When the outdoor temperature drops in winter, so does the indoor tempera- 
ture near the walls and the windows. Therefore, the air near the walls and 
the windows remains at a lower temperature than at the inner parts of a 
house even though the total pressure and the vapor pressure remain constant 
throughout the house. As a result, the air near the walls and the windows 
undergoes a P, = constant cooling process until the moisture in the air 


starts condensing. This happens when the air reaches its dew-point tempera- 


ture Taps which is determined from Eq. 14-13 to be 
Top = nam, 
where 
P, = $P, @ xc = (0.75)(2.3392 kPa) = 1.754 kPa 
Thus, 


Tip = Tar @1.754kPa — 15.4 °C 


Discussion Note that the inner surface of the window should be maintained 
above 15.4°C if condensation on the window surfaces is to be avoided. 


14-4 = ADIABATIC SATURATION AND 
WET-BULB TEMPERATURES 


Relative humidity and specific humidity are frequently used in engineering 
and atmospheric sciences, and it is desirable to relate them to easily measur- 
able quantities such as temperature and pressure. One way of determining 
the relative humidity is to determine the dew-point temperature of air, 
as discussed in the last section. Knowing the dew-point temperature, we 
can determine the vapor pressure P, and thus the relative humidity. This 
approach is simple, but not quite practical. 

Another way of determining the absolute or relative humidity is related to 
an adiabatic saturation process, shown schematically and on a T-s diagram 
in Fig. 14-11. The system consists of a long insulated channel that contains 
a pool of water. A steady stream of unsaturated air that has a specific 
humidity of w; (unknown) and a temperature of T, is passed through this 
channel. As the air flows over the water, some water evaporates and mixes 
with the airstream. The moisture content of air increases during this process, 
and its temperature decreases, since part of the latent heat of vaporization of 
the water that evaporates comes from the air. If the channel is long enough, 
the airstream exits as saturated air (p = 100 percent) at temperature T,, 
which is called the adiabatic saturation temperature. 

If makeup water is supplied to the channel at the rate of evaporation at 
temperature T,, the adiabatic saturation process described above can be ana- 
lyzed as a steady-flow process. The process involves no heat or work inter- 
actions, and the kinetic and potential energy changes can be neglected. Then 
the conservation of mass and conservation of energy relations for this two- 
inlet, one-exit steady-flow system reduces to the following: 


Mass balance: 


Mg, = Mg, = Ma (The mass flow rate of dry air 
remains constant) 
my, + Mi= My, (The mass flow rate of vapor in the 


air increases by an amount equal 
to the rate of evaporation mp) 


or 


MO, + Mp= Mw 
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Unsaturated air Saturated air 
Ti, ® Tə, œ% 
$i $y = 100% 
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Liquid water 


i 


Liquid water 
at T, 
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saturation 
temperature 


Dew-point 
temperature 


FIGURE 14-11 


The adiabatic saturation process and 
its representation on a T-s diagram of 
water. 
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A simple arrangement to measure the 
wet-bulb temperature. 


Thus, 
m; = lo — o) 

Energy balance: 

Be = Ea (since Q = 0 and W = 0) 

inah, + tingly, = insho 

or 

Mah, + m,(@, — @)hp = m,m 
Dividing by m, gives 

hy + (@2 = @)hy, = hy 


or 


(c,T, + wih, ) + (@2 — @)hy, = (€,T, + Éh, ) 
which yields 


c(t = Tı) + Wolfe, 


= 14-14 
_ he, a hy, i i 
where, from Eq. 14-11b, 
0.622P,, 
w, = 5 (14-15) 
7 P3 E Po; 


since @, = 100 percent. Thus we conclude that the specific humidity (and 
relative humidity) of air can be determined from Eqs. 14-14 and 14-15 by 
measuring the pressure and temperature of air at the inlet and the exit of an 
adiabatic saturator. 

If the air entering the channel is already saturated, then the adiabatic satu- 
ration temperature T, will be identical to the inlet temperature T}, in which 
case Eq. 14-14 yields w = w,. In general, the adiabatic saturation tempera- 
ture is between the inlet and dew-point temperatures. 

The adiabatic saturation process discussed above provides a means of 
determining the absolute or relative humidity of air, but it requires a long 
channel or a spray mechanism to achieve saturation conditions at the exit. A 
more practical approach is to use a thermometer whose bulb is covered with 
a cotton wick saturated with water and to blow air over the wick, as shown in 
Fig. 14-12. The temperature measured in this manner is called the wet-bulb 
temperature 7,,,, and it is commonly used in air-conditioning applications. 

The basic principle involved is similar to that in adiabatic saturation. 
When unsaturated air passes over the wet wick, some of the water in the 
wick evaporates. As a result, the temperature of the water drops, creating a 
temperature difference (which is the driving force for heat transfer) between 
the air and the water. After a while, the heat loss from the water by evapora- 
tion equals the heat gain from the air, and the water temperature stabilizes. 
The thermometer reading at this point is the wet-bulb temperature. The wet- 
bulb temperature can also be measured by placing the wet-wicked ther- 
mometer in a holder attached to a handle and rotating the holder rapidly, 
that is, by moving the thermometer instead of the air. A device that works 


on this principle is called a sling psychrometer and is shown in Fig. 14-13. 
Usually a dry-bulb thermometer is also mounted on the frame of this device 
so that both the wet- and dry-bulb temperatures can be read simultaneously. 

Advances in electronics made it possible to measure humidity directly in a 
fast and reliable way. It appears that sling psychrometers and wet-wicked ther- 
mometers are about to become things of the past. Today, hand-held electronic 
humidity measurement devices based on the capacitance change in a thin poly- 
mer film as it absorbs water vapor are capable of sensing and digitally display- 
ing the relative humidity within 1 percent accuracy in a matter of seconds. 

In general, the adiabatic saturation temperature and the wet-bulb tempera- 
ture are not the same. However, for air—water vapor mixtures at atmospheric 
pressure, the wet-bulb temperature happens to be approximately equal to the 
adiabatic saturation temperature. Therefore, the wet-bulb temperature T,» 
can be used in Eq. 14-14 in place of T, to determine the specific humidity 
of air. 


EXAMPLE 14-3 The Specific and Relative Humidity of Air 


The dry- and the wet-bulb temperatures of atmospheric air at 1 atm (101.325 
kPa) pressure are measured with a sling psychrometer and determined to be 
25 and 15°C, respectively. Determine (a) the specific humidity, (b) the rela- 
tive humidity, and (c) the enthalpy of the air. 


Solution Dry- and wet-bulb temperatures are given. The specific humidity, 
relative humidity, and enthalpy are to be determined. 

Properties The saturation pressure of water is 1.7057 kPa at 15°C, and 
3.1698 kPa at 25°C (Table A-4). The constant-pressure specific heat of air 
at room temperature is c, = 1.005 kJ/kg - K (Table A-2a). 

Analysis (a) The specific humidity œw, is determined from Eq. 14-14, 


EAT = 7G) Wyle, 
lh, = Hy 


81 


y= 


where T, is the wet-bulb temperature and w, is 
0.622P,, (0.622) (1.7057 kPa) 
= Pp — P, (101.325 — 1.7057) kPa 


= 0.01065 kg H,O/kg dry air 


w 


Thus, 
(1.005 kJ/kg- °C)[ (15 — 25)°C] + (0.01065)(2465.4 kJ/kg) 
7 (2546.5 — 62.982) kJ/kg 
= 0.00653 kg H,O/kg dry air 
(b) The relative humidity @, is determined from Eq. 14—11a to be 


oP, (0.00653) (101.325 kPa) 
~ (0.622 + @,)P,, (0.622 + 0.00653) (3.1698 kPa) 


w] 


Qı = 0.332 or 33.2% 


Wet-bulb 
thermometer 
Dry-bulb 
thermometer 
Wet-bulb 
thermometer 
wick 
FIGURE 14-13 


Sling psychrometer. 
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Schematic for a psychrometric chart. 


Saturation line ———+, 


15°C 


FIGURE 14-15 

For saturated air, the dry-bulb, 
wet-bulb, and dew-point 
temperatures are identical. 


(c) The enthalpy of air per unit mass of dry air is determined from Eq. 14-12: 
thy = lig, E Oily, = Gall, T Old, 
= (1.005 kJ/kg + °C) (25°C) + (0.00653) (2546.5 kJ/kg) 
= 41.8 kJ/kg dry air 


Discussion The previous property calculations can be performed easily using 
EES or other programs with built-in psychrometric functions. 


14-5 = THE PSYCHROMETRIC CHART 


The state of the atmospheric air at a specified pressure is completely speci- 
fied by two independent intensive properties. The rest of the properties can 
be calculated easily from the previous relations. The sizing of a typical air- 
conditioning system involves numerous such calculations, which may even- 
tually get on the nerves of even the most patient engineers. Therefore, there 
is clear motivation to computerize calculations or to do these calculations 
once and to present the data in the form of easily readable charts. Such 
charts are called psychrometric charts, and they are used extensively in 
air-conditioning applications. A psychrometric chart for a pressure of 1 atm 
(101.325 kPa or 14.696 psia) is given in Fig. A—31 in SI units and in Fig. 
A-31E in English units. Psychrometric charts at other pressures (for use at 
considerably higher elevations than sea level) are also available. 

The basic features of the psychrometric chart are illustrated in Fig. 14-14. 
The dry-bulb temperatures are shown on the horizontal axis, and the spe- 
cific humidity is shown on the vertical axis. (Some charts also show the 
vapor pressure on the vertical axis since at a fixed total pressure P there is a 
one-to-one correspondence between the specific humidity w and the vapor 
pressure P,, as can be seen from Eq. 14-8.) On the left end of the chart, 
there is a curve (called the saturation line) instead of a straight line. All the 
saturated air states are located on this curve. Therefore, it is also the curve 
of 100 percent relative humidity. Other constant relative-humidity curves 
have the same general shape. 

Lines of constant wet-bulb temperature have a downhill appearance to the 
right. Lines of constant specific volume (in m*/kg dry air) look similar, except 
they are steeper. Lines of constant enthalpy (in kJ/kg dry air) lie very nearly 
parallel to the lines of constant wet-bulb temperature. Therefore, the constant- 
wet-bulb-temperature lines are used as constant-enthalpy lines in some charts. 

For saturated air, the dry-bulb, wet-bulb, and dew-point temperatures are 
identical (Fig. 14-15). Therefore, the dew-point temperature of atmospheric 
air at any point on the chart can be determined by drawing a horizontal line (a 
line of œw = constant or P, = constant) from the point to the saturated curve. 
The temperature value at the intersection point is the dew-point temperature. 

The psychrometric chart also serves as a valuable aid in visualizing the air- 
conditioning processes. An ordinary heating or cooling process, for example, 
appears as a horizontal line on this chart if no humidification or dehumidifica- 
tion is involved (that is, œ = constant). Any deviation from a horizontal line 
indicates that moisture is added or removed from the air during the process. 
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EXAMPLE 14-4 The Use of the Psychrometric Chart 


Consider a room that contains air at 1 atm, 35°C, and 40 percent relative 
humidity. Using the psychrometric chart, determine (a) the specific humidity, 
(b) the enthalpy, (c) the wet-bulb temperature, (d) the dew-point tempera- 
ture, and (e) the specific volume of the air. 


Solution The relative humidity of air in a room is given. The specific humid- 
ity, enthalpy, wet-bulb temperature, dew-point temperature, and specific vol- 
ume of the air are to be determined using the psychrometric chart. 

Analysis At a given total pressure, the state of atmospheric air is completely 
specified by two independent properties such as the dry-bulb temperature 
and the relative humidity. Other properties are determined by directly read- 
ing their values at the specified state. 


(a) The specific humidity is determined by drawing a horizontal line from the 
specified state to the right until it intersects with the w axis, as shown in 
Fig. 14-16. At the intersection point we read 


w = 0.0142 kg H,O/kg dry air 


(b) The enthalpy of air per unit mass of dry air is determined by drawing a 
line parallel to the h = constant lines from the specific state until it inter- 
sects the enthalpy scale, giving 


h = 71.5 kJ/kg dry air 


(c) The wet-bulb temperature is determined by drawing a line parallel to the 
Typ» = constant lines from the specified state until it intersects the satura- FIGURE 14-16 
tion line, giving 


Schematic for Example 144. 
Typ = 24°C 
(d) The dew-point temperature is determined by drawing a horizontal line from 
the specified state to the left until it intersects the saturation line, giving 


Ty = 19.4°C 


(e) The specific volume per unit mass of dry air is determined by noting the 
distances between the specified state and the v = constant lines on both sides 
of the point. The specific volume is determined by visual interpolation to be 


v = 0.893 m?/kg dry air 


Discussion Values read from the psychrometric chart inevitably involve read- 
ing errors, and thus are of limited accuracy. 


14-6 = HUMAN COMFORT AND AIR-CONDITIONING 


Human beings have an inherent weakness—they want to feel comfortable. 
They want to live in an environment that is neither hot nor cold, neither 
humid nor dry. However, comfort does not come easily since the desires of 
the human body and the weather usually are not quite compatible. Achieving 
comfort requires a constant struggle against the factors that cause discomfort, 
such as high or low temperatures and high or low humidity. As engineers, it 
is our duty to help people feel comfortable. (Besides, it keeps us employed.) 
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FIGURE 14-17 


We cannot change the weather, but we 
can change the climate in a confined 
space by air-conditioning. 
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FIGURE 14-18 


A body feels comfortable when it can 
freely dissipate its waste heat, and no 
more. 


It did not take long for people to realize that they could not change the 
weather in an area. All they can do is change it in a confined space such as a 
house or a workplace (Fig. 14—17). In the past, this was partially accomplished 
by fire and simple indoor heating systems. Today, modern air-conditioning 
systems can heat, cool, humidify, dehumidify, clean, and even deodorize the 
air—in other words, condition the air to peoples’ desires. Air-conditioning sys- 
tems are designed to satisfy the needs of the human body; therefore, it is 
essential that we understand the thermodynamic aspects of the body. 

The human body can be viewed as a heat engine whose energy input is 
food. As with any other heat engine, the human body generates waste heat 
that must be rejected to the environment if the body is to continue operat- 
ing. The rate of heat generation depends on the level of the activity. For an 
average adult male, it is about 87 W when sleeping, 115 W when resting or 
doing office work, 230 W when bowling, and 440 W when doing heavy 
physical work. The corresponding numbers for an adult female are about 
15 percent less. (This difference is due to the body size, not the body 
temperature. The deep-body temperature of a healthy person is maintained 
constant at about 37°C.) A body will feel comfortable in environments in 
which it can dissipate this waste heat comfortably (Fig. 14-18). 

Heat transfer is proportional to the temperature difference. Therefore in 
cold environments, a body loses more heat than it normally generates, 
which results in a feeling of discomfort. The body tries to minimize the 
energy deficit by cutting down the blood circulation near the skin (causing a 
pale look). This lowers the skin temperature, which is about 34°C for an 
average person, and thus the heat transfer rate. A low skin temperature 
causes discomfort. The hands, for example, feel painfully cold when the 
skin temperature reaches 10°C (50°F). We can also reduce the heat loss 
from the body either by putting barriers (additional clothes, blankets, etc.) 
in the path of heat or by increasing the rate of heat generation within the 
body by exercising. For example, the comfort level of a resting person 
dressed in warm winter clothing in a room at 10°C (50°F) is roughly equal 
to the comfort level of an identical person doing moderate work in a room 
at about —23°C (—10°F). Or we can just cuddle up and put our hands 
between our legs to reduce the surface area through which heat flows. 

In hot environments, we have the opposite problem—we do not seem to 
be dissipating enough heat from our bodies, and we feel as if we are going 
to burst. We dress lightly to make it easier for heat to get away from our 
bodies, and we reduce the level of activity to minimize the rate of waste 
heat generation in the body. We also turn on the fan to continuously replace 
the warmer air layer that forms around our bodies as a result of body heat 
by the cooler air in other parts of the room. When doing light work or walk- 
ing slowly, about half of the rejected body heat is dissipated through perspi- 
ration as latent heat while the other half is dissipated through convection and 
radiation as sensible heat. When resting or doing office work, most of the 
heat (about 70 percent) is dissipated in the form of sensible heat whereas 
when doing heavy physical work, most of the heat (about 60 percent) is dis- 
sipated in the form of latent heat. The body helps out by perspiring or sweat- 
ing more. As this sweat evaporates, it absorbs latent heat from the body and 
cools it. Perspiration is not much help, however, if the relative humidity of 


the environment is close to 100 percent. Prolonged sweating without any 
fluid intake causes dehydration and reduced sweating, which may lead to a 
rise in body temperature and a heat stroke. 

Another important factor that affects human comfort is heat transfer by 
radiation between the body and the surrounding surfaces such as walls and 
windows. The sun’s rays travel through space by radiation. You warm up in 
front of a fire even if the air between you and the fire is quite cold. Likewise, 
in a warm room you feel chilly if the ceiling or the wall surfaces are at a 
considerably lower temperature. This is due to direct heat transfer between 
your body and the surrounding surfaces by radiation. Radiant heaters are 
commonly used for heating hard-to-heat places such as car repair shops. 

The comfort of the human body depends primarily on three factors: the 
(dry-bulb) temperature, relative humidity, and air motion (Fig. 14-19). The 
temperature of the environment is the single most important index of com- 
fort. Most people feel comfortable when the environment temperature is 
between 22 and 27°C (72 and 80°F). The relative humidity also has a con- 
siderable effect on comfort since it affects the amount of heat a body can 
dissipate through evaporation. Relative humidity is a measure of air’s ability 
to absorb more moisture. High relative humidity slows down heat rejection 
by evaporation, and low relative humidity speeds it up. Most people prefer a 
relative humidity of 40 to 60 percent. 

Air motion also plays an important role in human comfort. It removes the 
warm, moist air that builds up around the body and replaces it with fresh 
air. Therefore, air motion improves heat rejection by both convection and 
evaporation. Air motion should be strong enough to remove heat and mois- 
ture from the vicinity of the body, but gentle enough to be unnoticed. Most 
people feel comfortable at an airspeed of about 15 m/min. Very-high-speed 
air motion causes discomfort instead of comfort. For example, an environ- 
ment at 10°C (50°F) with 48 km/h winds feels as cold as an environment at 
—7°C (20°F) with 3 km/h winds as a result of the body-chilling effect of the 
air motion (the wind-chill factor). Other factors that affect comfort are air 
cleanliness, odor, noise, and radiation effect. 


14-7 + AIR-CONDITIONING PROCESSES 


Maintaining a living space or an industrial facility at the desired temperature 
and humidity requires some processes called air-conditioning processes. 
These processes include 


fring (removing moisture), Sometimes two or more of these processes are 


needed to bring the air to a desired temperature and humidity level. 
Various air-conditioning processes are illustrated on the psychrometric 


chart in Fig. 14-20. Notice that simple heating and cooling processes appear 
= constant) during these processes. Air is commonly heated 


and humidified in winter and cooled and dehumidified in summer. Notice 
how these processes appear on the psychrometric chart. 
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FIGURE 14-20 


Various air-conditioning processes. 
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During simple cooling, specific 
humidity remains constant, but relative 
humidity increases. 


Most air-conditioning processes can be modeled as steady-flow processes, 
and thus the mass balance relation m,, = Mou can be expressed for dry air 
and water as 


out 


Mass balance for dry air: 5 My = 5 Ma (kg/s) (14-16) 


out 


Mass balance for water: 5 Mm, = > M, or > mMm, = > M, @ (14-17) 
in in 


out out 


Disregarding the kinetic and potential energy changes, the steady-flow 


energy balance relation E,, = E, can be expressed in this case as 


Oin + Wa + X, mh = Qonu + Won + X, mh (14-18) 
in out 
The work term usually consists of the fan work input, which is small rela- 
tive to the other terms in the energy balance relation. Next we examine 
some commonly encountered processes in air-conditioning. 


Many residential heating systems consist of a stove, a heat pump, or an elec- 
tric resistance heater. The air in these systems is heated by circulating it 
through a duct that contains the tubing for the hot gases or the electric resis- 
tance wires, as shown in Fig. 14-21. The amount of moisture in the air 
remains constant during this process since no moisture is added to or 
removed from the air. That is, the specific humidity of the air remains con- 
stant (w = constant) during a heating (or cooling) process with no humidifi- 
cation or dehumidification. Such a heating process proceeds in the direction 
of increasing dry-bulb temperature following a line of constant specific 
humidity on the psychrometric chart, which appears as a horizontal line. 

Notice that the relative humidity of air decreases during a heating process 
even if the specific humidity w remains constant. This is because the relative 
humidity is the ratio of the moisture content to the moisture capacity of air 
at the same temperature, and moisture capacity increases with temperature. 
Therefore, the relative humidity of heated air may be well below comfort- 
able levels, causing dry skin, respiratory difficulties, and an increase in 
static electricity. 

A cooling process at constant specific humidity is similar to the heating 
process discussed above, except the dry-bulb temperature decreases and the 
relative humidity increases during such a process, as shown in Fig. 14-22. 
Cooling can be accomplished by passing the air over some coils through 
which a refrigerant or chilled water flows. 

The conservation of mass equations for a heating or cooling process that 
involves no humidification or dehumidification reduce to m, = m, = ma for 
dry air and w, = w, for water. Neglecting any fan work that may be present, 
the conservation of energy equation in this case reduces to 


Q= Ma(hy — hy) or q=hħm-h 


where h, and h, are enthalpies per unit mass of dry air at the inlet and the 
exit of the heating or cooling section, respectively. 


Problems associated with the low relative humidity resulting from simple 
heating can be eliminated by humidifying the heated air. This is accom- 
plished by passing the air first through a heating section (process 1-2) and 
then through a humidifying section (process 2-3), as shown in Fig. 14—23. 

The location of state 3 depends on how the humidification is accom- 
plished. If steam is introduced in the humidification section, this will result 
in humidification with additional heating (7, > T,). If humidification is 
accomplished by spraying water into the airstream instead, part of the latent 
heat of vaporization comes from the air, which results in the cooling of the 
heated airstream (T} < T,). Air should be heated to a higher temperature in 
the heating section in this case to make up for the cooling effect during the 
humidification process. 


EXAMPLE 14-5 Heating and Humidification of Air 


An air-conditioning system is to take in outdoor air at 10°C and 30 percent 
relative humidity at a steady rate of 45 m%/min and to condition it to 25°C 
and 60 percent relative humidity. The outdoor air is first heated to 22°C in 
the heating section and then humidified by the injection of hot steam in the 
humidifying section. Assuming the entire process takes place at a pressure 
of 100 kPa, determine (a) the rate of heat supply in the heating section and 
(b) the mass flow rate of the steam required in the humidifying section. 


Solution Outdoor air is first heated and then humidified by steam injec- 
tion. The rate of heat transfer and the mass flow rate of steam are to be 
determined. 

Assumptions 1 This is a steady-flow process and thus the mass flow rate of 
dry air remains constant during the entire process. 2 Dry air and water vapor 
are ideal gases. 3 The kinetic and potential energy changes are negligible. 
Properties The constant-pressure specific heat of air at room temperature is 
Ga = 1.005 kJ/kg - K, and its gas constant is R, = 0.287 kJ/kg - K (Table 
A-2a). The saturation pressure of water is 1.2281 kPa at 10°C, and 3.1698 
kPa at 25°C. The enthalpy of saturated water vapor is 2519.2 kJ/kg at 10°C, 
and 2541.0 kJ/kg at 22°C (Table A-4). 

Analysis \We take the system to be the heating or the humidifying section, 
as appropriate. The schematic of the system and the psychrometric chart of 
the process are shown in Fig. 14-24. We note that the amount of water 
vapor in the air remains constant in the heating section (w, = ws) but 
increases in the humidifying section (w3 > ws). 


(a) Applying the mass and energy balances on the heating section gives 


Dry air mass balance: Bap = Win, = UD 
Water mass balance: M,@, = Mg@. > @, = @, 
Energy balance: Qin + mh, =mhy > Qin = Mmh — hy) 


The psychrometric chart offers great convenience in determining the properties 
of moist air. However, its use is limited to a specified pressure only, which is 1 
atm (101.325 kPa) for the one given in the appendix. At pressures other than 
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1 atm, either other charts for that pressure or the relations developed earlier 
should be used. In our case, the choice is clear: 


P, = bP, = $Pure wee = (0.3) (1.2281 kPa) = 0.368 kPa 
P,, = P, — P, = (100 — 0.368) kPa = 99.632 kPa 
R,T, (0.287 kPa: m3/kg - K) (283 K) 


3 . 
P, 99.632 kPa 0.815 m°/kg dry air 


Vi 


V, 45 m*/min 
4 v 0.815 m3/kg 
0.622P,, 0.622 (0.368 kPa) 


= = = 0.0023 kg H,O/kg dry ai 
“1 P,—P, (100 — 0.368) kPa eO ke diat 


T, + why, = (1.005 kJ/kg + °C) (10°C) + (0.0023) (2519.2 kJ/kg) 
= 15.8 kJ/kg dry air 
hy = c,T, + œh, = (1.005 kJ/kg + °C) (22°C) + (0.0023) (2541.0 kJ/kg) 


= 28.0 kJ/kg dry air 


since w = w,. Then the rate of heat transfer to air in the heating section 
becomes 


Òi = tny(hy — hy) = (55.2 kg/min)[ (28.0 — 15.8) kJ/kg] 
= 673 kJ/min 


(b) The mass balance for water in the humidifying section can be expressed as 


= 55.2 kg/min 


Ma, W2 +m, = MNg,3 


or 
My = M4(@3 — W2) 
where 
0.6223P., 0.622 (0.60) (3.1698 kPa) 
°3 P, — dP, [100 — (0.60) (3.1698)] kPa 
= 0.01206 kg H,O/kg dry air 
Thus, 


tin, = (55.2 kg/min) (0.01206 — 0.0023) 
= 0.539 kg/min 


Discussion The result 0.539 kg/min corresponds to a water requirement of 
close to one ton a day, which Is significant. 


The specific humidity of air remains constant during a simple cooling 
process, but its relative humidity increases. If the relative humidity reaches 
undesirably high levels, it may be necessary to remove some moisture from 
the air, that is, to dehumidify it. This requires cooling the air below its dew- 
point temperature. 


The cooling process with dehumidifying is illustrated schematically and 
on the psychrometric chart in Fig. 14-25 in conjunction with Example 
14-6. Hot, moist air enters the cooling section at state 1. As it passes 
through the cooling coils, its temperature decreases and its relative humidity 
increases at constant specific humidity. If the cooling section is sufficiently 
long, air reaches its dew point (state x, saturated air). Further cooling of air 
results in the condensation of part of the moisture in the air. Air remains sat- 
urated during the entire condensation process, which follows a line of 100 
percent relative humidity until the final state (state 2) is reached. The water 
vapor that condenses out of the air during this process is removed from the 
cooling section through a separate channel. The condensate is usually 
assumed to leave the cooling section at T}. 

The cool, saturated air at state 2 is usually routed directly to the room, 
where it mixes with the room air. In some cases, however, the air at state 2 
may be at the right specific humidity but at a very low temperature. In such 
cases, air is passed through a heating section where its temperature is raised 
to a more comfortable level before it is routed to the room. 


EXAMPLE 14-6 Cooling and Dehumidification of Air 


Air enters a window air conditioner at 1 atm, 30°C, and 80 percent relative 
humidity at a rate of 10 m3/min, and it leaves as saturated air at 14°C. Part 
of the moisture in the air that condenses during the process is also removed 
at 14°C. Determine the rates of heat and moisture removal from the air. 


Solution Air is cooled and dehumidified by a window air conditioner. The 
rates of heat and moisture removal are to be determined. 

Assumptions 1 This is a steady-flow process and thus the mass flow rate of dry 
air remains constant during the entire process. 2 Dry air and the water vapor 
are ideal gases. 3 The kinetic and potential energy changes are negligible. 
Properties The enthalpy of saturated liquid water at 14°C is 58.8 kJ/kg 
(Table A-4). Also, the inlet and the exit states of the air are completely spec- 
ified, and the total pressure is 1 atm. Therefore, we can determine the prop- 
erties of the air at both states from the psychrometric chart to be 


h, = 85.4 kJ/kg dry air h, = 39.3 kJ/kg dry air 
w, = 0.0216 kg H,O/kg dry air and w, = 0.0100 kg H,O/kg dry air 
vı = 0.889 m°/kg dry air 


Analysis \We take the cooling section to be the system. The schematic of 
the system and the psychrometric chart of the process are shown in Fig. 
14-25. We note that the amount of water vapor in the air decreases during 
the process (w> < œ) due to dehumidification. Applying the mass and 
energy balances on the cooling and dehumidification section gives 


Dry air mass balance: Diy = iin, = iby 
Water mass balance: Maw, = My,@ + My > my, = Mm,(@, — @) 
Energy balance: X, inh = Quy + X mh > Qo = ma(hy — hy) ~ mph 


in out 
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v 10 m*/min 
^ v 0.889 m3/kg dry air 
mit, = (11.25 kg/min) (0.0216 — 0.0100) = 0.131 kg/min 
Qow = (11.25 kg/min)[ (85.4 — 39.3) kJ/kg] — (0.131 kg/min) (58.8 kJ/kg) 
= 511 kJ/min 


m = 11.25 kg/min 


Therefore, this air-conditioning unit removes moisture and heat from the air 
at rates of 0.131 kg/min and 511 kJ/min, respectively. 


Conventional cooling systems operate on a refrigeration cycle, and they can 
be used in any part of the world. But they have a high initial and operating 
cost. In desert (hot and dry) climates, we can avoid the high cost of cooling 
by using evaporative coolers, also known as 

Evaporative cooling is based on a simple principle: As water evaporates, 
the latent heat of vaporization is absorbed from the water body and the sur- 
rounding air. As a result, both the water and the air are cooled during the 
process. This approach has been used for thousands of years to cool water. 
A porous jug or pitcher filled with water is left in an open, shaded area. 
A small amount of water leaks out through the porous holes, and the pitcher 
“sweats.” In a dry environment, this water evaporates and cools the remain- 
ing water in the pitcher (Fig. 14-26). 

You have probably noticed that on a hot, dry day the air feels a lot cooler 
when the yard is watered. This is because water absorbs heat from the air as 
it evaporates. An evaporative cooler works on the same principle. The evap- 
orative cooling process is shown schematically and on a psychrometric chart 
in Fig. 14-27. Hot, dry air at state 1 enters the evaporative cooler, where it 
is sprayed with liquid water. Part of the water evaporates during this process 
by absorbing heat from the airstream. As a result, the temperature of the 
Typ Z const. airstream decreases and its humidity increases (state 2). In the limiting case, 
tee h = const. the air leaves the evaporative cooler saturated at state 2’. This is the lowest 

he temperature that can be achieved by this process. 

The evaporative cooling process is essentially identical to the adiabatic satu- 
ration process since the heat transfer between the airstream and the surround- 
? ings is usually negligible. Therefore, the evaporative cooling process follows a 
line of constant wet-bulb temperature on the psychrometric chart. (Note that 
this will not exactly be the case if the liquid water is supplied at a temperature 
different from the exit temperature of the airstream.) Since the constant-wet- 
bulb-temperature lines almost coincide with the constant-enthalpy lines, the 
enthalpy of the airstream can also be assumed to remain constant. That is, 


Tw = constant (14-19) 


leaks out 


Hot, dry 


and 


(14-20) 


during an evaporative cooling process. This is a reasonably accurate approx- 
imation, and it is commonly used in air-conditioning calculations. 


EXAMPLE 14-7 Evaporative Cooling of Air by a Swamp Cooler 


Air enters an evaporative (or swamp) cooler at 14.7 psi, 95°F, and 20 percent 
relative humidity, and it exits at 80 percent relative humidity. Determine 
(a) the exit temperature of the air and (b) the lowest temperature to which 
the air can be cooled by this evaporative cooler. 


Solution Air is cooled steadily by an evaporative cooler. The temperature 
of discharged air and the lowest temperature to which the air can be cooled 
are to be determined. 

Analysis The schematic of the evaporative cooler and the psychrometric 
chart of the process are shown in Fig. 14-28. 


(a) If we assume the liquid water is supplied at a temperature not much dif- 
ferent from the exit temperature of the airstream, the evaporative cooling 
process follows a line of constant wet-bulb temperature on the psychrometric 
chart. That is, 


Tw» = constant 


The wet-bulb temperature at 95°F and 20 percent relative humidity is deter- 
mined from the psychrometric chart to be 66.0°F. The intersection point of 
the Twe = 66.0°F and the ¢ = 80 percent lines is the exit state of the air. 
The temperature at this point is the exit temperature of the air, and it is 
determined from the psychrometric chart to be 


T, = 70.4°F 


(b) In the limiting case, air leaves the evaporative cooler saturated (6 = 100 
percent), and the exit state of the air in this case is the state where the Twp 
= 66.0°F line intersects the saturation line. For saturated air, the dry- and 
the wet-bulb temperatures are identical. Therefore, the lowest temperature to 
which air can be cooled is the wet-bulb temperature, which is 


Trin = Ty = 66.0°F 


Discussion Note that the temperature of air drops by as much as 30°F in 
this case by evaporative cooling. 


Many air-conditioning applications require the mixing of two airstreams. 


This is particularly true for large buildings, most production and process 
plants, and hospitals, which require that the conditioned air be mixed with a 
certain fraction of fresh outside air before it is routed into the living space. 
The mixing is accomplished by simply merging the two airstreams, as 
shown in Fig. 14-29. 

The heat transfer with the surroundings is usually small, and thus the mix- 
ing processes can be assumed to be adiabatic. Mixing processes normally 
involve no work interactions, and the changes in kinetic and potential ener- 
gies, if any, are negligible. Then the mass and energy balances for the adia- 
batic mixing of two airstreams reduce to 


Mass of dry air: Ma, +m, =m (14-21) 


a, a3 
Mass of water vapor: Mg, + Ma, = Oza, (14-22) 


Energy: My hy + Mg hy = mg hs (14-23) 


a 
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FIGURE 14-29 


When two airstreams at states 1 and 2 
are mixed adiabatically, the state of 
the mixture lies on the straight line 
connecting the two states. 


Eliminating m,, from the relations above, we obtain 


Ma, _ O27 Ws _ hy — h; en 
03-0, hy- hi 


Ma, 
This equation has an instructive geometric interpretation on the psychro- 
metric chart. It shows that the ratio of w, — œ; to w, — @, is equal to the 
ratio of m, to m,. The states that satisfy this condition are indicated by the 
dashed line AB. The ratio of h, — h, to h, — h, is also equal to the ratio of 
m, to m,,, and the states that sasiy this gondo are indicated by the dashed 
line CD. “The only state that satisfies both conditions is the intersection point 
of these two dashed lines, which is located on the straight line connecting 
states 1 and 2. Thus we conclude that when two airstreams at two different 
states (states 1 and 2) are mixed adiabatically, the state of the mixture (state 3) 
lies on the straight line connecting states I and 2 on the psychrometric chart, 
and the ratio of the distances 2-3 and 3-1 is equal to the ratio of mass flow 
rates m, and m 
The concave nature of the saturation curve and the conclusion above lead 
to an interesting possibility. When states 1 and 2 are located close to the sat- 
uration curve, the straight line connecting the two states will cross the satu- 
ration curve, and state 3 may lie to the left of the saturation curve. In this 
case, some water will inevitably condense during the mixing process. 


EXAMPLE 14-8 Mixing of Conditioned Air with Outdoor Air 


Saturated air leaving the cooling section of an air-conditioning system at 
14°C at a rate of 50 m/min is mixed adiabatically with the outside air at 
32°C and 60 percent relative humidity at a rate of 20 m?/min. Assuming that 
the mixing process occurs at a pressure of 1 atm, determine the specific 
humidity, the relative humidity, the dry-bulb temperature, and the volume 
flow rate of the mixture. 


Solution Conditioned air is mixed with outside air at specified rates. The 
specific and relative humidities, dry-bulb temperature, and the flow rate of 
the mixture are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Dry air and water vapor 
are ideal gases. 3 The kinetic and potential energy changes are negligible. 
4 The mixing section is adiabatic. 

Properties The properties of each inlet stream are determined from the psy- 
chrometric chart to be 


h, = 39.4 kJ/kg dry air 
@, = 0.010 kg H,O/kg dry air 
vı = 0.826 m?/keg dry air 
and 
hy = 79.0 kJ/kg dry air 
w = 0.0182 kg H,O/kg dry air 
V> = 0.889 m?/kg dry air 


Analysis \We take the mixing section of the streams as the system. The 
schematic of the system and the psychrometric chart of the process are 
shown in Fig. 14-30. We note that this is a steady-flow mixing process. 

The mass flow rates of dry air in each stream are 


Vi 50 m/min , 
M, = — = A — = 60.5 kg/min 
' vi 0.826 m°/kg dry air 
V. 20 m?/min 
in : / = 22.5 kg/min 


e VW, 0.889 m?/kg dry air 
From the mass balance of dry air, 


a + Mma, = (60.5 + 22.5) kg/min = 83 kg/min 


=m 


Mg, 


The specific humidity and the enthalpy of the mixture can be determined 
from Eq. 14-24, 


Ma, w — W3 hy Ji h; 


a Omo h; — hı 


60.5 0.0182 — œ 79.0 — h; 
22.5  œ— 0.010 h, — 39.4 


which yield 
w, = 0.0122 kg H,O/kg dry air 
h, = 50.1 kJ/kg dry air 


These two properties fix the state of the mixture. Other properties of the mix- 
ture are determined from the psychrometric chart: 


T, = 19.0°C 
p, = 89% 
v; = 0.844 m°?/kg dry air 
Finally, the volume flow rate of the mixture is determined from 
W= Ma, V3 = (83 kg/min) (0.844 m’/kg) = 70.1 m/min 


Discussion Notice that the volume flow rate of the mixture is approximately 
equal to the sum of the volume flow rates of the two incoming streams. This 
is typical in air-conditioning applications. 


Power plants, large air-conditioning systems, and some industries generate 
large quantities of waste heat that is often rejected to cooling water from 
nearby lakes or rivers. In some cases, however, the cooling water supply is 
limited or thermal pollution is a serious concern. In such cases, the waste 
heat must be rejected to the atmosphere, with cooling water recirculating 
and serving as a transport medium for heat transfer between the source and 
the sink (the atmosphere). One way of achieving this is through the use of 
wet cooling towers. 

A wet cooling tower is essentially a semienclosed evaporative cooler. An 
induced-draft counterflow wet cooling tower is shown schematically in 
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FIGURE 14-33 
A spray pond. 


Photo by Yunus Cengel. 


Fig. 14-31. Air is drawn into the tower from the bottom and leaves through 
the top. Warm water from the condenser is pumped to the top of the tower 
and is sprayed into this airstream. The purpose of spraying is to expose a 
large surface area of water to the air. As the water droplets fall under the 
influence of gravity, a small fraction of water (usually a few percent) evapo- 
rates and cools the remaining water. The temperature and the moisture content 
of the air increase during this process. The cooled water collects at the bottom 
of the tower and is pumped back to the condenser to absorb additional waste 
heat. Makeup water must be added to the cycle to replace the water lost by 
evaporation and air draft. To minimize water carried away by the air, drift 
eliminators are installed in the wet cooling towers above the spray section. 

The air circulation in the cooling tower described is provided by a fan, 
and therefore it is classified as a forced-draft cooling tower. Another popular 
type of cooling tower is the natural-draft cooling tower, which looks like a 
large chimney and works like an ordinary chimney. The air in the tower has 
a high water-vapor content, and thus it is lighter than the outside air. Conse- 
quently, the light air in the tower rises, and the heavier outside air fills the 
vacant space, creating an airflow from the bottom of the tower to the top. 
The flow rate of air is controlled by the conditions of the atmospheric air. 
Natural-draft cooling towers do not require any external power to induce the 
air, but they cost a lot more to build than forced-draft cooling towers. The 
natural-draft cooling towers are hyperbolic in profile, as shown in Fig. 
14-32, and some are over 100 m high. The hyperbolic profile is for greater 
structural strength, not for any thermodynamic reason. 

The idea of a cooling tower started with the spray pond, where the warm 
water is sprayed into the air and is cooled by the air as it falls into the pond, 
as shown in Fig. 14-33. Some spray ponds are still in use today. However, 
they require 25 to 50 times the area of a cooling tower, water loss due to air 
drift is high, and they are unprotected against dust and dirt. 

We could also dump the waste heat into a still cooling pond, which is 
basically a large artificial lake open to the atmosphere. Heat transfer from 
the pond surface to the atmosphere is very slow, however, and we would 
need about 20 times the area of a spray pond in this case to achieve the 
same cooling. 


EXAMPLE 14-9 Cooling of a Power Plant by a Cooling Tower 


Cooling water leaves the condenser of a power plant and enters a wet cooling 
tower at 35°C at a rate of 100 kg/s. Water is cooled to 22°C in the cooling 
tower by air that enters the tower at 1 atm, 20°C, and 60 percent relative 
humidity and leaves saturated at 30°C. Neglecting the power input to the 
fan, determine (a) the volume flow rate of air into the cooling tower and (b) 
the mass flow rate of the required makeup water. 


Solution Warm cooling water from a power plant is cooled in a wet cooling 
tower. The flow rates of makeup water and air are to be determined. 
Assumptions 1 Steady operating conditions exist and thus the mass flow 
rate of dry air remains constant during the entire process. 2 Dry air and the 
water vapor are ideal gases. 3 The kinetic and potential energy changes are 
negligible. 4 The cooling tower is adiabatic. 
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Properties The enthalpy of saturated liquid water is 92.28 kJ/kg at 22°C © a 
and 146.64 kJ/kg at 35°C (Table A-4). From the psychrometric chart, marta 
; o 5 WARM 
h, = 42.2 kJ/kg dry air h, = 100.0 kJ/kg dry air WATER OD ASF 
w, = 0.0087 kg H,O/kg dry air w, = 0.0273 kg H,O/kg dry air 35°C £ l 
X , i 100 kg/s AAAA A A 
v; = 0.842 m°/kg dry air 
Analysis \We take the entire cooling tower to be the system, which is shown AÁ 
schematically in Fig. 14-34. We note that the mass flow rate of liquid water peas i 
decreases by an amount equal to the amount of water that vaporizes in the AIR 
tower during the cooling process. The water lost through evaporation must be 
made up later in the cycle to maintain steady operation. ee 
(a) Applying the mass and energy balances on the cooling tower gives 100 kgs © $, = 60% 
Dry air mass balance: Ma, = Ma, = Ma COOL \ be vi 
: i WATER 22°C 
Water mass balance: Mz + M,@, = Ms, + MyWs 
or m, — m, = m,(@2— w) = ET Makeup 
water 
Energy balance: > mh = X mh—>m,h, + mh; = maħ + m4h, 
in out FIGURE 14-34 


or 


m3h3 = ma(hy hi) H (ms Makeup) M4 


Solving for m, gives 


ae m, (h; T h4) 
í (hy J hı) a (w J @)hy 
Substituting, 
(100 kg/s)[ (146.64 — 92.28) kJ/kg] 


Schematic for Example 14-9. 


i, = 


a [(100.0 — 42.2) kJ/kg] — [(0.0273 — 0.0087) (92.28) kJ/kg] 


= 96.9 kg/s 


Then the volume flow rate of air into the cooling tower becomes 


Vi = mV, = (96.9 kg/s) (0.842 m3/kg) = 81.6 m/s 


(b) The mass flow rate of the required makeup water is determined from 


Titmakeup = a (© — ©) = (96.9 kg/s) (0.0273 — 0.0087) = 1.80 kg/s 


Discussion Note that over 98 percent of the cooling water is saved and 


recirculated in this case. 


SUMMARY 


In this chapter we discussed the air—water-vapor mixture, 
which is the most commonly encountered gas—vapor mixture 
in practice. The air in the atmosphere normally contains some 
water vapor, and it is referred to as atmospheric air. By con- 
trast, air that contains no water vapor is called dry air. In the 
temperature range encountered in air-conditioning applica- 
tions, both the dry air and the water vapor can be treated as 
ideal gases. The enthalpy change of dry air during a process 
can be determined from 


hry sir = Cp AT = (1.005 kJ/kg + °C) AT 


The atmospheric air can be treated as an ideal-gas mixture 
whose pressure is the sum of the partial pressure of dry air P, 
and that of the water vapor P,,, 


P=P,+P, 
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The enthalpy of water vapor in the air can be taken to be equal 
to the enthalpy of the saturated vapor at the same temperature: 


h (T, low P) = h (T) = 2500.9 + 1.827 (kJ/kg) Tin °C 
= 1060.9 + 0.4357 (Btu/lbm) Tin °F 
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in the temperature range —10 to 50°C (15 to 120°F). 
The mass of water vapor present per unit mass of dry air is 
called the specific or absolute humidity w, 


m,  0.622P,, lest Ofce dain) 
o = — = —_— air 

m, P-P, 8 H29/kg dry 
where P is the total pressure of air and P, is the vapor pres- 
sure. There is a limit on the amount of vapor the air can hold 
at a given temperature. Air that is holding as much moisture 
as it can at a given temperature is called saturated air. The 
ratio of the amount of moisture air holds (m,) to the maxi- 
mum amount of moisture air can hold at the same tempera- 
ture (m,) is called the relative humidity >, 


m P 


a P 


& & 


where P, = Pia @ r- The relative and specific humidities can 
also be expressed as 


wP 0.6226P, 
=. ad wo = —— 
(0.622 + w)P, P— oP, 
Relative humidity ranges from 0 for dry air to 1 for saturated 
air. 
The enthalpy of atmospheric air is expressed per unit mass 
of dry air, instead of per unit mass of the air—water-vapor 
mixture, as 


h = h, + oh, (kJ/kg dry air) 


The ordinary temperature of atmospheric air is referred to 
as the dry-bulb temperature to differentiate it from other forms 
of temperatures. The temperature at which condensation begins 
if the air is cooled at constant pressure is called the dew-point 
temperature Ty: 


Top -_ Toat @ Py, 


Relative humidity and specific humidity of air can be deter- 
mined by measuring the adiabatic saturation temperature of 
air, which is the temperature air attains after flowing over 
water in a long adiabatic channel until it is saturated, 

c, (To = Ti) + ohg, 


hg, — hy, 


wy = 


where 
0.622P,, 

@) = soe eee 

P= P 


&2 

and T, is the adiabatic saturation temperature. A more practi- 
cal approach in air-conditioning applications is to use a ther- 
mometer whose bulb is covered with a cotton wick saturated 
with water and to blow air over the wick. The temperature 
measured in this manner is called the wet-bulb temperature 
T» and it is used in place of the adiabatic saturation temper- 
ature. The properties of atmospheric air at a specified total 
pressure are presented in the form of easily readable charts, 
called psychrometric charts. The lines of constant enthalpy 
and the lines of constant wet-bulb temperature are very 
nearly parallel on these charts. 

The needs of the human body and the conditions of the 
environment are not quite compatible. Therefore, it often 
becomes necessary to change the conditions of a living space 
to make it more comfortable. Maintaining a living space or 
an industrial facility at the desired temperature and humidity 
may require simple heating (raising the temperature), simple 
cooling (lowering the temperature), humidifying (adding 
moisture), or dehumidifying (removing moisture). Sometimes 
two or more of these processes are needed to bring the air to 
the desired temperature and humidity level. 

Most air-conditioning processes can be modeled as steady- 
flow processes, and therefore they can be analyzed by apply- 
ing the steady-flow mass (for both dry air and water) and 
energy balances, 


Dry air mass: > Mı = > Ma 
in 


out 


or X mw = X m,w 
in 


out 


Water mass: ` m, = ` My 
in 


out 


Energy: 


Oin Win > inh a Ò ou t Wou H > mh 

in out 
The changes in kinetic and potential energies are assumed to 
be negligible. 

During a simple heating or cooling process, the specific 
humidity remains constant, but the temperature and the rela- 
tive humidity change. Sometimes air is humidified after it is 
heated, and some cooling processes include dehumidification. 
In dry climates, air can be cooled via evaporative cooling by 
passing it through a section where it is sprayed with water. In 
locations with limited cooling water supply, large amounts of 
waste heat can be rejected to the atmosphere with minimum 
water loss through the use of cooling towers. 
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PROBLEMS * 


Dry and Atmospheric Air: Specific and Relative Humidity 


14-1C Is it possible to obtain saturated air from unsatu- 
rated air without adding any moisture? Explain. 


14-2C Is the relative humidity of saturated air necessarily 
100 percent? 


14-3C Moist air is passed through a cooling section where 
it is cooled and dehumidified. How do (a) the specific humid- 
ity and (b) the relative humidity of air change during this 
process? 


14-4C What is the difference between dry air and atmo- 
spheric air? 


14-5C Can the water vapor in air be treated as an ideal 
gas? Explain. 


14-6C What is vapor pressure? 


14-7C How would you compare the enthalpy of water 
vapor at 20°C and 2 kPa with the enthalpy of water vapor at 
20°C and 0.5 kPa? 


14-8C What is the difference between the specific humid- 
ity and the relative humidity? 


14-9C How will (a) the specific humidity and (b) the rela- 
tive humidity of the air contained in a well-sealed room 
change as it is heated? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon § are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


14-10C How will (a) the specific humidity and (b) the rela- 
tive humidity of the air contained in a well-sealed room 
change as it is cooled? 


14-11C Consider a tank that contains moist air at 3 atm 
and whose walls are permeable to water vapor. The surround- 
ing air at 1 atm pressure also contains some moisture. Is it 
possible for the water vapor to flow into the tank from sur- 
roundings? Explain. 


14-12C Why are the chilled water lines always wrapped 
with vapor barrier jackets? 


14-13C Explain how vapor pressure of the ambient air is 
determined when the temperature, total pressure, and the rel- 
ative humidity of air are given. 


14-14 An 8 m*-tank contains saturated air at 30°C, 105 kPa. 
Determine (a) the mass of dry air, (b) the specific humidity, 
and (c) the enthalpy of the air per unit mass of the dry air. 


14-15 A tank contains 21 kg of dry air and 0.3 kg of water 
vapor at 30°C and 100 kPa total pressure. Determine (a) the 
specific humidity, (b) the relative humidity, and (c) the vol- 
ume of the tank. 


14-16 Repeat Prob. 14-15 for a temperature of 24°C. 


14-17 A room contains air at 20°C and 98 kPa at a relative 
humidity of 85 percent. Determine (a) the partial pressure of 
dry air, (b) the specific humidity of the air, and (c) the 
enthalpy per unit mass of dry air. 


14-18 Repeat Prob. 14-17 for a pressure of 85 kPa. 


14-19E A room contains air at 70°F and 14.6 psia at a 
relative humidity of 85 percent. Determine (a) the partial 
pressure of dry air, (b) the specific humidity, and (c) the 
enthalpy per unit mass of dry air. Answers: (a) 14.291 psia, 
(b) 0.0134 Ibm H,O/lbm dry air, (c) 31.43 Btu/lbm dry air 


14-20 Determine the masses of dry air and the water vapor 
contained in a 240-m? room at 98 kPa, 23°C, and 50 percent 
relative humidity. Answers: 273 kg, 2.5 kg 
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Dew-Point, Adiabatic Saturation, and Wet-Bulb 
Temperatures 


14-21C What is the dew-point temperature? 


14-22C Andy and Wendy both wear glasses. On a cold 
winter day, Andy comes from the cold outside and enters the 
warm house while Wendy leaves the house and goes outside. 
Whose glasses are more likely to be fogged? Explain. 


14-23C In summer, the outer surface of a glass filled with 
iced water frequently “sweats.” How can you explain this 
sweating? 


14-24C In some climates, cleaning the ice off the wind- 
shield of a car is a common chore on winter mornings. 
Explain how ice forms on the windshield during some nights 
even when there is no rain or snow. 


14-25C When are the dry-bulb and dew-point temperatures 
identical? 


14-26C When are the adiabatic saturation and wet-bulb 
temperatures equivalent for atmospheric air? 


14-27 A house contains air at 25°C and 65 percent relative 
humidity. Will any moisture condense on the inner surfaces 
of the windows when the temperature of the window drops to 
10°C? 

14-28 After a long walk in the 8°C outdoors, a person 
wearing glasses enters a room at 25°C and 40 percent relative 
humidity. Determine whether the glasses will become fogged. 


14-29 Repeat Prob. 14-28 for a relative humidity of 30 
percent. 


14-30E A thirsty woman opens the refrigerator and picks 
up a cool canned drink at 40°F. Do you think the can will 
“sweat” as she enjoys the drink in a room at 80°F and 50 per- 
cent relative humidity? 


14-31 The dry- and wet-bulb temperatures of atmospheric 
air at 95 kPa are 25 and 17°C, respectively. Determine (a) the 
specific humidity, (b) the relative humidity, and (c) the 
enthalpy of the air, in kJ/kg dry air. 


14-32 The air in a room has a dry-bulb temperature of 22°C 
and a wet-bulb temperature of 16°C. Assuming a pressure of 
100 kPa, determine (a) the specific humidity, (b) the relative 
humidity, and (c) the dew-point temperature. Answers: 
(a) 0.0090 kg H,O/kg dry air, (b) 54.1 percent, (c) 12.3°C 


14-33 Reconsider Prob. 14-32. Determine the required 
S properties using EES (or other) software. What 
would the property values be at a pressure of 300 kPa? 


14-34E The air in a room has a dry-bulb temperature of 
80°F and a wet-bulb temperature of 65°F. Assuming a pres- 
sure of 14.7 psia, determine (a) the specific humidity, (b) the 
relative humidity, and (c) the dew-point temperature. 

Answers: (a) 0.0097 Ibm H,O/lbm dry air, (b) 44.7 percent, 
(c) 56.6°F 


14-35 Atmospheric air at 35°C flows steadily into an adia- 
batic saturation device and leaves as a saturated mixture at 
25°C. Makeup water is supplied to the device at 25°C. Atmo- 
spheric pressure is 98 kPa. Determine the relative humidity 
and specific humidity of the air. 


Psychrometric Chart 


14-36C How do constant-enthalpy and constant-wet-bulb- 
temperature lines compare on the psychrometric chart? 


14-37C At what states on the psychrometric chart are the 
dry-bulb, wet-bulb, and dew-point temperatures identical? 


14-38C How is the dew-point temperature at a specified 
state determined on the psychrometric chart? 


14-39C Can the enthalpy values determined from a psy- 
chrometric chart at sea level be used at higher elevations? 


14-40 2 The air in a room is at | atm, 32°C, and 

RS 60 percent relative humidity. Determine (a) the 
specific humidity, (b) the enthalpy (in kJ/kg dry air), (c) the 
wet-bulb temperature, (d) the dew-point temperature, and 
(e) the specific volume of the air (in m*/kg dry air). Use the 
psychrometric chart or available software. 


14-41 Reconsider Prob. 14—40. Determine the required 

SS properties using EES (or other) software instead 
of the psychrometric chart. What would the property values 
be at a location at 1500 m altitude? 


14-42 A room contains air at 1 atm, 26°C, and 70 percent 
relative humidity. Using the psychrometric chart, determine 
(a) the specific humidity, (b) the enthalpy (in kJ/kg dry air), 
(c) the wet-bulb temperature, (d) the dew-point temperature, 
and (e) the specific volume of the air (in m*/kg dry air). 


14-43 Reconsider Prob. 14—42. Determine the required 

SS properties using EES (or other) software instead 
of the psychrometric chart. What would the property values 
be at a location at 2000 m altitude? 


14-44E A room contains air at 1 atm, 82°F, and 70 percent 
relative humidity. Using the psychrometric chart, determine 
(a) the specific humidity, (b) the enthalpy (in Btu/lbm 
dry air), (c) the wet-bulb temperature, (d) the dew-point tem- 
perature, and (e) the specific volume of the air (in ft?/lbm 
dry air). 


14-45E Reconsider Prob. 14-44E. Determine the 

SS required properties using EES (or other) soft- 
ware instead of the psychrometric chart. What would the 
property values be at a location at 5000 ft altitude? 


14-46 The air in a room has a pressure of 1 atm, a dry-bulb 
temperature of 24°C, and a wet-bulb temperature of 17°C. 
Using the psychrometric chart, determine (a) the specific 
humidity, (b) the enthalpy (in kJ/kg dry air), (c) the relative 
humidity, (d) the dew-point temperature, and (e) the specific 
volume of the air (in m*/kg dry air). 


14-47 Reconsider Prob. 14—46. Determine the required 

Sz properties using EES (or other) software instead 
of the psychrometric chart. What would the property values 
be at a location at 3000 m altitude? 


Human Comfort and Air-Conditioning 


14-48C What does a modern air-conditioning system do 
besides heating or cooling the air? 


14—-49C How does the human body respond to (a) hot 
weather, (b) cold weather, and (c) hot and humid weather? 


14-50C What is the radiation effect? How does it affect 
human comfort? 


14-51C How does the air motion in the vicinity of the 
human body affect human comfort? 


14-52C Consider a tennis match in cold weather where 
both players and spectators wear the same clothes. Which 
group of people will feel colder? Why? 


14-53C Why do you think little babies are more suscepti- 
ble to cold? 


14-54C How does humidity affect human comfort? 
14-55C What are humidification and dehumidification? 


14-56C What is metabolism? What is the range of meta- 
bolic rate for an average man? Why are we interested in the 
metabolic rate of the occupants of a building when we deal 
with heating and air-conditioning? 

14-57C Why is the metabolic rate of women, in general, 
lower than that of men? What is the effect of clothing on the 
environmental temperature that feels comfortable? 


14-58C What is sensible heat? How is the sensible heat 
loss from a human body affected by the (a) skin temperature, 
(b) environment temperature, and (c) air motion? 


14-59C What is latent heat? How is the latent heat loss from 
the human body affected by the (a) skin wettedness and 
(b) relative humidity of the environment? How is the rate of 
evaporation from the body related to the rate of latent heat 
loss? 


14-60 An average person produces 0.25 kg of moisture 
while taking a shower and 0.05 kg while bathing in a tub. 
Consider a family of four who each shower once a day in a 
bathroom that is not ventilated. Taking the heat of vaporiza- 
tion of water to be 2450 kJ/kg, determine the contribution of 
showers to the latent heat load of the air conditioner per day 
in summer. 


14-61 An average (1.82 kg or 4.0 Ibm) chicken has a basal 
metabolic rate of 5.47 W and an average metabolic rate of 
10.2 W (3.78 W sensible and 6.42 W latent) during normal 
activity. If there are 100 chickens in a breeding room, deter- 
mine the rate of total heat generation and the rate of moisture 
production in the room. Take the heat of vaporization of 
water to be 2430 kJ/kg. 
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14-62 A department store expects to have 120 customers 
and 15 employees at peak times in summer. Determine the 
contribution of people to the total cooling load of the store. 


14-63E In a movie theater in winter, 500 people, each gen- 
erating sensible heat at a rate of 70 W, are watching a movie. 
The heat losses through the walls, windows, and the roof are 
estimated to be 130,000 Btu/h. Determine if the theater needs 
to be heated or cooled. 


14-64 For an infiltration rate of 1.2 air changes per hour 
(ACH), determine sensible, latent, and total infiltration heat 
load of a building at sea level, in kW, that is 20 m long, 13 m 
wide, and 3 m high when the outdoor air is at 32°C and 50 
percent relative humidity. The building is maintained at 24°C 
and 50 percent relative humidity at all times. 


14-65 Repeat Prob. 14—64 for an infiltration rate of 
1.8 ACH. 


Simple Heating and Cooling 


14-66C How do relative and specific humidities change 
during a simple heating process? Answer the same question 
for a simple cooling process. 


14-67C Why does a simple heating or cooling process 
appear as a horizontal line on the psychrometric chart? 


14-68 Air enters a heating section at 95 kPa, 12°C, and 30 
percent relative humidity at a rate of 6 m/min, and it leaves 
at 25°C. Determine (a) the rate of heat transfer in the heating 
section and (b) the relative humidity of the air at the exit. 
Answers: (a) 91.1 kJ/min, (b) 13.3 percent 


14-69E A heating section consists of a 15-in.-diameter duct 
that houses a 4-kW electric resistance heater. Air enters the 
heating section at 14.7 psia, 50°F, and 40 percent relative 
humidity at a velocity of 25 ft/s. Determine (a) the exit tem- 
perature, (b) the exit relative humidity of the air, and (c) the 
exit velocity. Answers: (a) 56.6°F, (b) 31.4 percent, (c) 25.4 ft/s 


14-70 Air enters a 40-cm-diameter cooling section at 
1 atm, 32°C, and 30 percent relative humidity at 18 m/s. Heat 
is removed from the air at a rate of 1200 kJ/min. Determine 
(a) the exit temperature, (b) the exit relative humidity of the 
air, and (c) the exit velocity. Answers: (a) 24.4°C, (b) 46.6 
percent, (c) 17.6 m/s 


1200 kJ/min 


1 atm 


FIGURE P14—70 
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14-71 Repeat Prob. 14-70 for a heat removal rate of 800 
kJ/min. 


Heating with Humidification 
14-72C Why is heated air sometimes humidified? 


14-73 Air at 1 atm, 15°C, and 60 percent relative humidity 
is first heated to 20°C in a heating section and then humidi- 
fied by introducing water vapor. The air leaves the humidify- 
ing section at 25°C and 65 percent relative humidity. 
Determine (a) the amount of steam added to the air, and 
(b) the amount of heat transfer to the air in the heating sec- 
tion. Answers: (a) 0.0065 kg H,O/kg dry air, (b) 5.1 kJ/kg dry air 


14-74E Air at 14.7 psia, 50°F, and 60 percent relative 
humidity is first heated to 72°F in a heating section and then 
humidified by introducing water vapor. The air leaves the 
humidifying section at 75°F and 55 percent relative humidity. 
Determine (a) the amount of steam added to the air, in Ibm 
H,O/lbm dry air, and (b) the amount of heat transfer to the air 
in the heating section, in Btu/lbm dry air. 


14-75 An air-conditioning system operates at a total pres- 
sure of | atm and consists of a heating section and a humidi- 
fier that supplies wet steam (saturated water vapor) at 100°C. 
Air enters the heating section at 10°C and 70 percent relative 
humidity at a rate of 35 m?/min, and it leaves the humidify- 
ing section at 20°C and 60 percent relative humidity. Deter- 
mine (a) the temperature and relative humidity of air when it 
leaves the heating section, (b) the rate of heat transfer in the 
heating section, and (c) the rate at which water is added to 
the air in the humidifying section. 


Sat. vapor 
100°C 
Heating 
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35 m?/min P= 1 atm 
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14-76 Repeat Prob. 14-75 for a total pressure of 95 kPa for 
the airstream. Answers: (a) 19.5°C, 37.7 percent, (b) 391 kJ/min, 
(c) 0.147 kg/min 


Cooling with Dehumidification 


14-77C Why is cooled air sometimes reheated in summer 
before it is discharged to a room? 


14-78 Air enters a window air conditioner at 1 atm, 32°C, 
and 70 percent relative humidity at a rate of 2 m/min, and it 
leaves as saturated air at 15°C. Part of the moisture in the air 


that condenses during the process is also removed at 15°C. 
Determine the rates of heat and moisture removal from the 
air. Answers: 97.7 kJ/min, 0.023 kg/min 


14-79 An air-conditioning system is to take in air at 1 atm, 
34°C, and 70 percent relative humidity and deliver it at 22°C 
and 50 percent relative humidity. The air flows first over the 
cooling coils, where it is cooled and dehumidified, and then 
over the resistance heating wires, where it is heated to the 
desired temperature. Assuming that the condensate is removed 
from the cooling section at 10°C, determine (a) the tempera- 
ture of air before it enters the heating section, (b) the amount 
of heat removed in the cooling section, and (c) the amount of 
heat transferred in the heating section, both in kJ/kg dry air. 


14-80 «2 > Air enters a 30-cm-diameter cooling section at 

W 1 atm, 35°C, and 60 percent relative humidity 
at 120 m/min. The air is cooled by passing it over a cooling 
coil through which cold water flows. The water experiences a 
temperature rise of 8°C. The air leaves the cooling section 
saturated at 20°C. Determine (a) the rate of heat transfer, 
(b) the mass flow rate of the water, and (c) the exit velocity 
of the airstream. 


T T+8°C 


35°C 20°C 
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14-81 Reconsider Prob. 14-80. Using EES (or other) 

SS software, develop a general solution of the 
problem in which the input variables may be supplied and 
parametric studies performed. For each set of input variables 
for which the pressure is atmospheric, show the process on 
the psychrometric chart. 


14-82 Repeat Prob. 14-80 for a total pressure of 95 kPa for 
air. Answers: (a) 293.2 kJ/min, (b) 8.77 kg/min, (c) 113 m/min 


14-83E Air enters a 1-ft-diameter cooling section at 14.7 psia, 
90°F, and 60 percent relative humidity at 600 ft/min. The air is 
cooled by passing it over a cooling coil through which cold 
water flows. The water experiences a temperature rise of 14°F. 
The air leaves the cooling section saturated at 70°F. Determine 
(a) the rate of heat transfer, (b) the mass flow rate of the water, 
and (c) the exit velocity of the airstream. 


14-84E Reconsider Prob. 14-83E. Using EES (or 
SS other) software, study the effect of the total 
pressure of the air over the range 14.3 to 15.2 psia on the 


required results. Plot the required results as functions of air 
total pressure. 


14-85E Repeat Prob. 14-83E for a total pressure of 14.4 psia 
for air. 


14-86 Atmospheric air from the inside of an automobile 
enters the evaporator section of the air conditioner at 1 atm, 
27°C and 50 percent relative humidity. The air returns to the 
automobile at 10°C and 90 percent relative humidity. The pas- 
senger compartment has a volume of 2 m° and 5 air changes 
per minute are required to maintain the inside of the automo- 
bile at the desired comfort level. Sketch the psychrometric 
diagram for the atmospheric air flowing through the air condi- 
tioning process. Determine the dew point and wet bulb tem- 
peratures at the inlet to the evaporator section, in °C. 
Determine the required heat transfer rate from the atmospheric 
air to the evaporator fluid, in kW. Determine the rate of con- 
densation of water vapor in the evaporator section, in kg/min. 


Cooling coils 


AIR ——> 


Condensate 
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14-87 Two thousand cubic meters per hour of atmospheric 
air at 28°C with a dew point temperature of 25°C flows into 
an air conditioner that uses chilled water as the cooling fluid. 
The atmospheric air is to be cooled to 18°C. Sketch the sys- 
tem hardware and the psychrometric diagram for the process. 
Determine the mass flow rate of the condensate water, if any, 
leaving the air conditioner, in kg/h. If the cooling water has a 
10°C temperature rise while flowing through the air condi- 
tioner, determine the volume flow rate of chilled water sup- 
plied to the air conditioner heat exchanger, in m*/min. The air 
conditioning process takes place at 100 kPa. 


14-88 An automobile air conditioner uses refrigerant-134a 
as the cooling fluid. The evaporator operates at 275 kPa 
gauge and the condenser operates at 1.7 MPa gage. The com- 
pressor requires a power input of 6 kW and has an isentropic 
efficiency of 85 percent. Atmospheric air at 22°C and 50 per- 
cent relative humidity enters the evaporator and leaves at 8°C 
and 90 percent relative humidity. Determine the volume flow 
rate of the atmospheric air entering the evaporator of the air 
conditioner, in m?/min. 
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14-89 Air from a workspace enters an air conditioner unit 
at 30°C dry bulb and 25°C wet bulb. The air leaves the air 
conditioner and returns to the space at 25°C dry-bulb and 
6.5°C dew-point temperature. If there is any, the condensate 
leaves the air conditioner at the temperature of the air leaving 
the cooling coils. The volume flow rate of the air returned to 
the workspace is 1000 m/min. Atmospheric pressure is 
98 kPa. Determine the heat transfer rate from the air, in kW, 
and the mass flow rate of condensate water, if any, in kg/h. 


Evaporative Cooling 


14-90C Does an evaporation process have to involve heat 
transfer? Describe a process that involves both heat and mass 
transfer. 


14-91C During evaporation from a water body to air, under 
what conditions will the latent heat of vaporization be equal 
to the heat transfer from the air? 


14-92C What is evaporative cooling? Will it work in humid 
climates? 


14-93 Air enters an evaporative cooler at 1 atm, 36°C, and 
20 percent relative humidity at a rate of 4 m*/min, and it 
leaves with a relative humidity of 90 percent. Determine 
(a) the exit temperature of the air and (b) the required rate of 
water supply to the evaporative cooler. 
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14-94E Air enters an evaporative cooler at 14.7 psia, 90°F, 
and 20 percent relative humidity at a rate of 150 ft?/min, and 
it leaves with a relative humidity of 90 percent. Determine 
(a) the exit temperature of air and (b) the required rate of 
water supply to the evaporative cooler. Answers: (a) 65°F, 
(b) 0.06 Ibm/min 


14-95 Air enters an evaporative cooler at 95 kPa, 40°C, and 
25 percent relative humidity and exits saturated. Determine 
the exit temperature of air. Answer: 23.1°C 


14-96E Air enters an evaporative cooler at 14.5 psia, 93°F, 
and 30 percent relative humidity and exits saturated. Deter- 
mine the exit temperature of air. 


14-97 Air enters an evaporative cooler at 1 atm, 32°C, and 
30 percent relative humidity at a rate of 5 m*/min and leaves 
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at 22°C. Determine (a) the final relative humidity and (b) the 
amount of water added to air. 


Thermodynamics 


14-98 What is the lowest temperature that air can attain 
in an evaporative cooler if it enters at 1 atm, 29°C, and 40 
percent relative humidity? Answer: 19.3°C 


14-99 Air at 1 atm, 15°C, and 60 percent relative humidity 
is first heated to 30°C in a heating section and then passed 
through an evaporative cooler where its temperature drops to 
25°C. Determine (a) the exit relative humidity and (b) the 
amount of water added to air, in kg H,O/kg dry air. 


Adiabatic Mixing of Airstreams 


14-100C Two unsaturated airstreams are mixed adiabati- 
cally. It is observed that some moisture condenses during the 
mixing process. Under what conditions will this be the case? 


14-101C Consider the adiabatic mixing of two airstreams. 
Does the state of the mixture on the psychrometric chart have 
to be on the straight line connecting the two states? 


14-102 Two airstreams are mixed steadily and adiabatically. 
The first stream enters at 32°C and 40 percent relative humid- 
ity at a rate of 20 m*/min, while the second stream enters at 
12°C and 90 percent relative humidity at a rate of 25 m/min. 
Assuming that the mixing process occurs at a pressure of 
1 atm, determine the specific humidity, the relative humidity, 
the dry-bulb temperature, and the volume flow rate of the mix- 
ture. Answers: 0.0096 kg H,O/kg dry air, 63.4 percent, 20.6°C, 
45.0 m/min 
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14-103 Repeat Prob. 14-102 for a total mixing-chamber 
pressure of 90 kPa. 


14-104E During an air-conditioning process, 900 ft?/min of 
conditioned air at 65°F and 30 percent relative humidity is 
mixed adiabatically with 300 ft*/min of outside air at 80°F 
and 90 percent relative humidity at a pressure of | atm. 
Determine (a) the temperature, (b) the specific humidity, and 
(c) the relative humidity of the mixture. Answers: (a) 68.7°F, 
(b) 0.0078 Ibm H,O/lbm dry air, (c) 52.1 percent 


14-105E Reconsider Prob. 14-104E. Using EES (or 

SS other) software, develop a general solution 
of the problem in which the input variables may be supplied 
and parametric studies performed. For each set of input vari- 
ables for which the pressure is atmospheric, show the process 
on the psychrometric chart. 


14-106 A stream of warm air with a dry-bulb temperature 
of 40°C and a wet-bulb temperature of 32°C is mixed adia- 
batically with a stream of saturated cool air at 18°C. The dry 
air mass flow rates of the warm and cool airstreams are 8 and 
6 kg/s, respectively. Assuming a total pressure of 1 atm, 
determine (a) the temperature, (b) the specific humidity, and 
(c) the relative humidity of the mixture. 


14-107 Reconsider Prob. 14-106. Using EES (or 

SS other) software, determine the effect of the 
mass flow rate of saturated cool air stream on the mixture 
temperature, specific humidity, and relative humidity. Vary 
the mass flow rate of saturated cool air from 0 to 16 kg/s 
while maintaining the mass flow rate of warm air constant at 
8 kg/s. Plot the mixture temperature, specific humidity, and 
relative humidity as functions of the mass flow rate of cool 
air, and discuss the results. 


Wet Cooling Towers 


14-108C How does a natural-draft wet cooling tower 
work? 


14-109C What is a spray pond? How does its performance 
compare to the performance of a wet cooling tower? 


14-110 The cooling water from the condenser of a power 
plant enters a wet cooling tower at 40°C at a rate of 90 kg/s. 
The water is cooled to 25°C in the cooling tower by air that 
enters the tower at 1 atm, 23°C, and 60 percent relative 
humidity and leaves saturated at 32°C. Neglecting the power 
input to the fan, determine (a) the volume flow rate of air 
into the cooling tower and (b) the mass flow rate of the 
required makeup water. 


14-111E The cooling water from the condenser of a power 
plant enters a wet cooling tower at 110°F at a rate of 100 
Ibm/s. Water is cooled to 80°F in the cooling tower by air that 
enters the tower at 1 atm, 76°F, and 60 percent relative humid- 
ity and leaves saturated at 95°F. Neglecting the power input to 
the fan, determine (a) the volume flow rate of air into the 
cooling tower and (b) the mass flow rate of the required 
makeup water. Answers: (a) 1325 ft/s, (b) 2.42 Ibm/s 


14-112 A wet cooling tower is to cool 60 kg/s of water 
from 40 to 26°C. Atmospheric air enters the tower at 1 atm 
with dry- and wet-bulb temperatures of 22 and 16°C, respec- 
tively, and leaves at 34°C with a relative humidity of 90 per- 
cent. Using the psychrometric chart, determine (a) the 
volume flow rate of air into the cooling tower and (b) the 
mass flow rate of the required makeup water. Answers: 
(a) 44.9 m/s, (b) 1.16 kg/s 
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14-113 A wet cooling tower is to cool 25 kg/s of cooling 
water from 40 to 30°C at a location where the atmospheric 
pressure is 96 kPa. Atmospheric air enters the tower at 20°C 
and 70 percent relative humidity and leaves saturated at 
35°C. Neglecting the power input to the fan, determine 
(a) the volume flow rate of air into the cooling tower and 
(b) the mass flow rate of the required makeup water. 

Answers: (a) 11.2 m/s, (b) 0.35 kg/s 


14-114 A natural-draft cooling tower is to remove waste heat 
from the cooling water flowing through the condenser of a 
steam power plant. The turbine in the steam power plant 
receives 42 kg/s of steam from the steam generator. Eighteen 
percent of the steam entering the turbine is extracted for vari- 
ous feedwater heaters. The condensate of the higher pressure 
feedwater heaters is trapped to the next lowest pressure feed- 
water heater. The last feedwater heater operates at 0.2 MPa and 
all of the steam extracted for the feedwater heaters is throttled 
from the last feedwater heater exit to the condenser operating 
at a pressure of 10 kPa. The remainder of the steam produces 
work in the turbine and leaves the lowest pressure stage of the 
turbine at 10 kPa with an entropy of 7.962 kJ/kg - K. The cool- 
ing tower supplies the cooling water at 26°C to the condenser, 
and cooling water returns from the condenser to the cooling 
tower at 40°C. Atmospheric air enters the tower at 1 atm with 
dry- and wet-bulb temperatures of 23 and 18°C, respectively, 
and leaves saturated at 37°C. Determine (a) the mass flow rate 
of the cooling water, (b) the volume flow rate of air into the 
cooling tower, and (c) the mass flow rate of the required 
makeup water. 
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Review Problems 


14-115 The condensation of the water vapor in compressed- 
air lines is a major concern in industrial facilities, and the 
compressed air is often dehumidified to avoid the problems 
associated with condensation. Consider a compressor that 
compresses ambient air from the local atmospheric pressure 
of 92 kPa to a pressure of 800 kPa (absolute). The com- 
pressed air is then cooled to the ambient temperature as it 
flows through the compressed-air lines. Disregarding any 
pressure losses, determine if there will be any condensation 
in the compressed-air lines on a day when the ambient air is 
at 20°C and 50 percent relative humidity. 


14-116E The relative humidity of air at 80°F and 14.7 psia 
is increased from 25 to 75 percent during a humidification 
process at constant temperature and pressure. Determine the 
percent error involved in assuming the density of air to have 
remained constant. 


14-117 Dry air whose molar analysis is 78.1 percent N,, 
20.9 percent O,, and 1 percent Ar flows over a water body 
until it is saturated. If the pressure and temperature of air 
remain constant at 1 atm and 25°C during the process, deter- 
mine (a) the molar analysis of the saturated air and (b) the 
density of air before and after the process. What do you con- 
clude from your results? 


14-118E Determine the mole fraction of the water vapor at 
the surface of a lake whose surface temperature is 60°F, and 
compare it to the mole fraction of water in the lake, which is 
very nearly 1.0. The air at the lake surface is saturated, and the 
atmospheric pressure at lake level can be taken to be 13.8 psia. 


14-119 Determine the mole fraction of dry air at the sur- 
face of a lake whose temperature is 18°C. The air at the lake 
surface is saturated, and the atmospheric pressure at lake 
level can be taken to be 100 kPa. 


14-120E Consider a room that is cooled adequately by an air 
conditioner whose cooling capacity is 7500 Btu/h. If the room 
is to be cooled by an evaporative cooler that removes heat at the 
same rate by evaporation, determine how much water needs to 
be supplied to the cooler per hour at design conditions. 


14-121E The capacity of evaporative coolers is usually 
expressed in terms of the flow rate of air in ft?/min (or cfm), 
and a practical way of determining the required size of an 
evaporative cooler for an 8-ft-high house is to multiply the 
floor area of the house by 4 (by 3 in dry climates and by 5 in 
humid climates). For example, the capacity of an evaporative 
cooler for a 30-ft-long, 40-ft-wide house is 1200 X 4 = 4800 
cfm. Develop an equivalent rule of thumb for the selection of 
an evaporative cooler in SI units for 2.4-m-high houses 


whose floor areas are given in m7. 


14-122 A cooling tower with a cooling capacity of 100 tons 
(440 kW) is claimed to evaporate 15,800 kg of water per day. 
Is this a reasonable claim? 
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14-123E The U.S. Department of Energy estimates that 
190,000 barrels of oil would be saved per day if every house- 
hold in the United States raised the thermostat setting in sum- 
mer by 6°F (3.3°C). Assuming the average cooling season to 
be 120 days and the cost of oil to be $20/barrel, determine 
how much money would be saved per year. 


Thermodynamics 


14-124E The thermostat setting of a house can be lowered 
by 2°F by wearing a light long-sleeved sweater, or by 4°F by 
wearing a heavy long-sleeved sweater for the same level of 
comfort. If each °F reduction in thermostat setting reduces 
the heating cost of a house by 4 percent at a particular loca- 
tion, determine how much the heating costs of a house can be 
reduced by wearing heavy sweaters if the annual heating cost 
of the house is $600. 


14-125 The air-conditioning costs of a house can be 
reduced by up to 10 percent by installing the outdoor unit 
(the condenser) of the air conditioner at a location shaded by 
trees and shrubs. If the air-conditioning costs of a house are 
$500 a year, determine how much the trees will save the 
home owner in the 20-year life of the system. 


14-126 A 3-m°? tank contains saturated air at 25°C and 
97 kPa. Determine (a) the mass of the dry air, (b) the specific 
humidity, and (c) the enthalpy of the air per unit mass of the 
dry air. Answers: (a) 3.29 kg, (b) 0.0210 kg H,O/kg dry air, 
(c) 78.6 kJ/kg dry air 


14-127 Reconsider Prob. 14-126. Using EES (or 
SS other) software, determine the properties of 
the air at the initial state. Study the effect of heating the air at 
constant volume until the pressure is 110 kPa. Plot the 
required heat transfer, in kJ, as a function of pressure. 


14-128E Air at 15 psia, 60°F, and 50 percent relative humid- 
ity flows in an 8-in.-diameter duct at a velocity of 50 ft/s. 
Determine (a) the dew-point temperature, (b) the volume flow 
rate of air, and (c) the mass flow rate of dry air. 


14-129 Air enters a cooling section at 97 kPa, 35°C, and 
30 percent relative humidity at a rate of 6 m*/min, where it is 
cooled until the moisture in the air starts condensing. Deter- 
mine (a) the temperature of the air at the exit and (b) the rate 
of heat transfer in the cooling section. 


14-130 Outdoor air enters an air-conditioning system at 
10°C and 40 percent relative humidity at a steady rate of 
22 m/min, and it leaves at 25°C and 55 percent relative 
humidity. The outdoor air is first heated to 22°C in the heat- 
ing section and then humidified by the injection of hot steam 
in the humidifying section. Assuming the entire process takes 
place at a pressure of 1 atm, determine (a) the rate of heat 
supply in the heating section and (b) the mass flow rate of 
steam required in the humidifying section. 


14-131 Air enters an air-conditioning system that uses 
refrigerant-134a at 30°C and 70 percent relative humidity at a 
rate of 4 m/min. The refrigerant enters the cooling section at 


700 kPa with a quality of 20 percent and leaves as saturated 
vapor. The air is cooled to 20°C at a pressure of | atm. Deter- 
mine (a) the rate of dehumidification, (b) the rate of heat 
transfer, and (c) the mass flow rate of the refrigerant. 


14-132 Repeat Prob. 14-131 for a total pressure of 95 kPa 
for air. 


14-133 An air-conditioning system operates at a total pres- 
sure of 1 atm and consists of a heating section and an evapo- 
rative cooler. Air enters the heating section at 10°C and 
70 percent relative humidity at a rate of 30 m*/min, and it 
leaves the evaporative cooler at 20°C and 60 percent rela- 
tively humidity. Determine (a) the temperature and relative 
humidity of the air when it leaves the heating section, (b) the 
rate of heat transfer in the heating section, and (c) the rate 
of water added to air in the evaporative cooler. Answers: 
(a) 28.3°C, 22.3 percent, (b) 696 kJ/min, (c) 0.13 kg/min 


14-134 Reconsider Prob. 14-133. Using EES (or 
SJ other) software, study the effect of total pres- 

sure in the range 94 to 100 kPa on the results required in the 

problem. Plot the results as functions of total pressure. 


14-135 Repeat Prob. 14-133 for a total pressure of 96 kPa. 


14-136 Conditioned air at 13°C and 90 percent relative 
humidity is to be mixed with outside air at 34°C and 40 percent 
relative humidity at 1 atm. If it is desired that the mixture have 
a relative humidity of 60 percent, determine (a) the ratio of the 
dry air mass flow rates of the conditioned air to the outside air 
and (b) the temperature of the mixture. 


14-137 Reconsider Prob. 14-136. Determine the 

SS desired quantities using EES (or other) soft- 
ware instead of the psychrometric chart. What would the 
answers be at a location at an atmospheric pressure of 80 kPa? 


14-138 A natural-draft cooling tower is to remove 

D 50 MW of waste heat from the cooling water 
that enters the tower at 42°C and leaves at 27°C. Atmo- 
spheric air enters the tower at 1 atm with dry- and wet-bulb 
temperatures of 23 and 18°C, respectively, and leaves satu- 
rated at 37°C. Determine (a) the mass flow rate of the cool- 
ing water, (b) the volume flow rate of air into the cooling 
tower, and (c) the mass flow rate of the required makeup 
water. 


14-139 Reconsider Prob. 14-138. Using EES (or 

<S other) software, investigate the effect of air 
inlet wet-bulb temperature on the required air volume flow 
rate and the makeup water flow rate when the other input 
data are the stated values. Plot the results as functions of wet- 
bulb temperature. 


14-140 Atmospheric air enters an air-conditioning system at 
30°C and 70 percent relative humidity with a volume flow rate 
of 4 m*/min and is cooled to 20°C and 20 percent relative 
humidity at a pressure of | atm. The system uses refrigerant- 
134a as the cooling fluid that enters the cooling section at 
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350 kPa with a quality of 20 percent and leaves as a saturated 
vapor. Draw a schematic and show the process on the psychro- 
metric chart. What is the heat transfer from the air to the cool- 
ing coils, in kW? If any water is condensed from the air, how 
much water will be condensed from the atmospheric air per 
min? Determine the mass flow rate of the refrigerant, in 
kg/min. 


14-141 An uninsulated tank having a volume of 0.5 m° 
contains air at 35°C, 130 kPa, and 20 percent relative humid- 
ity. The tank is connected to a water supply line in which 
water flows at 50°C. Water is sprayed into the tank until the 
relative humidity of the air-vapor mixture is 90 percent. 
Determine the amount of water supplied to the tank, in kg, 
the final pressure of the air—vapor mixture in the tank, in kPa, 
and the heat transfer required during the process to maintain 
the air— vapor mixture in the tank at 35°C. 


14-142 Air flows steadily through an isentropic nozzle. 
The air enters the nozzle at 35°C, 200 kPa and 50 percent rel- 
ative humidity. If no condensation is to occur during the 
expansion process, determine the pressure, temperature, and 
velocity of the air at the nozzle exit. 


Fundamentals of Engineering (FE) Exam Problems 


14-143 A room is filled with saturated moist air at 25°C 
and a total pressure of 100 kPa. If the mass of dry air in the 
room is 100 kg, the mass of water vapor is 


(a) 0.52 kg (b) 1.97 kg 
(d) 2.04 kg (e) 3.17 kg 
14-144 A room contains 50 kg of dry air and 0.6 kg of 
water vapor at 25°C and 95 kPa total pressure. The relative 
humidity of air in the room is 

(a) 1.2% (b) 18.4% 
(d) 65.2% (e) 78.0% 
14-145 A 40-m? room contains air at 30°C and a total pres- 
sure of 90 kPa with a relative humidity of 75 percent. The 
mass of dry air in the room is 

(a) 24.7 kg (b) 29.9 kg 
(d) 41.4 kg (e) 52.3 kg 


(c) 2.96 kg 


(c) 56.7% 


(c) 39.9 kg 
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14-146 A room contains air at 30°C and a total pressure of 
96.0 kPa with a relative humidity of 75 percent. The partial 
pressure of dry air is 


(a) 82.0 kPa (b) 85.8 kPa 
(d) 90.6 kPa (e) 72.0 kPa 


14-147 The air in a house is at 20°C and 50 percent rela- 
tive humidity. Now the air is cooled at constant pressure. 
The temperature at which the moisture in the air will start 
condensing is 


(a) 8.7°C 
(d) 9.3°C 


(c) 92.8 kPa 


(b) 11.3°C 
(e) 10.0°C 


(c) 13.8°C 


14-148 On the psychrometric chart, a cooling and dehu- 
midification process appears as a line that is 

(a) horizontal to the left 

(b) vertical downward 

(c) diagonal upwards to the right (NE direction) 

(d) diagonal upwards to the left (NW direction) 

(e) diagonal downwards to the left (SW direction) 


14-149 On the psychrometric chart, a heating and humidifi- 
cation process appears as a line that is 

(a) horizontal to the right 

(b) vertical upward 

(c) diagonal upwards to the right (NE direction) 

(d) diagonal upwards to the left (NW direction) 

(e) diagonal downwards to the right (SE direction) 


14-150 An air stream at a specified temperature and rela- 
tive humidity undergoes evaporative cooling by spraying 
water into it at about the same temperature. The lowest tem- 
perature the air stream can be cooled to is 
(a) the dry bulb temperature at the given state 
(b) the wet bulb temperature at the given state 
(c) the dew point temperature at the given state 
(d) the saturation temperature corresponding to the 

humidity ratio at the given state 
(e) the triple point temperature of water 


14-151 Air is cooled and dehumidified as it flows over the 
coils of a refrigeration system at 85 kPa from 30°C and a 
humidity ratio of 0.023 kg/kg dry air to 15°C and a humidity 
ratio of 0.015 kg/kg dry air. If the mass flow rate of dry air is 
0.7 kg/s, the rate of heat removal from the air is 


(a) 5 kJ/s (b) 10 kJ/s (c) 15 kJ/s 
(d) 20 kJ/s (e) 25 kJ/s 


14-152 Air at a total pressure of 90 kPa, 15°C, and 75 per- 
cent relative humidity is heated and humidified to 25°C and 
75 percent relative humidity by introducing water vapor. If 
the mass flow rate of dry air is 4 kg/s, the rate at which steam 
is added to the air is 


(a) 0.032 kg/s 
(d) 0.0079 kg/s 


(b) 0.013 kg/s 
(e) 0 kg/s 


(c) 0.019 kg/s 
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Design and Essay Problems 


Thermodynamics 


14-153 The condensation and even freezing of moisture in 
building walls without effective vapor retarders are of real 
concern in cold climates as they undermine the effectiveness 
of the insulation. Investigate how the builders in your area are 
coping with this problem, whether they are using vapor 
retarders or vapor barriers in the walls, and where they are 
located in the walls. Prepare a report on your findings, and 
explain the reasoning for the current practice. 


14-154 The air-conditioning needs of a large building can 
be met by a single central system or by several individual 
window units. Considering that both approaches are com- 
monly used in practice, the right choice depends on the situa- 
tion on hand. Identify the important factors that need to be 
considered in decision making, and discuss the conditions 


under which an air-conditioning system that consists of sev- 
eral window units is preferable over a large single central 
system, and vice versa. 


14-155 Identify the major sources of heat gain in your 
house in summer, and propose ways of minimizing them and 
thus reducing the cooling load. 


14-156 Write an essay on different humidity measurement 
devices, including electronic ones, and discuss the advantages 
and disadvantages of each device. 


14-157 Design an inexpensive evaporative cooling system 
suitable for use in your house. Show how you would obtain a 
water spray, how you would provide airflow, and how you 
would prevent water droplets from drifting into the living 
space. 


Chapter 15 


n the preceding chapters we limited our consideration to 

nonreacting systems—systems whose chemical composi- 

tion remains unchanged during a process. This was the 
case even with mixing processes during which a homoge- 
neous mixture is formed from two or more fluids without the 
occurrence of any chemical reactions. In this chapter, we 
specifically deal with systems whose chemical composition 
changes during a process, that is, systems that involve chem- 
ical reactions. 

When dealing with nonreacting systems, we need to con- 

sider only the sensible internal energy (associated with tem- 
perature and pressure changes) and the Jatent internal 
energy (associated with phase changes). When dealing with 
reacting systems, however, we also need to consider the 
chemical internal energy, which is the energy associated with 
the destruction and formation of chemical bonds between the 
atoms. The energy balance relations developed for nonreact- 
ing systems are equally applicable to reacting systems, bu 
the energy terms in the latter case should include the chemi- 
cal energy of the system. 
In this chapter we focus on a particular type of chemica 
reaction, known as combustion, because of its importance in 
engineering. But the reader should keep in mind, however, 
that the principles developed are equally applicable to other 
chemical reactions. 
We start this chapter with a general discussion of fuels and 
combustion. Then we apply the mass and energy balances to 
reacting systems. In this regard we discuss the adiabatic 
flame temperature, which is the highest temperature a react- 
ing mixture can attain. Finally, we examine the second-law 
aspects of chemical reactions. 


CHEMICAL REACTIONS 


Objectives 


The objectives of Chapter 15 are to: 


e Give an overview of fuels and combustion. 


e Apply the conservation of mass to reacting systems to 
determine balanced reaction equations. 


e Define the parameters used in combustion analysis, such 
as air-fuel ratio, percent theoretical air, and dew-point 
temperature. 


e Apply energy balances to reacting systems for both steady- 
flow control volumes and fixed mass systems. 


e Calculate the enthalpy of reaction, enthalpy of combustion, 
and the heating values of fuels. 


e Determine the adiabatic flame temperature for reacting 
mixtures. 


e Evaluate the entropy change of reacting systems. 
e Analyze reacting systems from the second-law perspective. 
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15-1 = FUELS AND COMBUSTION 


Any material that can be burned to release thermal energy is called a fuel. 
Most familiar fuels consist primarily of hydrogen and carbon. They are 
called hydrocarbon fuels and are denoted by the general formula C,H,- 
Hydrocarbon fuels exist in all phases, some examples being coal, gasoline, 
and natural gas. 

The main constituent of coal is carbon. Coal also contains varying 
amounts of oxygen, hydrogen, nitrogen, sulfur, moisture, and ash. It is diffi- 
cult to give an exact mass analysis for coal since its composition varies 
considerably from one geographical area to the next and even within the 
same geographical location. Most liquid hydrocarbon fuels are a mixture 
of numerous hydrocarbons and are obtained from crude oil by distillation 
(Fig. 15—1). The most volatile hydrocarbons vaporize first, forming what we 
know as gasoline. The less volatile fuels obtained during distillation are 
kerosene, diesel fuel, and fuel oil. The composition of a particular fuel 
depends on the source of the crude oil as well as on the refinery. 

Although liquid hydrocarbon fuels are mixtures of many different hydro- 
carbons, they are usually considered to be a single hydrocarbon for conve- 
nience. For example, gasoline is treated as octane, C,H,., and the diesel 
fuel as dodecane, C,,H,,. Another common liquid hydrocarbon fuel is 
methyl alcohol, CHOH, which is also called methanol and is used in some 
gasoline blends. The gaseous hydrocarbon fuel natural gas, which is a mix- 
ture of methane and smaller amounts of other gases, is often treated as 
methane, CH,, for simplicity. 

Natural gas is produced from gas wells or oil wells rich in natural gas. It 
is composed mainly of methane, but it also contains small amounts of 
ethane, propane, hydrogen, helium, carbon dioxide, nitrogen, hydrogen sul- 
fate, and water vapor. On vehicles, it is stored either in the gas phase at 
pressures of 150 to 250 atm as CNG (compressed natural gas), or in the liq- 
uid phase at —162°C as LNG (liquefied natural gas). Over a million vehi- 
cles in the world, mostly buses, run on natural gas. Liquefied petroleum gas 
(LPG) is a byproduct of natural gas processing or the crude oil refining. It 
consists mainly of propane and thus LPG is usually referred to as propane. 
However, it also contains varying amounts of butane, propylene, and 
butylenes. Propane is commonly used in fleet vehicles, taxis, school buses, 
and private cars. Ethanol is obtained from corn, grains, and organic waste. 
Methonal is produced mostly from natural gas, but it can also be obtained 
from coal and biomass. Both alcohols are commonly used as additives in 
oxygenated gasoline and reformulated fuels to reduce air pollution. 

Vehicles are a major source of air pollutants such as nitric oxides, carbon 
monoxide, and hydrocarbons, as well as the greenhouse gas carbon dioxide, 
and thus there is a growing shift in the transportation industry from the tra- 
ditional petroleum-based fuels such as gaoline and diesel fuel to the cleaner 
burning alternative fuels friendlier to the environment such as natural gas, 
alcohols (ethanol and methanol), liquefied petroleum gas (LPG), and 
hydrogen. The use of electric and hybrid cars is also on the rise. A compari- 
son of some alternative fuels for transportation to gasoline is given in Table 
15-1. Note that the energy contents of alternative fuels per unit volume are 
lower than that of gasoline or diesel fuel, and thus the driving range of a 


TABLE 15-1 


A comparison of some alternative fuels to the traditional petroleum-based fuels 
used in transportation 


Energy content Gasoline equivalence, * 


Fuel kJ/L L/L-gasoline 
Gasoline 31,850 1 
Light diesel 33,170 0.96 
Heavy diesel 35,800 0.89 
LPG (Liquefied petroleum gas, 

primarily propane) 23,410 1.36 
Ethanol (or ethyl alcohol) 29,420 1.08 
Methanol (or methyl alcohol) 18,210 1.75 
CNG (Compressed natural gas, 

primarily methane, at 200 atm) 8,080 3.94 
LNG (Liquefied natural gas, 

primarily methane) 20,490 1.55 


*Amount of fuel whose energy content is equal to the energy content of 1-L gasoline. 


vehicle on a full tank is lower when running on an alternative fuel. Also, 
when comparing cost, a realistic measure is the cost per unit energy rather 
than cost per unit volume. For example, methanol at a unit cost of $1.20/L 
may appear cheaper than gasoline at $1.80/L, but this is not the case since 
the cost of 10,000 kJ of energy is $0.57 for gasoline and $0.66 for 
methanol. 

A chemical reaction during which a fuel is oxidized and a large quantity 
of energy is released is called combustion (Fig. 15-2). The oxidizer most 
often used in combustion processes is air, for obvious reasons—it is free 
and readily available. Pure oxygen O, is used as an oxidizer only in some 
specialized applications, such as cutting and welding, where air cannot be 
used. Therefore, a few words about the composition of air are in order. 

On a mole or a volume basis, dry air is composed of 20.9 percent oxygen, 
78.1 percent nitrogen, 0.9 percent argon, and small amounts of carbon diox- 
ide, helium, neon, and hydrogen. In the analysis of combustion processes, 
the argon in the air is treated as nitrogen, and the gases that exist in trace 
amounts are disregarded. Then dry air can be approximated as 21 percent 
oxygen and 79 percent nitrogen by mole numbers. Therefore, each mole of 
oxygen entering a combustion chamber is accompanied by 0.79/0.21 = 3.76 
mol of nitrogen (Fig. 15-3). That is, 


1 kmol O, + 3.76 kmol N, = 4.76 kmol air (15-1) 


During combustion, nitrogen behaves as an inert gas and does not react with 
other elements, other than forming a very small amount of nitric oxides. 
However, even then the presence of nitrogen greatly affects the outcome of 
a combustion process since nitrogen usually enters a combustion chamber in 
large quantities at low temperatures and exits at considerably higher tempera- 
tures, absorbing a large proportion of the chemical energy released during 
combustion. Throughout this chapter, nitrogen is assumed to remain perfectly 
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inert. Keep in mind, however, that at very high temperatures, such as those 
encountered in internal combustion engines, a small fraction of nitrogen 
reacts with oxygen, forming hazardous gases such as nitric oxide. 

Air that enters a combustion chamber normally contains some water 
vapor (or moisture), which also deserves consideration. For most combus- 
tion processes, the moisture in the air and the H,O that forms during com- 
bustion can also be treated as an inert gas, like nitrogen. At very high 
temperatures, however, some water vapor dissociates into H, and O, as well 
as into H, O, and OH. When the combustion gases are cooled below the 
dew-point temperature of the water vapor, some moisture condenses. It is 
important to be able to predict the dew-point temperature since the water 
droplets often combine with the sulfur dioxide that may be present in the 
combustion gases, forming sulfuric acid, which is highly corrosive. 

During a combustion process, the components that exist before the reac- 
tion are called reactants and the components that exist after the reaction are 
called products (Fig. 15-4). Consider, for example, the combustion of 
1 kmol of carbon with 1 kmol of pure oxygen, forming carbon dioxide, 


C+ 0,0, (15-2) 


Here C and O, are the reactants since they exist before combustion, and 
CO, is the product since it exists after combustion. Note that a reactant does 
not have to react chemically in the combustion chamber. For example, if 
carbon is burned with air instead of pure oxygen, both sides of the combus- 
tion equation will include N,. That is, the N, will appear both as a reactant 
and as a product. 

We should also mention that bringing a fuel into intimate contact with 
oxygen is not sufficient to start a combustion process. (Thank goodness it is 
not. Otherwise, the whole world would be on fire now.) The fuel must be 
brought above its ignition temperature to start the combustion. The mini- 
mum ignition temperatures of various substances in atmospheric air are 
approximately 260°C for gasoline, 400°C for carbon, 580°C for hydrogen, 
610°C for carbon monoxide, and 630°C for methane. Moreover, the propor- 
tions of the fuel and air must be in the proper range for combustion to 
begin. For example, natural gas does not burn in air in concentrations less 
than 5 percent or greater than about 15 percent. 

As you may recall from your chemistry courses, chemical equations are 
balanced on the basis of the conservation of mass principle (or the mass 
balance), which can be stated as follows: The total mass of each element is 
conserved during a chemical reaction (Fig. 15-5). That is, the total mass of 
each element on the right-hand side of the reaction equation (the products) 
must be equal to the total mass of that element on the left-hand side (the 
reactants) even though the elements exist in different chemical compounds 
in the reactants and products. Also, the total number of atoms of each ele- 
ment is conserved during a chemical reaction since the total number of 
atoms is equal to the total mass of the element divided by its atomic mass. 

For example, both sides of Eq. 15-2 contain 12 kg of carbon and 32 kg of 
oxygen, even though the carbon and the oxygen exist as elements in the 
reactants and as a compound in the product. Also, the total mass of reactants 
is equal to the total mass of products, each being 44 kg. (It is common 
practice to round the molar masses to the nearest integer if great accuracy is 


not required.) However, notice that the total mole number of the reactants 
(2 kmol) is not equal to the total mole number of the products (1 kmol). That 
is, the total number of moles is not conserved during a chemical reaction. 

A frequently used quantity in the analysis of combustion processes to 
quantify the amounts of fuel and air is the air-fuel ratio AF. It is usually 
expressed on a mass basis and is defined as the ratio of the mass of air to 
the mass of fuel for a combustion process (Fig. 15-6). That is, 

M air 
AF = — (15-3) 
M fuel 
The mass m of a substance is related to the number of moles N through the 
relation m = NM, where M is the molar mass. 

The air—fuel ratio can also be expressed on a mole basis as the ratio of the 
mole numbers of air to the mole numbers of fuel. But we will use the for- 
mer definition. The reciprocal of air-fuel ratio is called the fuel-air ratio. 


EXAMPLE 15-1 Balancing the Combustion Equation 


One kmol of octane (CgH;,) is burned with air that contains 20 kmol of O5, 
as shown in Fig. 15-7. Assuming the products contain only CO,, H,0, O., 
and N,, determine the mole number of each gas in the products and the 
air-fuel ratio for this combustion process. 


Solution The amount of fuel and the amount of oxygen in the air are given. 
The amount of the products and the AF are to be determined. 

Assumptions The combustion products contain CO,, H20, O,, and N, only. 
Properties The molar mass of air is M,;,, = 28.97 kg/kmol = 29.0 kg/kmol 
(Table A-1). 

Analysis The chemical equation for this combustion process can be written as 


CgHj T 20 (0, F 3.76N>) > xCO, H yH,O t zO, ł wN, 


where the terms in the parentheses represent the composition of dry air that 
contains 1 kmol of O, and x, y, z, and w represent the unknown mole num- 
bers of the gases in the products. These unknowns are determined by apply- 
ing the mass balance to each of the elements—that is, by requiring that the 
total mass or mole number of each element in the reactants be equal to that 
in the products: 


C: 8=x > x=8 
H: 18=2y > y=9 
O: MD) <2 E a wsr 2 =o gems 
N;: (20)(3.76) =w —> w= 75.2 


Substituting yields 
C,H, + 20(O, + 3.76N,) > 8CO, + 9H,O + 7.50, + 75.2N, 


Note that the coefficient 20 in the balanced equation above represents the 
number of moles of oxygen, not the number of moles of air. The latter is 
obtained by adding 20 x 3.76 = 75.2 moles of nitrogen to the 20 moles of 
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e no unburned fuel 


CH, + 2(O, + 3.76N) = 
CO, + 2H,0 + 7.52N, 


e no free oxygen in products 


The complete combustion process 
with no free oxygen in the products is 
called theoretical combustion. 


oxygen, giving a total of 95.2 moles of air. The air-fuel ratio (AF) is deter- 
mined from Eq. 15-3 by taking the ratio of the mass of the air and the mass 
of the fuel, 

M air (NM) air 

AF = = 
M fuel (NM)c + (NM)u, 
(20 X 4.76 kmol) (29 kg/kmol) 
(8 kmol) (12 kg/kmol) + (9 kmol)(2 kg/kmol) 


= 24.2 kg air/kg fuel 


That is, 24.2 kg of air is used to burn each kilogram of fuel during this 
combustion process. 


15-2 = THEORETICAL AND ACTUAL 
COMBUSTION PROCESSES 


It is often instructive to study the combustion of a fuel by assuming that the 
combustion is complete. A combustion process is complete if all the carbon 
in the fuel burns to CO,, all the hydrogen burns to H,O, and all the sulfur (if 
any) burns to SO,. That is, all the combustible components of a fuel are 
burned to completion during a complete combustion process (Fig. 15-8). 
Conversely, the combustion process is incomplete if the combustion prod- 
ucts contain any unburned fuel or components such as C, H,, CO, or OH. 

Insufficient oxygen is an obvious reason for incomplete combustion, but it 
is not the only one. Incomplete combustion occurs even when more oxygen 
is present in the combustion chamber than is needed for complete combus- 
tion. This may be attributed to insufficient mixing in the combustion cham- 
ber during the limited time that the fuel and the oxygen are in contact. 
Another cause of incomplete combustion is dissociation, which becomes 
important at high temperatures. 

Oxygen has a much greater tendency to combine with hydrogen than it 
does with carbon. Therefore, the hydrogen in the fuel normally burns to 
completion, forming H,O, even when there is less oxygen than needed for 
complete combustion. Some of the carbon, however, ends up as CO or just 
as plain C particles (soot) in the products. 

The minimum amount of air needed for the complete combustion of a fuel 
is called the stoichiometric or theoretical air. Thus, when a fuel is com- 
pletely burned with theoretical air, no uncombined oxygen is present in the 
product gases. The theoretical air is also referred to as the chemically cor- 
rect amount of air, or 100 percent theoretical air. A combustion process 
with less than the theoretical air is bound to be incomplete. The ideal com- 
bustion process during which a fuel is burned completely with theoretical 
air is called the stoichiometric or theoretical combustion of that fuel (Fig. 
15-9). For example, the theoretical combustion of methane is 


CH, + 2(0, + 3.76N,) > CO, + 2H,O + 7.52N, 


Notice that the products of the theoretical combustion contain no unburned 
methane and no C, H,, CO, OH, or free O,. 


In actual combustion processes, it is common practice to use more air 
than the stoichiometric amount to increase the chances of complete combus- 
tion or to control the temperature of the combustion chamber. The amount 
of air in excess of the stoichiometric amount is called excess air. The 
amount of excess air is usually expressed in terms of the stoichiometric air 
as percent excess air or percent theoretical air. For example, 50 percent 
excess air is equivalent to 150 percent theoretical air, and 200 percent 
excess air is equivalent to 300 percent theoretical air. Of course, the stoi- 
chiometric air can be expressed as 0 percent excess air or 100 percent theo- 
retical air. Amounts of air less than the stoichiometric amount are called 
deficiency of air and are often expressed as percent deficiency of air. For 
example, 90 percent theoretical air is equivalent to 10 percent deficiency of 
air. The amount of air used in combustion processes is also expressed in 
terms of the equivalence ratio, which is the ratio of the actual fuel—air ratio 
to the stoichiometric fuel—air ratio. 

Predicting the composition of the products is relatively easy when the 
combustion process is assumed to be complete and the exact amounts of the 
fuel and air used are known. All one needs to do in this case is simply apply 
the mass balance to each element that appears in the combustion equation, 
without needing to take any measurements. Things are not so simple, how- 
ever, when one is dealing with actual combustion processes. For one thing, 
actual combustion processes are hardly ever complete, even in the presence 
of excess air. Therefore, it is impossible to predict the composition of the 
products on the basis of the mass balance alone. Then the only alternative we 
have is to measure the amount of each component in the products directly. 

A commonly used device to analyze the composition of combustion gases 
is the Orsat gas analyzer. In this device, a sample of the combustion gases 
is collected and cooled to room temperature and pressure, at which point its 
volume is measured. The sample is then brought into contact with a chemi- 
cal that absorbs the CO,. The remaining gases are returned to the room tem- 
perature and pressure, and the new volume they occupy is measured. The 
ratio of the reduction in volume to the original volume is the volume frac- 
tion of the CO,, which is equivalent to the mole fraction if ideal-gas behav- 
ior is assumed (Fig. 15-10). The volume fractions of the other gases are 
determined by repeating this procedure. In Orsat analysis the gas sample is 
collected over water and is maintained saturated at all times. Therefore, the 
vapor pressure of water remains constant during the entire test. For this rea- 
son the presence of water vapor in the test chamber is ignored and data are 
reported on a dry basis. However, the amount of H,O formed during com- 
bustion is easily determined by balancing the combustion equation. 


EXAMPLE 15-2 Dew-Point Temperature of Combustion Products 


Ethane (C,H,) is burned with 20 percent excess air during a combustion 
process, as shown in Fig. 15-11. Assuming complete combustion and a total 
pressure of 100 kPa, determine (a) the air-fuel ratio and (b) the dew-point 
temperature of the products. 


Solution The fuel is burned completely with excess air. The AF and the 
dew point of the products are to be determined. 
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Determining the mole fraction of the 
CO, in combustion gases by using the 
Orsat gas analyzer. 


CH6 
—— | Combustion CO, 
chamber |. H,O 
AIR 100 kPa 
(20% excess) 2 


FIGURE 15-11 
Schematic for Example 15-2. 
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AIR 
20°C, @ = 80% 


FIGURE 15-12 
Schematic for Example 15-3. 


Assumptions 1 Combustion is complete. 2 Combustion gases are ideal gases. 
Analysis The combustion products contain CO2, H20, Nz, and some excess 
O, only. Then the combustion equation can be written as 


C,H, + 1.2ap (O2 + 3.76N,) > 2CO, + 3H,O + 0.2a,,0, + (1.2 X 3.76)a,,N> 


where ap is the stoichiometric coefficient for air. We have automatically 
accounted for the 20 percent excess air by using the factor 1.2a,, instead of a, 
for air. The stoichiometric amount of oxygen (a,,0.,) is used to oxidize the fuel, 
and the remaining excess amount (0.24,,0,) appears in the products as unused 
oxygen. Notice that the coefficient of N, is the same on both sides of the equa- 
tion, and that we wrote the C and H balances directly since they are so obvi- 
ous. The coefficient a, is determined from the O, balance to be 


O,: 1.2a,, = 2 + 1.5 + 0.2ay > ay, = 3.5 
Substituting, 
C,H; + 4.2(0, + 3.76N,) > 2CO, + 3H,O + 0.70, + 15.79N, 


(a) The air—fuel ratio is determined from Eq. 15-3 by taking the ratio of the 
mass of the air to the mass of the fuel, 


Max (4.2 X 4.76 kmol) (29 kg/kmol) 
Mte (2 kmol) (12 kg/kmol) + (3 kmol) (2 kg/kmol) 


= 19.3 kg air/kg fuel 


AF = 


That is, 19.3 kg of air is supplied for each kilogram of fuel during this com- 
bustion process. 


(b) The dew-point temperature of the products is the temperature at which 
the water vapor in the products starts to condense as the products are 
cooled at constant pressure. Recall from Chap. 14 that the dew-point tem- 
perature of a gas-vapor mixture is the saturation temperature of the water 
vapor corresponding to its partial pressure. Therefore, we need to determine 
the partial pressure of the water vapor P, in the products first. Assuming 
ideal-gas behavior for the combustion gases, we have 


N, kmol 
P, = ( ) Cpa) = (=e) ao kPa) = 13.96 kPa 


Miraa 21.49 kmol 


Thus, 


Tip = Tot @ 1396 kPa — 52.3°C (Table A-5) 


EXAMPLE 15-3 Combustion of a Gaseous Fuel with Moist Air 


A certain natural gas has the following volumetric analysis: 72 percent CHy,, 
9 percent H3, 14 percent No, 2 percent O, and 3 percent CO,. This gas is 
now burned with the stoichiometric amount of air that enters the combustion 
chamber at 20°C, 1 atm, and 80 percent relative humidity, as shown in 
Fig. 15-12. Assuming complete combustion and a total pressure of 1 atm, 
determine the dew-point temperature of the products. 


Solution A gaseous fuel is burned with the stoichiometric amount of moist 
air. The dew point temperature of the products is to be determined. 
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Assumptions 1 The fuel is burned completely and thus all the carbon in the 
fuel burns to CO, and all the hydrogen to H20. 2 The fuel is burned with the 
stoichiometric amount of air and thus there is no free O, in the product 
gases. 3 Combustion gases are ideal gases. 

Properties The saturation pressure of water at 20°C is 2.3392 kPa (Table A-4). 
Analysis \We note that the moisture in the air does not react with anything; 
it simply shows up as additional H,O in the products. Therefore, for simplic- 
ity, we balance the combustion equation by using dry air and then add the 
moisture later to both sides of the equation. 

Considering 1 kmol of fuel, 


fuel dry air 
(0.72CH, + 0.09H, + 0.14N, + 0.020, + 0.03CO,) + a,,(O, + 3.76N,) > 
NCO ay ED ObnezNy, 


The unknown coefficients in the above equation are determined from mass 
balances on various elements, 


Cc 072+ 0.03 =x 4 x=0.75 
H: 0.72 X 4 + 0.09 X2 =2y > y=1.53 


O; 0.02 + 0.03 + an =x + > On = 1.465 


N,: 0.14 + 3.76a4,=z — z=5.648 


Next we determine the amount of moisture that accompanies 4.76a,, = 
(4.76)(1.465) = 6.97 kmol of dry air. The partial pressure of the moisture 
in the air is 


Pon = AP gaye = (080)(2 3392 Ka) = 1.8711 kPa 


Assuming ideal-gas behavior, the number of moles of the moisture in the 


air is 
N (2=)x ( 1.871 kPa Je 97 + Nex) 
v,air jae total 101.325 kPa . r v,air 


which yields 
Ny air = 0.131 kmol 


The balanced combustion equation is obtained by substituting the coeffi- 
cients determined earlier and adding 0.131 kmol of H,O to both sides of the 


equation: 
fuel dry air 
(0.72CH, + 0.09H, + 0.14N, + 0.020, + 0.03C0,) + 1.465(0, + 3.76N3) 
moisture includes moisture 


a aN 
+ 0.131H,0 > 0.75CO, + 1.661H,0 + 5.648N, 


The dew-point temperature of the products is the temperature at which 
the water vapor in the products starts to condense as the products are cooled. 
Again, assuming ideal-gas behavior, the partial pressure of the water vapor in 
the combustion gases is 


Nyce 1.661 i 
jae = (Pee 101.325 kPa) = 20.88 kP 
prod ( N prod ) pred Gx femal a) : 
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CgHig 
a aT 10.02% CO, 
Combustion 5.62% O, 
chamber 0.88% CO 
AIR see. 
83.48% N 
FIGURE 15-13 


Schematic for Example 15-4. 


Thus, 


Tip = Tyr @ 20.88 kPa = 60.9°C 


Discussion |f the combustion process were achieved with dry air instead of 
moist air, the products would contain less moisture, and the dew-point tem- 
perature in this case would be 59.5°C. 


EXAMPLE 15-4 Reverse Combustion Analysis 


Octane (C,H,.) is burned with dry air. The volumetric analysis of the prod- 
ucts on a dry basis is (Fig. 15-13) 


CO,: 10.02 percent 
O,: 5.62 percent 
CO: 0.88 percent 
N;: 83.48 percent 


Determine (a) the air-fuel ratio, (b) the percentage of theoretical air used, 
and (c) the amount of HO that condenses as the products are cooled to 
25°C at 100 kPa. 


Solution Combustion products whose composition is given are cooled to 
25°C. The AF, the percent theoretical air used, and the fraction of water 
vapor that condenses are to be determined. 
Assumptions Combustion gases are ideal gases. 
Properties The saturation pressure of water at 25°C is 3.1698 kPa (Table A-4). 
Analysis Note that we know the relative composition of the products, but 
we do not know how much fuel or air is used during the combustion process. 
However, they can be determined from mass balances. The H,O in the com- 
bustion gases will start condensing when the temperature drops to the dew- 
point temperature. 

For ideal gases, the volume fractions are equivalent to the mole fractions. 
Considering 100 kmol of dry products for convenience, the combustion 
equation can be written as 


xC,H g + a(O, + 3.76N,) — 10.02CO, + 0.88CO + 5.620, + 83.48N, + bH,O 


The unknown coefficients x, a, and b are determined from mass balances, 


N,: 3.76a = 83.48 => a = 22.20 

e 8x = 10.02 + 0.88 > x = 1.36 

H: 18x =2b — b = 12.24 
b 

O,: a = 10.02 + 0.44 + 5.62 4 5 > 22.20 = 22.20 


The O, balance is not necessary, but it can be used to check the values 
obtained from the other mass balances, as we did previously. Substituting, 
we get 
1.36CgH,, + 22.2(0, + 3.76N,) > 

10.02CO, + 0.88CO + 5.620, + 83.48N, + 12.24H,O 


The combustion equation for 1 kmol of fuel is obtained by dividing the 
above equation by 1.36, 


C,H, + 16.32(0, + 3.76N,) > 
7.37CO, + 0.65CO + 4.130, + 61.38N, + 9H,O 


(a) The air-fuel ratio is determined by taking the ratio of the mass of the air 
to the mass of the fuel (Eq. 15-3), 


Mi (16.32 X 4.76 kmol) (29 kg/kmol) 
Mte (8 kmol) (12 kg/kmol) + (9 kmol) (2 kg/kmol) 


= 19.76 kg air/kg fuel 


m 


AF = 


(b) To find the percentage of theoretical air used, we need to know the theo- 
retical amount of air, which is determined from the theoretical combustion 
equation of the fuel, 


CsHig + a,(O, + 3.76N,) > 8CO, + 9H,O + 3.76a,,N> 
O,: an = 8 + 45> ap = 12.5 
Then, 


3 : M air act N, air,act 
Percentage of theoretical air = = 
Mair th N air,th 


(16.32) (4.76) kmol 


(12.50) (4.76) kmol 
= 131% 


That is, 31 percent excess air was used during this combustion process. 
Notice that some carbon formed carbon monoxide even though there was 
considerably more oxygen than needed for complete combustion. 


(c) For each kmol of fuel burned, 7.37 + 0.65 + 4.13 + 61.38 + 9 = 
82.53 kmol of products are formed, including 9 kmol of HO. Assuming that 
the dew-point temperature of the products is above 25°C, some of the water 
vapor will condense as the products are cooled to 25°C. If N, kmol of H,O 
condenses, there will be (9 — N,) kmol of water vapor left in the products. 
The mole number of the products in the gas phase will also decrease to 
82.53 — N, as a result. By treating the product gases (including the remain- 
ing water vapor) as ideal gases, N, is determined by equating the mole frac- 
tion of the water vapor to its pressure fraction, 


N, _ P, 
TE 


prod 


N prod,gas 


9— N, 3.1698 kPa 
82.53 — N, 100kPa 


N,, = 6.59 kmol 


Therefore, the majority of the water vapor in the products (73 percent of it) 
condenses as the product gases are cooled to 25°C. 
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FIGURE 15-14 


The microscopic form of energy of a 
substance consists of sensible, latent, 
chemical, and nuclear energies. 


Broken 
chemical bond 


FIGURE 15-15 


When the existing chemical bonds are 
destroyed and new ones are formed 
during a combustion process, usually a 
large amount of sensible energy is 
absorbed or released. 


393,520 kJ 
1 kmol C } 
—— 
25°C, 1atm | Combustion CO, 
}__ 
1 kmol O; chamber 25°C, 1 atm 
———____—-»| 
25°C, 1 atm 
FIGURE 15-16 


The formation of CO, during a steady- 
flow combustion process at 25°C and 
1 atm. 


15-3 = ENTHALPY OF FORMATION 
AND ENTHALPY OF COMBUSTION 


We mentioned in Chap. 2 that the molecules of a system possess energy in 
various forms such as sensible and latent energy (associated with a change 
of state), chemical energy (associated with the molecular structure), 
and nuclear energy (associated with the atomic structure), as illustrated in 
Fig. 15-14. In this text we do not intend to deal with nuclear energy. We 
also ignored chemical energy until now since the systems considered in pre- 
vious chapters involved no changes in their chemical structure, and thus no 
changes in chemical energy. Consequently, all we needed to deal with were 
the sensible and latent energies. 

During a chemical reaction, some chemical bonds that bind the atoms into 
molecules are broken, and new ones are formed. The chemical energy asso- 
ciated with these bonds, in general, is different for the reactants and the 
products. Therefore, a process that involves chemical reactions involves 
changes in chemical energies, which must be accounted for in an energy 
balance (Fig. 15-15). Assuming the atoms of each reactant remain intact (no 
nuclear reactions) and disregarding any changes in kinetic and potential 
energies, the energy change of a system during a chemical reaction is due to 
a change in state and a change in chemical composition. That is, 


AEs. = AE ate + AE chem (15-4) 


Therefore, when the products formed during a chemical reaction exit the 
reaction chamber at the inlet state of the reactants, we have AE ate = 0 and 
the energy change of the system in this case is due to the changes in its 
chemical composition only. 

In thermodynamics we are concerned with the changes in the energy of a 
system during a process, and not the energy values at the particular states. 
Therefore, we can choose any state as the reference state and assign a value 
of zero to the internal energy or enthalpy of a substance at that state. When 
a process involves no changes in chemical composition, the reference state 
chosen has no effect on the results. When the process involves chemical 
reactions, however, the composition of the system at the end of a process is 
no longer the same as that at the beginning of the process. In this case it 
becomes necessary to have a common reference state for all substances. The 
chosen reference state is 25°C (77°F) and | atm, which is known as the 
standard reference state. Property values at the standard reference state 
are indicated by a superscript (°) (such as h° and u°). 

When analyzing reacting systems, we must use property values relative to the 
standard reference state. However, it is not necessary to prepare a new set of 
property tables for this purpose. We can use the existing tables by subtracting 
the property values at the standard reference state from the values at the speci- 
fied state. The ideal-gas enthalpy of N, at 500 K relative to the standard refer- 
ence state, for example, is Asg — h° = 14,581 — 8669 = 5912 kJ/kmol. 

Consider the formation of CO, from its elements, carbon and oxygen, 
during a steady-flow combustion process (Fig. 15-16). Both the carbon and 
the oxygen enter the combustion chamber at 25°C and 1 atm. The CO, 
formed during this process also leaves the combustion chamber at 25°C and 
1 atm. The combustion of carbon is an exothermic reaction (a reaction dur- 


ing which chemical energy is released in the form of heat). Therefore, some 
heat is transferred from the combustion chamber to the surroundings during 
this process, which is 393,520 kJ/kmol CO, formed. (When one is dealing 
with chemical reactions, it is more convenient to work with quantities per 
unit mole than per unit time, even for steady-flow processes.) 

The process described above involves no work interactions. Therefore, 
from the steady-flow energy balance relation, the heat transfer during this 
process must be equal to the difference between the enthalpy of the products 
and the enthalpy of the reactants. That is, 


Q = Hpoa — Heat = — 393,520 kJ/kmol (15-5) 


Since both the reactants and the products are at the same state, the enthalpy 
change during this process is solely due to the changes in the chemical com- 
position of the system. This enthalpy change is different for different reac- 
tions, and it is very desirable to have a property to represent the changes in 
chemical energy during a reaction. This property is the enthalpy of reac- 
tion hp, which is defined as the difference between the enthalpy of the prod- 
ucts at a specified state and the enthalpy of the reactants at the same state 
for a complete reaction. 

For combustion processes, the enthalpy of reaction is usually referred to 
as the enthalpy of combustion hc, which represents the amount of heat 
released during a steady-flow combustion process when 1 kmol (or 1 kg) 
of fuel is burned completely at a specified temperature and pressure 
(Fig. 15-17). It is expressed as 


hp = he = Tii Prcst (15-6) 


which is —393,520 kJ/kmol for carbon at the standard reference state. The 
enthalpy of combustion of a particular fuel is different at different tempera- 
tures and pressures. 

The enthalpy of combustion is obviously a very useful property for ana- 
lyzing the combustion processes of fuels. However, there are so many dif- 
ferent fuels and fuel mixtures that it is not practical to list Aç values for all 
possible cases. Besides, the enthalpy of combustion is not of much use 
when the combustion is incomplete. Therefore a more practical approach 
would be to have a more fundamental property to represent the chemical 
energy of an element or a compound at some reference state. This property 
is the enthalpy of formation /,, which can be viewed as the enthalpy of a 
substance at a specified state due to its chemical composition. 

To establish a starting point, we assign the enthalpy of formation of all 
stable elements (such as O,, N), H,, and C) a value of zero at the standard 
reference state of 25°C and 1 atm. That is, hy = 0 for all stable elements. 
(This is no different from assigning the internal energy of saturated liquid 
water a value of zero at 0.01°C.) Perhaps we should clarify what we mean 
by stable. The stable form of an element is simply the chemically stable 
form of that element at 25°C and 1 atm. Nitrogen, for example, exists in 
diatomic form (N,) at 25°C and 1 atm. Therefore, the stable form of nitro- 
gen at the standard reference state is diatomic nitrogen N,, not monatomic 
nitrogen N. If an element exists in more than one stable form at 25°C and 
1 atm, one of the forms should be specified as the stable form. For carbon, 
for example, the stable form is assumed to be graphite, not diamond. 
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hc = Q = -393,520 kJ/kmol C 
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FIGURE 15-17 


The enthalpy of combustion represents 
the amount of energy released as a 
fuel is burned during a steady-flow 
process at a specified state. 
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FIGURE 15-18 


The enthalpy of formation of a 
compound represents the amount of 
energy absorbed or released as the 
component is formed from its stable 
elements during a steady-flow process 
at a specified state. 
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FIGURE 15-19 


The higher heating value of a fuel is 
equal to the sum of the lower heating 
value of the fuel and the latent heat of 
vaporization of the H,O in the 
products. 


Now reconsider the formation of CO, (a compound) from its elements C 
and O, at 25°C and 1 atm during a steady-flow process. The enthalpy 
change during this process was determined to be —393,520 kJ/kmol. How- 
ever, Heat = 0 since both reactants are elements at the standard reference 
state, and the products consist of 1 kmol of CO, at the same state. There- 
fore, the enthalpy of formation of CO, at the standard reference state is 


—393,520 kJ/kmol (Fig. 15-18). That is, 
h?co, = —393,520 kJ/kmol 


The negative sign is due to the fact that the enthalpy of 1 kmol of CO, at 
25°C and 1 atm is 393,520 kJ less than the enthalpy of 1 kmol of C and 
1 kmol of O, at the same state. In other words, 393,520 kJ of chemical 
energy is released (leaving the system as heat) when C and O, combine to 
form 1 kmol of CO,. Therefore, a negative enthalpy of formation for a com- 
pound indicates that heat is released during the formation of that compound 
from its stable elements. A positive value indicates heat is absorbed. 

You will notice that two h? values are given for H,O in Table A-26, one 
for liquid water and the other for water vapor. This is because both phases 
of H,O are encountered at 25°C, and the effect of pressure on the enthalpy 
of formation is small. (Note that under equilibrium conditions, water exists 
only as a liquid at 25°C and 1 atm.) The difference between the two 
enthalpies of formation is equal to the h,, of water at 25°C, which is 2441.7 
kJ/kg or 44,000 kJ/kmol. 

Another term commonly used in conjunction with the combustion of fuels 
is the heating value of the fuel, which is defined as the amount of heat 
released when a fuel is burned completely in a steady-flow process and the 
products are returned to the state of the reactants. In other words, the heat- 
ing value of a fuel is equal to the absolute value of the enthalpy of combus- 
tion of the fuel. That is, 


Heating value = |h¢| (kJ/kg fuel) 


The heating value depends on the phase of the H,O in the products. The 
heating value is called the higher heating value (HHV) when the H,O in 
the products is in the liquid form, and it is called the lower heating value 
(LHV) when the H,O in the products is in the vapor form (Fig. 15-19). The 
two heating values are related by 


HHV = LHV + (mhg)no (kJ/kg fuel) (15-7) 


where m is the mass of H,O in the products per unit mass of fuel and h,, is 
the enthalpy of vaporization of water at the specified temperature. Higher 
and lower heating values of common fuels are given in Table A—27. 

The heating value or enthalpy of combustion of a fuel can be determined 
from a knowledge of the enthalpy of formation for the compounds involved. 
This is illustrated with the following example. 


EXAMPLE 15-5 


Determine the enthalpy of combustion of liquid octane (CgH,g) at 25°C and 
1 atm, using enthalpy-of-formation data from Table A-26. Assume the water 
in the products is in the liquid form. 


Evaluation of the Enthalpy of Combustion 


Solution The enthalpy of combustion of a fuel is to be determined using 
enthalpy of formation data. 

Properties The enthalpy of formation at 25°C and 1 atm is —393,520 
kJ/kmol for CO,, —285,830 kJ/kmol for H,O(¢), and —249,950 kJ/kmol for 
CgH2(¢) (Table A-26). 

Analysis The combustion of CgHjg is illustrated in Fig. 15-20. The stoi- 
chiometric equation for this reaction is 


CsHig + ay,(Oz + 3.76N,) > 8CO, + 9H,O(£) + 3.76ayN> 


Both the reactants and the products are at the standard reference state of 
25°C and 1 atm. Also, N and O, are stable elements, and thus their 
enthalpy of formation is zero. Then the enthalpy of combustion of CsHig 
becomes (Eq. 15-6) 


hc = Il ese) = lhea 
a ee T DAT = (Nh?) co, ap (Nh, H,O — (NAS) cy, 
Substituting, 
he = (8 kmol) (—393,520 kJ/kmol) + (9 kmol) (—285,830 kJ/kmol) 
— (1 kmol) (—249,950 kJ/kmol) 
—5,471,000 kJ/kmol CH; = —47,891 kJ/kg CsH;s 


which is practially identical to the listed value of 47,890 kJ/kg in Table 
A-27. Since the water in the products is assumed to be in the liquid phase, 
this hç value corresponds to the HHV of liquid CgH;,. 

Discussion \t can be shown that the result for gaseous octane is 
—5,512,200 kJ/kmol or —48,255 kJ/kg. 


When the exact composition of the fuel is known, the enthalpy of combus- 
tion of that fuel can be determined using enthalpy of formation data as 
shown above. However, for fuels that exhibit considerable variations in 
composition depending on the source, such as coal, natural gas, and fuel oil, 
it is more practical to determine their enthalpy of combustion experimen- 
tally by burning them directly in a bomb calorimeter at constant volume or 
in a steady-flow device. 


15-4 = FIRST-LAW ANALYSIS 
OF REACTING SYSTEMS 


The energy balance (or the first-law) relations developed in Chaps. 4 and 5 
are applicable to both reacting and nonreacting systems. However, chemi- 
cally reacting systems involve changes in their chemical energy, and thus it 
is more convenient to rewrite the energy balance relations so that the 
changes in chemical energies are explicitly expressed. We do this first for 
steady-flow systems and then for closed systems. 


Steady-Flow Systems 

Before writing the energy balance relation, we need to express the enthalpy 
of a component in a form suitable for use for reacting systems. That is, we 
need to express the enthalpy such that it is relative to the standard reference 
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The enthalpy of a chemical component 
at a specified state is the sum of the 
enthalpy of the component at 25°C, 1 
atm (h?), and the sensible enthalpy of 
the component relative to 25°C, 1 atm. 


state and the chemical energy term appears explicitly. When expressed prop- 
erly, the enthalpy term should reduce to the enthalpy of formation he at the 
standard reference state. With this in mind, we express the enthalpy of a 
component on a unit mole basis as (Fig. 15-21) 


Enthalpy = h? + (h — h°) (kJ/kmol) 


where the term in the parentheses represents the sensible enthalpy relative to 
the standard reference state, which is the difference between h the sensible 
enthalpy at the specified state) and h° (the sensible enthalpy at the standard 
reference state of 25°C and 1 atm). This definition enables us to use enthalpy 
values from tables regardless of the reference state used in their construction. 

When the changes in kinetic and potential energies are negligible, the 
steady-flow energy balance relation E,, = É, can be expressed for a chem- 


in ‘out 
ically reacting steady-flow system more explicitly as 


Qin T Win T > hh? + h z nh’), = Üu F Wout T >a F h ~~ h°), (15-8) 


Rate of net energy transfer out 
by heat, work, and mass 


Rate of net energy transfer in 
by heat, work, and mass 
where ^, and n,represent the molal flow rates of the product p and the reac- 
tant r, respectively. 
In combustion analysis, it is more convenient to work with quantities 
expressed per mole of fuel. Such a relation is obtained by dividing each 
term of the equation above by the molal flow rate of the fuel, yielding 


Din + Wa + DNC + h- h°), = Dou + Wo + D N,(h? + h- he), (15-9) 


Energy transfer in per mole of fuel 
by heat, work, and mass 


Energy transfer out per mole of fuel 
by heat, work, and mass 

where N, and N, represent the number of moles of the reactant r and the 
product p, respectively, per mole of fuel. Note that N, = 1 for the fuel, and 
the other N, and N, values can be picked directly from the balanced 
combustion equation. Taking heat transfer to the system and work done by 
the system to be positive quantities, the energy balance relation just dis- 
cussed can be expressed more compactly as 


g= W= DN, (h+ h- h), =X Nh} + h- h°), (15-10) 


or as 
O = W = Bins ~ Hiert (kJ/kmol fuel) (15-11) 
where 
Hproa = >, N,(h? + h — h°), (kJ/kmol fuel) 
Heat = X, N, (h? + h — h°), (kJ/kmol fuel) 


If the enthalpy of combustion /® for a particular reaction is available, the 
steady-flow energy equation per mole of fuel can be expressed as 


QO- W=hħ} + SA, -— h°), -X NH), (kJ/kmol) (15-12) 
The energy balance relations above are sometimes written without the work 


term since most steady-flow combustion processes do not involve any work 
interactions. 


A combustion chamber normally involves heat output but no heat input. 
Then the energy balance for a typical steady-flow combustion process 
becomes 


Ova = SN, (he +h — 0°), — SN +h — WY, (15-13) 
Energy in by mass Energy out by mass 
per mole of fuel per mole of fuel 


It expresses that the heat output during a combustion process is simply the 
difference between the energy of the reactants entering and the energy of 
the products leaving the combustion chamber. 


Closed Systems 


The general closed-system energy balance relation E; — £E, 


out 
be expressed for a stationary chemically reacting closed system as 


= AE. 


system can 


(Qin Qour) H (Win Wout) T U prod Urcan (kJ/kmol fuel) (15-14) 


where Uroa represents the internal energy of the products and U,eact repre- 
sents the internal energy of the reactants. To avoid using another property— 
the internal energy of formation u;—we utilize the definition of enthalpy 
(a= h- PV or up +u — u° = he + h — h° — Pv) and express the above 
equation as (Fig. 15-22) 


O-W= SN, (ho +h — h — PV), — DNR +h — h°- PV), (15-15) 


where we have taken heat transfer to the system and work done by the sys- 
tem to be positive quantities. The Pv terms are negligible for solids and liq- 
uids, and can be replaced by R,T for gases that behave as an ideal gas. Also, 
if desired, the h — PV terms in Eq. 15-15 can be replaced by i. 

The work term in Eq. 15-15 represents all forms of work, including the 
boundary work. It was shown in Chap. 4 that AU + W, = AH for nonreact- 
ing closed systems undergoing a quasi-equilibrium P = constant expansion or 
compression process. This is also the case for chemically reacting systems. 

There are several important considerations in the analysis of reacting sys- 
tems. For example, we need to know whether the fuel is a solid, a liquid, or 
a gas since the enthalpy of formation h? of a fuel depends on the phase of 
the fuel. We also need to know the state of the fuel when it enters the com- 
bustion chamber in order to determine its enthalpy. For entropy calculations 
it is especially important to know if the fuel and air enter the combustion 
chamber premixed or separately. When the combustion products are cooled 
to low temperatures, we need to consider the possibility of condensation of 
some of the water vapor in the product gases. 


EXAMPLE 15-6 First-Law Analysis of Steady-Flow Combustion 


Liquid propane (C3H,) enters a combustion chamber at 25°C at a rate of 
0.05 kg/min where it is mixed and burned with 50 percent excess air that 
enters the combustion chamber at 7°C, as shown in Fig. 15-23. An analysis 
of the combustion gases reveals that all the hydrogen in the fuel burns 
to H2O but only 90 percent of the carbon burns to CO,, with the remaining 
10 percent forming CO. If the exit temperature of the combustion gases is 
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FIGURE 15-22 


An expression for the internal energy 
of a chemical component in terms of 
the enthalpy. 
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1500 K, determine (a) the mass flow rate of air and (b) the rate of heat 
transfer from the combustion chamber. 


Solution Liquid propane is burned steadily with excess air. The mass flow 
rate of air and the rate of heat transfer are to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Air and the combustion 
gases are ideal gases. 3 Kinetic and potential energies are negligible. 
Analysis We note that all the hydrogen in the fuel burns to H,O but 10 
percent of the carbon burns incompletely and forms CO. Also, the fuel is 
burned with excess air and thus there is some free O, in the product gases. 

The theoretical amount of air is determined from the stoichiometric reac- 
tion to be 

C3H,(€) + a,(O2 + 3.76N,) > 3CO, + 4H,O + 3.76a,,N> 

O, balance: a =3+2=5 


Then the balanced equation for the actual combustion process with 
50 percent excess air and some CO in the products becomes 


C3H,(€) + 7.5(O, + 3.76N,) > 2.7CO, + 0.3CO + 4H,O + 2.650, + 28.2N, 
(a) The air-fuel ratio for this combustion process is 
M air 


y (7.5 X 4.76 kmol) (29 kg/kmol) 
~ Mia (3 kmol) (12 kg/kmol) + (4 kmol) (2 kg/kmol) 


= 25.53 kg air/kg fuel 


Thus, 
= AEN na) 
= (23.53 kg air/kg fuel) (0.05 kg fuel/min) 
= 1.18 kg air/min 
(b) The heat transfer for this steady-flow combustion process is determined 
from the steady-flow energy balance £,,, = Ei applied on the combustion 
chamber per unit mole of the fuel, 
Qout + DN, h t= By, = D N, += Pe, 
or 
Oo = DLN (hg + h- 7), — ENR + h- Be) 


Assuming the air and the combustion products to be ideal gases, we have 
h= A(T), and we form the following minitable using data from the property 
tables: 


h? hago K h98 K his00 K 
Substance kJ/kmol kJ/kmol kJ/kmol kJ/kmol 
C3Hg(£) = INS SG — — = 
(07 (0) 8150 8682 49,292 
N O 8141 8669 47,073 
H,O(g) —241,820 — 9904 57,999 
CO, —393,520 — 9364 71,078 


ee) lO 530 — 8669 47,517 


The he of liquid propane is obtained by subtracting the lig of propane at 
25°C from the h? of gas propane. Substituting gives 


Qon = (1 kmol C3Hg)[(—118,910 + hag — h23) KJ/kmol CH] 
+ (7.5 kmol 0,)[(0 + 8150 — 8682) kJ/kmol 05] 
+ (28.2 kmol N;)[(0 + 8141 — 8669) kJ/kmol N3] 
— (2.7 kmol CO,)[ (— 393,520 + 71,078 — 9364) kI/kmol CO,] 
— (0.3 kmol CO)[ (— 110,530 + 47,517 — 8669) kJ/kmol CO] 
— (4 kmol H,O)[ (—241,820 + 57,999 — 9904) kJ/kmol H,O] 
— (2.65 kmol O,)[ (0 + 49,292 — 8682) kJ/kmol O2] 
— (28.2 kmol N,)[ (0 + 47,073 — 8669) kJ/kmol No] 
= 363,880 kJ/kmol of C,H 


Thus 363,880 kJ of heat is transferred from the combustion chamber for 
each kmol (44 kg) of propane. This corresponds to 363,880/44 = 8270 kJ 
of heat loss per kilogram of propane. Then the rate of heat transfer for a 
mass flow rate of 0.05 kg/min for the propane becomes 


Oom = Mga = (0.05 kg/min) (8270 kJ/kg) = 413.5 kJ/min = 6.89 kW 


EXAMPLE 15-7 First-Law Analysis of Combustion in a Bomb 


The constant-volume tank shown in Fig. 15-24 contains 1 Ibmol of methane 
(CH,) gas and 3 Ibmol of O, at 77°F and 1 atm. The contents of the tank 
are ignited, and the methane gas burns completely. If the final temperature 
is 1800 R, determine (a) the final pressure in the tank and (b) the heat 
transfer during this process. 


Solution Methane is burned in a rigid tank. The final pressure in the tank 
and the heat transfer are to be determined. 

Assumptions 1 The fuel is burned completely and thus all the carbon in the 
fuel burns to CO, and all the hydrogen to HO. 2 The fuel, the air, and the 
combustion gases are ideal gases. 3 Kinetic and potential energies are negli- 
gible. 4 There are no work interactions involved. 

Analysis The balanced combustion equation is 


CH,(g) + 30,—> CO, + 2H,O + O, 


(a) At 1800 R, water exists in the gas phase. Using the ideal-gas relation for 
both the reactants and the products, the final pressure in the tank is deter- 
mined to be 


E reaci VEN reac RI N rod T rod 
; n JP ea = Ball T )( : ) 


F M SN tll oa N, react T 
Substituting, we get 
4 Ibmol \ / 1800 R 
IP a = l = 3.35 
poa = ( aim) ( ma ) ( 537R ) aa Ban 
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The temperature of a combustion 
chamber becomes maximum when 
combustion is complete and no heat 
is lost to the surroundings (Q = 0). 


(b) Noting that the process involves no work interactions, the heat transfer 
during this constant-volume combustion process can be determined from the 
energy balance Fi, — Eour = AE system applied to the tank, 

=O = > Nh Py) SN he = PU) 


Since both the reactants and the products are assumed to be ideal gases, all 
the internal energy and enthalpies depend on temperature only, and the Pv 
terms in this equation can be replaced by R,T. It yields 


Onn = D> Nhe ac ose = > N, (he t IOR —< herr aa RD); 


since the reactants are at the standard reference temperature of 537 R. 
From hr and ideal-gas tables in the Appendix, 


h? hs37 R hiso0 R 
Substance Btu/lbmol Btu/Ibmol Btu/Ibmol 
CH, = 32,2 10) _ = 
0; O S725. 13,485.8 
CO, —169,300 4027.5 18799185 
H,0(g) —104,040 4258.0 154530 


Substituting, we have 
Qou = (1 Ibmol CH,)[(—32,210 — 1.986 X 537) Btu/lbmol CH4] 
+ (3 lbmol O;)[ (0 — 1.986 X 537) Btu/Ibmol O,| 
— (1 Ilbmol CO,)[ (— 169,300 + 18,391.5 — 4027.5 — 1.986 X 1800) 


Btu/Ibmol CO,| 
— (2 Ibmol H,0)[(— 104,040 + 15,433.0 — 4258.0 — 1.986 x 1800) 
Btu/Ibmol H,O] 
— (1 Ibmol O,)[(0 + 13,485.8 — 3725.1 — 1.986 x 1800) Btu/Ibmol O,] 
= 308,730 Btu/lbmol CH, 


Discussion On a mass basis, the heat transfer from the tank would be 
308,730/16 = 19,300 Btu/lbm of methane. 


15-5 = ADIABATIC FLAME TEMPERATURE 


In the absence of any work interactions and any changes in kinetic or poten- 
tial energies, the chemical energy released during a combustion process 
either is lost as heat to the surroundings or is used internally to raise the 
temperature of the combustion products. The smaller the heat loss, the 
larger the temperature rise. In the limiting case of no heat loss to the sur- 
roundings (Q = 0), the temperature of the products reaches a maximum, 
which is called the adiabatic flame or adiabatic combustion temperature 
of the reaction (Fig. 15-25). 


The adiabatic flame temperature of a steady-flow combustion process is 
determined from Eq. 15-11 by setting Q = 0 and W = Q. It yields 


H iod = H act (15-16) 


or 


DANG + h= #), = SNA RER] (15-17) 


Once the reactants and their states are specified, the enthalpy of the reactants 
H eax CaN be easily determined. The calculation of the enthalpy of the products 
H roa ÍS NOt so straightforward, however, because the temperature of the prod- 
ucts is not known prior to the calculations. Therefore, the determination of the 
adiabatic flame temperature requires the use of an iterative technique unless 
equations for the sensible enthalpy changes of the combustion products are 
available. A temperature is assumed for the product gases, and the H,,.4 1S 
determined for this temperature. If it is not equal to Hea» calculations are 
repeated with another temperature. The adiabatic flame temperature is then 
determined from these two results by interpolation. When the oxidant is air, 
the product gases mostly consist of N,, and a good first guess for the adiabatic 
flame temperature is obtained by treating the entire product gases as N,. 

In combustion chambers, the highest temperature to which a material 
can be exposed is limited by metallurgical considerations. Therefore, the adi- 
abatic flame temperature is an important consideration in the design of com- 
bustion chambers, gas turbines, and nozzles. The maximum temperatures 
that occur in these devices are considerably lower than the adiabatic flame 
temperature, however, since the combustion is usually incomplete, some heat 
loss takes place, and some combustion gases dissociate at high temperatures 
(Fig. 15-26). The maximum temperature in a combustion chamber can be 
controlled by adjusting the amount of excess air, which serves as a coolant. 

Note that the adiabatic flame temperature of a fuel is not unique. Its value 
depends on (1) the state of the reactants, (2) the degree of completion of the 
reaction, and (3) the amount of air used. For a specified fuel at a specified 
state burned with air at a specified state, the adiabatic flame temperature 
attains its maximum value when complete combustion occurs with the theo- 
retical amount of air. 


EXAMPLE 15-8 Adiabatic Flame Temperature 
in Steady Combustion 


Liquid octane (CgH,g) enters the combustion chamber of a gas turbine 
steadily at 1 atm and 25°C, and it is burned with air that enters the com- 
bustion chamber at the same state, as shown in Fig. 15-27. Determine the 
adiabatic flame temperature for (a) complete combustion with 100 percent 
theoretical air, (b) complete combustion with 400 percent theoretical air, 
and (c) incomplete combustion (some CO in the products) with 90 percent 
theoretical air. 


Solution Liquid octane is burned steadily. The adiabatic flame temperature 
is to be determined for different cases. 
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Assumptions 1 This is a steady-flow combustion process. 2 The combustion 
chamber is adiabatic. 3 There are no work interactions. 4 Air and the com- 
bustion gases are ideal gases. 5 Changes in kinetic and potential energies 
are negligible. 

Analysis (a) The balanced equation for the combustion process with the 
theoretical amount of air is 


CsH,g(€) + 12.5(O, + 3.76N,) > 8CO, + 9H,O + 47N, 


The adiabatic flame temperature relation Horoa = react in this case reduces to 


DN, (he + h — h°), = SN, AS, = (NAD con, 


since all the reactants are at the standard reference state and hie = 0 tor © 
and N3. The h? and h values of various components at 298 K are 


h? ogg K 
Substance kJ/kmol kJ/kmol 
CgHj9(¢) —249,950 — 
0, O 8682 
N3 (0) 8669 
H,O(g) —241,820 9904 
CO, —393,520 9364 


Substituting, we have 
(8 kmol CO,)[(—393,520 + hco, — 9364) kJ/kmol CO,] 
+ (9 kmol H,O)[(—241,820 + hyo — 9904) kJ/kmol H,O] 
+ (47 kmol N,)[(0 + Ay, — 8669) kJ/kmol N3] 
= (1 kmol CH $) (— 249,950 kJ/kmol C,H js) 
which yields 


8hco, + Ipo + 47hy, = 5,646,081 KI 


It appears that we have one equation with three unknowns. Actually we have 
only one unknown—the temperature of the products 7,,.4—since h = A(T) 
for ideal gases. Therefore, we have to use an equation solver such as EES or 
a trial-and-error approach to determine the temperature of the products. 

A first guess is obtained by dividing the right-hand side of the equation by 
the total number of moles, which yields 5,646,081/(8 + 9 + 47) = 88,220 
kJ/kmol. This enthalpy value corresponds to about 2650 K for N,, 2100 K for 
H20, and 1800 K for CO,. Noting that the majority of the moles are Ns, we 
see that Toroa Should be close to 2650 K, but somewhat under it. Therefore, 
a good first guess is 2400 K. At this temperature, 


8hco, + 9hy,o + 47hy, = 8 X 125,152 + 9 X 103,508 + 47 x 79,320 
= 5,660,828 kJ 


This value is higher than 5,646,081 kJ. Therefore, the actual temperature is 
slightly under 2400 K. Next we choose 2350 K. It yields 


8 X 122,091 + 9 X 100,846 + 47 X 77,496 = 5,526,654 


which is lower than 5,646,081 kJ. Therefore, the actual temperature of the 
products is between 2350 and 2400 K. By interpolation, it is found to be 
Tog = 2395 K. 


prod 


(b) The balanced equation for the complete combustion process with 400 
percent theoretical air is 


C;H,s(€) + 50(O, + 3.76N,) > 8CO, + 9H,O + 37.50, + 188N, 


By following the procedure used in (a), the adiabatic flame temperature in 
this case is determined to be T rog = 962 K. 
Notice that the temperature of the products decreases significantly as a 


result of using excess air. 


(c) The balanced equation for the incomplete combustion process with 
90 percent theoretical air is 


CHj9(€) + 11.25(O, + 3.76N,) > 5.5CO, + 2.5CO + 9H,O + 42.3N, 


Following the procedure used in (a), we find the adiabatic flame temperature 
in this case to be T rog = 2236 K. 

Discussion Notice that the adiabatic flame temperature decreases as a 
result of incomplete combustion or using excess air. Also, the maximum adi- 
abatic flame temperature is achieved when complete combustion occurs with 


the theoretical amount of air. 


15-6 = ENTROPY CHANGE OF REACTING SYSTEMS 


So far we have analyzed combustion processes from the conservation of 
mass and the conservation of energy points of view. The thermodynamic 
analysis of a process is not complete, however, without the examination of 
the second-law aspects. Of particular interest are the exergy and exergy 
destruction, both of which are related to entropy. 

The entropy balance relations developed in Chap. 7 are equally applicable 
to both reacting and nonreacting systems provided that the entropies of indi- 
vidual constituents are evaluated properly using a common basis. The 
entropy balance for any system (including reacting systems) undergoing 
any process can be expressed as 


Sin a Sout F Swen = A System (kJ/K) (15-18) 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 


Using quantities per unit mole of fuel and taking the positive direction of 
heat transfer to be to the system, the entropy balance relation can be 
expressed more explicitly for a closed or steady-flow reacting system as 
(Fig. 15-28) 


> z H Sa = Sprod Dread (kJ/K) (15-19) 
where T, is temperature at the boundary where Q, crosses it. For an adia- 
batic process (Q = 0), the entropy transfer term drops out and Eq. 15-19 
reduces to 


S genaai = Sprod E Sreact =0 (15-20) 
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At a specified temperature, the 
absolute entropy of an ideal gas at 
pressures other than Py = | atm 

can be determined by subtracting 

R, In (P/P,) from the tabulated value 
at | atm. 


The total entropy generated during a process can be determined by apply- 
ing the entropy balance to an extended system that includes the system itself 
and its immediate surroundings where external irreversibilities might be 
occurring. When evaluating the entropy transfer between an extended sys- 
tem and the surroundings, the boundary temperature of the extended system 
is simply taken to be the environment temperature, as explained in Chap. 7. 

The determination of the entropy change associated with a chemical reac- 
tion seems to be straightforward, except for one thing: The entropy relations 
for the reactants and the products involve the entropies of the components, 
not entropy changes, which was the case for nonreacting systems. Thus we 
are faced with the problem of finding a common base for the entropy of all 
substances, as we did with enthalpy. The search for such a common base led 
to the establishment of the third law of thermodynamics in the early part 
of this century. The third law was expressed in Chap. 7 as follows: The 
entropy of a pure crystalline substance at absolute zero temperature is zero. 

Therefore, the third law of thermodynamics provides an absolute base for 
the entropy values for all substances. Entropy values relative to this base are 
called the absolute entropy. The 5° values listed in Tables A-18 through 
A-25 for various gases such as N,, O,, CO, CO,, H,, H,O, OH, and O are 
the ideal-gas absolute entropy values at the specified temperature and at a 
pressure of I atm. The absolute entropy values for various fuels are listed in 
Table A-26 together with the h? values at the standard reference state of 
25°C and 1 atm. 

Equation 15-20 is a general relation for the entropy change of a reacting 
system. It requires the determination of the entropy of each individual com- 
ponent of the reactants and the products, which in general is not very easy 
to do. The entropy calculations can be simplified somewhat if the gaseous 
components of the reactants and the products are approximated as ideal 
gases. However, entropy calculations are never as easy as enthalpy or inter- 
nal energy calculations, since entropy is a function of both temperature and 
pressure even for ideal gases. 

When evaluating the entropy of a component of an ideal-gas mixture, we 
should use the temperature and the partial pressure of the component. Note 
that the temperature of a component is the same as the temperature of the 
mixture, and the partial pressure of a component is equal to the mixture 
pressure multiplied by the mole fraction of the component. 

Absolute entropy values at pressures other than P) = 1 atm for any tem- 
perature T can be obtained from the ideal-gas entropy change relation writ- 
ten for an imaginary isothermal process between states (T,P) and (T,P), as 
illustrated in Fig. 15-29: 


_ = P. 
s(T,P) = s°(T,P)) — Rnz (15-21) 
0 


For the component i of an ideal-gas mixture, this relation can be written as 


Iila 


STP) = 397P) — R, In (kJ/kmol - K) (15-22) 


0 
where P) = 1 atm, P, is the partial pressure, y, is the mole fraction of the 
component, and P,,, is the total pressure of the mixture. 


If a gas mixture is at a relatively high pressure or low temperature, the 
deviation from the ideal-gas behavior should be accounted for by incorpo- 
rating more accurate equations of state or the generalized entropy charts. 


15-7 = SECOND-LAW ANALYSIS 
OF REACTING SYSTEMS 


Once the total entropy change or the entropy generation is evaluated, the 
exergy destroyed Xj.ctoyeq a8Sociated with a chemical reaction can be deter- 
mined from 


X destroyed = To Speo (kJ) (15-23) 


where T, is the thermodynamic temperature of the surroundings. 

When analyzing reacting systems, we are more concerned with the 
changes in the exergy of reacting systems than with the values of exergy at 
various states (Fig. 15-30). Recall from Chap. 8 that the reversible work 
Wey represents the maximum work that can be done during a process. In the 
absence of any changes in kinetic and potential energies, the reversible work 
relation for a steady-flow combustion process that involves heat transfer 
with only the surroundings at T} can be obtained by replacing the enthalpy 
terms by he + h — hy, yielding 


Wer = > NG + h = h° = Tos) — X, N (ho + h = R° = Tos), (15-24) 


An interesting situation arises when both the reactants and the products are 
at the temperature of the surroundings Ty. In that case, h — T}5 = (h — ToS)r, 
= 2, which is, by definition, the Gibbs function of a unit mole of a sub- 
stance at temperature Tọ. The Wey relation in this case can be written as 


Wev = >) NBor — >, NoBop (15-25) 


or 


Wix = INg T ET, = 8°) = DN,(8? = ET, g 8°) (15-26) 


where g? is the Gibbs function of formation (8? = 0 for stable elements like 
N, and O, at the standard reference state of 25°C and 1 atm, just like the 
enthalpy of formation) and g;, — g° represents the value of the sensible 
Gibbs function of a substance at temperature 7, relative to the standard 
reference state. 

For the very special case of Teat = Toroa = To = 25°C (i.e., the reactants, 
the products, and the surroundings are at 25°C) and the partial pressure 
P; = 1 atm for each component of the reactants and the products, Eq. 15-26 
reduces to 


Wrey = ANT Jz A (kJ) (15-27) 


We can conclude from the above equation that the —g? value (the negative 
of the Gibbs function of formation at 25°C and 1 atm) of a compound 
represents the reversible work associated with the formation of that com- 
pound from its stable elements at 25°C and 1 atm in an environment at 


25°C and 1 atm (Fig. 15-31). The 8? values of several substances are listed 
in Table A-26. 
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Schematic for Example 15-9. 


EXAMPLE 15-9 Reversible Work Associated 
with a Combustion Process 


One Ibmol of carbon at 77°F and 1 atm is burned steadily with 1 Ibmol of 
oxygen at the same state as shown in Fig. 15-32. The CO, formed during 
the process is then brought to 77°F and 1 atm, the conditions of the sur- 
roundings. Assuming the combustion is complete, determine the reversible 
work for this process. 


Solution Carbon is burned steadily with pure oxygen. The reversible work 
associated with this process is to be determined. 

Assumptions 1 Combustion is complete. 2 Steady-flow conditions exist during 
combustion. 3 Oxygen and the combustion gases are ideal gases. 4 Changes 
in kinetic and potential energies are negligible. 

Properties The Gibbs function of formation at 77°F and 1 atm is O for C 
and O,, and — 169,680 Btu/Ibmol for CO,. The enthalpy of formation is O for 
C and O,, and —169,300 Btu/lbmol for CO,. The absolute entropy is 1.36 
Btu/Ibmol - R for C, 49.00 Btu/lbmol - R for O, and 51.07 Btu/Ibmol - R for 
CO, (Table A-26E). 

Analysis The combustion equation is 


(COC), 


The C, O,, and CO, are at 77°F and 1 atm, which is the standard reference 
state and also the state of the surroundings. Therefore, the reversible work in 
this case is simply the difference between the Gibbs function of formation of 
the reactants and that of the products (Eq. 15-27): 


Wev = X N,8 9r — DNB Fp 
0 0 
= NEE No8 za Nco,87co, a —Nco,8 co, 
= (= 1 lbmol) (= 169,680 Btu/Ibmol) 
= 169,680 Btu 


since the g; of stable elements at 77°F and 1 atm is zero. Therefore, 
169,680 Btu of work could be done as 1 Ibmol of C is burned with 1 Ibmol 
of O, at 77°F and 1 atm in an environment at the same state. The reversible 
work in this case represents the exergy of the reactants since the product 
(the CO.) is at the state of the surroundings. 
Discussion We could also determine the reversible work without involving 
the Gibbs function by using Eq. 15-24: 
We = SN Ph hs) SN ho Ts), 
= EN,- R5), - DN, R5), 
= Ne(h; — Ty8°)c + No, (h? — Tos°)o, — Nco,(h? — TyS°)co, 
Substituting the enthalpy of formation and absolute entropy values, we obtain 
Wv = (1 lbmol C)[0 — (537 R) (1.36 Btu/lbmol - R) | 
+ (1 lbmol O,)[0 — (537 R) (49.00 Btu/Ibmol - R) | 
— (1 Ibmol CO,)[—169,300 Btu/Ibmol — (537 R)(51.07 Btu/Ibmol - R)| 
= 169,680 Btu 


which is identical to the result obtained before. 


EXAMPLE 15-10 Second-Law Analysis of Adiabatic Combustion 


Methane (CH,) gas enters a steady-flow adiabatic combustion chamber at 
25°C and 1 atm. It is burned with 50 percent excess air that also enters at 
25°C and 1 atm, as shown in Fig. 15-33. Assuming complete combustion, 
determine (a) the temperature of the products, (b) the entropy generation, 
and (c) the reversible work and exergy destruction. Assume that Tọ = 298 K 
and the products leave the combustion chamber at 1 atm pressure. 


Solution Methane is burned with excess air in a steady-flow combustion 
chamber. The product temperature, entropy generated, reversible work, and 
exergy destroyed are to be determined. 

Assumptions 1 Steady-flow conditions exist during combustion. 2 Air and 
the combustion gases are ideal gases. 3 Changes in kinetic and potential 
energies are negligible. 4 The combustion chamber is adiabatic and thus 
there is no heat transfer. 5 Combustion is complete. 

Analysis (a) The balanced equation for the complete combustion process 
with 50 percent excess air is 


CH,(g) + 3(O, + 3.76N,) > CO, + 2H,O + O, + 11.28N, 


Under steady-flow conditions, the adiabatic flame temperature is determined 
from Hproa = Hreacst Which reduces to 


SN, (At h — A) = X Nhe, = (NA) cu, 
since all the reactants are at the standard reference state and h? = O for 0, 


and N,. Assuming ideal-gas behavior for air and for the products, the h? and 
h values of various components at 298 K can be listed as 


h? ħ298 K 
Substance kJ/kmol kJ/kmol 
CH, (g) —74,850 = 
0, O 8682 
N3 @ 8669 
H,O(g) —241,820 9904 
(COs —393,520 9364 


Substituting, we have 

(1 kmol CO,)[ (—393,520 + hco, — 9364) kJ/kmol CO] 
+ (2 kmol H,0)[(—241,820 + hyo — 9904) kI/kmol H,O] 
+ (11.28 kmol N,)[(0 + Ay, — 8669) kJ/kmol N3] 


+ (1 kmol 0,)[(0 + ho, — 8682) kJ/kmol O3] 
= (1 kmol CH,) (—74,850 kJ/kmol CH) 
which yields 
hoo, + 2hyo + ho, + 11.28hy, = 937,950 kJ 
By trial and error, the temperature of the products is found to be 
Tyroa = 1789 K 
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Schematic for Example 15-11. 


(b) Noting that combustion is adiabatic, the entropy generation during this 
process is determined from Eq. 15-20: 


Daan = prod — Sian = Ds, om DNs, 


The CH, is at 25°C and 1 atm, and thus its absolute entropy is Sch, = 
186.16 kJ/kmol - K (Table A-26). The entropy values listed in the ideal-gas 
tables are for 1 atm pressure. Both the air and the product gases are at a 
total pressure of 1 atm, but the entropies are to be calculated at the partial 
pressure of the components, which is equal to P; = Y;Piota,, where y; is the 
mole fraction of component /. From Eq. 15-22: 


S; = N;s;(T, P;) = Ni se(T, Po) ~~ R, InyPn| 


The entropy calculations can be represented in tabular form as follows: 


N; Jj S íl atm) =R In VEF Nis; 

CH, 1 1.00 186.16 = 186.16 
0, 3 0.21 205.04 12.98 654.06 
N3 I. O79 191.61 1.96 2183.47 

Seat = 3023.69 
CO, 1 0.0654 3022517 22.674 325), 1S) 
H20 2 0.1309 256.95 16.905 591872 
02 1 0.0654 264.471 22.674 227m5 
N3 11.28 0.7382 247.977 2.524 2825.65 

Soa = 3989.71 
Thus, 


Suen = Oprod Saa = (voy. — 3023°69) kI/kmol- ie CH 
= 966.0 kJ/kmol - K 
(c) The exergy destruction or irreversibility associated with this process is 
determined from Eq. 15-23, 
X destroyed = 10S gen = (298 K)(966.0'kJ/kmol - K) 

= 288 MJ/kmol CH, 
That is, 288 MJ of work potential is wasted during this combustion process 
for each kmol of methane burned. This example shows that even complete 
combustion processes are highly irreversible. 


This process involves no actual work. Therefore, the reversible work and 
exergy destroyed are identical: 


W,., = 288 MJ/kmol CH, 


That is, 288 MJ of work could be done during this process but is not. 
Instead, the entire work potential is wasted. 


EXAMPLE 15-11 Second-Law Analysis 
of Isothermal Combustion 


Methane (CH,) gas enters a steady-flow combustion chamber at 25°C and 
1 atm and is burned with 50 percent excess air, which also enters at 25°C 
and 1 atm, as shown in Fig. 15-34. After combustion, the products 
are allowed to cool to 25°C. Assuming complete combustion, determine 


(a) the heat transfer per kmol of CH4, (b) the entropy generation, and (c) the 
reversible work and exergy destruction. Assume that Tọ = 298 K and the 
products leave the combustion chamber at 1 atm pressure. 


Solution This is the same combustion process we discussed in Example 
15-10, except that the combustion products are brought to the state of the 
surroundings by transferring heat from them. Thus the combustion equation 
remains the same: 


CH,(g) + 3(O, + 3.76N,) > CO, + 2H,O + O, + 11.28N, 


At 25°C, part of the water will condense. The amount of water vapor that 
remains in the products is determined from (see Example 15-3) 
N, P 3.1698 kPa 


Nas Paa 101325 Pa 


= 0.03128 


and 


IP. 
N,= (; ) = (0.03128) (13.28 + N,) > N, = 0.43 kmol 
total 


Therefore, 1.57 kmol of the HO formed is in the liquid form, which is 
removed at 25°C and 1 atm. When one is evaluating the partial pressures of 
the components in the product gases, the only water molecules that need to 
be considered are those that are in the vapor phase. As before, all the 
gaseous reactants and products are treated as ideal gases. 


(a) Heat transfer during this steady-flow combustion process is determined 
from the steady-flow energy balance Eut = Ein on the combustion chamber, 


Oon ar DES Fx EN, hy 
since all the reactants and products are at the standard reference of 25°C 


and the enthalpy of ideal gases depends on temperature only. Solving for 
Qut and substituting the h? values, we have 


Qo = (1 kmol CH4) (— 74,850 kJ/kmol CH4) 
— (1 kmol CO,) (—393,520 kJ/kmol CO) 
— [0.43 kmol H,O (g) ][— 241,820 kJ/kmol H,O (g)] 
—[1.57 kmol H,O (£) ][— 285.830 kJ/kmol H,O (£)] 
= 871,400 kJ/kmol CH, 


(b) The entropy of the reactants was evaluated in Example 15-10 and was 
determined to be S, = 3023.69 kJ/kmol - K CH,. By following a similar 


react 


approach, the entropy of the products is determined to be 


N; Y; S;(T, 1 atm) = 1h In Y;Pm Nis; 
H,O(€) 1.57 1.0000 69.92 = 109.77 
H,O 0.43 0.0314 188.83 280m 98.57 
CO, 1 010729 213.80 Bilal i 23897 
O, 1 010729 205.04 2T 226.81 
N3 11.28 0.8228 IDLE 1.62 2179.63 


Sood = 2845.35 
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Then the total entropy generation during this process is determined from an 
entropy balance applied on an extended system that includes the immediate 
surroundings of the combustion chamber 


i Oout 
Se = Sere Sree ! T 


surr 


871,400 kJ/kmol 


= 35 = 3023) + 
(2845.35 — 3023.69) kI/kmol aye 


= 2746 kJ/kmol - K CH, 


(c) The exergy destruction and reversible work associated with this process 
are determined from 


X destroyed = ToS gen = (298 K) (2746 kJ/kmol - K) 
= 818 MJ/kmol CH, 
and 
Wev = X cestroyea = 818 MJ/kmol CH, 


since this process involves no actual work. Therefore, 818 MJ of work could 
be done during this process but is not. Instead, the entire work potential is 
wasted. The reversible work in this case represents the exergy of the reac- 
tants before the reaction starts since the products are in equilibrium with 
the surroundings, that is, they are at the dead state. 

Discussion Note that, for simplicity, we calculated the entropy of the prod- 
uct gases before they actually entered the atmosphere and mixed with the 
atmospheric gases. A more complete analysis would consider the composi- 
tion of the atmosphere and the mixing of the product gases with the gases in 
the atmosphere, forming a homogeneous mixture. There is additional entropy 
generation during this mixing process, and thus additional wasted work 
potential. 


TOPIC OF SPECIAL INTEREST* Fuel Cells 


Fuels like methane are commonly burned to provide thermal energy at high 
temperatures for use in heat engines. However, a comparison of the 
reversible works obtained in the last two examples reveals that the exergy of 
the reactants (818 MJ/kmol CH,) decreases by 288 MJ/kmol as a result of 
the irreversible adiabatic combustion process alone. That is, the exergy of the 
hot combustion gases at the end of the adiabatic combustion process is 818 
— 288 = 530 MJ/kmol CH,. In other words, the work potential of the hot 
combustion gases is about 65 percent of the work potential of the reactants. 
It seems that when methane is burned, 35 percent of the work potential is 
lost before we even start using the thermal energy (Fig. 15-35). 

Thus, the second law of thermodynamics suggests that there should be a 
better way of converting the chemical energy to work. The better way is, of 
course, the less irreversible way, the best being the reversible case. In chemi- 


*This section can be skipped without a loss in continuity. 


cal reactions, the irreversibility is due to uncontrolled electron exchange 
between the reacting components. The electron exchange can be controlled 
by replacing the combustion chamber by electrolytic cells, like car batteries. 
(This is analogous to replacing unrestrained expansion of a gas in mechani- 
cal systems by restrained expansion.) In the electrolytic cells, the electrons 
are exchanged through conductor wires connected to a load, and the chemi- 
cal energy is directly converted to electric energy. The energy conversion 
devices that work on this principle are called fuel cells. Fuel cells are not 
heat engines, and thus their efficiencies are not limited by the Carnot effi- 
ciency. They convert chemical energy to electric energy essentially in an 
isothermal manner. 

A fuel cell functions like a battery, except that it produces its own electric- 
ity by combining a fuel with oxygen in a cell electrochemically without 
combustion, and discards the waste heat. A fuel cell consists of two elec- 
trodes separated by an electrolyte such as a solid oxide, phosphoric acid, or 
molten carbonate. The electric power generated by a single fuel cell is usu- 
ally too small to be of any practical use. Therefore, fuel cells are usually 
stacked in practical applications. This modularity gives the fuel cells consid- 
erable flexibility in applications: The same design can be used to generate a 
small amount of power for a remote switching station or a large amount of 
power to supply electricity to an entire town. Therefore, fuel cells are termed 
the “microchip of the energy industry.” 

The operation of a hydrogen—oxygen fuel cell is illustrated in Fig. 15-36. 
Hydrogen is ionized at the surface of the anode, and hydrogen ions flow 
through the electrolyte to the cathode. There is a potential difference 
between the anode and the cathode, and free electrons flow from the anode 
to the cathode through an external circuit (such as a motor or a generator). 
Hydrogen ions combine with oxygen and the free electrons at the surface of 
the cathode, forming water. Therefore, the fuel cell operates like an electrol- 
ysis system working in reverse. In steady operation, hydrogen and oxygen 
continuously enter the fuel cell as reactants, and water leaves as the product. 
Therefore, the exhaust of the fuel cell is drinkable quality water. 

The fuel cell was invented by William Groves in 1839, but it did not 
receive serious attention until the 1960s, when they were used to produce 
electricity and water for the Gemini and Apollo spacecraft during their mis- 
sions to the moon. Today they are used for the same purpose in the space 
shuttle missions. Despite the irreversible effects such as internal resistance to 
electron flow, fuel cells have a great potential for much higher conversion 
efficiencies. Currently fuel cells are available commercially, but they are 
competitive only in some niche markets because of their higher cost. Fuel 
cells produce high-quality electric power efficiently and quietly while gener- 
ating low emissions using a variety of fuels such as hydrogen, natural gas, 
propane, and biogas. Recently many fuel cells have been installed to gener- 
ate electricity. For example, a remote police station in Central Park in New 
York City is powered by a 200-kW phosphoric acid fuel cell that has an 
efficiency of 40 percent with negligible emissions (it emits 1 ppm NO, and 
5 ppm CO). 
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Hybrid power systems (HPS) that combine high-temperature fuel cells and 
gas turbines have the potential for very high efficiency in converting natural 
gas (or even coal) to electricity. Also, some car manufacturers are planning 
to introduce cars powered by fuel-cell engines, thus more than doubling the 
efficiency from less than 30 percent for the gasoline engines to up to 60 per- 
cent for fuel cells. In 1999, DaimlerChrysler unveiled its hydrogen fuel-cell 
powered car called NECAR IV that has a refueling range of 280 miles and 
can carry 4 passengers at 90 mph. Some research programs to develop such 
hybrid systems with an efficiency of at least 70 percent by 2010 are under 


way. 


SUMMARY 


Any material that can be burned to release energy is called a 
fuel, and a chemical reaction during which a fuel is oxidized 
and a large quantity of energy is released is called combus- 
tion. The oxidizer most often used in combustion processes is 
air. The dry air can be approximated as 21 percent oxygen 
and 79 percent nitrogen by mole numbers. Therefore, 


1 kmol O, + 3.76 kmol N, = 4.76 kmol air 


During a combustion process, the components that exist 
before the reaction are called reactants and the components 
that exist after the reaction are called products. Chemical 
equations are balanced on the basis of the conservation of 
mass principle, which states that the total mass of each ele- 
ment is conserved during a chemical reaction. The ratio of 
the mass of air to the mass of fuel during a combustion 
process is called the air—fuel ratio AF: 


AF = M air 
M fuel 
where m,;, = (NM), ;, and Mpe = E(N; Mp inet: 

A combustion process is complete if all the carbon in the 
fuel burns to CO,, all the hydrogen burns to H,O, and all 
the sulfur (if any) burns to SO,. The minimum amount of air 
needed for the complete combustion of a fuel is called 
the stoichiometric or theoretical air. The theoretical air is 
also referred to as the chemically correct amount of air or 
100 percent theoretical air. The ideal combustion process dur- 
ing which a fuel is burned completely with theoretical air is 
called the stoichiometric or theoretical combustion of that 
fuel. The air in excess of the stoichiometric amount is called 
the excess air. The amount of excess air is usually expressed 
in terms of the stoichiometric air as percent excess air or per- 
cent theoretical air. 

During a chemical reaction, some chemical bonds are bro- 
ken and others are formed. Therefore, a process that involves 
chemical reactions involves changes in chemical energies. 
Because of the changed composition, it is necessary to have a 


standard reference state for all substances, which is chosen to 
be 25°C (77°F) and 1 atm. 

The difference between the enthalpy of the products at a 
specified state and the enthalpy of the reactants at the 
same state for a complete reaction is called the enthalpy of 
reaction hg. For combustion processes, the enthalpy of reac- 
tion is usually referred to as the enthalpy of combustion he, 
which represents the amount of heat released during a steady- 
flow combustion process when | kmol (or | kg) of fuel is 
burned completely at a specified temperature and pressure. 
The enthalpy of a substance at a specified state due to its 
chemical composition is called the enthalpy of formation hy. 
The enthalpy of formation of all stable elements is assigned a 
value of zero at the standard reference state of 25°C and 1 
atm. The heating value of a fuel is defined as the amount of 
heat released when a fuel is burned completely in a steady- 
flow process and the products are returned to the state of the 
reactants. The heating value of a fuel is equal to the absolute 


value of the enthalpy of combustion of the fuel, 
Heating value = |h¢| (kJ/kg fuel) 


Taking heat transfer to the system and work done by the 
system to be positive quantities, the conservation of energy 
relation for chemically reacting steady-flow systems can be 
expressed per unit mole of fuel as 


Q-W=XẸ N, (h+ h- h°), — DNAS + h = h°), 


where the superscript ° represents properties at the standard ref- 
erence state of 25°C and 1 atm. For a closed system, it becomes 


Q-W=YỌN,h+h-h — PV), 
- XN, (h+ h- h HP), 
The PV terms are negligible for solids and liquids and can be 
replaced by R,T for gases that behave as ideal gases. 


In the absence of any heat loss to the surroundings (Q = 0), 
the temperature of the products will reach a maximum, which 
is called the adiabatic flame temperature of the reaction. 
The adiabatic flame temperature of a steady-flow combus- 


tion process is determined from H roa = Hreact OF 


SN, (h9 + h — h°), = SN, (Ao + h — h°), 


Taking the positive direction of heat transfer to be fo the 
system, the entropy balance relation can be expressed for a 
closed system or steady-flow combustion chamber as 


Qn 
> Ti ! Sgen z Sprod Sreact 


For an adiabatic process it reduces to 
S'gen,adiabatic = S prod ~ Sreact 20 


The third law of thermodynamics states that the entropy of 
a pure crystalline substance at absolute zero temperature is 
zero. The third law provides a common base for the entropy 
of all substances, and the entropy values relative to this base 
are called the absolute entropy. The ideal-gas tables list the 
absolute entropy values over a wide range of temperatures but 
at a fixed pressure of Py) = 1 atm. Absolute entropy values at 
other pressures P for any temperature T are determined from 
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z = P 
s (T, P) = s°(T, Po) — R, In— 
Po 
For component i of an ideal-gas mixture, this relation can be 
written as 


ed 
5,(T, Pi) = 59(F, Po) ~ Ryn 


0 


where P, is the partial pressure, y; is the mole fraction of the 
component, and P,, is the total pressure of the mixture in 
atmospheres. 

The exergy destruction and the reversible work associated 
with a chemical reaction are determined from 


X destroyed = Wey ~ Wact = ToS gen 
and 

We = X N, (h? + h -h — Ts), — SN, (he + h — h°- Tys), 
When both the reactants and the products are at the tempera- 


ture of the surroundings T), the reversible work can be 
expressed in terms of the Gibbs functions as 


Wrev = S N, (g? + ET, ~ 8°), ~ S N, (a? + ET, ~ g Jy 
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PROBLEMS* 


Fuels and Combustion 


15-1C What are the approximate chemical compositions of 
gasoline, diesel fuel, and natural gas? 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon œ are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


15-2C How does the presence of N, in air affect the out- 
come of a combustion process? 


15-3C How does the presence of moisture in air affect the 
outcome of a combustion process? 


15-4C What does the dew-point temperature of the product 
gases represent? How is it determined? 


15-5C Is the number of atoms of each element conserved 
during a chemical reaction? How about the total number of 
moles? 
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15-6C What is the air-fuel ratio? How is it related to the 
fuel—air ratio? 


Thermodynamics 


15-7C Is the air-fuel ratio expressed on a mole basis iden- 
tical to the air-fuel ratio expressed on a mass basis? 


Theoretical and Actual Combustion Processes 
15-8C What are the causes of incomplete combustion? 


15-9C Which is more likely to be found in the products of 
an incomplete combustion of a hydrocarbon fuel, CO or OH? 
Why? 


15-10C What does 100 percent theoretical air represent? 


15-11C Are complete combustion and theoretical combus- 
tion identical? If not, how do they differ? 


15-12C Consider a fuel that is burned with (a) 130 percent 
theoretical air and (b) 70 percent excess air. In which case is 
the fuel burned with more air? 


15-13 Methane (CH,) is burned with stoichiometric 
amount of air during a combustion process. Assuming com- 
plete combustion, determine the air-fuel and fuel—air ratios. 


15-14 Propane (C3Hg) is burned with 75 percent excess air 
during a combustion process. Assuming complete combus- 
tion, determine the air-fuel ratio. Answer: 27.5 kg air/kg fuel 


15-15 Acetylene (C,H,) is burned with stoichiometric 
amount of air during a combustion process. Assuming com- 
plete combustion, determine the air—fuel ratio on a mass and 
on a mole basis. 


15-16 One kmol of ethane (C,H,) is burned with an 
unknown amount of air during a combustion process. An 
analysis of the combustion products reveals that the combus- 
tion is complete, and there are 3 kmol of free O, in the prod- 
ucts. Determine (a) the air—fuel ratio and (b) the percentage 
of theoretical air used during this process. 


15-17E Ethylene (C,H,) is burned with 200 percent theo- 
retical air during a combustion process. Assuming complete 
combustion and a total pressure of 14.5 psia, determine 
(a) the air-fuel ratio and (b) the dew-point temperature of 
the products. Answers: (a) 29.6 Ibm air/lbm fuel, (b) 101°F 


15-18 Propylene (C,H) is burned with 50 percent excess 
air during a combustion process. Assuming complete com- 
bustion and a total pressure of 105 kPa, determine (a) the 
air-fuel ratio and (b) the temperature at which the water 
vapor in the products will start condensing. 


15-19 Propal alcohol (C;H,OH) is burned with 50 percent 
excess air. Write the balanced reaction equation for complete 
combustion and determine the air-to-fuel ratio. 

Answer: 15.5 kg air/kg fuel 


15-20 Butane (C,H,,) is burned in 200 percent theoretical 
air. For complete combustion, how many kmol of water must 
be sprayed into the combustion chamber per kmol of fuel if 


the products of combustion are to have a dew-point tempera- 
ture of 60°C when the product pressure is 100 kPa? 


15-21 A fuel mixture of 20 percent by mass methane (CH,) 
and 80 percent by mass ethanol (C,H,O), is burned completely 
with theoretical air. If the total flow rate of the fuel is 31 kg/s, 
determine the required flow rate of air. Answer: 330 kg/s 


15-22 Octane (CgHjg) is burned with 250 percent theoreti- 
cal air, which enters the combustion chamber at 25°C. 
Assuming complete combustion and a total pressure of 1 atm, 
determine (a) the air—fuel ratio and (b) the dew-point temper- 
ature of the products. 
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15-23 Gasoline (assumed C,H,) is burned steadily with air 
in a jet engine. If the air—fuel ratio is 18 kg air/kg fuel, deter- 
mine the percentage of theoretical air used during this 
process. 


15-24 Ina combustion chamber, ethane (C,Hg) is burned at 
a rate of 8 kg/h with air that enters the combustion chamber 
at a rate of 176 kg/h. Determine the percentage of excess air 
used during this process. Answer: 37 percent 


15-25 One kilogram of butane (C,H;ọ) is burned with 
25 kg of air that is at 30°C and 90 kPa. Assuming that the 
combustion is complete and the pressure of the products is 
90 kPa, determine (a) the percentage of theoretical air used 
and (b) the dew-point temperature of the products. 


15-26E One Ibm of butane (C,H,,9) is burned with 25 Ibm 
of air that is at 90°F and 14.7 psia. Assuming that the 
combustion is complete and the pressure of the products is 
14.7 psia, determine (a) the percentage of theoretical air 
used and (b) the dew-point temperature of the products. 
Answers: (a) 161 percent, (b) 113°F 


15-27 A certain natural gas has the following volumetric 
analysis: 65 percent CH,, 8 percent H,, 18 percent N,, 3 per- 
cent O,, and 6 percent CO,. This gas is now burned com- 
pletely with the stoichiometric amount of dry air. What is the 
air-fuel ratio for this combustion process? 


15-28 Repeat Prob. 15-27 by replacing the dry air by moist 
air that enters the combustion chamber at 25°C, | atm, and 
85 percent relative humidity. 


15-29 A gaseous fuel with a volumetric analysis of 60 per- 
cent CH,, 30 percent H,, and 10 percent N, is burned to com- 
pletion with 130 percent theoretical air. Determine (a) the 


air—fuel ratio and (b) the fraction of water vapor that would 
condense if the product gases were cooled to 20°C at 1 atm. 
Answers: (a) 18.6 kg air/kg fuel, (b) 88 percent 


15-30 Reconsider Prob. 15—29. Using EES (or other) 

<= software, study the effects of varying the per- 
centages of CH,, H,, and N, making up the fuel and the 
product gas temperature in the range 5 to 150°C. 


15-31 A certain coal has the following analysis on a mass 
basis: 82 percent C, 5 percent H,O, 2 percent H,, 1 percent 
O,, and 10 percent ash. The coal is burned with 50 percent 
excess air. Determine the air—fuel ratio. Answer: 15.1 kg 
air/kg coal 


15-32 Octane (C,H;,) is burned with dry air. The volumet- 
ric analysis of the products on a dry basis is 9.21 percent 
CO,, 0.61 percent CO, 7.06 percent O,, and 83.12 percent 
N,. Determine (a) the air-fuel ratio and (b) the percentage of 
theoretical air used. 


15-33 Carbon (C) is burned with dry air. The volumetric 
analysis of the products is 10.06 percent CO,, 0.42 percent 
CO, 10.69 percent O,, and 78.83 percent N,. Determine (a) 
the air—fuel ratio and (b) the percentage of theoretical air 
used. 


15-34 Methane (CH,) is burned with dry air. The volumetric 
analysis of the products on a dry basis is 5.20 percent CO,, 
0.33 percent CO, 11.24 percent O,, and 83.23 percent N}. 
Determine (a) the air—fuel ratio and (b) the percentage of theo- 
retical air used. Answers: (a) 34.5 kg air/kg fuel, (b) 200 percent 


Enthalpy of Formation and Enthalpy of Combustion 


15-35C What is enthalpy of combustion? How does it dif- 
fer from the enthalpy of reaction? 


15-36C What is enthalpy of formation? How does it differ 
from the enthalpy of combustion? 


15-37C What are the higher and the lower heating values 
of a fuel? How do they differ? How is the heating value of a 
fuel related to the enthalpy of combustion of that fuel? 


15-38C When are the enthalpy of formation and the 
enthalpy of combustion identical? 


15-39C Does the enthalpy of formation of a substance 
change with temperature? 


15-40C The he. of N, is listed as zero. Does this mean that 
N, contains no chemical energy at the standard reference 
state? 


15-41C Which contains more chemical energy, | kmol of 
H, or | kmol of H,O? 


15-42 Determine the enthalpy of combustion of methane 
(CH,) at 25°C and 1 atm, using the enthalpy of formation 
data from Table A-26. Assume that the water in the products 
is in the liquid form. Compare your result to the value listed 
in Table A-27. Answer: -890,330 kJ/kmol 
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15-43 Reconsider Prob. 15—42. Using EES (or other) 

SS software, study the effect of temperature on the 
enthalpy of combustion. Plot the enthalpy of combustion as a 
function of temperature over the range 25 to 600°C. 


15-44 Repeat Prob. 15—42 for gaseous ethane (C,H,). 
15-45 Repeat Prob. 15—42 for liquid octane (C,H),). 


First-Law Analysis of Reacting Systems 


15-46C Derive an energy balance relation for a reacting 
closed system undergoing a quasi-equilibrium constant pres- 
sure expansion or compression process. 


15-47C Consider a complete combustion process during 
which both the reactants and the products are maintained at 
the same state. Combustion is achieved with (a) 100 percent 
theoretical air, (b) 200 percent theoretical air, and (c) the 
chemically correct amount of pure oxygen. For which case 
will the amount of heat transfer be the highest? Explain. 


15-48C Consider a complete combustion process during 
which the reactants enter the combustion chamber at 20°C 
and the products leave at 700°C. Combustion is achieved 
with (a) 100 percent theoretical air, (b) 200 percent theoreti- 
cal air, and (c) the chemically correct amount of pure oxygen. 
For which case will the amount of heat transfer be the low- 
est? Explain. 


15-49 Methane (CH,) is burned completely with the stoi- 
chiometric amount of air during a steady-flow combustion 
process. If both the reactants and the products are maintained 
at 25°C and | atm and the water in the products exists in the 
liquid form, determine the heat transfer from the combustion 
chamber during this process. What would your answer be if 
combustion were achieved with 100 percent excess air? 
Answer: 890,330 kJ/kmol 


15-50 Hydrogen (H,) is burned completely with the stoi- 
chiometric amount of air during a steady-flow combustion 
process. If both the reactants and the products are maintained 
at 25°C and | atm and the water in the products exists in the 
liquid form, determine the heat transfer from the combustion 
chamber during this process. What would your answer be if 
combustion were achieved with 50 percent excess air? 


15-51 Liquid propane (C;Hg) enters a combustion chamber 
at 25°C at a rate of 1.2 kg/min where it is mixed and burned 
with 150 percent excess air that enters the combustion 
chamber at 12°C. If the combustion is complete and the exit 
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temperature of the combustion gases is 1200 K, determine 
(a) the mass flow rate of air and (b) the rate of heat transfer 
from the combustion chamber. Answers: (a) 47.1 kg/min, 
(b) 5194 kJ/min 


15-52E Liquid propane (C;Hg) enters a combustion cham- 
ber at 77°F at a rate of 0.75 lbm/min where it is mixed and 
burned with 150 percent excess air that enters the combustion 
chamber at 40°F. if the combustion is complete and the exit 
temperature of the combustion gases is 1800 R, determine 
(a) the mass flow rate of air and (b) the rate of heat transfer 
from the combustion chamber. Answers: (a) 29.4 Ibm/min, 
(b) 4479 Btu/min 


Thermodynamics 


15-53 Acetylene gas (C,H,) is burned completely with 
20 percent excess air during a steady-flow combustion 
process. The fuel and air enter the combustion chamber at 
25°C, and the products leave at 1500 K. Determine (a) the 
air-fuel ratio and (b) the heat transfer for this process. 


15-54E Liquid octane (CH;ş) at 77°F is burned com- 
pletely during a steady-flow combustion process with 180 
percent theoretical air that enters the combustion chamber at 
71°F. If the products leave at 2500 R, determine (a) the 
air-fuel ratio and (b) the heat transfer from the combustion 
chamber during this process. 


15-55 Benzene gas (CH6) at 25°C is burned during a 
steady-flow combustion process with 95 percent theoretical 
air that enters the combustion chamber at 25°C. All the 
hydrogen in the fuel burns to H,O, but part of the carbon 
burns to CO. If the products leave at 1000 K, determine 
(a) the mole fraction of the CO in the products and (b) the 
heat transfer from the combustion chamber during this 
process. Answers: (a) 2.1 percent, (b) 2,112,800 kJ/kmol CsHe 


15-56 Diesel fuel (C,,H,,) at 25°C is burned in a steady- 
flow combustion chamber with 20 percent excess air that also 
enters at 25°C. The products leave the combustion chamber 
at 500 K. Assuming combustion is complete, determine the 
required mass flow rate of the diesel fuel to supply heat at a 
rate of 2000 kJ/s. Answer: 49.5 g/s 


15-S7E Diesel fuel (C,,H,,) at 77°F is burned in a steady- 
flow combustion chamber with 20 percent excess air that also 
enters at 77°F. The products leave the combustion chamber at 
800 R. Assuming combustion is complete, determine the 
required mass flow rate of the diesel fuel to supply heat at a 
rate of 1800 Btu/s. Answer: 0.1 |bm/s 


15-58 A Octane gas (C¿H;s) at 25°C is burned steadily 

R with 30 percent excess air at 25°C, 1 atm, and 
60 percent relative humidity. Assuming combustion is 
complete and the products leave the combustion chamber at 
600 K, determine the heat transfer for this process per unit 
mass of octane. 


15-59 Reconsider Prob. 15-58. Using EES (or other) 
<= software, investigate the effect of the amount 


of excess air on the heat transfer for the combustion process. 
Let the excess air vary from 0 to 200 percent. Plot the heat 
transfer against excess air, and discuss the results. 


15-60 Ethane gas (C,Hg) at 25°C is burned in a steady-flow 
combustion chamber at a rate of 5 kg/h with the stoichiomet- 
ric amount of air, which is preheated to 500 K before enter- 
ing the combustion chamber. An analysis of the combustion 
gases reveals that all the hydrogen in the fuel burns to H,O 
but only 95 percent of the carbon burns to CO), the remain- 
ing 5 percent forming CO. If the products leave the combus- 
tion chamber at 800 K, determine the rate of heat transfer 
from the combustion chamber. Answer: 200,170 kJ/h 
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15-61 «a A constant-volume tank contains a mixture of 

«5» 120 g of methane (CH,) gas and 600 g of O, at 
25°C and 200 kPa. The contents of the tank are now ignited, 
and the methane gas burns completely. If the final tempera- 
ture is 1200 K, determine (a) the final pressure in the tank 
and (b) the heat transfer during this process. 


15-62 Reconsider Prob. 15—61. Using EES (or other) 

SS software, investigate the effect of the final tem- 
perature on the final pressure and the heat transfer for the 
combustion process. Let the final temperature vary from 500 
to 1500 K. Plot the final pressure and heat transfer against 
the final temperature, and discuss the results. 


15-63 A closed combustion chamber is designed so that it 
maintains a constant pressure of 300 kPa during a combus- 
tion process. The combustion chamber has an initial volume 
of 0.5 mê and contains a stoichiometric mixture of octane 
(CsH;g) gas and air at 25°C. The mixture is now ignited, and 
the product gases are observed to be at 1000 K at the end of 
the combustion process. Assuming complete combustion, and 
treating both the reactants and the products as ideal gases, 
determine the heat transfer from the combustion chamber 
during this process. Answer: 3610 kJ 


15-64 A constant-volume tank contains a mixture of 
1 kmol of benzene (CH) gas and 30 percent excess air at 
25°C and 1 atm. The contents of the tank are now ignited, 
and all the hydrogen in the fuel burns to H,O but only 92 
percent of the carbon burns to CO,, the remaining 8 percent 
forming CO. If the final temperature in the tank is 1000 K, 
determine the heat transfer from the combustion chamber 
during this process. 
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15-65E A constant-volume tank contains a mixture of 1 1b- 
mol of benzene (C,H,) gas and 30 percent excess air at 77°F 
and 1 atm. The contents of the tank are now ignited, and all 
the hydrogen in the fuel burns to H,O but only 92 percent of 
the carbon burns to CO,, the remaining 8 percent forming 
CO. If the final temperature in the tank is 1800 R, determine 
the heat transfer from the combustion chamber during this 
process. Answer: 946,870 Btu 


15-66 To supply heated air to a house, a high-efficiency 
gas furnace burns gaseous propane (C,H,) with a combustion 
efficiency of 96 percent. Both the fuel and 140 percent theo- 
retical air are supplied to the combustion chamber at 25°C 
and 100 kPa, and the combustion is complete. Because this is 
a high-efficiency furnace, the product gases are cooled to 
25°C and 100 kPa before leaving the furnace. To maintain 
the house at the desired temperature, a heat transfer rate of 
31,650 kJ/h is required from the furnace. Determine the 
volume of water condensed from the product gases per day. 
Answer: 8.7 L/day 


15-67 Liquid ethyl alcohol (C,H;OH(¢)) at 25°C is burned 
in a steady-flow combustion chamber with 40 percent excess 
air that also enters at 25°C. The products leave the combus- 
tion chamber at 600 K. Assuming combustion is complete, 
determine the required volume flow rate of the liquid ethyl 
alcohol, to supply heat at a rate of 2000 kJ/s. At 25°C the 
density of liquid ethyl alcohol is 790 kg/m}, the specific heat 
at a constant pressure is 114.08 kJ/kmol - K, and the enthalpy 
of vaporization is 42,340 kJ/kmol. Answer: 6.81 L/min 


Adiabatic Flame Temperature 


15-68C_ A fuel is completely burned first with the stoichio- 
metric amount of air and then with the stoichiometric amount 
of pure oxygen. For which case will the adiabatic flame tem- 
perature be higher? 


15-69C A fuel at 25°C is burned in a well-insulated 
steady-flow combustion chamber with air that is also at 25°C. 
Under what conditions will the adiabatic flame temperature 
of the combustion process be a maximum? 


15-70 A > Hydrogen (H,) at 7°C is burned with 20 per- 

<eés” cent excess air that is also at 7°C during an 
adiabatic steady-flow combustion process. Assuming com- 
plete combustion, determine the exit temperature of the prod- 
uct gases. Answer: 2251.4 K 
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15-71 Reconsider Prob. 15—70. Using EES (or other) 


Sz software, modify this problem to include the 
fuels butane, ethane, methane, and propane as well as H,; to 
include the effects of inlet air and fuel temperatures; and the 
percent theoretical air supplied. Select a range of input param- 
eters and discuss the results for your choices. 


15-72E Hydrogen (H,) at 40°F is burned with 20 percent 
excess air that is also at 40°F during an adiabatic steady-flow 
combustion process. Assuming complete combustion, find the 
exit temperature of the product gases. 


15-73 Acetylene gas (C,H,) at 25°C is burned during a 
steady-flow combustion process with 30 percent excess air at 
27°C. It is observed that 75,000 kJ of heat is being lost from 
the combustion chamber to the surroundings per kmol of 
acetylene. Assuming combustion is complete, determine the 
exit temperature of the product gases. Answer: 2301 K 


15-74 An adiabatic constant-volume tank contains a mix- 
ture of 1 kmol of hydrogen (H,) gas and the stoichiometric 
amount of air at 25°C and 1 atm. The contents of the tank are 
now ignited. Assuming complete combustion, determine the 
final temperature in the tank. 


15-75 Octane gas (CgHj,) at 25°C is burned steadily with 
30 percent excess air at 25°C, | atm, and 60 percent relative 
humidity. Assuming combustion is complete and adiabatic, 
calculate the exit temperature of the product gases. 


15-76 Reconsider Prob. 15—75. Using EES (or other) 

<= software, investigate the effect of the relative 
humidity on the exit temperature of the product gases. Plot 
the exit temperature of the product gases as a function of rel- 
ative humidity for 0 < @ < 100 percent. 


Entropy Change and Second-Law Analysis 

of Reacting Systems 

15-77C Express the increase of entropy principle for chem- 
ically reacting systems. 

15-78C How are the absolute entropy values of ideal gases 
at pressures different from 1 atm determined? 


15-79C What does the Gibbs function of formation gẹ of a 
compound represent? 


15-80 One kmol of H, at 25°C and 1 atm is burned steadily 
with 0.5 kmol of O, at the same state. The H,O formed during 
the process is then brought to 25°C and 1 atm, the conditions 
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of the surroundings. Assuming combustion is complete, deter- 
mine the reversible work and exergy destruction for this 
process. 


Thermodynamics 


15-81 Ethylene (C,H,) gas enters an adiabatic combustion 
chamber at 25°C and 1 atm and is burned with 20 percent 
excess air that enters at 25°C and 1 atm. The combustion is 
complete, and the products leave the combustion chamber at 
1 atm pressure. Assuming T} = 25°C, determine (a) the tem- 
perature of the products, (b) the entropy generation, and 
(c) the exergy destruction. Answers: (a) 2269.6 K, (b) 1311.3 
kJ/kmol - K, (c) 390,760 kJ/kmol 


15-82 Liquid octane (C,H),) enters a steady-flow combus- 
tion chamber at 25°C and 1 atm at a rate of 0.25 kg/min. It is 
burned with 50 percent excess air that also enters at 25°C 
and 1 atm. After combustion, the products are allowed to 
cool to 25°C. Assuming complete combustion and that all the 
H,O in the products is in liquid form, determine (a) the heat 
transfer rate from the combustion chamber, (b) the entropy 
generation rate, and (c) the exergy destruction rate. Assume 
that 7, = 298 K and the products leave the combustion 
chamber at | atm pressure. 
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15-83 Acetylene gas (C,H,) is burned completely with 
20 percent excess air during a steady-flow combustion 
process. The fuel and the air enter the combustion chamber 
separately at 25°C and 1 atm, and heat is being lost from the 
combustion chamber to the surroundings at 25°C at a rate of 
300,000 kJ/kmol C,H,. The combustion products leave the 
combustion chamber at | atm pressure. Determine (a) the 
temperature of the products, (b) the total entropy change per 
kmol of C,H,, and (c) the exergy destruction during this 
process. 


15-84 A steady-flow combustion chamber is supplied with 
CO gas at 37°C and 110 kPa at a rate of 0.4 m?/min and air 
at 25°C and 110 kPa at a rate of 1.5 kg/min. Heat is trans- 
ferred to a medium at 800 K, and the combustion products 
leave the combustion chamber at 900 K. Assuming the com- 
bustion is complete and T) = 25°C, determine (a) the rate of 
heat transfer from the combustion chamber and (b) the rate of 
exergy destruction. Answers: (a) 3567 kJ/min, (b) 1610 kJ/min 


15-85E Benzene gas (C,H,) at 1 atm and 77°F is burned 
during a steady-flow combustion process with 95 percent 


theoretical air that enters the combustion chamber at 77°F 
and 1 atm. All the hydrogen in the fuel burns to H,O, but part 
of the carbon burns to CO. Heat is lost to the surroundings 
at 77°F, and the products leave the combustion chamber at 
1 atm and 1500 R. Determine (a) the heat transfer from the 
combustion chamber and (b) the exergy destruction. 


15-86 «a > Liquid propane (C;Hg) enters a steady-flow 
<és” combustion chamber at 25°C and 1 atm at a 
rate of 0.4 kg/min where it is mixed and burned with 150 
percent excess air that enters the combustion chamber at 
12°C. If the combustion products leave at 1200 K and 1 atm, 
determine (a) the mass flow rate of air, (b) the rate of heat 
transfer from the combustion chamber, and (c) the rate of 
entropy generation during this process. Assume Tọ = 25°C. 
Answers: (a) 15.7 kg/min, (b) 1732 kJ/min, (c) 34.2 kJ/min - K 


15-87 Reconsider Prob. 15—86. Using EES (or other) 

SS software, study the effect of varying the sur- 
roundings temperature from 0 to 38°C on the rate of exergy 
destruction, and plot it as a function of surroundings tem- 
perature. 


Review Problems 


15-88 A 1-g sample of a certain fuel is burned in a bomb 
calorimeter that contains 2 kg of water in the presence of 100 
g of air in the reaction chamber. If the water temperature 
rises by 2.5°C when equilibrium is established, determine the 
heating value of the fuel, in kJ/kg. 


15-89E Hydrogen (H,) is burned with 100 percent excess 
air that enters the combustion chamber at 90°F, 14.5 psia, and 
60 percent relative humidity. Assuming complete combustion, 
determine (a) the air—fuel ratio and (b) the volume flow rate 
of air required to burn the hydrogen at a rate of 25 lbm/h. 


15-90 A gaseous fuel with 80 percent CH,, 15 percent N), 
and 5 percent O, (on a mole basis) is burned to completion 
with 120 percent theoretical air that enters the combustion 
chamber at 30°C, 100 kPa, and 60 percent relative humidity. 
Determine (a) the air—fuel ratio and (b) the volume flow rate 
of air required to burn fuel at a rate of 2 kg/min. 


15-91 A gaseous fuel with 80 percent CH,, 15 percent N,, 
and 5 percent O, (on a mole basis) is burned with dry air that 
enters the combustion chamber at 25°C and 100 kPa. The vol- 
umetric analysis of the products on a dry basis is 3.36 percent 
CO,, 0.09 percent CO, 14.91 percent O,, and 81.64 percent 
N,. Determine (a) the air-fuel ratio, (b) the percent theoretical 
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air used, and (c) the volume flow rate of air used to burn fuel 
at a rate of 1.4 kg/min. 


15-92 A steady-flow combustion chamber is supplied with 
CO gas at 37°C and 110 kPa at a rate of 0.4 m?/min and air 
at 25°C and 110 kPa at a rate of 1.5 kg/min. The combustion 
products leave the combustion chamber at 900 K. Assuming 
combustion is complete, determine the rate of heat transfer 
from the combustion chamber. 


15-93 Methane gas (CH,) at 25°C is burned steadily with 
dry air that enters the combustion chamber at 17°C. The vol- 
umetric analysis of the products on a dry basis is 5.20 percent 
CO,, 0.33 percent CO, 11.24 percent O,, and 83.23 percent 
N,. Determine (a) the percentage of theoretical air used and 
(b) the heat transfer from the combustion chamber per kmol 
of CH, if the combustion products leave at 700 K. 


15-94 A 6-m° rigid tank initially contains a mixture of 
1 kmol of hydrogen (H,) gas and the stoichiometric amount 
of air at 25°C. The contents of the tank are ignited, and all 
the hydrogen in the fuel burns to H,O. If the combustion 
products are cooled to 25°C, determine (a) the fraction of 
the H,O that condenses and (b) the heat transfer from the 
combustion chamber during this process. 


15-95 Propane gas (C,H,) enters a steady-flow combustion 
chamber at 1 atm and 25°C and is burned with air that enters 
the combustion chamber at the same state. Determine the adi- 
abatic flame temperature for (a) complete combustion with 
100 percent theoretical air, (b) complete combustion with 300 
percent theoretical air, and (c) incomplete combustion (some 
CO in the products) with 95 percent theoretical air. 


15-96 Determine the highest possible temperature that can 
be obtained when liquid gasoline (assumed C,Hj,) at 25°C is 
burned steadily with air at 25°C and 1 atm. What would your 
answer be if pure oxygen at 25°C were used to burn the fuel 
instead of air? 


15-97E Determine the work potential of 1 lbmol of diesel 
fuel (C2H6) at 77°F and 1 atm in an environment at the 
same state. Answer: 3,375,000 Btu 


15-98 Liquid octane (C,H),) enters a steady-flow combus- 
tion chamber at 25°C and 8 atm at a rate of 0.8 kg/min. It is 
burned with 200 percent excess air that is compressed and 
preheated to 500 K and 8 atm before entering the combustion 
chamber. After combustion, the products enter an adiabatic 
turbine at 1300 K and 8 atm and leave at 950 K and 2 atm. 
Assuming complete combustion and T) = 25°C, determine 
(a) the heat transfer rate from the combustion chamber, 
(b) the power output of the turbine, and (c) the reversible 
work and exergy destruction for the entire process. Answers: 
(a) 770 kJ/min, (b) 263 kW, (c) 514 kW, 251 kW 


15-99 The combustion of a fuel usually results in an 
increase in pressure when the volume is held constant, or an 
increase in volume when the pressure is held constant, 
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because of the increase in the number of moles and the tem- 
perature. The increase in pressure or volume will be maxi- 
mum when the combustion is complete and when it occurs 
adiabatically with the theoretical amount of air. 

Consider the combustion of methyl alcohol vapor 
(CH,OH(g)) with the stoichiometric amount of air in an 0.8-L 
combustion chamber. Initially, the mixture is at 25°C and 98 
kPa. Determine (a) the maximum pressure that can occur in 
the combustion chamber if the combustion takes place at con- 
stant volume and (b) the maximum volume of the combustion 
chamber if the combustion occurs at constant pressure. 


15-100 Reconsider Prob. 15-99. Using EES (or other) 

SS software, investigate the effect of the initial 
volume of the combustion chamber over the range 0.1 to 2.0 
liters on the results. Plot the maximum pressure of the cham- 
ber for constant volume combustion or the maximum volume 
of the chamber for constant pressure combustion as functions 
of the initial volume. 


15-101 Repeat Prob. 15-99 using methane (CH,(g)) as the 
fuel instead of methyl alcohol. 


15-102 A mixture of 40 percent by volume methane (CH,), 
and 60 percent by volume propane (C,H,), is burned com- 
pletely with theoretical air and leaves the combustion cham- 
ber at 100°C. The products have a pressure of 100 kPa and 
are cooled at constant pressure to 39°C. Sketch the T-s dia- 
gram for the water vapor that does not condense, if any. How 
much of the water formed during the combustion process will 
be condensed, in kmol H,O/kmol fuel? Answer: 1.96 


15-103 Liquid propane (C3H,(¢)) enters a combustion cham- 
ber at 25°C and 1 atm at a rate of 0.4 kg/min where it is 
mixed and burned with 150 percent excess air that enters the 
combustion chamber at 25°C. The heat transfer from the 
combustion process is 53 kW. Write the balanced combustion 
equation and determine (a) the mass flow rate of air; (b) the 
average molar mass (molecular weight) of the product gases; 
(c) the average specific heat at constant pressure of the prod- 
uct gases; and (d) the temperature of the products of combus- 
tion. Answers: (a) 15.63 kg/min, (b) 28.63 kg/kmol, (c) 36.06 
kJ/kmol + K, (d) 1282 K 


15-104 A gaseous fuel mixture of 30 percent propane 
(C3Hg), and 70 percent butane (C,H,,), on a volume basis is 
burned in air such that the air—fuel ratio is 20 kg air/kg fuel 
when the combustion process is complete. Determine (a) the 
moles of nitrogen in the air supplied to the combustion 
process, in kmol/kmol fuel; (b) the moles of water formed in 
the combustion process, in kmol/kmol fuel; and (c) the moles 
of oxygen in the product gases. Answers: (a) 29.41, (b) 4.7, 
(1.77 


15-105 A liquid—gas fuel mixture consists of 90 percent 
octane (C,H,,), and 10 percent alcohol (C,H;OH), by moles. 
This fuel is burned with 200 percent theoretical dry air. Write 
the balanced reaction equation for complete combustion of 
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this fuel mixture. Determine (a) the theoretical air—fuel ratio 
for this reaction; (b) the product—fuel ratio for this reaction; 
(c) the air-flow rate for a fuel mixture flow rate of 5 kg/s; and 
(d) the lower heating value of the fuel mixture with 200 per- 
cent theoretical air at 25°C. Answers: (a) 14.83 kg air/kg fuel, 
(b) 30.54 kg product/kg fuel, (c) 148.3 kg/s, (d) 43,672 kJ/kg fuel 


Thermodynamics 


15-106 The furnace of a particular power plant can be con- 
sidered to consist of two chambers: an adiabatic combustion 
chamber where the fuel is burned completely and adiabati- 
cally, and a heat exchanger where heat is transferred to a 
Carnot heat engine isothermally. The combustion gases in the 
heat exchanger are well-mixed so that the heat exchanger is 
at a uniform temperature at all times that is equal to the tem- 
perature of the exiting product gases, T,. The work output of 
the Carnot heat engine can be expressed as 


Ww To 
= One = o( 1 2) 


P 


where Q is the magnitude of the heat transfer to the heat 
engine and Tọ is the temperature of the environment. The 
work output of the Carnot engine will be zero either when 
T, = T (which means the product gases will enter and exit 
the heat exchanger at the adiabatic flame temperature Tp and 
thus Q = 0) or when T= TG (which means the temperature 
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of the product gases in the heat exchanger will be 7p, and 
thus no = 0), and will reach a maximum somewhere in 
between. Treating the combustion products as ideal gases 
with constant specific heats and assuming no change in their 
composition in the heat exchanger, show that the work output 
of the Carnot heat engine will be maximum when 


T, = VT To 


Also, show that the maximum work output of the Carnot 
engine in this case becomes 


Woe = CT € ay) 
max — af T 


where C is a constant whose value depends on the composi- 
tion of the product gases and their specific heats. 


15-107 The furnace of a particular power plant can be con- 
sidered to consist of two chambers: an adiabatic combustion 
chamber where the fuel is burned completely and adiabati- 
cally and a counterflow heat exchanger where heat is trans- 
ferred to a reversible heat engine. The mass flow rate of the 
working fluid of the heat engine is such that the working 
fluid is heated from Tọ (the temperature of the environment) 
to T,, (the adiabatic flame temperature) while the combustion 
products are cooled from T, to Tọ. Treating the combustion 
products as ideal gases with constant specific heats and 
assuming no change in their composition in the heat 
exchanger, show that the work output of this reversible heat 


engine is 
Ty Ty 
W= Ch 1 — In 
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where C is a constant whose value depends on the composi- 
tion of the product gases and their specific heats. 

Also, show that the effective flame temperature T, of this 
furnace is 


Tat ~~ To 
Da 
In(T,/To) 


That is, the work output of the reversible engine would be the 
same if the furnace above is considered to be an isothermal 
furnace at a constant temperature T,. 


15-108 Using EES (or other) software, determine the 
SS effect of the amount of air on the adiabatic 
flame temperature of liquid octane (CgH;g). Assume both the 
air and the octane are initially at 25°C. Determine the adia- 
batic flame temperature for 75, 90, 100, 120, 150, 200, 300, 
500, and 800 percent theoretical air. Assume the hydrogen in 
the fuel always burns H,O and the carbon CO,, except when 
there is a deficiency of air. In the latter case, assume that part 
of the carbon forms CO. Plot the adiabatic flame temperature 
against the percent theoretical air, and discuss the results. 


15-109 g5 Using EES (or other) software, write a gen- 
SS eral program to determine the heat transfer 
during the complete combustion of a hydrocarbon fuel 
(C,H) at 25°C in a steady-flow combustion chamber when 
the percent of excess air and the temperatures of air and the 
products are specified. As a sample case, determine the heat 
transfer per unit mass of fuel as liquid propane (C,;Hg) is 
burned steadily with 50 percent excess air at 25°C and the com- 
bustion products leave the combustion chamber at 1800 K. 


15-110 g5 Using EES (or other) software, write a gen- 

SS eral program to determine the adiabatic flame 
temperature during the complete combustion of a hydrocar- 
bon fuel (C,H,,,) at 25°C in a steady-flow combustion cham- 
ber when the percent of excess air and its temperature are 
specified. As a sample case, determine the adiabatic flame 
temperature of liquid propane (C;Hg) as it is burned steadily 
with 50 percent excess air at 25°C. 


15-111 Using EES (or other) software, determine the 

SS adiabatic flame temperature of the fuels 
CH,(g), C,H,(g), CH;OH(g), C3H9(g), CgH,9(€). Assume 
both the fuel and the air enter the steady-flow combustion 
chamber at 25°C. 


15-112 g Using EES (or other) software, determine the 

<S minimum percent of excess air that needs to 
be used for the fuels CH,(g), C,H,(g), CH,OH(g), C3H,(g), 
C,H, (£) if the adiabatic flame temperature is not to exceed 
1500 K. Assume both the fuel and the air enter the steady- 
flow combustion chamber at 25°C. 


15-113 gS Using EES (or other) software, repeat Prob. 
SS 15-112 for adiabatic flame temperatures of 
(a) 1200 K, (b) 1750 K, and (c) 2000 K. 
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15-114 gS Using EES (or other) software, determine the 

SS adiabatic flame temperature of CH,(g) when 
both the fuel and the air enter the combustion chamber at 
25°C for the cases of 0, 20, 40, 60, 80, 100, 200, 500, and 
1000 percent excess air. 


15-115 Using EES (or other) software, determine the 

Ss rate of heat transfer for the fuels CH,(g), 
C,H,(g), CH,OH(g), C3H,(g), and C,H,.(¢) when they are 
burned completely in a steady-flow combustion chamber 
with the theoretical amount of air. Assume the reactants enter 
the combustion chamber at 298 K and the products leave at 
1200 K. 


15-116 gS Using EES (or other) software, repeat Prob. 
& 15-115 for (a) 50, (b) 100, and (c) 200 per- 
cent excess air. 


15-117 Using EES (or other) software, determine the 

Ss fuel among CH,(g), C;H,(g), C:H6(8), 
C3H,(g), CgH,e(€) that gives the highest temperature when 
burned completely in an adiabatic constant-volume chamber 
with the theoretical amount of air. Assume the reactants are at 
the standard reference state. 


Fundamentals of Engineering (FE) Exam Problems 


15-118 A fuel is burned with 90 percent theoretical air. 
This is equivalent to 


(b) 90% excess air 
(d) 90% deficiency of air 


(a) 10% excess air 
(c) 10% deficiency of air 
(e) stoichiometric amount of air 


15-119 Propane (C,H) is burned with 150 percent theoret- 
ical air. The air—fuel mass ratio for this combustion process is 
(a) 5.3 (b) 10.5 (c) 15.7 

(d) 23.4 (e) 39.3 

15-120 One kmol of methane (CH,) is burned with an 
unknown amount of air during a combustion process. If the 


combustion is complete and there are 2 kmol of free O, in the 
products, the air—fuel mass ratio is 


(a) 34.3 (b) 17.2 (c) 19.0 
(d) 14.9 (e) 12.1 
15-121 A fuel is burned steadily in a combustion chamber. 


The combustion temperature will be the highest except when 
(a) the fuel is preheated. 

(b) the fuel is burned with a deficiency of air. 

(c) the air is dry. 

(d) the combustion chamber is well insulated. 

(e) the combustion is complete. 


15-122 An equimolar mixture of carbon dioxide and water 
vapor at | atm and 60°C enter a dehumidifying section where 
the entire water vapor is condensed and removed from the 
mixture, and the carbon dioxide leaves at 1 atm and 60°C. 
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The entropy change of carbon dioxide in the dehumidifying 
section is 


(a) —2.8 kJ/kg - K 
(c) 0 
(e) 2.8 kJ/kg - K 


15-123 Methane (CH,) is burned completely with 80 per- 
cent excess air during a steady-flow combustion process. If 
both the reactants and the products are maintained at 25°C 
and 1 atm and the water in the products exists in the liquid 
form, the heat transfer from the combustion chamber per unit 
mass of methane is 


(a) 890 MJ/kg (b) 802 MJ/kg 
(d) 56 MJ/kg (e) 50 MJ/kg 


15-124 The higher heating value of a hydrocarbon fuel 
C,H,, with m = 8 is given to be 1560 MJ/kmol of fuel. Then 
its lower heating value is 
(a) 1384 MJ/kmol 
(c) 1402 MJ/kmol 
(e) 1551 MJ/kmol 


15-125 Acetylene gas (C,H,) is burned completely during 
a steady-flow combustion process. The fuel and the air enter 
the combustion chamber at 25°C, and the products leave at 
1500 K. If the enthalpy of the products relative to the stan- 
dard reference state is —404 MJ/kmol of fuel, the heat trans- 
fer from the combustion chamber is 


(a) 177 MJ/kmol (b) 227 MJ/kmol 
(d) 631 MJ/kmol (e) 751 MJ/kmol 


15-126 Benzene gas (C,H,) is burned with 90 percent theo- 
retical air during a steady-flow combustion process. The mole 
fraction of the CO in the products is 


(a) 1.6% (b) 4.4% 
(d) 10% (e) 16.7% 


15-127 A fuel is burned during a steady-flow combustion 
process. Heat is lost to the surroundings at 300 K at a rate of 
1120 kW. The entropy of the reactants entering per unit time 
is 17 kW/K and that of the products is 15 kW/K. The total 
rate of exergy destruction during this combustion process is 


(a) 520 kW (b) 600 kW (c) 1120 kW 
(d) 340 kW (e) 739 kW 
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(b) —0.13 kJ/kg - K 
(d) 0.13 kJ/kg - K 


(c) 75 MJ/kg 


(b) 1208 MJ/kmol 
(d) 1514 MJ/kmol 


(c) 404 MJ/kmol 


(c) 2.5% 


Design and Essay Problems 


15-128 Design a combustion process suitable for use in a 
gas-turbine engine. Discuss possible fuel selections for the 
several applications of the engine. 


15-129 Constant-volume vessels that contain flammable 
mixtures of hydrocarbon vapors and air at low pressures are 


frequently used. Although the ignition of such mixtures is 
very unlikely as there is no source of ignition in the tank, the 
Safety and Design Codes require that the tank withstand four 
times the pressure that may occur should an explosion take 
place in the tank. For operating gauge pressures under 25 
kPa, determine the pressure for which these vessels must be 
designed in order to meet the requirements of the codes for 
(a) acetylene C,H,(g), (b) propane C,H,(g), and (c) n-octane 
C,H, 2(g). Justify any assumptions that you make. 


15-130 The safe disposal of hazardous waste material is a 
major environmental concern for industrialized societies and 
creates challenging problems for engineers. The disposal 
methods commonly used include landfilling, burying in the 
ground, recycling, and incineration or burning. Incineration is 
frequently used as a practical means for the disposal of com- 
bustible waste such as organic materials. The EPA regulations 
require that the waste material be burned almost completely 
above a specified temperature without polluting the environ- 
ment. Maintaining the temperature above a certain level, typ- 
ically about 1100°C, necessitates the use of a fuel when the 
combustion of the waste material alone is not sufficient to 
obtain the minimum specified temperature. 

A certain industrial process generates a liquid solution of 
ethanol and water as the waste product at a rate of 10 kg/s. 
The mass fraction of ethanol in the solution is 0.2. This solu- 
tion is to be burned using methane (CH,) in a steady-flow 
combustion chamber. Propose a combustion process that will 
accomplish this task with a minimal amount of methane. 
State your assumptions. 


15-131 Obtain the following information about a power 
plant that is closest to your town: the net power output; the 
type and amount of fuel; the power consumed by the pumps, 
fans, and other auxiliary equipment; stack gas losses; and the 
rate of heat rejection at the condenser. Using these data, 
determine the rate of heat loss from the pipes and other com- 
ponents, and calculate the thermal efficiency of the plant. 


15-132 What is oxygenated fuel? How would the heating 
value of oxygenated fuels compare to those of comparable 
hydrocarbon fuels on a unit-mass basis? Why is the use of 
oxygenated fuels mandated in some major cities in winter 
months? 


15-133 A promising method of power generation by direct 
energy conversion is through the use of magnetohydrody- 
namic (MHD) generators. Write an essay on the current sta- 
tus of MHD generators. Explain their operation principles 
and how they differ from conventional power plants. Discuss 
the problems that need to be overcome before MHD genera- 
tors can become economical. 


Chapter 16 


CHEMICAL AND PHASE EQUILIBRIUM 


n Chapter 15 we analyzed combustion processes under 
the assumption that combustion is complete when there is 
sufficient time and oxygen. Often this is not the case, 
however. A chemical reaction may reach a state of equilib- 
rium before reaching completion even when there is sufficient 
time and oxygen. 

A system is said to be in equilibrium if no changes occur 
within the system when it is isolated from its surroundings. 
An isolated system is in mechanical equilibrium if no changes 
occur in pressure, in thermal equilibrium if no changes occur 
in temperature, in phase equilibrium if no transformations 
occur from one phase to another, and in chemical equilib- 
rium if no changes occur in the chemical composition of the 
system. The conditions of mechanical and thermal equilib- 
rium are straightforward, but the conditions of chemical and 
phase equilibrium can be rather involved. 

The equilibrium criterion for reacting systems is based on 
the second law of thermodynamics; more specifically, the 
increase of entropy principle. For adiabatic systems, chemical 
equilibrium is established when the entropy of the reacting 
system reaches a maximum. Most reacting systems encoun- 
tered in practice are not adiabatic, however. Therefore, we 
need to develop an equilibrium criterion applicable to any 
reacting system. 

In this chapter, we develop a general criterion for chemical 
equilibrium and apply it to reacting ideal-gas mixtures. We 
then extend the analysis to simultaneous reactions. Finally, 
we discuss phase equilibrium for nonreacting systems. 


Objectives 


The objectives of Chapter 16 are to: 


e Develop the equilibrium criterion for reacting systems based 
on the second law of thermodynamics. 

e Develop a general criterion for chemical equilibrium 
applicable to any reacting system based on minimizing the 
Gibbs function for the system. 

e Define and evaluate the chemical equilibrium constant. 

e Apply the general criterion for chemical equilibrium analysis 
to reacting ideal-gas mixtures. 


e Apply the general criterion for chemical equilibrium analysis 
to simultaneous reactions. 


e Relate the chemical equilibrium constant to the enthalpy of 
reaction. 


e Establish the phase equilibrium for nonreacting systems in 


terms of the specific Gibbs function of the phases of a pure 
substance. 


e Apply the Gibbs phase rule to determine the number of 
independent variables associated with a multicomponent, 
multiphase system. 


£, 


e Apply Henry’s law and Raoult’s law 
liquids. 


or gases dissolved in 
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A reaction chamber that contains a 
mixture of CO,, CO, and O, at a 
specified temperature and pressure. 
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Equilibrium criteria for a chemical 
reaction that takes place adiabatically. 
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A control mass undergoing a chemical 
reaction at a specified temperature and 
pressure. 


16-1 = CRITERION FOR CHEMICAL EQUILIBRIUM 


Consider a reaction chamber that contains a mixture of CO, O,, and CO, at 
a specified temperature and pressure. Let us try to predict what will happen 
in this chamber (Fig. 16-1). Probably the first thing that comes to mind is a 
chemical reaction between CO and O, to form more CO,: 


cO+40, > CO, 


This reaction is certainly a possibility, but it is not the only possibility. It is 
also possible that some CO, in the combustion chamber dissociated into CO 
and O,. Yet a third possibility would be to have no reactions among the 
three components at all, that is, for the system to be in chemical equi- 
librium. It appears that although we know the temperature, pressure, and 
composition (thus the state) of the system, we are unable to predict whether 
the system is in chemical equilibrium. In this chapter we develop the neces- 
sary tools to correct this. 

Assume that the CO, O,, and CO, mixture mentioned above is in chemical 
equilibrium at the specified temperature and pressure. The chemical compo- 
sition of this mixture does not change unless the temperature or the pressure 
of the mixture is changed. That is, a reacting mixture, in general, has differ- 
ent equilibrium compositions at different pressures and temperatures. There- 
fore, when developing a general criterion for chemical equilibrium, we 
consider a reacting system at a fixed temperature and pressure. 

Taking the positive direction of heat transfer to be to the system, the 
increase of entropy principle for a reacting or nonreacting system was 
expressed in Chapter 7 as 


dS, = 


16-1 
T (16-1) 


A system and its surroundings form an adiabatic system, and for such systems 
Eq. 16-1 reduces to dS,,, = 0. That is, a chemical reaction in an adiabatic 
chamber proceeds in the direction of increasing entropy. When the entropy 
reaches a maximum, the reaction stops (Fig. 16-2). Therefore, entropy is a 
very useful property in the analysis of reacting adiabatic systems. 

When a reacting system involves heat transfer, the increase of entropy 
principle relation (Eq. 16-1) becomes impractical to use, however, since it 
requires a knowledge of heat transfer between the system and its surround- 
ings. A more practical approach would be to develop a relation for the 
equilibrium criterion in terms of the properties of the reacting system only. 
Such a relation is developed below. 

Consider a reacting (or nonreacting) simple compressible system of fixed 
mass with only quasi-equilibrium work modes at a specified temperature T 
and pressure P (Fig. 16-3). Combining the first- and the second-law 
relations for this system gives 


6Q — P dV = dU 
50 dU + PdV—Tds =0 
aS = 


(16-2) 


The differential of the Gibbs function (G = H — TS) at constant tempera- 
ture and pressure is 


(dG) pp = dH — T dS — S dT 
Aa? 0 
A 
= (dU + PdV + VdP) — TdS — S dT (16-3) 


= dU + PdV — TdS 


From Eqs. 16-2 and 16-3, we have (dG); = 0. Therefore, a chemical reac- 
tion at a specified temperature and pressure proceeds in the direction of a 
decreasing Gibbs function. The reaction stops and chemical equilibrium is 
established when the Gibbs function attains a minimum value (Fig. 16-4). 
Therefore, the criterion for chemical equilibrium can be expressed as 


(dG)rp =0 (16-4) 


A chemical reaction at a specified temperature and pressure cannot proceed 
in the direction of the increasing Gibbs function since this will be a viola- 
tion of the second law of thermodynamics. Notice that if the temperature or 
the pressure is changed, the reacting system will assume a different equilib- 
rium state, which is the state of the minimum Gibbs function at the new 
temperature or pressure. 

To obtain a relation for chemical equilibrium in terms of the properties of 
the individual components, consider a mixture of four chemical components 
A, B, C, and D that exist in equilibrium at a specified temperature and pres- 
sure. Let the number of moles of the respective components be N,, Nz, Nc, 
and N,. Now consider a reaction that occurs to an infinitesimal extent 
during which differential amounts of A and B (reactants) are converted to C 
and D (products) while the temperature and the pressure remain constant 
(Fig. 16-5): 


dN,A+dN;B —> dNcC+dNpD 


The equilibrium criterion (Eq. 16-4) requires that the change in the Gibbs 
function of the mixture during this process be equal to zero. That is, 


(dG) rp = > (dG;)rp = > (g: dN;)rp = 0 (16-5) 
or 


ZcdNe + Bp dNp + 2, dN, + Zp dN; = 0 (16-6) 


where the g’s are the molar Gibbs functions (also called the chemical poten- 
tials) at the specified temperature and pressure and the dN’s are the differen- 
tial changes in the number of moles of the components. 

To find a relation between the dN’s, we write the corresponding stoichio- 
metric (theoretical) reaction 


vA + vgB == vcC + vpD (16-7) 


where the v’s are the stoichiometric coefficients, which are evaluated easily 
once the reaction is specified. The stoichiometric reaction plays an impor- 
tant role in the determination of the equilibrium composition of the reacting 
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Criteria for chemical equilibrium for a 
fixed mass at a specified temperature 
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FIGURE 16-5 


An infinitesimal reaction in a chamber 
at constant temperature and pressure. 
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FIGURE 16-6 


The changes in the number of moles 
of the components during a chemical 
reaction are proportional to the 
stoichiometric coefficients regardless 
of the extent of the reaction. 


mixtures because the changes in the number of moles of the components are 
proportional to the stoichiometric coefficients (Fig. 16-6). That is, 


dN, = —ev, dNc= vç 


(16-8) 
dNg = — EVg dNp = €Vp 


where e is the proportionality constant and represents the extent of a reac- 
tion. A minus sign is added to the first two terms because the number of 
moles of the reactants A and B decreases as the reaction progresses. 

For example, if the reactants are C,H, and O, and the products are CO, 
and H,O, the reaction of 1 umol (1076 mol) of C,H, results in a 2-~mol 
increase in CO,, a 3-umol increase in H,O, and a 3.5-umol decrease in O, 
in accordance with the stoichiometric equation 


CH, + 3.50, — 2CO, + 3H,0 


That is, the change in the number of moles of a component is one-millionth 
(e = 1076) of the stoichiometric coefficient of that component in this case. 

Substituting the relations in Eq. 16-8 into Eq. 16-6 and canceling £, we 
obtain 


UCBc t UpBp — Vaga — VBEg = O (16-9) 


This equation involves the stoichiometric coefficients and the molar Gibbs 
functions of the reactants and the products, and it is known as the criterion 
for chemical equilibrium. It is valid for any chemical reaction regardless 
of the phases involved. 

Equation 16-9 is developed for a chemical reaction that involves two 
reactants and two products for simplicity, but it can easily be modified to 
handle chemical reactions with any number of reactants and products. Next 
we analyze the equilibrium criterion for ideal-gas mixtures. 


16-2 = THE EQUILIBRIUM CONSTANT 
FOR IDEAL-GAS MIXTURES 


Consider a mixture of ideal gases that exists in equilibrium at a specified 
temperature and pressure. Like entropy, the Gibbs function of an ideal gas 
depends on both the temperature and the pressure. The Gibbs function val- 
ues are usually listed versus temperature at a fixed reference pressure Po, 
which is taken to be 1 atm. The variation of the Gibbs function of an ideal 
gas with pressure at a fixed temperature is determined by using the defini- 


tion of the Gibbs function (g = h — TS) and the entropy-change relation 
for isothermal processes [As = —R,,In(P,/P;)]. It yields 


E -a = = P, 
(Ag); = Ah— T(As)r = -T(As)r = R,T in 
1 
Thus the Gibbs function of component i of an ideal-gas mixture at its partial 
pressure P, and mixture temperature T can be expressed as 


2,(T, P) = g¥ (T) + R,T InP, (16-10) 


where g* (T) represents the Gibbs function of component i at 1 atm pres- 
sure and temperature T, and P, represents the partial pressure of component 
i in atmospheres. Substituting the Gibbs function expression for each com- 
ponent into Eq. 16-9, we obtain 


ve gé(T) + R,T In Pc] + vol g5 (T) + R,T In Pp] 
—vl gi(T) + R,T ln P4] = vel 87(T) a R,T ln Ps] z 0 
For convenience, we define the standard-state Gibbs function change as 
AG*(T) = vcgë(T) + vogš(T) — va8š(T) — vsgš(T) 016-11) 
Substituting, we get 


vcepYp 


CD 
V, v, 
P¥P 


AG*(T) = —R,T(vcln Pe + vpln Pp — valn Py — vgln Pg) = —R,T ln (16-12) 


Now we define the equilibrium constant K, for the chemical equilibrium 
of ideal-gas mixtures as 

Eo 
-PPF 


Ko (16-13) 


Substituting into Eq. 16-12 and rearranging, we obtain 
Kp = ¢ ACR (16-14) 


Therefore, the equilibrium constant K, of an ideal-gas mixture at a specified 
temperature can be determined from a knowledge of the standard-state 
Gibbs function change at the same temperature. The K, values for several 
reactions are given in Table A—28. 

Once the equilibrium constant is available, it can be used to determine the 
equilibrium composition of reacting ideal-gas mixtures. This is accom- 
plished by expressing the partial pressures of the components in terms of 
their mole fractions: 

Ni 
P 


Pe yp Po= 
N otal 


where P is the total pressure and N ota; is the total number of moles present 
in the reaction chamber, including any inert gases. Replacing the partial 
pressures in Eq. 16-13 by the above relation and rearranging, we obtain 


(Fig. 16-7) 
NN”? P Av 
Kp=—< ( ) (16-15) 
NANG N otal 
where 


Av = vc + Vp — Va — Vp 


Equation 16-15 is written for a reaction involving two reactants and two 
products, but it can be extended to reactions involving any number of reac- 
tants and products. 
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3 a | 
(1) In terms of partial pressures | 
v Vv 
RAS Bia 


P= 


vA vg 
Pa Ps 


(2) In terms of AG*(T) 
Kp= AGT IRL 


(3) In terms of the equilibrium 
composition 


v v 

Ne E| P r | 
v v N 

INGE NE? 


total 


FIGURE 16-7 


Three equivalent K, relations for 
reacting ideal-gas mixtures. 
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EXAMPLE 16-1 Equilibrium Constant of a Dissociation Process 


Using Eq. 16-14 and the Gibbs function data, determine the equilibrium 
constant Kp for the dissociation process N, > 2N at 25°C. Compare your 
result to the Kp value listed in Table A-28. 


Solution The equilibrium constant of the reaction Nọ > 2N is listed in 
Table A-28 at different temperatures. It is to be verified using Gibbs func- 
tion data. 

Assumptions 1 The constituents of the mixture are ideal gases. 2 The equi- 
librium mixture consists of N, and N only. 

Properties The equilibrium constant of this reaction at 298 K is In Kp = 
—367.5 (Table A-28). The Gibbs function of formation at 25°C and 1 atm is 
O for N, and 455,510 kJ/kmol for N (Table A-26). 

Analysis In the absence of Kp tables, Kp can be determined from the Gibbs 
function data and Eq. 16-14, 


Kp = e AGRI 
where, from Eq. 16-11, 
AG*(T) = wyB¥(T) — w.8% (T) 
= (2) (455,510 kJ/kmol) — 0 
= 911,020 kJ/kmol 
Substituting, we find 
911,020 kJ/kmol 
(8.314 kJ/kmol - K) (298.15 K) 


= = 3075) 


In Kp = 


or 
Kp =2 x 10° 


The calculated Kp value is in agreement with the value listed in Table A-28. 
The Kp value for this reaction is practically zero, indicating that this reaction 
will not occur at this temperature. 

Discussion Note that this reaction involves one product (N) and one reactant 
(N3), and the stoichiometric coefficients for this reaction are vy = 2 and 
vy, = 1. Also note that the Gibbs function of all stable elements (such as N3) 
is assigned a value of zero at the standard reference state of 25°C and 1 atm. 
The Gibbs function values at other temperatures can be calculated from the 
enthalpy and absolute entropy data by using the definition of the Gibbs func- 
tion, 8*(T) = A(T) — TS*(T), where A(T) = h¥+ hy — hook. 


EXAMPLE 16-2 Dissociation Temperature of Hydrogen 


Determine the temperature at which 10 percent of diatomic hydrogen (H,) 
dissociates into monatomic hydrogen (H) at a pressure of 10 atm. 


Solution The temperature at which 10 percent of H, dissociates into 2H is 
to be determined. 

Assumptions 1 The constituents of the mixture are ideal gases. 2 The equi- 
librium mixture consists of H, and H only. 


Analysis This is a dissociation process that is significant at very high tem- 
peratures only. For simplicity we consider 1 kmol of H», as shown in Fig. 
16-8. The stoichiometric and actual reactions in this case are as follows: 


Stoichiometric: H, == 2H (thus vy, = 1 and vy = 2) 


Actual: lily = (OMEly ar ODE! 
SS 
reactants products 

(leftover) 


A double-headed arrow is used for the stoichiometric reaction to differentiate 
it from the actual reaction. This reaction involves one reactant (H,) and one 
product (H). The equilibrium composition consists of 0.9 kmol of H, (the 
leftover reactant) and 0.2 kmol of H (the newly formed product). Therefore, 
Nu, = 0.9 and N, = 0.2 and the equilibrium constant Kp is determined 
from Eq. 16-15 to be 


Nef p ye 02 10 2-1 
Kp = = = 0.404 
PNG lee) 0.9 \ 0.9 +02 Ne 


2 


From Table A-28, the temperature corresponding to this Kp value is 
T = 3535 K 


Discussion We conclude that 10 percent of H, dissociates into H when the 
temperature is raised to 3535 K. If the temperature is increased further, the 
percentage of H, that dissociates into H will also increase. 


A double arrow is used in equilibrium equations as an indication that a 
chemical reaction does not stop when chemical equilibrium is established; 
rather, it proceeds in both directions at the same rate. That is, at equilibrium, 
the reactants are depleted at exactly the same rate as they are replenished 
from the products by the reverse reaction. 


16-3 = SOME REMARKS ABOUT THE K, 
OF IDEAL-GAS MIXTURES 


In the last section we developed three equivalent expressions for the equilib- 
rium constant K, of reacting ideal-gas mixtures: Eq. 16-13, which expresses 
Kp in terms of partial pressures; Eq. 16—14, which expresses Kp in terms of 
the standard-state Gibbs function change AG*(T); and Eq. 16-15, which 
expresses K, in terms of the number of moles of the components. All three 
relations are equivalent, but sometimes one is more convenient to use than 
the others. For example, Eq. 16-15 is best suited for determining the equi- 
librium composition of a reacting ideal-gas mixture at a specified tem- 
perature and pressure. On the basis of these relations, we may draw the 
following conclusions about the equilibrium constant Kp of ideal-gas 
mixtures: 


1. The Kp of a reaction depends on temperature only. It is independent of 
the pressure of the equilibrium mixture and is not affected by the presence 
of inert gases. This is because Kp depends on AG*(T), which depends on 
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temperature only, and the AG*(7) of inert gases is zero (see Eq. 16-14). 
Thus, at a specified temperature the following four reactions have the same 


Kp value: 
H, + 30, = H,O at 1 atm 
H, +50, = H,O at 5 atm 
H, + 30, + 3N, => H,O + 3N, at 3 atm 
H, + 20, + 5N, => H,O + 1.50, + 5N, at 2 atm 


2. The Kp of the reverse reaction is 1/Kp. This is easily seen from Eq. 
16-13. For reverse reactions, the products and reactants switch places, and 


thus the terms in the numerator move to the denominator and vice versa. 
© Consequently, the equilibrium constant of the reverse reaction becomes 
H, —> 2H 
Pai 1/Kp. For example, from Table A-28, 
© =] atm 
T,K Kp % mol H Kp = 0.1147 x 10" for H, +40, => H,O at 1000 K 
1000 5.17 x 1078 0.00 Kp = 8.718 X 107"! for H,O == H, +340, at1000K 
2000 265 10° 0.16 a 
3000 0.025 14.63 3. The larger the Kp, the more complete the reaction. This is also apparent 
4000 2.545 76.80 from Fig. 16-9 and Eq. 16-13. If the equilibrium composition consists 
C te pass sa largely of product gases, the partial pressures of the products (Po and Pp) 
i = are considerably larger than the partial pressures of the reactants (P, and 


Pp), which results in a large value of Kp. In the limiting case of a complete 
reaction (no leftover reactants in the equilibrium mixture), Kp approaches 
FIGURE 16-9 infinity. Conversely, very small values of Kp indicate that a reaction does 
The larger the Kp, the more complete not proceed to any appreciable degree. Thus reactions with very small Kp 
the reaction. values at a specified temperature can be neglected. 

A reaction with Kp > 1000 (or In Kp > 7) is usually assumed to proceed 
to completion, and a reaction with Kp < 0.001 (or In Kp < —7) is assumed 
not to occur at all. For example, In Kp = —6.8 for the reaction N, == 2N 
at 5000 K. Therefore, the dissociation of N, into monatomic nitrogen (N) 
can be disregarded at temperatures below 5000 K. 


Equilibrium 4. The mixture pressure affects the equilibrium composition (although it 
Initial composition at does not affect the equilibrium constant Kp). This can be seen from 
composition 3000 K, 1 atm Eq. 16-15, which involves the term P4”, where Av = È vp — È vp (the dif- 


0.921 mol H, ference between the number of moles of products and the number of moles 
(a) | 1molH, | — E of reactants in the stoichiometric reaction). At a specified temperature, the 
Kp=0.0251 Kp value of the reaction, and thus the right-hand side of Eq. 16-15, remains 
constant. Therefore, the mole numbers of the reactants and the products 
must change to counteract any changes in the pressure term. The direction 
of the change depends on the sign of Av. An increase in pressure at a speci- 


(anoles ee a a fied temperature increases the number of moles of the reactants and 

O ia — i Ei Nə decreases the number of moles of products if Av is positive, have the oppo- 
; Kp= 0.0251 site effect if Av is negative, and have no effect if Av is zero. 

5. The presence of inert gases affects the equilibrium composition (although 

FIGURE 16-10 it does not affect the equilibrium constant Kp). This can be seen from Eq. 


16-15, which involves the term (1/N,,1a:)4”, where Nta is the total number 
of moles of the ideal-gas mixture at equilibrium, including inert gases. The 
sign of Av determines how the presence of inert gases influences the equi- 
librium composition (Fig. 16-10). An increase in the number of moles of 


inert gases at a specified temperature and pressure decreases the number of 


The presence of inert gases does not 
affect the equilibrium constant, but it 
does affect the equilibrium 
composition. 


moles of the reactants and increases the number of moles of products if Av 
is positive, have the opposite effect if Av is negative, and have no effect if 
Av is zero. 

6. When the stoichiometric coefficients are doubled, the value of Kp is 
squared. Therefore, when one is using Kp values from a table, the stoichio- 
metric coefficients (the v’s) used in a reaction must be exactly the same 
ones appearing in the table from which the K, values are selected. Multiply- 
ing all the coefficients of a stoichiometric equation does not affect the mass 
balance, but it does affect the equilibrium constant calculations since the 
stoichiometric coefficients appear as exponents of partial pressures in 
Eq. 16-13. For example, 


P. 
For H, +10; => H,O Kp, = —— 
Z í PaPa 
Pho , 
But for 2H, + O, == 2H,0 Kp, = =z = (Kp) 
P, Poz 


7. Free electrons in the equilibrium composition can be treated as an ideal 
gas. At high temperatures (usually above 2500 K), gas molecules start to 
dissociate into unattached atoms (such as H, == 2H), and at even higher 
temperatures atoms start to lose electrons and ionize, for example, 
H= +e (16-16) 
The dissociation and ionization effects are more pronounced at low pres- 
sures. Ionization occurs to an appreciable extent only at very high tempera- 
tures, and the mixture of electrons, ions, and neutral atoms can be treated as 
an ideal gas. Therefore, the equilibrium composition of ionized gas mixtures 
can be determined from Eq. 16-15 (Fig. 16—11). This treatment may not be 
adequate in the presence of strong electric fields, however, since the elec- 
trons may be at a different temperature than the ions in this case. 
8. Equilibrium calculations provide information on the equilibrium compo- 
sition of a reaction, not on the reaction rate. Sometimes it may even take 
years to achieve the indicated equilibrium composition. For example, the 
equilibrium constant of the reaction H, + 40, == H,O at 298 K is about 
10%, which suggests that a stoichiometric mixture of H, and O, at room 
temperature should react to form H,O, and the reaction should go to com- 
pletion. However, the rate of this reaction is so slow that it practically does 
not occur. But when the right catalyst is used, the reaction goes to comple- 
tion rather quickly to the predicted value. 


EXAMPLE 16-3 Equilibrium Composition 


at a Specified Temperature 
A mixture of 2 kmol of CO and 3 kmol of O, is heated to 2600 K at a pres- 


sure of 304 kPa. Determine the equilibrium composition, assuming the mix- 
ture consists of CO,, CO, and O, (Fig. 16-12). 


Solution A reactive gas mixture is heated to a high temperature. The equi- 
librium composition at that temperature is to be determined. 
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© H > Ht +e 

TA v 
7 N NÉ ( P " 
= Nf N otal 
where 
C Nootal = Ng + Nut +N 


Av =pyt +v- Vy 


=ł+ł=ł 
=ł 


FIGURE 16-11 


Equilibrium-constant relation for the 
ionization reaction of hydrogen. 


Equilibrium 
Initial composition at 
composition 2600 K, 304 kPa 
2 kmol CO x CO, 
3 kmol O, y CO 
va (07 
FIGURE 16-12 


Schematic for Example 16-3. 
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Assumptions 1 The equilibrium composition consists of CO,, CO, and O3. 
2 The constituents of the mixture are ideal gases. 
Analysis The stoichiometric and actual reactions in this case are as follows: 


Stoichiometric: CO +30, = CO, (thus v¢9, = 1, vco = 1, and vo, = 3) 


Actual: 2CO + 30, ——> xCO, + yCO + zO, 
products reactants 
(leftover) 
C balance: 2 = 38 ap Wy or y=2-x 
x 
O balance: 3 = Qrear par Qe wv ae 
Total number of moles: Neg = it ae vy aP B= S 
Pressure: P = 304 kPa = 3.0 atm 


The closest reaction listed in Table A-28 is CO, == CO + 40,, for which 
In Kp = —2.801 at 2600 K. The reaction we have is the inverse of this, and 
thus In Kp = +2.801, or Kp = 16.461 in our case. 

Assuming ideal-gas behavior for all components, the equilibrium constant 
relation (Eq. 16-15) becomes 


N CO P Fom Koo ro, 
Kp= 
V, v 
NGENE: \ Noal 


Substituting, we get 


r 3 =i 
16.461 = (2 — x)(3 — 2/2)? G = =) 


Solving for x yields 


x = 1.906 
Then 
y=2-—x = 0.094 


X 
ZB — 2.047 
z=3 5 
Therefore, the equilibrium composition of the mixture at 2600 K and 304 
kPa is 


1.906CO, + 0.094CO + 2.0740, 


Discussion In solving this problem, we disregarded the dissociation of O, 
into O according to the reaction O, —> 20, which is a real possibility at high 
temperatures. This is because In Kp = —7.521 at 2600 K for this reaction, 
which indicates that the amount of O, that dissociates into O is negligible. 
(Besides, we have not learned how to deal with simultaneous reactions yet. 
We will do so in the next section.) 


EXAMPLE 16-4 Effect of Inert Gases on Equilibrium 
Composition 


A mixture of 3 kmol of CO, 2.5 kmol of O,, and 8 kmol of N, is heated to 
2600 K at a pressure of 5 atm. Determine the equilibrium composition of 
the mixture (Fig. 16-13). 


Solution A gas mixture is heated to a high temperature. The equilibrium 
composition at the specified temperature is to be determined. 
Assumptions 1 The equilibrium composition consists of CO,, CO, O,, and 
N3. 2 The constituents of the mixture are ideal gases. 
Analysis This problem is similar to Example 16-3, except that it involves 
an inert gas N). At 2600 K, some possible reactions are O, == 20 (In Kp 
= —/7.521), Nb — 2N (in kK, = —28:304), 40, + SN, — NO (In Ke = 
—2.671), and CO + 40, == CO, (In Kp = 2.801 or Kp = 16.461). Based 
on these Kp values, we conclude that the O, and N, will not dissociate to 
any appreciable degree, but a small amount will combine to form some 
oxides of nitrogen. (We disregard the oxides of nitrogen in this example, but 
they should be considered in a more refined analysis.) We also conclude that 
most of the CO will combine with O, to form CO. Notice that despite the 
changes in pressure, the number of moles of CO and O, and the presence of 
an inert gas, the Kp value of the reaction is the same as that used in Exam- 
ple 16-3. 

The stoichiometric and actual reactions in this case are 


Stoichiometric: CO + $0, = CO, (thus vco, = 1, vco = 1, and vo, = 5) 


Actual: 3CO + 2.50, + 8N, —> xCO, + yCO + zO, + 8N, 
re a ed 
products reactants inert 

(leftover) 
C balance: 3=xt+y or y=3-x 
O balance: 8=%w¢+yt2z of 2=25- 


Total number of moles: roi = 00 ae 3 ap ear th IIB Sy S 


Assuming ideal-gas behavior for all components, the equilibrium constant 
relation (Eq. 16-15) becomes 


N CO P Koo Koo YG, 
Kp= 
V, v, 
N oN O N total 


Substituting, we get 


16.461 ž ( 2 T 
i (3 — x) (2.5 — x/2)"2\ 13.5 — x/2 


Solving for x yields 


x = 2.754 
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Schematic for Example 16—4. 
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Composition: CO,, CO, 02, O 


No. of components: 4 
No. of elements: 2 


No. of K, relations needed: 4-2 = 2 


FIGURE 16-14 


The number of K, relations needed to 
determine the equilibrium composition 
of a reacting mixture is the difference 
between the number of species and the 
number of elements. 


Then 
y = 3 — x = 0.246 


=25 = 2 = 12 
KEEN 2 F 


Therefore, the equilibrium composition of the mixture at 2600 K and 5 atm is 
2.754CO, + 0.246CO + 1.1230, + 8N, 


Discussion Note that the inert gases do not affect the Kp value or the Kp 
relation for a reaction, but they do affect the equilibrium composition. 


16-4 = CHEMICAL EQUILIBRIUM 
FOR SIMULTANEOUS REACTIONS 


The reacting mixtures we have considered so far involved only one reaction, 
and writing a Kp relation for that reaction was sufficient to determine the 
equilibrium composition of the mixture. However, most practical chemical 
reactions involve two or more reactions that occur simultaneously, which 
makes them more difficult to deal with. In such cases, it becomes necessary 
to apply the equilibrium criterion to all possible reactions that may occur in 
the reaction chamber. When a chemical species appears in more than one 
reaction, the application of the equilibrium criterion, together with the mass 
balance for each chemical species, results in a system of simultaneous equa- 
tions from which the equilibrium composition can be determined. 

We have shown earlier that a reacting system at a specified temperature 
and pressure achieves chemical equilibrium when its Gibbs function reaches 
a minimum value, that is, (dG)zp = 0. This is true regardless of the number 
of reactions that may be occurring. When two or more reactions are 
involved, this condition is satisfied only when (dG),;p = 0 for each reaction. 
Assuming ideal-gas behavior, the K, of each reaction can be determined 
from Eq. 16-15, with Nota being the total number of moles present in the 
equilibrium mixture. 

The determination of the equilibrium composition of a reacting mixture 
requires that we have as many equations as unknowns, where the unknowns 
are the number of moles of each chemical species present in the equilibrium 
mixture. The mass balance of each element involved provides one equation. 
The rest of the equations must come from the K, relations written for each 
reaction. Thus we conclude that the number of Kp relations needed to deter- 
mine the equilibrium composition of a reacting mixture is equal to the 
number of chemical species minus the number of elements present in equi- 
librium. For an equilibrium mixture that consists of CO,, CO, O,, and O, 
for example, two Kp relations are needed to determine the equilibrium 
composition since it involves four chemical species and two elements 
(Fig. 16-14). 

The determination of the equilibrium composition of a reacting mixture in 
the presence of two simultaneous reactions is here with an example. 


otal 
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EXAMPLE 16-5 Equilibrium Composition Initial ae age 
. . za composition at 
for Simultaneous Reactions composition 4000 K, 1 atm 
A mixture of 1 kmol of H,O and 2 kmol of O, is heated to 4000 K at a pres- Se — Pee 
sure of 1 atm. Determine the equilibrium composition of this mixture, 2 kmol O2 ie 
assuming that only H20, OH, O, and H, are present (Fig. 16-15). bat 


Solution A gas mixture is heated to a specified temperature at a specified 
pressure. The equilibrium composition is to be determined. FIGURE 16-15 
Assumptions 1 The equilibrium composition consists of HO, OH, O,, and 
H2. 2 The constituents of the mixture are ideal gases. 

Analysis The chemical reaction during this process can be expressed as 


H,O + 20, —> xH,O + yH, + zO, + wOH 


Schematic for Example 16-5. 


Mass balances for hydrogen and oxygen yield 
H balance: 2=2x+2y+w (1) 
O balance: 5) = ay tb De ab w (2) 


The mass balances provide us with only two equations with four unknowns, 
and thus we need to have two more equations (to be obtained from the Kp 
relations) to determine the equilibrium composition of the mixture. It 
appears that part of the H,O in the products is dissociated into H, and OH 
during this process, according to the stoichiometric reactions 


H,O ==> H,+30, (reaction 1) 
H,O => 5H, + OH (reaction 2) 


The equilibrium constants for these two reactions at 4000 K are determined 
from Table A-28 to be 


In Kp, = —0.542 —> Kp, = 0.5816 
In Kp, = —0.044 —> Kp, = 0.9570 


The Kp relations for these two simultaneous reactions are 


Nu NO: ( P eae 


ike = 


1 VH; 
N HO N, total 
Ng Noi P Vy, Vou Yy, o 
Kp 2 N79 N, 
H,O total 


where 


Nea = Nu,0 t Nu, t No, t Nowy =x ty Pa W 


Substituting yields 


1/2 1 1/2 
0.5816 = DY ( ) (3) 
xX 8 ar 5) ae g ar De 
Tete 172 
0.9570 = O) ( l ) (4) 
xX dor ar BaP WP 
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Solving Eqs. (1), (2), (3), and (4) simultaneously for the four unknowns x, y, 
z, and w yields 


x = 0.271 y = 0.213 
z = 1.849 w = 1.032 


Therefore, the equilibrium composition of 1 kmol H,O and 2 kmol O, at 
1 atm and 4000 K is 


0.271H,0 + 0.213H, + 1.8490, + 1.0320H 


Discussion We could also solve this problem by using the Kp relation for the 
stoichiometric reaction O, == 20 as one of the two equations. 


Solving a system of simultaneous nonlinear equations is extremely tedious 
and time-consuming if it is done by hand. Thus it is often necessary to solve 
these kinds of problems by using an equation solver such as EES. 


16-5 = VARIATION OF Kp WITH TEMPERATURE 


It was shown in Section 16-2 that the equilibrium constant K, of an ideal 
gas depends on temperature only, and it is related to the standard-state 
Gibbs function change AG*(7) through the relation (Eq. 16-14) 

AG*(T) 


In Kp = — RT 


In this section we develop a relation for the variation of Kp with temperature 
in terms of other properties. 
Substituting AG*(T) = AH*(T) — T AS*(7) into the above relation and 
differentiating with respect to temperature, we get 
d(InK,) AH*(T) d[AH*(T)] | d[AS*(T)] 
dT RT” R,TdT R, dT 


At constant pressure, the second T ds relation, T ds = dh — v dP, reduces to 
T ds = dh. Also, T d(AS*) = d(AH*) since AS* and AH* consist of entropy 
and enthalpy terms of the reactants and the products. Therefore, the last two 
terms in the above relation cancel, and it reduces to 
d(InK,) AH*(T) hg(T) 

aT — RT? RT? 


(16-17) 


where hg(T) is the enthalpy of reaction at temperature T. Notice that we 
dropped the superscript * (which indicates a constant pressure of 1 atm) 
from AH(T), since the enthalpy of an ideal gas depends on temperature only 
and is independent of pressure. Equation 16-17 is an expression of the vari- 
ation of Kp with temperature in terms of hg(T), and it is known as the van’t 
Hoff equation. To integrate it, we need to know how he varies with T. For 
small temperature intervals, Ag can be treated as a constant and Eq. 16-17 


can be integrated to yield 
Kp, re( O | ) 
In = (16-18) 


This equation has two important implications. First, it provides a means of 
calculating the hz of a reaction from a knowledge of K p, Which is easier to 
determine. Second, it shows that exothermic reactions (hę < 0) such as 
combustion processes are less complete at higher temperatures since Kp 
decreases with temperature for such reactions (Fig. 16—16). 


EXAMPLE 16-6 The Enthalpy of Reaction 
of a Combustion Process 


Estimate the enthalpy of reaction hp for the combustion process of hydrogen 
Hə + 0.50, — H,0 at 2000 K, using (a) enthalpy data and (b) Kp data. 


Solution The hp at a specified temperature is to be determined using the 
enthalpy and K, data. 

Assumptions Both the reactants and the products are ideal gases. 

Analysis (a) The hp of the combustion process of H, at 2000 K is the amount 
of energy released as 1 kmol of H, is burned in a steady-flow combustion 
chamber at a temperature of 2000 K. It can be determined from Eq. 15-6, 


hke= NG hh) SNe hh), 
= Naoh? T T2000. z hagg K)H,O =N m (h? ar hoo « J Tags K), 
—No,(h? + hx — A298 K)o, 
Substituting yields 
hg = (1 kmol H,O)[(—241,820 + 82,593 — 9904) kJ/kmol H,O] 
— (1 kmol H,)[(0 + 61,400 — 8468) kJ/kmol H, ] 
— (0.5 kmol O})[ (0 + 67,881 — 8682) kJ/kmol O,] 
= —251,663 kJ/kmol 
(b) The hp value at 2000 K can be estimated by using Kp values at 1800 
and 2200 K (the closest two temperatures to 2000 K for which Kp data are 
available) from Table A-28. They are Kẹ = 18,509 at 7} = 1800 K and 


Kp, = 869.6 at T, = 2200 K. By substituting these values into Eq. 16-18, 
the hp value is determined to be 


Kp, hg ( Io i ) 
In = 
Kp, R, T, T 


869.6 _ hp ( 1 l ) 
n = 
18,509 8.314kJ/kmol-K \ 1800K 2200K 


hg = —251,698 kJ/kmol 


Discussion Despite the large temperature difference between 7, and T, 
(400 K), the two results are almost identical. The agreement between the 
two results would be even better if a smaller temperature interval were used. 
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FIGURE 16-16 


Exothermic reactions are less 
complete at higher temperatures. 


© 

© Reaction: C + O, => CO, 
T,K Kp 
1000 4.78 X 10% 
2000 2.25 x 10!° 
3000 7.80 X 10° 
4000 1.41 X 10° 
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FIGURE 16-17 


Wet clothes hung in an open area 
eventually dry as a result of mass 
transfer from the liquid phase to the 
vapor phase. 


© Vol. OS36/PhotoDisc 


FIGURE 16-18 


A liquid—vapor mixture in equilibrium 


at a constant temperature and pressure. 


16-6 = PHASE EQUILIBRIUM 


We showed at the beginning of this chapter that the equilibrium state of a 
system at a specified temperature and pressure is the state of the minimum 
Gibbs function, and the equilibrium criterion for a reacting or nonreacting 
system was expressed as (Eq. 16-4) 


(dG) rp = 0 


In the preceding sections we applied the equilibrium criterion to reacting 
systems. In this section, we apply it to nonreacting multiphase systems. 

We know from experience that a wet T-shirt hanging in an open area 
eventually dries, a small amount of water left in a glass evaporates, and the 
aftershave in an open bottle quickly disappears (Fig. 16-17). These 
examples suggest that there is a driving force between the two phases of a 
substance that forces the mass to transform from one phase to another. The 
magnitude of this force depends, among other things, on the relative 
concentrations of the two phases. A wet T-shirt dries much quicker in dry 
air than it does in humid air. In fact, it does not dry at all if the relative 
humidity of the environment is 100 percent. In this case, there is no trans- 
formation from the liquid phase to the vapor phase, and the two phases are 
in phase equilibrium. The conditions of phase equilibrium change, how- 
ever, if the temperature or the pressure is changed. Therefore, we examine 
phase equilibrium at a specified temperature and pressure. 


Phase Equilibrium for a Single-Component System 


The equilibrium criterion for two phases of a pure substance such as water 
is easily developed by considering a mixture of saturated liquid and satu- 
rated vapor in equilibrium at a specified temperature and pressure, such as 
that shown in Fig. 16—18. The total Gibbs function of this mixture is 


G = mgy + M; 8g; 
where g,and g, are the Gibbs functions of the liquid and vapor phases per 
unit mass, respectively. Now imagine a disturbance during which a differen- 


tial amount of liquid dm, evaporates at constant temperature and pressure. 
The change in the total Gibbs function during this disturbance is 


(dG)rp = gy dm; + 8, dm, 
since g, and g, remain constant at constant temperature and pressure. At 


equilibrium, (dG); p = 0. Also from the conservation of mass, dm, = —dmy,. 
Substituting, we obtain 


(dG) rp = (8f — 8) dm; 
which must be equal to zero at equilibrium. It yields 
8 = Be (16-19) 
Therefore, the two phases of a pure substance are in equilibrium when each 
phase has the same value of specific Gibbs function. Also, at the triple point 


(the state at which all three phases coexist in equilibrium), the specific 
Gibbs functions of all three phases are equal to each other. 


What happens if g, > g,? Obviously the two phases are not in equilibrium 
at that moment. The second law requires that (dG); p = (8f — 8) dm; <0. 
Thus, dm, must be negative, which means that some liquid must vaporize 
until g; = g, Therefore, the Gibbs function difference is the driving force 
for phase change, just as the temperature difference is the driving force for 
heat transfer. 


EXAMPLE 16-7 Phase Equilibrium for a Saturated Mixture 


Show that a mixture of saturated liquid water and saturated water vapor at 
120°C satisfies the criterion for phase equilibrium. 


Solution It is to be shown that a saturated mixture satisfies the criterion 
for phase equilibrium. 

Properties The properties of saturated water at 120°C are h; = 503.81 kJ/kg, 
S, = 1.5279 kJ/kg: K, h, = 2706.0 kJ/kg, and s, = 7.1292 kJ/kg - K (Table 
A-4). 

Analysis Using the definition of Gibbs function together with the enthalpy 
and entropy data, we have 


g = h; — Ts; = 503.81 kJ/kg — (393.15 K) (1.5279 kJ/kg - K) 
= —96.9 kJ/kg 
and 
8g = hg — Ts, = 2706.0 kJ/kg — (393.15 K) (7.1292 kJ/kg - K) 
— 96.8 kJ/kg 


Discussion The two results are in close agreement. They would match 
exactly if more accurate property data were used. Therefore, the criterion for 
phase equilibrium is satisfied. 


The Phase Rule 


Notice that a single-component two-phase system may exist in equilibrium 
at different temperatures (or pressures). However, once the temperature is 
fixed, the system is locked into an equilibrium state and all intensive prop- 
erties of each phase (except their relative amounts) are fixed. Therefore, a 
single-component two-phase system has one independent property, which 
may be taken to be the temperature or the pressure. 

In general, the number of independent variables associated with a multicom- 
ponent, multiphase system is given by the Gibbs phase rule, expressed as 


I¥V=€—PH +2 (16-20) 


where IV = the number of independent variables, C = the number of com- 
ponents, and PH = the number of phases present in equilibrium. For the 
single-component (C = 1) two-phase (PH = 2) system discussed above, for 
example, one independent intensive property needs to be specified (IV = 1, 
Fig. 16-19). At the triple point, however, PH = 3 and thus IV = 0. That 
is, none of the properties of a pure substance at the triple point can be var- 
ied. Also, based on this rule, a pure substance that exists in a single phase 
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WATER VAPOR 
IP 


100°C 
150°C 


200°C 


LIQUID WATER 


FIGURE 16-19 


According to the Gibbs phase rule, a 
single-component, two-phase system 
can have only one independent 
variable. 
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(PH = 1) has two independent variables. In other words, two independent 
intensive properties need to be specified to fix the equilibrium state of a 
pure substance in a single phase. 


T, P 
NH; + H,O VAPOR 


&£NH3 T £g, NH3 


8in0 = 8g10 Phase Equilibrium for a Multicomponent System 


LIQUID NH; + H,O Many multiphase systems encountered in practice involve two or more com- 
ponents. A multicomponent multiphase system at a specified temperature 
FIGURE 16-20 and pressure is in phase equilibrium when there is no driving force between 

es the different phases of each component. Thus, for phase equilibrium, the 


A multicomponent multiphase system specific Gibbs function of each component must be the same in all phases 
is in phase equilibrium when the (Fig. 16-20). That is 


specific Gibbs function of each 
component is the same in all phases. 81 = 8e1 = 8s1 for component 1 


82 = 822 = gs2 for component 2 


EIN = gen = gsn for component N 


We could also derive these relations by using mathematical vigor instead of 
physical arguments. 

Some components may exist in more than one solid phase at the specified 
temperature and pressure. In this case, the specific Gibbs function of each 
solid phase of a component must also be the same for phase equilibrium. 

In this section we examine the phase equilibrium of two-component sys- 
tems that involve two phases (liquid and vapor) in equilibrium. For such 
systems, C = 2, PH = 2, and thus IV = 2. That is, a two-component, two- 
phase system has two independent variables, and such a system will not be 
in equilibrium unless two independent intensive properties are fixed. 

In general, the two phases of a two-component system do not have the 
same composition in each phase. That is, the mole fraction of a component 
is different in different phases. This is illustrated in Fig. 16-21 for the two- 
phase mixture of oxygen and nitrogen at a pressure of 0.1 MPa. On this dia- 
FIGURE 16-21 gram, the vapor line represents the equilibrium composition of the vapor 
Equilibrium diagram for the two-phase phase at various temperatures, and the liquid line does the same for the liq- 
mixture of oxygen and nitrogen at uid phase. At 84 K, for example, the mole fractions are 30 percent nitrogen 
0.1 MPa. and 70 percent oxygen in the liquid phase and 66 percent nitrogen and 
34 percent oxygen in the vapor phase. Notice that 


0 10 20 30 40 50 60 70 80 90100% 0, 
100 90 80 70 60 50 40 30 20 10 0% N, 


Yen, + Yeo, = 0.30 + 0.70 = 1 (16-21) 
Ven, + Yeo, = 0.66 + 0.34 = 1 (16-216) 


Therefore, once the temperature and pressure (two independent variables) of 
a two-component, two-phase mixture are specified, the equilibrium compo- 
sition of each phase can be determined from the phase diagram, which is 
based on experimental measurements. 

It is interesting to note that temperature is a continuous function, but mole 
fraction (which is a dimensionless concentration), in general, is not. The 
water and air temperatures at the free surface of a lake, for example, are 
always the same. The mole fractions of air on the two sides of a water—air 
interface, however, are obviously very different (in fact, the mole fraction of 
air in water is close to zero). Likewise, the mole fractions of water on the 


two sides of a water—air interface are also different even when air is satu- 
rated (Fig. 16-22). Therefore, when specifying mole fractions in two-phase 
mixtures, we need to clearly specify the intended phase. 

In most practical applications, the two phases of a mixture are not in 
phase equilibrium since the establishment of phase equilibrium requires the 
diffusion of species from higher concentration regions to lower concentra- 
tion regions, which may take a long time. However, phase equilibrium 
always exists at the interface of two phases of a species. In the case of 
air—water interface, the mole fraction of water vapor in the air is easily 
determined from saturation data, as shown in Example 16-8. 

The situation is similar at solid—liquid interfaces. Again, at a given tem- 
perature, only a certain amount of solid can be dissolved in a liquid, and the 
solubility of the solid in the liquid is determined from the requirement that 
thermodynamic equilibrium exists between the solid and the solution at the 
interface. The solubility represents the maximum amount of solid that can 
be dissolved in a liquid at a specified temperature and is widely available in 
chemistry handbooks. In Table 16-1 we present sample solubility data for 
sodium chloride (NaCl) and calcium bicarbonate [Ca(HO,),] at various tem- 
peratures. For example, the solubility of salt (NaCl) in water at 310 K is 
36.5 kg per 100 kg of water. Therefore, the mass fraction of salt in the satu- 
rated brine is simply 

Msat 36.5 kg 


Matt tiquid side = tle (100 + 36.5) kg = 0.267 (or 26.7 percent) 


whereas the mass fraction of salt in the pure solid salt is mf = 1.0. 

Many processes involve the absorption of a gas into a liquid. Most gases are 
weakly soluble in liquids (such as air in water), and for such dilute solutions 
the mole fractions of a species i in the gas and liquid phases at the interface 
are observed to be proportional to each other. That is, Y; gas side % Yistiquid side OF 
P gas side % PYitiquid side SINCE y; = P;/P for ideal-gas mixtures. This is known as 
the Henry’s law and is expressed as 


P igas side 
Yijiquid side = H (16-22) 


where H is the Henry’s constant, which is the product of the total pressure 
of the gas mixture and the proportionality constant. For a given species, it is 
a function of temperature only and is practically independent of pressure for 
pressures under about 5 atm. Values of the Henry’s constant for a number of 
aqueous solutions are given in Table 16-2 for various temperatures. From 
this table and the equation above we make the following observations: 


1. The concentration of a gas dissolved in a liquid is inversely proportional 
to Henry’s constant. Therefore, the larger the Henry’s constant, the 
smaller the concentration of dissolved gases in the liquid. 

2. The Henry’s constant increases (and thus the fraction of a dissolved gas in 
the liquid decreases) with increasing temperature. Therefore, the dissolved 
gases in a liquid can be driven off by heating the liquid (Fig. 16-23). 

3. The concentration of a gas dissolved in a liquid is proportional to the 
partial pressure of the gas. Therefore, the amount of gas dissolved in a 
liquid can be increased by increasing the pressure of the gas. This can be 
used to advantage in the carbonation of soft drinks with CO, gas. 
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Air 


YH,O,gas side 


= 


YH,O liquid side = 


Jump in il 


concentration 


FIGURE 16-22 


Unlike temperature, the mole fraction 
of species on the two sides of a 
liquid—gas (or solid—gas or 
solid—liquid) interface are usually not 
the same. 


TABLE 16-1 


Solubility of two inorganic 
compounds in water at various 
temperatures, in kg (in 100 kg of 
water) 


(from Handbook of Chemistry, McGraw-Hill, 
1961) 


Solute 

Calcium 
Tempera- Salt bicarbonate 
ture, K NaCl Ca(HCO3), 
273.15 35.7 16.15 
280 35.8 16.30 
290 35.9 16.53 
300 36.2 16.75 
310 36.5 16.98 
320 36.9 17.20 
330 31.2 17.43 
340 37.6 17.65 
350 38.2 17.88 
360 38.8 18.10 
370 39.5 18.33 
373.15 39.8 18.40 
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Gas A VA.gas side 
ERREZ 
O side 
Gas: A 
Liquid: B 


YA,gas side % YA liquid side 
or 


Py was side a 
~~ 5 ~ M liquid side 


or 
Py gas side = HY jiquid side 


FIGURE 16-23 


Dissolved gases in a liquid can be 
driven off by heating the liquid. 


TABLE 16-2 


Henry’s constant H (in bars) for selected gases in water at low to moderate 
pressures (for gas i, H = P; gas side/Yiwater side) (from Mills, Table A.21, p. 874) 


Solute 290 K 300 K 310 K 320 K 330 K 340 K 

H3S 440 560 700 830 980 1140 
CO, 1,280 1,710 2,170 2,720 3,220 — 
O, 38,000 45,000 52,000 57,000 61,000 65,000 
H, 67,000 72,000 75,000 76,000 77,000 76,000 
CO 51,000 60,000 67,000 74,000 80,000 84,000 
Air 62,000 74,000 84,000 92,000 99,000 104,000 
N2 76,000 89,000 101,000 110,000 118,000 124,000 


Strictly speaking, the result obtained from Eq. 16-22 for the mole fraction 
of dissolved gas is valid for the liquid layer just beneath the interface, 
but not necessarily the entire liquid. The latter will be the case only when 
thermodynamic phase equilibrium is established throughout the entire liq- 
uid body. 

We mentioned earlier that the use of Henry’s law is limited to dilute 
gas-liquid solutions, that is, liquids with a small amount of gas dissolved in 
them. Then the question that arises naturally is, what do we do when the gas 
is highly soluble in the liquid (or solid), such as ammonia in water? In this 
case, the linear relationship of Henry’s law does not apply, and the mole 
fraction of a gas dissolved in the liquid (or solid) is usually expressed as a 
function of the partial pressure of the gas in the gas phase and the tempera- 
ture. An approximate relation in this case for the mole fractions of a species 
on the liquid and gas sides of the interface is given by Raoult’s law as 


Piga side — Yi, gas side Pai = Yiliquid side Pealt) (16-23) 


where P; sa(T) is the saturation pressure of the species i at the interface tem- 
perature and Pioa is the total pressure on the gas phase side. Tabular data 
are available in chemical handbooks for common solutions such as 
the ammonia—water solution that is widely used in absorption-refrigeration 
systems. 

Gases may also dissolve in solids, but the diffusion process in this case 
can be very complicated. The dissolution of a gas may be independent of 
the structure of the solid, or it may depend strongly on its porosity. Some 
dissolution processes (such as the dissolution of hydrogen in titanium, simi- 
lar to the dissolution of CO, in water) are reversible, and thus maintaining 
the gas content in the solid requires constant contact of the solid with a 
reservoir of that gas. Some other dissolution processes are irreversible. For 
example, oxygen gas dissolving in titanium forms TiO, on the surface, and 
the process does not reverse itself. 

The molar density of the gas species i in the solid at the interface 
Pisolid side 18 proportional to the partial pressure of the species i in the gas 
P on the gas side of the interface and is expressed as 


i,gas side 


P isolid side — TX A side (kmol/m*) (16-24) 


where F is the solubility. Expressing the pressure in bars and noting that the 
unit of molar concentration is kmol of species i per mô, the unit of solubility 
is kmol/m?- bar. Solubility data for selected gas—solid combinations are 
given in Table 16-3. The product of solubility of a gas and the diffusion 
coefficient of the gas in a solid is referred to as the permeability, which is a 
measure of the ability of the gas to penetrate a solid. Permeability is 
inversely proportional to thickness and has the unit kmol/s - m - bar. 

Finally, if a process involves the sublimation of a pure solid such as ice or 
the evaporation of a pure liquid such as water in a different medium such as 
air, the mole (or mass) fraction of the substance in the liquid or solid phase 
is simply taken to be 1.0, and the partial pressure and thus the mole fraction 
of the substance in the gas phase can readily be determined from the satura- 
tion data of the substance at the specified temperature. Also, the assumption 
of thermodynamic equilibrium at the interface is very reasonable for pure 
solids, pure liquids, and solutions except when chemical reactions are 
occurring at the interface. 


EXAMPLE 16-8 


Determine the mole fraction of the water vapor at the surface of a lake whose 
temperature is 15°C, and compare it to the mole fraction of water in the lake 
(Fig. 16-24). Take the atmospheric pressure at lake level to be 92 kPa. 


Mole Fraction of Water Vapor Just over a Lake 


Solution The mole fraction of water vapor at the surface of a lake is to be 
determined and to be compared to the mole fraction of water in the lake. 
Assumptions 1 Both the air and water vapor are ideal gases. 2 The amount 
of air dissolved in water is negligible. 
Properties The saturation pressure of water at 15°C is 1.7057 kPa (Table A-4). 
Analysis There exists phase equilibrium at the free surface of the lake, 
and thus the air at the lake surface is always saturated at the interface 
temperature. 

The air at the water surface is saturated. Therefore, the partial pressure of 
water vapor in the air at the lake surface will simply be the saturation pres- 
sure of water at 15°C, 


IP, x Prat @ ie S 1.7057 kPa 


The mole fraction of water vapor in the air at the surface of the lake is deter- 
mined from Eq. 16-22 to be 


P, — 1.7057 kPa 
Ip 92 kPa 


y= = 0.0185 or 1.85 percent 

Water contains some dissolved air, but the amount is negligible. Therefore, 
we can assume the entire lake to be liquid water. Then its mole fraction 
becomes 


Y water liquid side = 1.0 or 100 percent 


Discussion Note that the concentration of water on a molar basis is 
100 percent just beneath the air—-water interface and less than 2 percent 
just above it even though the air is assumed to be saturated (so this is the 
highest value at 15°C). Therefore, large discontinuities can occur in the con- 
centrations of a species across phase boundaries. 
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TABLE 16—3 


Solubility of selected gases and 
solids (from Barrer) 


(for gas i, f= Pisolid side! Pi.gas side) 


F 
Gas Solid TK — kmol/m? - bar 
O, Rubber 298 0.00312 
N Rubber 298 0.00156 
CO, Rubber 298 0.04015 
He SiO, 298 0.00045 
H, Ni 358 0.00901 
Air 
92 kPa 
Saturated air 
YH,O.air side = 0.0185 
YH,O. liquid side = 1.0 
Lake 
[52C 
FIGURE 16-24 


Schematic for Example 16-8. 


814 | Thermodynamics 


Air 


Saturated air F dry air,gas side 


Lake Vary air,liquid side 
Wee 


FIGURE 16-25 
Schematic for Example 16-9. 


Hydrogen gas 
358 K, 300 kPa 
H2 


a 


Nickel plate <~~~— 


H2 


FIGURE 16-26 
Schematic for Example 16-10. 


EXAMPLE 16-9 The Amount of Dissolved Air in Water 


Determine the mole fraction of air at the surface of a lake whose temperature is 
17°C (Fig. 16-25). Take the atmospheric pressure at lake level to be 92 kPa. 


Solution The mole fraction of air in lake water is to be determined. 
Assumptions Both the air and vapor are ideal gases. 

Properties The saturation pressure of water at 17°C is 1.96 kPa (Table 
A-4). The Henry’s constant for air dissolved in water at 290 K is H = 
62,000 bar (Table 16-2). 

Analysis This example is similar to the previous example. Again the air at the 
water surface is saturated, and thus the partial pressure of water vapor in the 
air at the lake surface is the saturation pressure of water at 17°C, 


P = Be gee: = 1.96 kPa 


The partial pressure of dry air is 
eyes IP = Ia, = O = EO = S00 ede OO04ibat 


Note that we could have ignored the vapor pressure since the amount of 
vapor in air is so small with little loss in accuracy (an error of about 2 per- 
cent). The mole fraction of air in the water is, from Henry’s law, 


Po air,gas side 0.9004 bar 
Yary air,liquid side H 62,000 bar 


Discussion This value is very small, as expected. Therefore, the concentration 
of air in water just below the air-water interface is 1.45 moles per 100,000 
moles. But obviously this is enough oxygen for fish and other creatures in the 
lake. Note that the amount of air dissolved in water will decrease with increas- 
ing depth unless phase equilibrium exists throughout the entire lake. 


= 1.45 x 1075 


EXAMPLE 16-10 Diffusion of Hydrogen Gas into a Nickel Plate 


Consider a nickel plate that is placed into a tank filled with hydrogen gas at 
358 K and 300 kPa. Determine the molar and mass density of hydrogen in 
the nickel plate when phase equilibrium is established (Fig. 16-26). 


Solution A nickel plate is exposed to hydrogen gas. The density of hydro- 
gen in the plate is to be determined. 

Properties The molar mass of hydrogen H, is M = 2 kg/kmol, and the solu- 
bility of hydrogen in nickel at the specified temperature is given in Table 
16-3 to be 0.00901 kmol/m - bar. 

Analysis Noting that 300 kPa = 3 bar, the molar density of hydrogen in the 
nickel plate is determined from Eq. 16-24 to be 


Daami = Of X inga 
= (0.00901 kmol/m?- bar) (3 bar) = 0.027 kmol/m? 
It corresponds to a mass density of 
PH,,solid side — Pu, solid eM, H, 
(0.027 kmol/m*) (2 kg/kmol) = 0.054 kg/m? 


That is, there will be 0.027 kmol (or 0.054 kg) of H, gas in each m? volume 
of nickel plate when phase equilibrium is established. 
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EXAMPLE 16-11 Composition of Different Phases of a Mixture VAPOR 

H,O + NH; 
In absorption refrigeration systems, a two-phase equilibrium mixture of liquid 40°C 
ammonia (NH3) and water (HO) is frequently used. Consider one such mix- Jamo =? 
ture at 40°C, shown in Fig. 16-27. If the composition of the liquid phase is YeNH, =? 
70 percent NH; and 30 percent HO by mole numbers, determine the com- 
position of the vapor phase of this mixture. LIQUID 

Ymo = 0.30 
Solution A two-phase mixture of ammonia and water at a specified temper- YpNH = 9.70 
ature is considered. The composition of the liquid phase is given, and the 
composition of the vapor phase is to be determined. 
Assumptions The mixture is ideal and thus Raoult’s law is applicable. FIGURE 16-27 


Properties The saturation pressures of H2O and NH at 40°C are Pyo sat = 
7.3851 kPa and Pyn, sap = 1554.33 kPa. 
Analysis The vapor pressures are determined from 


PrGrascites = Mevontigtasiel” 14,0 sat (7) = 0.30(7.3851 kPa) = 2.22 kPa 
Pi gas side — YNH,,liquid side Pyn, sal T) = 0.70 (1554.33 kPa) = 1088.03 kPa 


Schematic for Example 16-11. 


The total pressure of the mixture is 
Paa = Pao T Arn ~ 222 T IVR = OOO ranked 


Then the mole fractions in the gas phase are 


I Ore side 2.22 kPa 0.0020 
Hogea T i ee O 5 
Pyu, gas side 1088.03 kPa 
= = = 0.99 
YNH;,gas side BI 1090.25 kPa 0.9980 


Discussion Note that the gas phase consists almost entirely of ammonia, 
making this mixture very suitable for absorption refrigeration. 


SUMMARY 


An isolated system is said to be in chemical equilibrium if no 
changes occur in the chemical composition of the system. 
The criterion for chemical equilibrium is based on the second 
law of thermodynamics, and for a system at a specified tem- 
perature and pressure it can be expressed as 


(dG)r,p =0 
For the reaction 
VA + vgB == v-C + vpD 


where the v’s are the stoichiometric coefficients, the equilib- 
rium criterion can be expressed in terms of the Gibbs func- 
tions as 


i 
YVCSc T Vp8p ~ VASA 


Vegg = 0 


which is valid for any chemical reaction regardless of the 
phases involved. 


For reacting systems that consist of ideal gases only, the 
equilibrium constant Kp can be expressed as 


Kp=e —AG*(T)/R,T 


where the standard-state Gibbs function change AG*(T) and 
the equilibrium constant K, are defined as 


AG*(T) = vcgč(T) + vp8gž(T) — vagž(T) — vp33(T) 
and 

PEP? 
~ PYPY 


P 


Here, P,’s are the partial pressures of the components in atm. 
The K, of ideal-gas mixtures can also be expressed in terms 
of the mole numbers of the components as 
ia NENP ( P T 
"NENG \ Noa 
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where Av = vce + Vp — V4 T Vp, P is the total pressure in 
atm, and Nota is the total number of moles present in the 
reaction chamber, including any inert gases. The equation 
above is written for a reaction involving two reactants and 
two products, but it can be extended to reactions involving 
any number of reactants and products. 

The equilibrium constant K, of ideal-gas mixtures depends 
on temperature only. It is independent of the pressure of the 
equilibrium mixture, and it is not affected by the presence of 
inert gases. The larger the Kp, the more complete the reac- 
tion. Very small values of Kp indicate that a reaction does not 
proceed to any appreciable degree. A reaction with Kp > 
1000 is usually assumed to proceed to completion, and a 
reaction with Kp < 0.001 is assumed not to occur at all. The 
mixture pressure affects the equilibrium composition, although 
it does not affect the equilibrium constant Kp. 

The variation of Kp with temperature is expressed in terms 
of other thermochemical properties through the van’t Hoff 
equation 


Thermodynamics 


d(In Kp) _ hp(T) 
dT RT? 


where /g(T) is the enthalpy of reaction at temperature T. For 
small temperature intervals, it can be integrated to yield 


Kp, hp ( 1 1 ) 
In = 
Ke RADI B 


1 


This equation shows that combustion processes are less com- 
plete at higher temperatures since Kp decreases with tempera- 
ture for exothermic reactions. 

Two phases are said to be in phase equilibrium when there 
is no transformation from one phase to the other. Two phases 


of a pure substance are in equilibrium when each phase has 
the same value of specific Gibbs function. That is, 


Es — Eg 
In general, the number of independent variables associated 
with a multicomponent, multiphase system is given by the 
Gibbs phase rule, expressed as 


IV=C-PH+2 


where IV = the number of independent variables, C = the 
number of components, and PH = the number of phases pres- 
ent in equilibrium. 

A multicomponent, multiphase system at a specified tem- 
perature and pressure is in phase equilibrium when the spe- 
cific Gibbs function of each component is the same in all 
phases. 

For a gas i that is weakly soluble in a liquid (such as air 
in water), the mole fraction of the gas in the liquid y, jiquid side 
is related to the partial pressure of the gas P 
Henry’s law 


i,gas side by 


r i,gas side 


Yi.liquid side ~ H 


where H is Henry’s constant. When a gas is highly soluble in 
a liquid (such as ammonia in water), the mole fractions of the 
species of a two-phase mixture in the liquid and gas phases 
are given approximately by Raoult’s law, expressed as 


P = Yi gas side Protat = Vijiquid side P salT) 


igas side 


where P otai IS the total pressure of the mixture, P, sa(T) is the 
saturation pressure of species i at the mixture temperature, 
and y; Jiquid side ANF Y; gas side are the mole fractions of species i 
in the liquid and vapor phases, respectively. 
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PROBLEMS* 


Kp and the Equilibrium Composition of Ideal Gases 


16-1C Why is the criterion for chemical equilibrium 
expressed in terms of the Gibbs function instead of entropy? 


16-2C Is a wooden table in chemical equilibrium with the air? 


16-3C Write three different Kp relations for reacting ideal- 
gas mixtures, and state when each relation should be used. 


16-4C The equilibrium constant of the reaction CO + 50, 
— CO, at 1000 K and 1 atm is Kp. Express the equilibrium 
constant of the following reactions at 1000 K in terms of Kp: 


(a) CO + 40, => CO, at 3 atm 
(b) CO, => CO + 50, at 1 atm 
(c) CO + O, = CO, + 40, at 1 atm 
(d) CO + 20, + 5N, = CO, + 1.50, + 5N, at4 atm 
(e) 2CO + O, == 2C0, at 1 atm 


16-5C The equilibrium constant of the dissociation reac- 
tion H, — 2H at 3000 K and | atm is Kp. Express the equi- 
librium constants of the following reactions at 3000 K in 
terms of Kp: 


(a) H, == 2H at 2 atm 
(b) 2H => H, at 1 atm 
(c) 2H, => 4H at 1 atm 
(d H,+2N, == 2H + 2N, at 2 atm 
(e) 6H => 3H, at 4 atm 


16-6C Consider a mixture of CO,, CO, and O, in equilib- 
rium at a specified temperature and pressure. Now the pres- 
sure is doubled. 


(a) Will the equilibrium constant K, change? 
(b) Will the number of moles of CO,, CO, and O, change? 
How? 


16-7C Consider a mixture of NO, O,, and N, in equilib- 
rium at a specified temperature and pressure. Now the pres- 
sure is tripled. 


(a) Will the equilibrium constant K, change? 
(b) Will the number of moles of NO, O,, and N, change? 
How? 


16-8C A reaction chamber contains a mixture of CO,, CO, 
and O, in equilibrium at a specified temperature and pres- 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon g are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


sure. How will (a) increasing the temperature at constant 
pressure and (b) increasing the pressure at constant tempera- 
ture affect the number of moles of CO,? 


16-9C A reaction chamber contains a mixture of N, and N 
in equilibrium at a specified temperature and pressure. How 
will (a) increasing the temperature at constant pressure and 
(b) increasing the pressure at constant temperature affect the 
number of moles of N,? 


16-10C A reaction chamber contains a mixture of CO,, 
CO, and O, in equilibrium at a specified temperature and 
pressure. Now some N, is added to the mixture while the 
mixture temperature and pressure are kept constant. Will this 
affect the number of moles of O,? How? 


16-11C Which element is more likely to dissociate into its 
monatomic form at 3000 K, H, or N}? Why? 


16-12 Using the Gibbs function data, determine the equi- 
librium constant Kp for the reaction H, + 50, = H,O at 
(a) 298 K and (b) 2000 K. Compare your results with the Kp 
values listed in Table A-28. 


16-13E Using Gibbs function data, determine the equilib- 
rium constant Kp for the reaction H, + 50, = H,O at 
(a) 537 R and (b) 3240 R. Compare your results with the 
Kp values listed in Table A-28. Answers: (a) 1.12 x 10%, 
(b) 1.90 x 101 


16-14 Determine the equilibrium constant K, for the pro- 
cess CO + 50, = CO, at (a) 298 K and (b) 2000 K. Com- 
pare your results with the values for K, listed in Table A—28. 


16-15 Study the effect of varying the percent excess 

SS air during the steady-flow combustion of 
hydrogen at a pressure of 1 atm. At what temperature will 97 
percent of H, burn into H,O? Assume the equilibrium mix- 
ture consists of H,O, H,, O,, and N,. 


16-16 Determine the equilibrium constant Kp for the 
reaction CH, + 20, == CO, + 2H,O at 25°C. 
Answer: 1.96 x 10140 


16-17 Using the Gibbs function data, determine the equi- 
librium constant Kp for the dissociation process CO, == 
CO + 50, at (a) 298 K and (b) 1800 K. Compare your 
results with the Kp values listed in Table A—28. 


16-18 Using the Gibbs function data, determine the equi- 
librium constant Kp for the reaction H,O == 5H, + OH 
at 25°C. Compare your result with the Kp value listed in 
Table A-28. 


16-19 Determine the temperature at which 5 percent of 
diatomic oxygen (O,) dissociates into monatomic oxygen (O) 
at a pressure of 3 atm. Answer: 3133 K 


16-20 Repeat Prob. 16-19 for a pressure of 6 atm. 
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16-21 R Carbon monoxide is burned with 100 percent 

excess air during a steady-flow process at a 
pressure of 1 atm. At what temperature will 97 percent of CO 
burn to CO,? Assume the equilibrium mixture consists of 
CO,, CO, O,, and N,. Answer: 2276 K 


16-22 Reconsider Prob. 16-21. Using EES (or other) 

SS software, study the effect of varying the per- 
cent excess air during the steady-flow process from 0 to 200 
percent on the temperature at which 97 percent of CO burns 
into CO,. Plot the temperature against the percent excess air, 
and discuss the results. 


16-23E Repeat Prob. 16-21 using data in English units. 


16-24 Hydrogen is burned with 150 percent theoretical air 
during a steady-flow process at a pressure of 1 atm. At what 
temperature will 98 percent of H, burn to H,O? Assume the 
equilibrium mixture consists of H,O, H,, O,, and N,. 


16-25 Air (79 percent N, and 21 percent O,) is heated to 
2000 K at a constant pressure of 2 atm. Assuming the equi- 
librium mixture consists of N,, O,, and NO, determine the 
equilibrium composition at this state. Is it realistic to assume 
that no monatomic oxygen or nitrogen will be present in the 
equilibrium mixture? Will the equilibrium composition 
change if the pressure is doubled at constant temperature? 


16-26 Hydrogen (H,) is heated to 3200 K at a constant 
pressure of 8 atm. Determine the percentage of H, that will 
dissociate into H during this process. Answer: 5.0 percent 


16-27 Carbon dioxide (CO,) is heated to 2400 K at a con- 
stant pressure of 3 atm. Determine the percentage of CO, that 
will dissociate into CO and O, during this process. 


16-28 A mixture of 1 mol of CO and 3 mol of O, is heated 
to 2200 K at a pressure of 2 atm. Determine the equilibrium 
composition, assuming the mixture consists of CO,, CO, and 
O,. Answers: 0.995C0,, 0.005C0, 2.50250, 


16-29E A mixture of 2 mol of CO, 2 mol of O,, and 6 mol 
of N, is heated to 4320 R at a pressure of 3 atm. Determine 
the equilibrium composition of the mixture. 

Answers: 1.93CO>, 0.07CO, 1.0350,, 6N, 


16-30 A mixture of 3 mol of N,, 1 mol of O,, and 0.1 mol 
of Ar is heated to 2400 K at a constant pressure of 10 atm. 
Assuming the equilibrium mixture consists of N,, O,, Ar, and 
NO, determine the equilibrium composition. 

Answers: 0.0823NO, 2.9589N,, 0.95890., 0.1Ar 


Thermodynamics 


16-31 Determine the mole fraction of sodium that ionizes 
according to the reaction Na = Nat + e at 2000 K and 
0.8 atm (Kp = 0.668 for this reaction). Answer: 67.5 percent 


16-32 Liquid propane (C,H) enters a combustion chamber 
at 25°C at a rate of 1.2 kg/min where it is mixed and burned 
with 150 percent excess air that enters the combustion cham- 
ber at 12°C. If the combustion gases consist of CO,, H,O, 
CO, O,, and N, that exit at 1200 K and 2 atm, determine 


(a) the equilibrium composition of the product gases and (b) the 
rate of heat transfer from the combustion chamber. Is it real- 
istic to disregard the presence of NO in the product gases? 
Answers: (a) 3CO>, 7.505, 4H»0, 47N>, (b) 5066 kJ/min 


C3Hs co 
25°C Combustion |1200 K CO, 
chamber M~~ H,O 
AIR i 2 atm O, 
12°C N3 


FIGURE P16-32 


16-33 Reconsider Prob. 16-32. Using EES (or other) 
<= software, investigate if it is realistic to disre- 
gard the presence of NO in the product gases? 


16-34E A steady-flow combustion chamber is supplied 
with CO gas at 560 R and 16 psia at a rate of 12.5 ft?/min 
and with oxygen (O,) at 537 R and 16 psia at a rate of 
0.7 Ibm/min. The combustion products leave the combustion 
chamber at 3600 R and 16 psia. If the combustion gases con- 
sist of CO,, CO, and O,, determine (a) the equilibrium com- 
position of the product gases and (b) the rate of heat transfer 
from the combustion chamber. 


16-35 Oxygen (O,) is heated during a steady-flow process 
at 1 atm from 298 to 3000 K at a rate of 0.5 kg/min. Deter- 
mine the rate of heat supply needed during this process, 
assuming (a) some O, dissociates into O and (b) no dissocia- 
tion takes place. 


O, (0770) 


298 K 3000 K 


FIGURE P16-35 


16-36 Estimate K, for the following equilibrium reaction at 
2500 K: 


CO + H,O = CO, + H, 
At 2000 K it is known that the enthalpy of reaction is 
—26176 kJ/kmol and Kp is 0.2209. Compare your result with 


the value obtained from the definition of the equilibrium 
constant. 


16-37 A constant-volume tank contains a mixture of 1 
kmol H, and 1 kmol O, at 25°C and 1 atm. The contents are 
ignited. Determine the final temperature and pressure in the 
tank when the combustion gases are H,O, H,, and O,. 


Simultaneous Reactions 


16-38C What is the equilibrium criterion for systems that 
involve two or more simultaneous chemical reactions? 


16-39C When determining the equilibrium composition of 
a mixture involving simultaneous reactions, how would you 
determine the number of K, relations needed? 


16-40 One mole of H,O is heated to 3400 K at a pressure of 
1 atm. Determine the equilibrium composition, assuming that 
only H,O, OH, O,, and H, are present. Answers: 0.574H,0, 
0.308H,, 0.0950,, 0.2360H 


16-41 A mixture of 2 mol of CO, and 1 mol of O, is 
heated to 3200 K at a pressure of 2 atm. Determine the equi- 
librium composition of the mixture, assuming that only CO,, 
CO, O,, and O are present. 


16-42 Air (21 percent O,, 79 percent N,) is heated to 3000 K 
at a pressure of 2 atm. Determine the equilibrium composi- 
tion, assuming that only O,, N,, O, and NO are present. Is it 
realistic to assume that no N will be present in the final equi- 
librium mixture? 


Qin 
AIR Ý O>, No, O, NO 
— Reaction ————> 
chamber 3000 K 


FIGURE P16-42 


16—43E (2 Air (21 percent O,, 79 percent N,) is heated 

to 5400 R at a pressure of 1 atm. Determine 
the equilibrium composition, assuming that only O,, N,, O, 
and NO are present. Is it realistic to assume that no N will be 
present in the final equilibrium mixture? 


16-44E Reconsider Prob. 16—43E. Use EES (or other) 

SS software to obtain the equilibrium solution. 
Compare your solution technique with that used in Prob. 
16-43E. 


16-45 Water vapor (H,O) is heated during a steady-flow 
process at 1 atm from 298 to 3000 K at a rate of 0.2 kg/min. 
Determine the rate of heat supply needed during this process, 
assuming (a) some H,O dissociates into H,, O,, and OH and 
(b) no dissociation takes place. Answers: (a) 2055 kJ/min, 
(b) 1404 kJ/min 


16—46 Reconsider Prob. 16-45. Using EES (or other) 

SS software, study the effect of the final tempera- 
ture on the rate of heat supplied for the two cases. Let the 
final temperature vary from 2500 to 3500 K. For each of the 
two cases, plot the rate of heat supplied as a function final 
temperature. 
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16-47 Ethyl alcohol (C,H;OH(g)) at 25°C is burned 
SS in a steady-flow adiabatic combustion chamber 
with 40 percent excess air that also enters at 25°C. Determine 
the adiabatic flame temperature of the products at 1 atm 
assuming the significant equilibrium reactions are CO, = CO 
+ 30, and N, + 30, = NO. Plot the adiabatic flame tem- 
perature and kmoles of CO,, CO, and NO at equilibrium for 
values of percent excess air between 10 and 100 percent. 


Variations of Kp with Temperature 
16-48C What is the importance of the van’t Hoff equation? 
16-49C_ Will a fuel burn more completely at 2000 or 2500 K? 


16-50 Estimate the enthalpy of reaction hp for the combus- 
tion process of carbon monoxide at 2200 K, using (a) enthalpy 
data and (b) K, data. 


16-51E Estimate the enthalpy of reaction hg for the com- 
bustion process of carbon monoxide at 3960 R, using 
(a) enthalpy data and (b) Kp data. Answers: (a) —119,030 
Btu/Ibmol, (b) —119,041 Btu/Ibmol 


16-52 Using the enthalpy of reaction hę data and the Kp 
value at 2400 K, estimate the Kp value of the combustion 
process H, + 50, = H,O at 2600 K. Answer: 104.1 


16-53 Estimate the enthalpy of reaction hp for the dissocia- 
tion process CO, == CO+30; at 2200 K, using 
(a) enthalpy data and (b) K, data. 


16-54 Estimate the enthalpy of reaction Ap for the dissociation 
process O, == 20 at 3100 K, using (a) enthalpy data and 
(b) Kp data. Answers: (a) 513,614 kJ/kmol, (b) 512,808 kJ/kmol 


16-55 Estimate the enthalpy of reaction for the equilibrium 
reaction CH, + 20, = CO, + 2H,O at 2500 K, using 
(a) enthalpy data and (b) K, data. 


Phase Equilibrium 


16-56C Consider a tank that contains a saturated liquid— 
vapor mixture of water in equilibrium. Some vapor is now 
allowed to escape the tank at constant temperature and pres- 
sure. Will this disturb the phase equilibrium and cause some 
of the liquid to evaporate? 


16-57C Consider a two-phase mixture of ammonia and 
water in equilibrium. Can this mixture exist in two phases at 
the same temperature but at a different pressure? 


16-58C Using the solubility data of a solid in a specified liq- 
uid, explain how you would determine the mole fraction of the 
solid in the liquid at the interface at a specified temperature. 


16-59C Using solubility data of a gas in a solid, explain 
how you would determine the molar concentration of the 
gas in the solid at the solid—gas interface at a specified 
temperature. 
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16-60C Using the Henry’s constant data for a gas dissolved 
in a liquid, explain how you would determine the mole frac- 
tion of the gas dissolved in the liquid at the interface at a 
specified temperature. 


Thermodynamics 


16-61 Show that a mixture of saturated liquid water and 
saturated water vapor at 100°C satisfies the criterion for 
phase equilibrium. 


16-62 Show that a mixture of saturated liquid water and 
saturated water vapor at 300 kPa satisfies the criterion for 
phase equilibrium. 


16-63 Show that a saturated liquid—vapor mixture of refriger- 
ant-134a at — 10°C satisfies the criterion for phase equilibrium. 


16-64 Consider a mixture of oxygen and nitrogen in the 
gas phase. How many independent properties are needed to 
fix the state of the system? Answer: 3 


16-65 In absorption refrigeration systems, a two-phase 
equilibrium mixture of liquid ammonia (NH,) and water 
(H,O) is frequently used. Consider a liquid—vapor mixture of 
ammonia and water in equilibrium at 30°C. If the composi- 
tion of the liquid phase is 60 percent NH; and 40 percent 
H,O by mole numbers, determine the composition of the 
vapor phase of this mixture. Saturation pressure of NH, at 
30°C is 1167.4 kPa. 


16-66 Consider a liquid—vapor mixture of ammonia and 
water in equilibrium at 25°C. If the composition of the liquid 
phase is 50 percent NH, and 50 percent H,O by mole num- 
bers, determine the composition of the vapor phase of this 
mixture. Saturation pressure of NH; at 25°C is 1003.5 kPa. 
Answers: 0.31 percent, 99.69 percent 


16-67 A two-phase mixture of ammonia and water is in 
equilibrium at 50°C. If the composition of the vapor phase is 
99 percent NH, and 1 percent H,O by mole numbers, deter- 
mine the composition of the liquid phase of this mixture. Sat- 
uration pressure of NH; at 50°C is 2033.5 kPa. 


16-68 Using the liquid—vapor equilibrium diagram of an 
oxygen-—nitrogen mixture, determine the composition of each 
phase at 80 K and 100 kPa. 


16-69 Using the liquid—vapor equilibrium diagram of an 
oxygen-nitrogen mixture, determine the composition of each 
phase at 84 K and 100 kPa. 


16-70 Using the liquid—vapor equilibrium diagram of an 
oxygen—nitrogen mixture at 100 kPa, determine the tempera- 
ture at which the composition of the vapor phase is 79 per- 
cent N, and 21 percent O,. Answer: 82 K 


16-71 Using the liquid—vapor equilibrium diagram of an 
oxygen—nitrogen mixture at 100 kPa, determine the tempera- 
ture at which the composition of the liquid phase is 30 per- 
cent N, and 70 percent O,. 


16-72 Consider a rubber plate that is in contact with nitro- 
gen gas at 298 K and 250 kPa. Determine the molar and mass 
density of nitrogen in the rubber at the interface. 


16-73 A wall made of natural rubber separates O, and N, 
gases at 25°C and 500 kPa. Determine the molar concentra- 
tions of O, and N, in the wall. 


16-74 Consider a glass of water in a room at 27°C and 97 
kPa. If the relative humidity in the room is 100 percent and 
the water and the air are in thermal and phase equilibrium, 
determine (a) the mole fraction of the water vapor in the air 
and (b) the mole fraction of air in the water. 


16-75E Water is sprayed into air at 80°F and 14.3 psia, and 
the falling water droplets are collected in a container on the 
floor. Determine the mass and mole fractions of air dissolved 
in the water. 


16-76 Consider a carbonated drink in a bottle at 27°C and 
130 kPa. Assuming the gas space above the liquid consists of 
a saturated mixture of CO, and water vapor and treating the 
drink as water, determine (a) the mole fraction of the water 
vapor in the CO, gas and (b) the mass of dissolved CO, in a 
300-ml drink. 


Review Problems 


16-77 Using the Gibbs function data, determine the equi- 
librium constant Kp for the dissociation process O, == 
20 at 2000 K. Compare your result with the Kp value listed 
in Table A-28. Answer: 4.4 x 1077 


16-78 A mixture of 1 mol of H, and 1 mol of Ar is heated 
at a constant pressure of 1 atm until 15 percent of H, dissoci- 
ates into monatomic hydrogen (H). Determine the final tem- 
perature of the mixture. 


16-79 A mixture of 1 mol of H,O, 2 mol of O,, and 5 mol of 
N, is heated to 2200 K at a pressure of 5 atm. Assuming the 
equilibrium mixture consists of H,O, O,, N,, and H,, deter- 
mine the equilibrium composition at this state. Is it realistic to 
assume that no OH will be present in the equilibrium mixture? 


16-80 Determine the mole fraction of argon that ionizes 
according to the reaction Ar = Ar* + e at 10,000 K 
and 0.35 atm (Kp = 0.00042 for this reaction). 


16-81 6 y g Methane gas (CH,) at 25°C is burned with the 

& stoichiometric amount of air at 25°C during an 
adiabatic steady-flow combustion process at 1 atm. Assuming 
the product gases consist of CO,, H,O, CO, N,, and O,, 
determine (a) the equilibrium composition of the product 
gases and (b) the exit temperature. 


16-82 Reconsider Prob. 16-81. Using EES (or other) 

SS software, study the effect of excess air on the 
equilibrium composition and the exit temperature by varying 
the percent excess air from 0 to 200 percent. Plot the exit 
temperature against the percent excess air, and discuss the 
results. 


16-83 A constant-volume tank contains a mixture of 1 mol 
of H, and 0.5 mol of O, at 25°C and 1 atm. The contents of 
the tank are ignited, and the final temperature and pressure in 
the tank are 2800 K and 5 atm, respectively. If the combustion 
gases consist of H,O, H,, and O,, determine (a) the equilib- 
rium composition of the product gases and (b) the amount of 
heat transfer from the combustion chamber. Is it realistic to 
assume that no OH will be present in the equilibrium mixture? 
Answers: (a) 0.944H,0, 0.056H,, 0.0280,, (b) 132,574 J/mol H3 


16-84 A mixture of 2 mol of H,O and 3 mol of O, is 
heated to 3600 K at a pressure of 8 atm. Determine the equi- 
librium composition of the mixture, assuming that only H,O, 
OH, O,, and H, are present. 


16-85 A mixture of 3 mol of CO, and 3 mol of O, is 
heated to 3400 K at a pressure of 2 atm. Determine the equi- 
librium composition of the mixture, assuming that only CO,, 
CO, O,, and O are present. Answers: 1.313CO,, 1.687CO, 
3.18705, 1.3140 


16-86 Reconsider Prob. 16-85. Using EES (or other) 

SS software, study the effect of pressure on the 
equilibrium composition by varying pressure from 1 atm to 
10 atm. Plot the amount of CO present at equilibrium as a 
function of pressure. 


16-87 Estimate the enthalpy of reaction hp for the com- 
bustion process of hydrogen at 2400 K, using (a) enthalpy 
data and (b) Kp data. 

Answers: (a) —252,377 kJ/kmol, (b) —252,047 kJ/kmol 


16-88 Reconsider Prob. 16-87. Using EES (or other) 

<S software, investigate the effect of temperature 
on the enthalpy of reaction using both methods by varying 
the temperature from 2000 to 3000 K. 


16-89 Using the enthalpy of reaction hp data and the Kp 
value at 2800 K, estimate the K, value of the dissociation 
process O, == 20 at 3000 K. 


16-90 Show that when the three phases of a pure substance 
are in equilibrium, the specific Gibbs function of each phase 
is the same. 


16-91 Show that when the two phases of a two-component 
system are in equilibrium, the specific Gibbs function of each 
phase of each component is the same. 


16-92 A constant-volume tank initially contains 1 kmol of 
carbon monoxide CO and 3 kmol of oxygen O, (no nitrogen) 
at 25°C and 2 atm. Now the mixture is ignited and the CO 
burns completely to carbon dioxide CO,. If the final tempera- 
ture in the tank is 500 K, determine the final pressure in the 
tank and the amount of heat transfer. Is it realistic to assume 
that there will be no CO in the tank when chemical equilib- 
rium is reached? 


16-93 Using Henry’s law, show that the dissolved gases in 
a liquid can be driven off by heating the liquid. 
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16-94 Consider a glass of water in a room at 25°C and 100 
kPa. If the relative humidity in the room is 70 percent and the 
water and the air are in thermal equilibrium, determine 
(a) the mole fraction of the water vapor in the room air, 
(b) the mole fraction of the water vapor in the air adjacent to 
the water surface, and (c) the mole fraction of air in the water 
near the surface. 


16-95 Repeat Prob. 16-94 for a relative humidity of 
25 percent. 


16-96 A carbonated drink is fully charged with CO, gas at 
17°C and 600 kPa such that the entire bulk of the drink is in 
thermodynamic equilibrium with the CO,—water vapor mix- 
ture. Now consider a 2-L soda bottle. If the CO, gas in that 
bottle were to be released and stored in a container at 20°C 
and 100 kPa, determine the volume of the container. 


16-97 Ethyl alcohol (C,H;OH(g)) at 25°C is burned 

S@ in a steady-flow adiabatic combustion chamber 
with 40 percent excess air that also enters at 25°C. Determine 
the adiabatic flame temperature of the products at 1 atm 
assuming the only significant equilibrium reaction is CO, = 
CO + 40,. Plot the adiabatic flame temperature as the per- 
cent excess air varies from 10 to 100 percent. 


16-98 Tabulate the natural log of the equilibrium con- 

SS stant as a function of temperature between 298 
to 3000 K for the equilibrium reaction CO + H,O = CO, + 
H,. Compare your results to those obtained by combining the 
In Kp values for the two equilibrium reactions CO, = CO + 
50, and H,O = H, + 50, given in Table A-28. 


16-99 It is desired to control the amount of CO in the 

SS products of combustion of octane C,H), so that 
the volume fraction of CO in the products is less than 0.1 
percent. Determine the percent theoretical air required for the 
combustion of octane at 5 atm such that the reactant and 
product temperatures are 298 K and 2000 K, respectively. 
Determine the heat transfer per kmol of octane for this 
process if the combustion occurs in a steady-flow combustion 
chamber. Plot the percent theoretical air required for 0.1 per- 
cent CO in the products as a function of product pressures 
between 100 and 2300 kPa. 


Fundamentals of Engineering (FE) Exam Problems 


16-100 If the equilibrium constant for the reaction H, + 
50,—>H,0 is K, the equilibrium constant for the reaction 
2H,O — 2H, + O, at the same temperature is 

(a) 1/K (b) 12K) (c) 2K (d) K? (e) 1/K? 


16-101 If the equilibrium constant for the reaction CO + 
10, > CO, is K, the equilibrium constant for the reaction 
CO, + 3N,>CO + $0, + 3N, at the same temperature is 


(a) 1/K (b) 1K +3) (c) 4K (d)K (e) 1/K? 
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16-102 The equilibrium constant for the reaction H, + 
50,—>H,0 at 1 atm and 1500°C is given to be K. Of the 
reactions given below, all at 1500°C, the reaction that has a 
different equilibrium constant is 


Thermodynamics 


(a) H, + $0, > H,O at 5 atm 
(b) 2H, + O, > 2H,O at 1 atm 
(© H, + O >H,0 + 50, at 2 atm 
(d) H, + 0, + 3N, — H,O +3N, at 5 atm 
(e) H, + $0, + 3N, —> H,O +3N, atl atm 


16-103 Of the reactions given below, the reaction whose 
equilibrium composition at a specified temperature is not 
affected by pressure is 


(a) H, + 50, > H,O 
(b) CO + $0, > CO, 
(c) N, + O, ~ 2NO 

(d) N, > 2N 

(e) all of the above. 


16-104 Of the reactions given below, the reaction whose 
number of moles of products increases by the addition of 
inert gases into the reaction chamber at constant pressure and 
temperature is 

(a) H, + 30, > H,O 

(b) CO + 40, CO, 

(c) N, + O, — 2NO 

(d) N, > 2N 

(e) all of the above. 

16-105 Moist air is heated to a very high temperature. If 
the equilibrium composition consists of H,O, O,, N,, OH, 
H,, and NO, the number of equilibrium constant relations 
needed to determine the equilibrium composition of the 
mixture is 

(a)l (2 ©3 @d4 5 

16-106 Propane C;Hg is burned with air, and the combus- 
tion products consist of CO,, CO, H,O, O,, N,, OH, H,, and 
NO. The number of equilibrium constant relations needed to 
determine the equilibrium composition of the mixture is 

@il (2 (03 @d4 5 


16-107 Consider a gas mixture that consists of three com- 
ponents. The number of independent variables that need to be 
specified to fix the state of the mixture is 


@1 ®)2 ©3 (d)4 (e)5 


16-108 The value of Henry’s constant for CO, gas dis- 
solved in water at 290 K is 12.8 MPa. Consider water 
exposed to atmospheric air at 100 kPa that contains 3 percent 
CO, by volume. Under phase equilibrium conditions, the 
mole fraction of CO, gas dissolved in water at 290 K is 


(a) 2.3 X 1074 (b)3.0X 104 (c) 0.80 x 104 

(d)2.2 X 10-4 (e)5.6 X 10-4 

16-109 The solubility of nitrogen gas in rubber at 25°C is 
0.00156 kmol/m:? - bar. When phase equilibrium is established, 
the density of nitrogen in a rubber piece placed in a nitrogen 
gas chamber at 800 kPa is 

(a) 0.012 kg/m? (b) 0.35 kg/m? 
(d) 0.56 kg/m? (e) 0.078 kg/m? 


(c) 0.42 kg/m? 


Design and Essay Problems 


16-110 An article that appeared in the Reno Gazette- 
Journal on May 18, 1992, quotes an inventor as saying that 
he has turned water into motor vehicle fuel in a breakthrough 
that would increase engine efficiency, save gasoline, and 
reduce smog. There is also a picture of a car that the inventor 
has modified to run on half water and half gasoline. The 
inventor claims that sparks from catalytic poles in the con- 
verted engine break down the water into oxygen and hydro- 
gen, which is burned with the gasoline. He adds that 
hydrogen has a higher energy density than carbon and the 
high-energy density enables one to get more power. The 
inventor states that the fuel efficiency of his car increased 
from 20 mpg (miles per gallon) to more than 50 mpg of 
gasoline as a result of conversion and notes that the conver- 
sion has sharply reduced emissions of hydrocarbons, carbon 
monoxide, and other exhaust pollutants. 

Evaluate the claims made by the inventor, and write a 
report that is to be submitted to a group of investors who are 
considering financing this invention. 


16-111 Automobiles are major emitters of air pollutants 
such as NO,, CO, and hydrocarbons HC. Find out the legal 
limits of these pollutants in your area, and estimate the total 
amount of each pollutant, in kg, that would be produced in 
your town if all the cars were emitting pollutants at the legal 
limit. State your assumptions. 
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or the most part, we have limited our consideration so 

far to flows for which density variations and thus com- 

pressibility effects are negligible. In this chapter we lift 
this limitation and consider flows that involve significant 
changes in density. Such flows are called compressible flows, 
and they are frequently encountered in devices that involve 
the flow of gases at very high velocities. Compressible flow 
combines fluid dynamics and thermodynamics in that both 
are necessary to the development of the required theoretical 
background. In this chapter, we develop the general relations 
associated with one-dimensional compressible flows for an 
ideal gas with constant specific heats. 

We start this chapter by introducing the concepts of stag- 
nation state, speed of sound, and Mach number for com- 
pressible flows. The relationships between the static and 
stagnation fluid properties are developed for isentropic flows of 
ideal gases, and they are expressed as functions of specific- 
heat ratios and the Mach number. The effects of area 
changes for one-dimensional isentropic subsonic and super- 
sonic flows are discussed. These effects are illustrated by 
considering the isentropic flow through converging and 
converging—diverging nozzles. The concept of shock waves 
and the variation of flow properties across normal and oblique 
shocks are discussed. Finally, we consider the effects of heat 
transfer on compressible flows and examine steam nozzles. 


COMPRESSIBLE FLOW 


Objectives 


The objectives of Chapter 17 are to: 


e Develop the general relations for compressible flows 
encountered when gases flow at high speeds. 

e Introduce the concepts of stagnation state, speed of sound, 
and Mach number for a compressible fluid. 

e Develop the relationships between the static and stagnation 
fluid properties for isentropic flows of ideal gases. 

e Derive the relationships between the static and stagnation 
fluid properties as functions of specific-heat ratios and 
Mach number. 

e Derive the effects of area changes for one-dimensional 
isentropic subsonic and supersonic flows. 

e Solve problems of isentropic flow through converging and 
converging—diverging nozzles. 

e Discuss the shock wave and the variation of flow properties 
across the shock wave. 

e Develop the concept of duct flow with heat transfer and 
negligible friction known as Rayleigh flow. 


e Examine the operation of steam nozzles commonly used in 
steam turbines. 
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FAN COMPRESSORS TURBINES 


EXHAUST NOZZLE 


| 
I 
COMBUSTION CHAMBER 


FIGURE 17-1 


Aircraft and jet engines involve high 
speeds, and thus the kinetic energy 
term should always be considered 
when analyzing them. 

(a) Photo courtesy of NASA, 
http:/Nisar.larc.nasa.gov/IMAGES/SMALL/EL- 


1999-00108. jpeg, and (b) Figure courtesy of Pratt 
and Whitney. Used by permission. 
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FIGURE 17-2 


Steady flow of a fluid through an 
adiabatic duct. 


17-1 = STAGNATION PROPERTIES 


When analyzing control volumes, we find it very convenient to combine the 
internal energy and the flow energy of a fluid into a single term, enthalpy, 
defined per unit mass as h = u + Pv. Whenever the kinetic and potential 
energies of the fluid are negligible, as is often the case, the enthalpy repre- 
sents the total energy of a fluid. For high-speed flows, such as those 
encountered in jet engines (Fig. 17-1), the potential energy of the fluid is 
still negligible, but the kinetic energy is not. In such cases, it is convenient 
to combine the enthalpy and the kinetic energy of the fluid into a single 
term called stagnation (or total) enthalpy họ, defined per unit mass as 
2 

hy=h+ > (ke) (7-1) 
When the potential energy of the fluid is negligible, the stagnation enthalpy 
represents the total energy of a flowing fluid stream per unit mass. Thus it 
simplifies the thermodynamic analysis of high-speed flows. 

Throughout this chapter the ordinary enthalpy A is referred to as the static 
enthalpy, whenever necessary, to distinguish it from the stagnation 
enthalpy. Notice that the stagnation enthalpy is a combination property of a 
fluid, just like the static enthalpy, and these two enthalpies become identical 
when the kinetic energy of the fluid is negligible. 

Consider the steady flow of a fluid through a duct such as a nozzle, dif- 
fuser, or some other flow passage where the flow takes place adiabatically 
and with no shaft or electrical work, as shown in Fig. 17-2. Assuming the 
fluid experiences little or no change in its elevation and its potential energy, 
the energy balance relation (E,, = E,,,) for this single-stream steady-flow 
system reduces to 


(17-2) 


or 


hor = ho (17-3) 


That is, in the absence of any heat and work interactions and any changes in 
potential energy, the stagnation enthalpy of a fluid remains constant during 
a steady-flow process. Flows through nozzles and diffusers usually satisfy 
these conditions, and any increase in fluid velocity in these devices creates 
an equivalent decrease in the static enthalpy of the fluid. 

If the fluid were brought to a complete stop, then the velocity at state 2 
would be zero and Eq. 17—2 would become 

Vi 
hit 5 = h, = hy 
Thus the stagnation enthalpy represents the enthalpy of a fluid when it is 
brought to rest adiabatically. 

During a stagnation process, the kinetic energy of a fluid is converted to 
enthalpy (internal energy + flow energy), which results in an increase in the 
fluid temperature and pressure (Fig. 17-3). The properties of a fluid at the 
stagnation state are called stagnation properties (stagnation temperature, 


stagnation pressure, stagnation density, etc.). The stagnation state and the 
stagnation properties are indicated by the subscript 0. 

The stagnation state is called the isentropic stagnation state when the 
stagnation process is reversible as well as adiabatic (i.e., isentropic). The 
entropy of a fluid remains constant during an isentropic stagnation process. 
The actual (irreversible) and isentropic stagnation processes are shown on 
the h-s diagram in Fig. 17-4. Notice that the stagnation enthalpy of the fluid 
(and the stagnation temperature if the fluid is an ideal gas) is the same for 
both cases. However, the actual stagnation pressure is lower than the isen- 
tropic stagnation pressure since entropy increases during the actual stagna- 
tion process as a result of fluid friction. The stagnation processes are often 
approximated to be isentropic, and the isentropic stagnation properties are 
simply referred to as stagnation properties. 

When the fluid is approximated as an ideal gas with constant specific 
heats, its enthalpy can be replaced by c,T and Eq. 17-1 can be expressed as 


2 
C,T) = ¢,T + 


or 
Defi- (17-4) 


Here T, is called the stagnation (or total) temperature, and it represents 
the temperature an ideal gas attains when it is brought to rest adiabatically. 
The term V7/2c, corresponds to the temperature rise during such a process 
and is called the dynamic temperature. For example, the dynamic temper- 
ature of air flowing at 100 m/s is (100 m/s)?/(2 X 1.005 kJ/kg - K) = 5.0 K. 
Therefore, when air at 300 K and 100 m/s is brought to rest adiabatically (at 
the tip of a temperature probe, for example), its temperature rises to the 
stagnation value of 305 K (Fig. 17-5). Note that for low-speed flows, the 
stagnation and static (or ordinary) temperatures are practically the same. 
But for high-speed flows, the temperature measured by a stationary probe 
placed in the fluid (the stagnation temperature) may be significantly higher 
than the static temperature of the fluid. 

The pressure a fluid attains when brought to rest isentropically is called 
the stagnation pressure P,. For ideal gases with constant specific heats, Po 
is related to the static pressure of the fluid by 


P T, \ WD 
7a (2) oo 


By noting that p = 1/v and using the isentropic relation Pv “ = Pov4, the 
ratio of the stagnation density to static density can be expressed as 


T, \ We-1) 
r = (3) (17-6) 


When stagnation enthalpies are used, there is no need to refer explicitly to 
kinetic energy. Then the energy balance Ein = Eou for a single-stream, 
steady-flow device can be expressed as 


Gig F Wig (hoi + 821) = dou + Wout + (hoz H 822) (17-7) 


OH, NO: 
THERE GOES 


HIS KINETIC 
ENERGY AGAIN! 


FIGURE 17-3 


Kinetic energy is converted to 
enthalpy during a stagnation process. 


© Reprinted with special permission of King 
Features Syndicate. 
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The actual state, actual stagnation 
state, and isentropic stagnation state 
of a fluid on an h-s diagram. 
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where ho; and ho are the stagnation enthalpies at states 1 and 2, respectively. 


T t es : ; 
ise during. When the fluid is an ideal gas with constant specific heats, Eq. 17-7 becomes 
tagnati , 
= Seren (din = Gout) F (Win Wout) — Cp (Tor Toi) ! & (Za zı) (17-8) 
= 305 K where Ty, and Tọ are the stagnation temperatures. 


Notice that kinetic energy terms do not explicitly appear in Eqs. 17—7 and 
17-8, but the stagnation enthalpy terms account for their contribution. 


EXAMPLE 17-1 Compression of High-Speed Air in an Aircraft 


An aircraft is flying at a cruising speed of 250 m/s at an altitude of 5000 m 
where the atmospheric pressure is 54.05 kPa and the ambient air tempera- 


FIGURE 17-5 ture is 255.7 K. The ambient air is first decelerated in a diffuser before it 
The temperature of an ideal gas enters the compressor (Fig. 17-6). Assuming both the diffuser and the com- 
flowing at a velocity V rises by Vic, pressor to be isentropic, determine (a) the stagnation pressure at the com- 
when it is brought to a complete stop. pressor inlet and (b) the required compressor work per unit mass if the 


stagnation pressure ratio of the compressor is 8. 


Solution High-speed air enters the diffuser and the compressor of an air- 
craft. The stagnation pressure of air and the compressor work input are to be 
determined. 

Assumptions 1 Both the diffuser and the compressor are isentropic. 2 Air is 
an ideal gas with constant specific heats at room temperature. 

Properties The constant-pressure specific heat c, and the specific heat ratio 
k of air at room temperature are (Table A—2a) 


Diffuser Compressor 


Tı =255.7K = a 

P, = 54.05 kPa c, = 1.005kJ/kg-K and k=1.4 

V; = 250 m/s Analysis (a) Under isentropic conditions, the stagnation pressure at the 
compressor inlet (diffuser exit) can be determined from Eq. 17-5. However, 
first we need to find the stagnation temperature 7), at the compressor inlet. 
Under the stated assumptions, Tọ} can be determined from Eq. 17-4 to be 

3 Vv 250 m/s)? 1 kJ/k 
POVRE TI Ty, = T, + — = 255.7 K + ( /s) ( m) 
Schematic for Example 17-1. 2c, (2) (1.005 kJ/kg + K) \ 1000 m*/s 
= 286.8 K 


Then from Eq. 17-5, 
Thi k/(k-1) (288 £) 1.4/(1.4—1) 
Po =P = (54.05 kP. 
: ( NON iss 
= 80.77 kPa 


That is, the temperature of air would increase by 31.1°C and the pressure by 
26.72 kPa as air is decelerated from 250 m/s to zero velocity. These 
increases in the temperature and pressure of air are due to the conversion of 
the kinetic energy into enthalpy. 


(b) To determine the compressor work, we need to know the stagnation tem- 
perature of air at the compressor exit To. The stagnation pressure ratio 
across the compressor Fo,/P5; is specified to be 8. Since the compression 
process is assumed to be isentropic, Tọp can be determined from the ideal- 
gas isentropic relation (Eq. 17-5): 


Py \&- W/E 
t= all ) = (286.8 K) (8) 0" = 5195 K 


Disregarding potential energy changes and heat transfer, the compressor 
work per unit mass of air is determined from Eq. 17-8: 


Win cp (To z Toi) 
(1.005 kJ/kg - K) (519.5 K — 286.8 K) 
= 233.9 kJ/kg 


Thus the work supplied to the compressor is 233.9 kJ/kg. 
Discussion Notice that using stagnation properties automatically accounts 
for any changes in the kinetic energy of a fluid stream. 


17-2 " SPEED OF SOUND AND MACH NUMBER 


An important parameter in the study of compressible flow is the speed of 
sound (or the sonic speed), which is the speed at which an infinitesimally 
small pressure wave travels through a medium. The pressure wave may be 
caused by a small disturbance, which creates a slight rise in local pressure. 

To obtain a relation for the speed of sound in a medium, consider a pipe 
that is filled with a fluid at rest, as shown in Fig. 17—7. A piston fitted in the 
pipe is now moved to the right with a constant incremental velocity dV, cre- 
ating a sonic wave. The wave front moves to the right through the fluid at 
the speed of sound c and separates the moving fluid adjacent to the piston 
from the fluid still at rest. The fluid to the left of the wave front experiences 
an incremental change in its thermodynamic properties, while the fluid on 
the right of the wave front maintains its original thermodynamic properties, 
as shown in Fig. 17-7. 

To simplify the analysis, consider a control volume that encloses the wave 
front and moves with it, as shown in Fig. 17-8. To an observer traveling 
with the wave front, the fluid to the right will appear to be moving toward 
the wave front with a speed of c and the fluid to the left to be moving away 
from the wave front with a speed of c — dV. Of course, the observer will 
think the control volume that encloses the wave front (and herself or him- 
self) is stationary, and the observer will be witnessing a steady-flow process. 
The mass balance for this single-stream, steady-flow process can be 
expressed as 


Might = Mest 
or 
pAc = (p + dp)A(c — dV) 
By canceling the cross-sectional (or flow) area A and neglecting the higher- 
order terms, this equation reduces to 
cdo — pdV=0 (a) 
No heat or work crosses the boundaries of the control volume during this 


steady-flow process, and the potential energy change, if any, can be 
neglected. Then the steady-flow energy balance e;,, = eou becomes 
e (c = dV? 


h+ =h+dhi 
2 ? 2 
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FIGURE 17-7 


Propagation of a small pressure wave 
along a duct. 


Control volume 
traveling with 
the wave front 
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FIGURE 17-8 


Control volume moving with the small 
pressure wave along a duct. 
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AIR HELIUM 


FIGURE 17-9 


The speed of sound changes with 
temperature and varies with the fluid. 


which yields 
dh — cdV = 0 (b) 


where we have neglected the second-order term dV?. The amplitude of the 
ordinary sonic wave is very small and does not cause any appreciable 
change in the pressure and temperature of the fluid. Therefore, the propaga- 
tion of a sonic wave is not only adiabatic but also very nearly isentropic. 
Then the second T ds relation developed in Chapter 7 reduces to 


0 
dP 
r ee 
or 
dP 
dh = — (c) 
P 


Combining Eqs. a, b, and c yields the desired expression for the speed of 
sound as 

>. aP 
dp 


7 (=) 
e= | — (17-9) 
dp / s 


It is left as an exercise for the reader to show, by using thermodynamic 
property relations (see Chap. 12) that Eq. 17-9 can also be written as 


‘ (2) 
C= kl — (17-10) 
dp /r 


where k is the specific heat ratio of the fluid. Note that the speed of sound 
in a fluid is a function of the thermodynamic properties of that fluid. 

When the fluid is an ideal gas (P = pRT), the differentiation in Eq. 17—10 
can easily be performed to yield 


v(m 


dp 


at s = constant 


or 


or 
c = VkRT (17-11) 


Noting that the gas constant R has a fixed value for a specified ideal gas and 
the specific heat ratio k of an ideal gas is, at most, a function of tempera- 
ture, we see that the speed of sound in a specified ideal gas is a function of 
temperature alone (Fig. 17-9). 

A second important parameter in the analysis of compressible fluid flow 
is the Mach number Ma, named after the Austrian physicist Ernst Mach 
(1838-1916). It is the ratio of the actual velocity of the fluid (or an object in 
still air) to the speed of sound in the same fluid at the same state: 

Ma = id (17-12) 

€ 
Note that the Mach number depends on the speed of sound, which depends 
on the state of the fluid. Therefore, the Mach number of an aircraft cruising 


at constant velocity in still air may be different at different locations 
(Fig. 17-10). 

Fluid flow regimes are often described in terms of the flow Mach number. 
The flow is called sonic when Ma = 1, subsonic when Ma < 1, supersonic 
when Ma > 1, hypersonic when Ma >> 1, and transonic when Ma = 1. 


EXAMPLE 17-2 Mach Number of Air Entering a Diffuser 


Air enters a diffuser shown in Fig. 17-11 with a velocity of 200 m/s. Deter- 
mine (a) the speed of sound and (b) the Mach number at the diffuser inlet 
when the air temperature is 30°C. 


Solution Air enters a diffuser with a high velocity. The speed of sound and 
the Mach number are to be determined at the diffuser inlet. 

Assumptions Air at specified conditions behaves as an ideal gas. 

Properties The gas constant of air is R = 0.287 kJ/kg - K, and its specific 
heat ratio at 30°C is 1.4 (Table A-2a). 

Analysis \We note that the speed of sound in a gas varies with temperature, 
which is given to be 30°C. 


(a) The speed of sound in air at 30°C is determined from Eq. 17-11 to be 


1000 m?/s* 
c = VkRT = Jaa (0.287 kJ/kg - K) (303 0 (a) = 349 m/s 
1 kJ/kg 
(b) Then the Mach number becomes 
Vv 200 m/s 
=z- = = 0.57 
c 349 m/s pee 


Discussion The flow at the diffuser inlet is subsonic since Ma < 1. 


17-3 = ONE-DIMENSIONAL ISENTROPIC FLOW 


During fluid flow through many devices such as nozzles, diffusers, and tur- 
bine blade passages, flow quantities vary primarily in the flow direction 
only, and the flow can be approximated as one-dimensional isentropic flow 
with good accuracy. Therefore, it merits special consideration. Before pre- 
senting a formal discussion of one-dimensional isentropic flow, we illustrate 
some important aspects of it with an example. 


EXAMPLE 17-3 Gas Flow through a Converging—Diverging Duct 


Carbon dioxide flows steadily through a varying cross-sectional-area duct 
such as a nozzle shown in Fig. 17-12 at a mass flow rate of 3 kg/s. The car- 
bon dioxide enters the duct at a pressure of 1400 kPa and 200°C with a low 
velocity, and it expands in the nozzle to a pressure of 200 kPa. The duct is 
designed so that the flow can be approximated as isentropic. Determine the 
density, velocity, flow area, and Mach number at each location along the 
duct that corresponds to a pressure drop of 200 kPa. 


Solution Carbon dioxide enters a varying cross-sectional-area duct at speci- 
fied conditions. The flow properties are to be determined along the duct. 
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FIGURE 17-10 


The Mach number can be different at 
different temperatures even if the 
velocity is the same. 
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FIGURE 17-11 
Schematic for Example 17-2. 
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Schematic for Example 17-3. 
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Assumptions 1 Carbon dioxide is an ideal gas with constant specific heats 
at room temperature. 2 Flow through the duct is steady, one-dimensional, 
and isentropic. 

Properties For simplicity we use c, = 0.846 kJ/kg - K and k = 1.289 
throughout the calculations, which are the constant-pressure specific heat 
and specific heat ratio values of carbon dioxide at room temperature. The 
gas constant of carbon dioxide is R = 0.1889 kJ/kg - K (Table A—2a). 
Analysis Ne note that the inlet temperature is nearly equal to the stagna- 
tion temperature since the inlet velocity is small. The flow is isentropic, and 
thus the stagnation temperature and pressure throughout the duct remain 
constant. Therefore, 


Ty = T, = 200°C = 473 K 
and 
Py) = P, = 1400 kPa 


To illustrate the solution procedure, we calculate the desired properties at 
the location where the pressure is 1200 kPa, the first location that corre- 
sponds to a pressure drop of 200 kPa. 


From Eq. 17-5, 
P (k—1)/k 1200 kPa (1.289—1)/1.289 
T= r+) = (473 (ee) = 457K 
Po 1400 kPa 
From Eq. 17-4, 


V= V2ce,(% — T) 


= V2 0.846 KJ/kg - K) (473 K — 457K (E) 
= \/2(0.846 KJ/kg K) ( l 
= 164.5 m/s 
From the ideal-gas relation, 
B 1200 kP 
p= $ = 13.9 kg/m? 


RT (0.1889 kPa: m°/kg - K) (457 K) 
From the mass flow rate relation, 
E m 3 kg/s 
pV (13.9 kg/m?) (164.5 m/s) 
From Eqs. 17-11 and 17-12, 


= 13.1 x 10 “m = 13.1 cm’ 


1000 m?/s? 
c = VERT = ‘| (1.289)(0.1889 kJ/kg + K)(457 o) = 333.6 m/s 
164.5 
Mas = m/s _ 9.493 
e 333.6 m/s 


The results for the other pressure steps are summarized in Table 17-1 and 
are plotted in Fig. 17-13. 

Discussion Note that as the pressure decreases, the temperature and speed 
of sound decrease while the fluid velocity and Mach number increase in the 
flow direction. The density decreases slowly at first and rapidly later as the 
fluid velocity increases. 
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TABLE 17-1 


Variation of fluid properties in flow direction in duct described in 
Example 17-3 for m = 3 kg/s = constant 


P, kPa T, K V, m/s p, kg/m? c, m/s A, cm? Ma 
1400 473 (0) 15.7 339.4 00 (0) 
1200 457 164.5 13.9 333.6 13.1 0.493 
1000 439 240.7 12.1 326.9 10.3 0.736 
800 417 306.6 10.1 318.8 9.64 0.962 
767* 413 317.2 9.82 317.2 9.63 1.000 
600 391 371.4 8.12 308.7 10.0 1.203 
400 357 441.9 5.93 295.0 11.5 1.498 
200 306 530.9 3.46 272.9 16.3 1.946 


* 767 kPa is the critical pressure where the local Mach number is unity. 


Flow direction 


A, Ma, p, T, V 


FIGURE 17-13 


Variation of normalized fluid 

| l l | | l properties and cross-sectional area 

1400 1200 1000 800 600 400 200 along a duct as the pressure drops 
P, kPa from 1400 to 200 kPa. 


We note from Example 17-3 that the flow area decreases with decreasing 
pressure up to a critical-pressure value where the Mach number is unity, and 
then it begins to increase with further reductions in pressure. The Mach 
number is unity at the location of smallest flow area, called the throat (Fig. 
17-14). Note that the velocity of the fluid keeps increasing after passing the 
throat although the flow area increases rapidly in that region. This increase 
in velocity past the throat is due to the rapid decrease in the fluid density. 
The flow area of the duct considered in this example first decreases and 
then increases. Such ducts are called converging—diverging nozzles. These 
nozzles are used to accelerate gases to supersonic speeds and should not be 
confused with Venturi nozzles, which are used strictly for incompressible 
flow. The first use of such a nozzle occurred in 1893 in a steam turbine 
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FIGURE 17-14 


The cross section of a nozzle at the 
smallest flow area is called the throat. 


CONSERVATION OF ENERGY 
(steady flow, w=0, q =0, Ape = 0) 


h+ ie = constant 


Differentiate, 
dh+V dV =0 


Also, 


0 (isentropic) 
T ds = dh — v dP 
dh = vdP =} ap 
Substitute, 


dP 
o A NE 


FIGURE 17-15 


Derivation of the differential form of 
the energy equation for steady 
isentropic flow. 


designed by a Swedish engineer, Carl G. B. de Laval (1845-1913), and 
therefore converging—diverging nozzles are often called Laval nozzles. 


Variation of Fluid Velocity with Flow Area 


It is clear from Example 17-3 that the couplings among the velocity, den- 
sity, and flow areas for isentropic duct flow are rather complex. In the 
remainder of this section we investigate these couplings more thoroughly, 
and we develop relations for the variation of static-to-stagnation property 
ratios with the Mach number for pressure, temperature, and density. 

We begin our investigation by seeking relationships among the pressure, 
temperature, density, velocity, flow area, and Mach number for one- 
dimensional isentropic flow. Consider the mass balance for a steady-flow 
process: 


m = pAV = constant 


Differentiating and dividing the resultant equation by the mass flow rate, we 
obtain 


—+—-+--=0 (17-13) 


Neglecting the potential energy, the energy balance for an isentropic flow with 
no work interactions can be expressed in the differential form as (Fig. 17—15) 


dP 
a +VdV=0 (17-14) 


This relation is also the differential form of Bernoulli’s equation when 
changes in potential energy are negligible, which is a form of the conserva- 
tion of momentum principle for steady-flow control volumes. Combining 
Eqs. 17-13 and 17-14 gives 


dA “ul A 
A p\V? dP 


(17-15) 


Rearranging Eq. 17-9 as (dp/dP), = 1/c? and substituting into Eq. 17-15 yield 


(1 — Ma’) (17-16) 


This is an important relation for isentropic flow in ducts since it describes 
the variation of pressure with flow area. We note that A, p, and V are positive 
quantities. For subsonic flow (Ma < 1), the term 1 — Ma? is positive; and 
thus dA and dP must have the same sign. That is, the pressure of the fluid 
must increase as the flow area of the duct increases and must decrease as the 
flow area of the duct decreases. Thus, at subsonic velocities, the pressure 
decreases in converging ducts (subsonic nozzles) and increases in diverging 
ducts (subsonic diffusers). 

In supersonic flow (Ma > 1), the term 1 — Ma? is negative, and thus dA 
and dP must have opposite signs. That is, the pressure of the fluid must 


increase as the flow area of the duct decreases and must decrease as the 
flow area of the duct increases. Thus, at supersonic velocities, the pressure 
decreases in diverging ducts (supersonic nozzles) and increases in converg- 
ing ducts (supersonic diffusers). 

Another important relation for the isentropic flow of a fluid is obtained by 
substituting pV = —dP/dV from Eq. 17-14 into Eq. 17-16: 


IA 
B= La — mat) 


17-17 
A V i } 


This equation governs the shape of a nozzle or a diffuser in subsonic or 
supersonic isentropic flow. Noting that A and V are positive quantities, we 
conclude the following: 


: dA 

For subsonic flow (Ma < 1), — <0 
dV 
; IA 

For supersonic flow (Ma > 1), aw >0 
dA 

For sonic flow (Ma = 1), —=0 
dV 


Thus the proper shape of a nozzle depends on the highest velocity desired 
relative to the sonic velocity. To accelerate a fluid, we must use a converg- 
ing nozzle at subsonic velocities and a diverging nozzle at supersonic veloc- 
ities. The velocities encountered in most familiar applications are well 
below the sonic velocity, and thus it is natural that we visualize a nozzle as 
a converging duct. However, the highest velocity we can achieve by a con- 
verging nozzle is the sonic velocity, which occurs at the exit of the nozzle. 
If we extend the converging nozzle by further decreasing the flow area, in 
hopes of accelerating the fluid to supersonic velocities, as shown in 
Fig. 17-16, we are up for disappointment. Now the sonic velocity will occur 
at the exit of the converging extension, instead of the exit of the original 
nozzle, and the mass flow rate through the nozzle will decrease because of 
the reduced exit area. 

Based on Eq. 17—16, which is an expression of the conservation of mass 
and energy principles, we must add a diverging section to a converging noz- 
zle to accelerate a fluid to supersonic velocities. The result is a converging— 
diverging nozzle. The fluid first passes through a subsonic (converging) sec- 
tion, where the Mach number increases as the flow area of the nozzle 
decreases, and then reaches the value of unity at the nozzle throat. The fluid 
continues to accelerate as it passes through a supersonic (diverging) section. 
Noting that m= pAV for steady flow, we see that the large decrease in den- 
sity makes acceleration in the diverging section possible. An example of this 
type of flow is the flow of hot combustion gases through a nozzle in a gas 
turbine. 

The opposite process occurs in the engine inlet of a supersonic aircraft. 
The fluid is decelerated by passing it first through a supersonic diffuser, 
which has a flow area that decreases in the flow direction. Ideally, the flow 
reaches a Mach number of unity at the diffuser throat. The fluid is further 


Chapter 17 


l 833 
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(sonic) 


(sonic) 
Attachment 


FIGURE 17-16 


We cannot obtain supersonic velocities 
by attaching a converging section to a 
converging nozzle. Doing so will only 
move the sonic cross section farther 
downstream and decrease the mass 
flow rate. 
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FIGURE 17-17 


Variation of flow properties in 
subsonic and supersonic nozzles and 
diffusers. 


P increases 
V decreases 


P decreases 
Ma <1 seincreases Ma <1 


p decreases p increases. 


Subsonic nozzle Subsonic diffuser 


(a) Subsonic flow 


P decreases 
V increases 


P increases 


Ma>1 Ma> 1 V decreases 


p decreases p increases 
Supersonic nozzle Supersonic diffuser 


(b) Supersonic flow 


decelerated in a subsonic diffuser, which has a flow area that increases in 
the flow direction, as shown in Fig. 17-17. 


Property Relations for Isentropic Flow 
of Ideal Gases 


Next we develop relations between the static properties and stagnation proper- 
ties of an ideal gas in terms of the specific heat ratio k and the Mach number 
Ma. We assume the flow is isentropic and the gas has constant specific heats. 

The temperature T of an ideal gas anywhere in the flow is related to the 
stagnation temperature T) through Eq. 17-4: 


y2 
h=T+— 
2c, 
or 
T, 2 
a eee 
T 2c,T 


Noting that Cy = kRI(k — 1), ° = kRT, and Ma = V/c, we see that 


y? y? (454)4 (4+) 3 
= = z= Ma 
2c,T — 2[kR/(k — 1)]T 2 Je 2 


Substituting yields 


To k= 1 
— = 1+ ( —— |M? 17-18 
T (45 ) a ( ) 


which is the desired relation between T) and T. 


The ratio of the stagnation to static pressure is obtained by substituting 
Eq. 17-18 into Eq. 17-5: 


P, k-1 k/(k—1) 
gee 
P 2 


The ratio of the stagnation to static density is obtained by substituting 
Eq. 17-18 into Eq. 17—6: 


b= I 1/(k-1) 
Po _ £ + (= me! 
P 2 


Numerical values of 7/T,, P/P, and p/p, are listed versus the Mach number 
in Table A-32 for k = 1.4, which are very useful for practical compressible 
flow calculations involving air. 

The properties of a fluid at a location where the Mach number is unity (the 
throat) are called critical properties, and the ratios in Eqs. (17-18) through 
(17-20) are called critical ratios (Fig. 17—18). It is common practice in the 
analysis of compressible flow to let the superscript asterisk (*) represent the 
critical values. Setting Ma = 1 in Eqs. 17—18 through 17-20 yields 


(17-19) 


(17-20) 


as 2 

T = kal (17-21) 
0 

p* 2 Nue) 

P = (=) (17-22) 
0 
* 2 1(k-1) 

a = (=) (17-23) 
0 


These ratios are evaluated for various values of k and are listed in Table 
17-2. The critical properties of compressible flow should not be confused 
with the properties of substances at the critical point (such as the critical 
temperature T, and critical pressure P,). 


TABLE 17-2 


The critical-pressure, critical-temperature, and critical-density ratios for 
isentropic flow of some ideal gases 


Superheated Hot products Monatomic 
steam, of combustion, Air, gases, 
k=1.3 k = 1.33 k=1.4 k = 1.667 
P* 
P 0.5457 0.5404 0.5283 0.4871 
(0) 
T* 
T 0.8696 0.8584 0.8333 0.7499 
oO 
ok 
— 0.6276 0.6295 0.6340 0.6495 
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(if Ma, = 1) 


Throat 


FIGURE 17-18 


When Ma, = 1, the properties at the 
nozzle throat become the critical 
properties. 
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FIGURE 17-19 
Schematic for Example 17-4. 
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The effect of back pressure on the 
pressure distribution along a 
converging nozzle. 


EXAMPLE 17-4 Critical Temperature and Pressure in Gas Flow 


Calculate the critical pressure and temperature of carbon dioxide for the flow 
conditions described in Example 17-3 (Fig. 17-19). 


Solution For the flow discussed in Example 17-3, the critical pressure and 
temperature are to be calculated. 

Assumptions 1 The flow is steady, adiabatic, and one-dimensional. 2 Carbon 
dioxide is an ideal gas with constant specific heats. 

Properties The specific heat ratio of carbon dioxide at room temperature is 
k = 1.289 (Table A-2a). 

Analysis The ratios of critical to stagnation temperature and pressure are 
determined to be 


T* 2 2 
Tm kti eRe 


P* 2 k/(k—1) 9) 1.289/(1.289—1) 
= = = 0.5477 
P, G) =a) 


Noting that the stagnation temperature and pressure are, from Example 
17-3, To = 473 K and P) = 1400 kPa, we see that the critical temperature 
and pressure in this case are 


T* = 0.8737 = (0.8737) (473 K) = 413K 
P* = 0.5477P) = (0.5477) (1400 kPa) = 767 kPa 


= 0.8737 


Discussion Note that these values agree with those listed in Table 17-1, as 
expected. Also, property values other than these at the throat would indicate 
that the flow is not critical, and the Mach number is not unity. 


17-4 = ISENTROPIC FLOW THROUGH NOZZLES 


Converging or converging—diverging nozzles are found in many engineering 
applications including steam and gas turbines, aircraft and spacecraft 
propulsion systems, and even industrial blasting nozzles and torch nozzles. 
In this section we consider the effects of back pressure (i.e., the pressure 
applied at the nozzle discharge region) on the exit velocity, the mass flow 
rate, and the pressure distribution along the nozzle. 


Converging Nozzles 


Consider the subsonic flow through a converging nozzle as shown in 
Fig. 17-20. The nozzle inlet is attached to a reservoir at pressure P, and 
temperature T.. The reservoir is sufficiently large so that the nozzle inlet 
velocity is negligible. Since the fluid velocity in the reservoir is zero and 
the flow through the nozzle is approximated as isentropic, the stagnation 
pressure and stagnation temperature of the fluid at any cross section 
through the nozzle are equal to the reservoir pressure and temperature, 
respectively. 


Now we begin to reduce the back pressure and observe the resulting 
effects on the pressure distribution along the length of the nozzle, as shown 
in Fig. 17-20. If the back pressure P, is equal to P}, which is equal to P, 
there is no flow and the pressure distribution is uniform along the nozzle. 
When the back pressure is reduced to P,, the exit plane pressure P, also 
drops to P,. This causes the pressure along the nozzle to decrease in the 
flow direction. 

When the back pressure is reduced to P; (= P*, which is the pressure 
required to increase the fluid velocity to the speed of sound at the exit plane 
or throat), the mass flow reaches a maximum value and the flow is said to 
be choked. Further reduction of the back pressure to level P, or below does 
not result in additional changes in the pressure distribution, or anything else 
along the nozzle length. 

Under steady-flow conditions, the mass flow rate through the nozzle is 
constant and can be expressed as 


P k 
n = pAV = ( — )A(MaVkRT) = PAMa, | — 
paN (=) on ) “NRT 


Solving for T from Eq. 17-18 and for P from Eq. 17-19 and substituting, 


AMaPyV k/(RTp) 


TL + (k — 1)Ma?/2 0/20 aos 


Thus the mass flow rate of a particular fluid through a nozzle is a function 
of the stagnation properties of the fluid, the flow area, and the Mach num- 
ber. Equation 17—24 is valid at any cross section, and thus m can be evalu- 
ated at any location along the length of the nozzle. 

For a specified flow area A and stagnation properties Tọ and Po, the maxi- 
mum mass flow rate can be determined by differentiating Eq. 17-24 with 
respect to Ma and setting the result equal to zero. It yields Ma = 1. Since 
the only location in a nozzle where the Mach number can be unity is the 
location of minimum flow area (the throat), the mass flow rate through a 
nozzle is a maximum when Ma = | at the throat. Denoting this area by A%*, 
we obtain an expression for the maximum mass flow rate by substituting 
Ma = 1 in Eq. 17-24: 


k 2 N&M- i) 
Moa "A Poal | T (17-25) 
RT)\ k + 1 


Thus, for a particular ideal gas, the maximum mass flow rate through a 
nozzle with a given throat area is fixed by the stagnation pressure and tem- 
perature of the inlet flow. The flow rate can be controlled by changing 
the stagnation pressure or temperature, and thus a converging nozzle can be 
used as a flowmeter. The flow rate can also be controlled, of course, by 
varying the throat area. This principle is vitally important for chemical 
processes, medical devices, flowmeters, and anywhere the mass flux of a 
gas must be known and controlled. 

A plot of m versus P,/P, for a converging nozzle is shown in Fig. 17-21. 
Notice that the mass flow rate increases with decreasing P,/Pọ, reaches a 
maximum at P, = P*, and remains constant for P,,/P, values less than this 
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The effect of back pressure P, on the 
mass flow rate m and the exit pressure 
P, of a converging nozzle. 
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FIGURE 17-22 


The variation of the mass flow rate 
through a nozzle with inlet stagnation 
properties. 


critical ratio. Also illustrated on this figure is the effect of back pressure on 
the nozzle exit pressure P,. We observe that 


P 
p= { b 
P* 


To summarize, for all back pressures lower than the critical pressure P*, 
the pressure at the exit plane of the converging nozzle P, is equal to P*, the 
Mach number at the exit plane is unity, and the mass flow rate is the maxi- 
mum (or choked) flow rate. Because the velocity of the flow is sonic at the 
throat for the maximum flow rate, a back pressure lower than the critical 
pressure cannot be sensed in the nozzle upstream flow and does not affect 
the flow rate. 

The effects of the stagnation temperature Tọ and stagnation pressure P) on 
the mass flow rate through a converging nozzle are illustrated in Fig. 17—22 
where the mass flow rate is plotted against the static-to-stagnation pressure 
ratio at the throat P,/P). An increase in P, (or a decrease in T) will increase 
the mass flow rate through the converging nozzle; a decrease in Py (or an 
increase in T) will decrease it. We could also conclude this by carefully 
observing Eqs. 17—24 and 17-25. 

A relation for the variation of flow area A through the nozzle relative to 
throat area A* can be obtained by combining Eqs. 17—24 and 17-25 for the 
same mass flow rate and stagnation properties of a particular fluid. This 


yields 
A 1 ( 9 )( pi ‘) ii 
= 14 Ma’ 
A* Mal\k+1 2 


Table A-32 gives values of A/A* as a function of the Mach number for air 
(k = 1.4). There is one value of A/A* for each value of the Mach number, 
but there are two possible values of the Mach number for each value of 
A/A*—one for subsonic flow and another for supersonic flow. 


for P, = P* 
for P, < P* 


(17-26) 


Increase in Po 


decrease in Ta; 
or both 


Po To 


Decrease in Pi 


increase in Tj; 
or both 


Another parameter sometimes used in the analysis of one-dimensional 
isentropic flow of ideal gases is Ma*, which is the ratio of the local velocity 
to the speed of sound at the throat: 


V 
Ma* = — (17-27) 
c* 


It can also be expressed as 


Vc Mac MaVkRT Ma Z 


* = = = 
Ma Gg” c WERT* 

where Ma is the local Mach number, T is the local temperature, and T* is 

the critical temperature. Solving for T from Eq. 17-18 and for 7* from 

Eq. 17-21 and substituting, we get 


aa! 
Ma* = Ma 5 (17-28) 
2 + (k — 1)Ma> 


Values of Ma* are also listed in Table A-32 versus the Mach number for 
k = 1.4 (Fig. 17-23). Note that the parameter Ma* differs from the Mach 
number Ma in that Ma* is the local velocity nondimensionalized with 
respect to the sonic velocity at the throat, whereas Ma is the local velocity 
nondimensionalized with respect to the local sonic velocity. (Recall that the 
sonic velocity in a nozzle varies with temperature and thus with location.) 


EXAMPLE 17-5 Effect of Back Pressure on Mass Flow Rate 


Air at 1 MPa and 600°C enters a converging nozzle, shown in Fig. 17-24, 
with a velocity of 150 m/s. Determine the mass flow rate through the nozzle 
for a nozzle throat area of 50 cm? when the back pressure is (a) 0.7 MPa 
and (b) 0.4 MPa. 


Solution Air enters a converging nozzle. The mass flow rate of air through 
the nozzle is to be determined for different back pressures. 

Assumptions 1 Air is an ideal gas with constant specific heats at room 
temperature. 2 Flow through the nozzle is steady, one-dimensional, and 
isentropic. 

Properties The constant-pressure specific heat and the specific heat ratio of 
air are c, = 1.005 kJ/kg - K and k = 1.4, respectively (Table A—2a). 
Analysis \Ne use the subscripts / and t to represent the properties at the 
nozzle inlet and the throat, respectively. The stagnation temperature and 
pressure at the nozzle inlet are determined from Eqs. 17-4 and 17-5: 


T ae 873 K + easy ( "Ee ) 884 K 
ee aoa 2(1.005 kJ/kg- K) \ 1000 m?/s?/ 
TA) 4 K\ 1404- )) 
Py = = p{ i) = a Mpa) ( $K) = 1.045 MPa 
T 873 K 


These stagnation temperature and pressure values remain constant through- 
out the nozzle since the flow is assumed to be isentropic. That is, 


To= Ty = 884K and Py = Po; = 1.045 MPa 
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0.90 0.9146 1.0089 0.5913 
L00 1.0000 1.0000 0.5283 
L10 10812 10079 04684 


FIGURE 17-23 


Various property ratios for isentropic 
flow through nozzles and diffusers are 
listed in Table A-32 for k = 1.4 for 
convenience. 


T, = 600°C 
V, = 150 m/s 


FIGURE 17-24 
Schematic for Example 17-5. 
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The critical-pressure ratio is determined from Table 17-2 (or Eq. 17-22) to 
be P*/P) = 0.5283. 


(a) The back pressure ratio for this case is 
ie 0.7 MPa 
Py 1.045 MPa 


which is greater than the critical-pressure ratio, 0.5283. Thus the exit plane 
pressure (or throat pressure P) is equal to the back pressure in this case. That 
is, P, = P, = 0.7 MPa, and P,/P) = 0.670. Therefore, the flow is not choked. 
From Table A-32 at P,/P) = 0.670, we read Ma, = 0.778 and T;/Tọ = 0.892. 

The mass flow rate through the nozzle can be calculated from Eq. 17-24. 
But it can also be determined in a step-by-step manner as follows: 


T, = 0.892T) = 0.892(884 K) = 788.5K 


P 700 kPa 
RT, (0.287 kPa- m*/kg- K) (788.5 K) 


V, = Ma,c, = Ma, V kRT, 


= 0.670 


p: = = 3.093 kg/m? 


= (0.78),/(1.4)(0287 kJ/kg - K) (788.5 K) (ar) 
1 kJ/kg 
= 437.9 m/s 
Thus, 
m = p,A,V, = (3.093 kg/m?) (50 xX 1074 m?) (437.9 m/s) = 6.77 kg/s 
(b) The back pressure ratio for this case is 


P, 0.4 MPa 

Py) 1.045 MPa 
which is less than the critical-pressure ratio, 0.5283. Therefore, sonic condi- 
tions exist at the exit plane (throat) of the nozzle, and Ma = 1. The flow is 


choked in this case, and the mass flow rate through the nozzle can be calcu- 
lated from Eq. 17-25: 


een ok 2 N&M- 1) 
e = A ON REE 


id 2 2.4/0.8 
= X 1074 m’)(1045 kP. ( ) 
(50 X 1074 m*)(1045 kPa) (0.287 kJ/kg + K)(884 K) \1.4 + 1 


= 02853} 


= 7.10 kg/s 
since kPa-m?/VkJ/kg = V 1000 kg/s. 


Discussion This is the maximum mass flow rate through the nozzle for the 
specified inlet conditions and nozzle throat area. 


EXAMPLE 17-6 Gas Flow through a Converging Nozzle 


Nitrogen enters a duct with varying flow area at T, = 400 K, P, = 100 kPa, 
and Ma, = 0.3. Assuming steady isentropic flow, determine 7, P), and Ma, 
at a location where the flow area has been reduced by 20 percent. 


Solution Nitrogen gas enters a converging nozzle. The properties at the 
nozzle exit are to be determined. 

Assumptions 1 Nitrogen is an ideal gas with k = 1.4. 2 Flow through the 
nozzle is steady, one-dimensional, and isentropic. 

Analysis The schematic of the duct is shown in Fig. 17-25. For isentropic 
flow through a duct, the area ratio A/A* (the flow area over the area of the 
throat where Ma = 1) is also listed in Table A-32. At the initial Mach 
number of Ma, = 0.3, we read 


A, Ti P: 
—— = DBS — = 0.9823 — = 0.9395 
With a 20 percent reduction in flow area, A, = 0.8A,, and 
A, A, A, 
— = — — = (0.8) (2.0351) = 1.6281 
as 7 A, ae 7 (08) (20351) 
For this value of A,/A* from Table A-32, we read 


T P, 
TT 0.9701 Pp 0.8993 Ma, = 0.391 


0 0 


Here we chose the subsonic Mach number for the calculated A,/A* instead 
of the supersonic one because the duct is converging in the flow direction 
and the initial flow is subsonic. Since the stagnation properties are constant 
for isentropic flow, we can write 


T, D/D (23) (e) 
= SI == | = (400K = 395K 
T Tih 8 “nim, “"\ coms 


P, PJP P,/P, 
2 o p = P.( af 2) = (100 kPa) ( 28295 ) = 95.7kPa 
P, Ph P,/Po 0.9395 


which are the temperature and pressure at the desired location. 
Discussion Note that the temperature and pressure drop as the fluid accel- 
erates in a converging nozzle. 


Converging—Diverging Nozzles 

When we think of nozzles, we ordinarily think of flow passages whose 
cross-sectional area decreases in the flow direction. However, the highest 
velocity to which a fluid can be accelerated in a converging nozzle is limited 
to the sonic velocity (Ma = 1), which occurs at the exit plane (throat) of the 
nozzle. Accelerating a fluid to supersonic velocities (Ma > 1) can be accom- 
plished only by attaching a diverging flow section to the subsonic nozzle at 
the throat. The resulting combined flow section is a converging—diverging 
nozzle, which is standard equipment in supersonic aircraft and rocket propul- 
sion (Fig. 17-26). 

Forcing a fluid through a converging—diverging nozzle is no guarantee 
that the fluid will be accelerated to a supersonic velocity. In fact, the fluid 
may find itself decelerating in the diverging section instead of accelerating 
if the back pressure is not in the right range. The state of the nozzle flow is 
determined by the overall pressure ratio P,/P,. Therefore, for given inlet 
conditions, the flow through a converging—diverging nozzle is governed by 
the back pressure P,, as will be explained. 
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T,= 400K 
P, = 100 kPa 


Ma, = 0.3 Ma, 
A, A,=0.8A, 
FIGURE 17-25 


Schematic for Example 17—6 (not to 
scale). 
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Converging—diverging nozzles are commonly used in rocket engines to provide high thrust. 


Courtesy of Pratt ar 


nd Whitney, www.pratt-whitney.con/how.htm. Used by permission. 


Consider the converging—diverging nozzle shown in Fig. 17-27. A fluid 


ente 


rs the nozzle with a low velocity at stagnation pressure Py. When P, = 


Po (case A), there will be no flow through the nozzle. This is expected since 
the flow in a nozzle is driven by the pressure difference between the nozzle 
inlet and the exit. Now let us examine what happens as the back pressure is 
lowered. 


iF 


2: 


When Po > P, > Po, the flow remains subsonic throughout the nozzle, 
and the mass flow is less than that for choked flow. The fluid velocity 
increases in the first (converging) section and reaches a maximum at 
the throat (but Ma < 1). However, most of the gain in velocity is lost 
in the second (diverging) section of the nozzle, which acts as a dif- 
fuser. The pressure decreases in the converging section, reaches a 
minimum at the throat, and increases at the expense of velocity in the 
diverging section. 

When P, = Po, the throat pressure becomes P* and the fluid achieves 
sonic velocity at the throat. But the diverging section of the nozzle still 
acts as a diffuser, slowing the fluid to subsonic velocities. The mass 
flow rate that was increasing with decreasing P, also reaches its maxi- 
mum value. 

Recall that P* is the lowest pressure that can be obtained at the 
throat, and the sonic velocity is the highest velocity that can be 
achieved with a converging nozzle. Thus, lowering P, further has no 
influence on the fluid flow in the converging part of the nozzle or the 


Subsonic flow 
at nozzle exit 
(no shock) 


Subsonic flow 
at nozzle exit 
(shock in nozzle) 


P* pa a D 


I 
Sonic flow ! I = Pes 
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1 Shock | P, }at nozzle exit 
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0 fi 1 G > 
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(no shock in nozzle) 


Subsonic flow 
at nozzle exit 
(shock in nozzle) 


Subsonic flow 
at nozzle exit 
(no shock) 


Throat 


Inlet 


mass flow rate through the nozzle. However, it does influence the char- 
acter of the flow in the diverging section. 

. When Po > P, > Pp the fluid that achieved a sonic velocity at the 
throat continues accelerating to supersonic velocities in the diverging 
section as the pressure decreases. This acceleration comes to a sudden 
stop, however, as a normal shock develops at a section between the 
throat and the exit plane, which causes a sudden drop in velocity to sub- 
sonic levels and a sudden increase in pressure. The fluid then continues 
to decelerate further in the remaining part of the converging—diverging 
nozzle. Flow through the shock is highly irreversible, and thus it cannot 
be approximated as isentropic. The normal shock moves downstream 
away from the throat as P, is decreased, and it approaches the nozzle 
exit plane as P, approaches Pp. 

When P, = Pp, the normal shock forms at the exit plane of the noz- 
zle. The flow is supersonic through the entire diverging section in this 
case, and it can be approximated as isentropic. However, the fluid 
velocity drops to subsonic levels just before leaving the nozzle as it 
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FIGURE 17-27 


The effects of back pressure on the 
flow through a converging—diverging 
nozzle. 
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FIGURE 17-28 
Schematic for Example 17-7. 


crosses the normal shock. Normal shock waves are discussed in 
Section 17-5. 

4. When P; > P, > 0, the flow in the diverging section is supersonic, 
and the fluid expands to Pp at the nozzle exit with no normal shock 
forming within the nozzle. Thus, the flow through the nozzle can be 
approximated as isentropic. When P, = Pp, no shocks occur within 
or outside the nozzle. When P, < Pp, irreversible mixing and expan- 
sion waves occur downstream of the exit plane of the nozzle. When 
P, > Ppr, however, the pressure of the fluid increases from Pp to P, 
irreversibly in the wake of the nozzle exit, creating what are called 
oblique shocks. 


EXAMPLE 17-7 Airflow through a Converging—Diverging Nozzle 


Air enters a converging—diverging nozzle, shown in Fig. 17-28, at 1.0 MPa 
and 800 K with a negligible velocity. The flow is steady, one-dimensional, and 
isentropic with k = 1.4. For an exit Mach number of Ma = 2 and a throat 
area of 20 cm?, determine (a) the throat conditions, (b) the exit plane condi- 
tions, including the exit area, and (c) the mass flow rate through the nozzle. 


Solution Air flows through a converging-diverging nozzle. The throat and 
the exit conditions and the mass flow rate are to be determined. 
Assumptions 1 Air is an ideal gas with constant specific heats at room 
temperature. 2 Flow through the nozzle is steady, one-dimensional, and 
isentropic. 

Properties The specific heat ratio of air is given to be k = 1.4. The gas 
constant of air is 0.287 kJ/kg - K. 

Analysis The exit Mach number is given to be 2. Therefore, the flow must 
be sonic at the throat and supersonic in the diverging section of the 
nozzle. Since the inlet velocity is negligible, the stagnation pressure and 
stagnation temperature are the same as the inlet temperature and pressure, 
Py = 1.0 MPa and Tọ = 800 K. The stagnation density is 


P 1000 kP 
p= = Sa = 4.355 kg/m? 
RT, (0.287 kPa - m’/kg - K) (800 K) 


(a) At the throat of the nozzle Ma = 1, and from Table A-32 we read 


P* T* p* 
ms 0.5283 m 0.8333 ae 0.6339 
Thus, 
P* = 0.5283P, = (0.5283) (1.0 MPa) = 0.5283 MPa 
T* = 0.83337) = (0.8333)(800 K) = 666.6 K 
p* = 0.6339p = (0.6339) (4.355 kg/m?) = 2.761 kg/m? 
Also, 
V* = c = VkRT* = : (1.4) (0.287 kJ/kg - K) (666.6 TE 


= 517.5 m/s 


(b) Since the flow is isentropic, the properties at the exit plane can also be 
calculated by using data from Table A-32. For Ma = 2 we read 


p 


@ 


= = 0.1278 = = 0.5556 Pi = 0.2300 Ma* = 1.6330 < = E6875 
Thus, 
P, = 0.1278P,) = (0.1278) (10 MPa) = 0.1278 MPa 
T, = 0.5556 = (0.5556) (800 K) = 444.5 K 
Pe = 0.2300p = (0.2300) (4.355 kg/m?) = 1.002 kg/m? 
A, = 1.6875A* = (1.6875) (20 cm’) = 33.75 cm? 
and 


V, = Ma,*c* = (1.6330) (517.5 m/s) = 845.1 m/s 


The nozzle exit velocity could also be determined from V, = Ma,c,, where c, 
is the speed of sound at the exit conditions: 


1000 m?/s? ) 


V, = Ma,c, = Ma, VERT, = a (1.4) (0.287 KJ/kg - K) (444.5 «)( Te 


= 845.2 m/s 


(c) Since the flow is steady, the mass flow rate of the fluid is the same at all 
sections of the nozzle. Thus it may be calculated by using properties at any 
cross section of the nozzle. Using the properties at the throat, we find that 
the mass flow rate is 


m = p*A*V* = (2.761 kg/m?) (20 x 1074 m?)(517.5 m/s) = 2.86 kg/s 


Discussion Note that this is the highest possible mass flow rate that can 
flow through this nozzle for the specified inlet conditions. 


17-5 = SHOCK WAVES AND EXPANSION WAVES 


We have seen that sound waves are caused by infinitesimally small pressure 
disturbances, and they travel through a medium at the speed of sound. We 
have also seen that for some back pressure values, abrupt changes in fluid 
properties occur in a very thin section of a converging—diverging nozzle 
under supersonic flow conditions, creating a shock wave. It is of interest to 
study the conditions under which shock waves develop and how they affect 
the flow. 


Normal Shocks 


First we consider shock waves that occur in a plane normal to the direction 
of flow, called normal shock waves. The flow process through the shock 
wave is highly irreversible and cannot be approximated as being isentropic. 

Next we follow the footsteps of Pierre Lapace (1749-1827), G. F. Bern- 
hard Riemann (1826-1866), William Rankine (1820-1872), Pierre Henry 
Hugoniot (1851-1887), Lord Rayleigh (1842-1919), and G. I. Taylor 
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Control 
volume 
vV v, 
Ma>1 P P) Ma <1 


— 


Shock wave 


FIGURE 17-29 


Control volume for flow across a 
normal shock wave. 


FIGURE 17-30 


Schlieren image of a normal shock in 
a Laval nozzle. The Mach number in 
the nozzle just upstream (to the left) of 
the shock wave is about 1.3. Boundary 
layers distort the shape of the normal 
shock near the walls and lead to flow 
separation beneath the shock. 


Photo by G. S. Settles, Penn State University. Used 
by permission. 


(1886-1975) and develop relationships for the flow properties before and 
after the shock. We do this by applying the conservation of mass, momen- 
tum, and energy relations as well as some property relations to a stationary 
control volume that contains the shock, as shown in Fig. 17-29. The normal 
shock waves are extremely thin, so the entrance and exit flow areas for the 
control volume are approximately equal (Fig 17-30). 

We assume steady flow with no heat and work interactions and no 
potential energy changes. Denoting the properties upstream of the shock 
by the subscript 1 and those downstream of the shock by 2, we have the 
following: 


Conservation of mass: p\AV, = poAV, (17-29) 
or 
PiV, = P:V2 
vi V5 
Conservation of energy: hy + 5 =M + a (17-30) 
or 
ho, = hoo (17-31) 
Conservation of momentum: Rearranging Eq. 17—14 and integrating yield 
A(P, — P3) = m(V — V) (17-32) 
Increase of entropy: Sy — 8, ZO (17-33) 


We can combine the conservation of mass and energy relations into a sin- 
gle equation and plot it on an h-s diagram, using property relations. The 
resultant curve is called the Fanno line, and it is the locus of states that 
have the same value of stagnation enthalpy and mass flux (mass flow per 
unit flow area). Likewise, combining the conservation of mass and momen- 
tum equations into a single equation and plotting it on the h-s diagram yield 
a curve called the Rayleigh line. Both these lines are shown on the h-s dia- 
gram in Fig. 17-31. As proved later in Example 17-8, the points of maxi- 
mum entropy on these lines (points a and b) correspond to Ma = 1. The 
state on the upper part of each curve is subsonic and on the lower part 
supersonic. 

The Fanno and Rayleigh lines intersect at two points (points 1 and 2), 
which represent the two states at which all three conservation equations are 
satisfied. One of these (state 1) corresponds to the state before the shock, 
and the other (state 2) corresponds to the state after the shock. Note that 
the flow is supersonic before the shock and subsonic afterward. Therefore 
the flow must change from supersonic to subsonic if a shock is to occur. 
The larger the Mach number before the shock, the stronger the shock will 
be. In the limiting case of Ma = 1, the shock wave simply becomes a sound 
wave. Notice from Fig. 17-31 that s, > s,. This is expected since the flow 
through the shock is adiabatic but irreversible. 


h 


Subsonic flow 
(Ma < 1) 


Supersonic flow 
(Ma > 1) 


The conservation of energy principle (Eq. 17—31) requires that the stagna- 
tion enthalpy remain constant across the shock; hp; = ho. For ideal gases 
h = A(T), and thus 


To, = Toz (17-34) 


That is, the stagnation temperature of an ideal gas also remains constant 
across the shock. Note, however, that the stagnation pressure decreases 
across the shock because of the irreversibilities, while the thermodynamic 
temperature rises drastically because of the conversion of kinetic energy 
into enthalpy due to a large drop in fluid velocity (see Fig. 17-32). 

We now develop relations between various properties before and after the 
shock for an ideal gas with constant specific heats. A relation for the ratio of 
the thermodynamic temperatures T,/T, is obtained by applying Eq. 17-18 
twice: 


2 


Dividing the first equation by the second one and noting that JT), = To, we 
have 


Te 14 Maj(k=1)/2 
Tı 1+ Ma3(k — 1)/2 


(17-35) 


From the ideal-gas equation of state, 


~ RT, ~ RT, 


Substituting these into the conservation of mass relation p,V; = pV and 
noting that Ma = V/c and c = VkRT, we have 


T, PV, PsMa,c,  P,Ma, VT, (Aer 


T PWV, PMaci P Ma VT, P,/ \Ma; 


(17-36) 
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FIGURE 17-31 


The h-s diagram for flow across a 


normal shock. 


FIGURE 17-32 


P increases 
Po decreases 
V decreases 
Ma decreases 
T increases 
Tp remains constant 
p increases 
s increases 


Variation of flow properties across a 


normal shock. 
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Combining Eqs. 17-35 and 17-36 gives the pressure ratio across the shock: 


P, Ma, V1 + Maz(k — 1)/2 
Pi May V1 + Ma3(k — 1)/2 


(17-37) 


Equation 17-37 is a combination of the conservation of mass and energy 
equations; thus, it is also the equation of the Fanno line for an ideal gas with 
constant specific heats. A similar relation for the Rayleigh line can be 
obtained by combining the conservation of mass and momentum equations. 
From Eq. 17-32, 


m 
P= Py = x (v2 vı) = PoV3 pivi 


However, 
pV? = (E) onc)? = (=) (MaV kRT)? = PkMa* 
RT RT 
Thus, 
P,(1 + kMaj) = P(1 + kMa3) 
or 
P, 1+ kMaj 
SS ae (17-38) 
P, 1+ kMa? 
Combining Eqs. 17-37 and 17-38 yields 
Ma; + 2/(k — 1 
Ma} oo (17-39) 


2 2Mak/(k — 1) — 1 


This represents the intersections of the Fanno and Rayleigh lines and relates 
the Mach number upstream of the shock to that downstream of the shock. 

The occurrence of shock waves is not limited to supersonic nozzles only. 
This phenomenon is also observed at the engine inlet of a supersonic air- 
craft, where the air passes through a shock and decelerates to subsonic 
velocities before entering the diffuser of the engine. Explosions also pro- 
duce powerful expanding spherical normal shocks, which can be very 
destructive (Fig. 17-33). 

Various flow property ratios across the shock are listed in Table A—33 for 
an ideal gas with k = 1.4. Inspection of this table reveals that Ma, (the 
Mach number after the shock) is always less than 1 and that the larger the 
supersonic Mach number before the shock, the smaller the subsonic Mach 
number after the shock. Also, we see that the static pressure, temperature, 
and density all increase after the shock while the stagnation pressure 
decreases. 

The entropy change across the shock is obtained by applying the entropy- 
change equation for an ideal gas across the shock: 


T, 
S. — s; =e, In 7 Rin P (17-40) 
1 1 


which can be expressed in terms of k, R, and Ma, by using the relations 
developed earlier in this section. A plot of nondimensional entropy change 


across the normal shock (s, — s,)/R versus Ma, is shown in Fig. 17-34. 
Since the flow across the shock is adiabatic and irreversible, the second law 
requires that the entropy increase across the shock wave. Thus, a shock 
wave cannot exist for values of Ma, less than unity where the entropy 
change would be negative. For adiabatic flows, shock waves can exist only 
for supersonic flows, Ma, > 1. 


EXAMPLE 17-8 The Point of Maximum Entropy 
on the Fanno Line 


Show that the point of maximum entropy on the Fanno line (point b of Fig. 
17-31) for the adiabatic steady flow of a fluid in a duct corresponds to the 
sonic velocity, Ma = 1. 


Solution It is to be shown that the point of maximum entropy on the Fanno 
line for steady adiabatic flow corresponds to sonic velocity. 

Assumptions The flow is steady, adiabatic, and one-dimensional. 

Analysis |In the absence of any heat and work interactions and potential 
energy changes, the steady-flow energy equation reduces to 


2 
Ip ar z = constant 


Differentiating yields 
dh + VdV =0 


For a very thin shock with negligible change of duct area across the shock, the 
steady-flow continuity (conservation of mass) equation can be expressed as 


pV = constant 
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FIGURE 17-33 


Schlieren image of the blast wave 
(expanding spherical normal shock) 
produced by the explosion of a 
firecracker detonated inside a metal can 
that sat on a stool. The shock expanded 
radially outward in all directions at a 
supersonic speed that decreased with 
radius from the center of the explosion. 
The microphone at the lower right 
sensed the sudden change in pressure 
of the passing shock wave and 
triggered the microsecond flashlamp 
that exposed the photograph. 


Photo by G. S. Settles, Penn State University. Used 
by permission. 
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Entropy change across the normal 
shock. 
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Shock wave 


k Ma, =2 
See P, = 1.0 MPa 
—> m = 2.86 kg/s P, = 0.1278 MPa 
ER T, =444.5 K 


p, = 1.002 kg/m? 


FIGURE 17-35 
Schematic for Example 17-9. 


Differentiating, we have 
pdV + Vdp=0 
Solving for dV gives 


Combining this with the energy equation, we have 
d 
dh-v? 2 =0 
p 


which is the equation for the Fanno line in differential form. At point a 
(the point of maximum entropy) ds = O. Then from the second T ds relation 
(T ds = dh — v dP) we have dh = v dP = dPlp. Substituting yields 


P yp 
P P 


Solving for V, we have 
ðP 1/2 
a 
OPd s 


which is the relation for the speed of sound, Eq. 17-9. Thus the proof is 
complete. 


=0 at s = constant 


EXAMPLE 17-9 Shock Wave in a Converging—Diverging Nozzle 


If the air flowing through the converging—diverging nozzle of Example 17-7 
experiences a normal shock wave at the nozzle exit plane (Fig. 17-35), deter- 
mine the following after the shock: (a) the stagnation pressure, static pres- 
sure, static temperature, and static density; (b) the entropy change across the 
shock; (c) the exit velocity; and (d) the mass flow rate through the nozzle. 
Assume steady, one-dimensional, and isentropic flow with k = 1.4 from the 
nozzle inlet to the shock location. 


Solution Air flowing through a converging-diverging nozzle experiences a 
normal shock at the exit. The effect of the shock wave on various properties 
is to be determined. 

Assumptions 1 Air is an ideal gas with constant specific heats at room 
temperature. 2 Flow through the nozzle is steady, one-dimensional, and 
isentropic before the shock occurs. 3 The shock wave occurs at the exit 
plane. 

Properties The constant-pressure specific heat and the specific heat ratio of 
air are c, = 1.005 kJ/kg - K and k = 1.4. The gas constant of air is 0.287 
kJ/kg - K (Table A-2a). 

Analysis (a) The fluid properties at the exit of the nozzle just before the 
shock (denoted by subscript 1) are those evaluated in Example 17-7 at the 
nozzle exit to be 


Py, = 1.0MPa P, = 0.1278 MPa T, = 444.5K p, = 1.002 kg/m? 


The fluid properties after the shock (denoted by subscript 2) are related 
to those before the shock through the functions listed in Table A-33. For 
Ma, = 2.0, we read 


= Poo _ P, = D = a 
Ma, = 0.5774 P = 0.7209 P = 4.5000 T = 1.6875 — = 2.6667 


01 1 1 Pi 
Then the stagnation pressure Po», static pressure P,, static temperature T, 
and static density p, after the shock are 


Po = 0.7209Py, = (0.7209) (1.0 MPa) = 0.721 MPa 


P, = 4.5000P, = (4.5000) (0.1278 MPa) = 0.575 MPa 
T, = 1.68757, = (1.6875) (444.5 K) = 750 K 
p2 = 2.6667, = (2.6667) (1.002 kg/m?) = 2.67 kg/m? 
(b) The entropy change across the shock is 
T: JR 
S2 sson Rng 


= (1.005 kJ/kg + K)In(1.6875) — (0.287 kJ/kg + K)In(4.5000) 
= 0.0942 kJ/kg -K 


Thus, the entropy of the air increases as it experiences a normal shock, 
which is highly irreversible. 


(c) The air velocity after the shock can be determined from V, = Ma;c,, 
where c, is the speed of sound at the exit conditions after the shock: 


V, = Mac, = Ma, V kRT, 


1000 m?/s? ) 


= ENI (1.4) (0.287 kJ/kg - K) (750 w( 1 KJ/kg 


= 317 m/s 


(d) The mass flow rate through a converging—diverging nozzle with sonic 
conditions at the throat is not affected by the presence of shock waves in 
the nozzle. Therefore, the mass flow rate in this case is the same as that 
determined in Example 17-7: 


th = 2.86 kg/s 


Discussion This result can easily be verified by using property values at the 
nozzle exit after the shock at all Mach numbers significantly greater than unity. 


Example 17-9 illustrates that the stagnation pressure and velocity 
decrease while the static pressure, temperature, density, and entropy 
increase across the shock. The rise in the temperature of the fluid down- 
stream of a shock wave is of major concern to the aerospace engineer 
because it creates heat transfer problems on the leading edges of wings and 
nose cones of space reentry vehicles and the recently proposed hypersonic 
space planes. Overheating, in fact, led to the tragic loss of the space shuttle 
Columbia in February of 2003 as it was reentering earth’s atmosphere. 
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FIGURE 17-36 


Schlieren image of a small model of 
the space shuttle Orbiter being tested 
at Mach 3 in the supersonic wind 
tunnel of the Penn State Gas 
Dynamics Lab. Several oblique shocks 
are seen in the air surrounding the 
spacecraft. 


Photo by G. S. Settles, Penn State University. Used 
by permission. 
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FIGURE 17-37 


An oblique shock of shock angle B 
formed by a slender, two-dimensional 
wedge of half-angle 6. The flow is 
turned by deflection angle 0 
downstream of the shock, and the 
Mach number decreases. 


Oblique Shocks 


Not all shock waves are normal shocks (perpendicular to the flow direc- 
tion). For example, when the space shuttle travels at supersonic speeds 
through the atmosphere, it produces a complicated shock pattern consisting 
of inclined shock waves called oblique shocks (Fig. 17—36). As you can 
see, some portions of an oblique shock are curved, while other portions are 
straight. 

First, we consider straight oblique shocks, like that produced when a uni- 
form supersonic flow (Ma, > 1) impinges on a slender, two-dimensional 
wedge of half-angle 6 (Fig. 17—37). Since information about the wedge 
cannot travel upstream in a supersonic flow, the fluid “knows” nothing 
about the wedge until it hits the nose. At that point, since the fluid cannot 
flow through the wedge, it turns suddenly through an angle called the 
turning angle or deflection angle 0. The result is a straight oblique shock 
wave, aligned at shock angle or wave angle 8, measured relative to the 
oncoming flow (Fig. 17-38). To conserve mass, B must obviously be 
greater than 6. Since the Reynolds number of supersonic flows is typically 
large, the boundary layer growing along the wedge is very thin, and we 
ignore its effects. The flow therefore turns by the same angle as the wedge; 
namely, deflection angle 6 is equal to wedge half-angle 6. If we take into 
account the displacement thickness effect of the boundary layer, the deflec- 
tion angle 0 of the oblique shock turns out to be slightly greater than 
wedge half-angle 6. 

Like normal shocks, the Mach number decreases across an oblique shock, 
and oblique shocks are possible only if the upstream flow is supersonic. 
However, unlike normal shocks, in which the downstream Mach number is 
always subsonic, Ma, downstream of an oblique shock can be subsonic, 
sonic, or supersonic, depending on the upstream Mach number Ma, and the 
turning angle. 


We analyze a straight oblique shock in Fig. 17-38 by decomposing the 
velocity vectors upstream and downstream of the shock into normal and tan- 
gential components, and considering a small control volume around the 
shock. Upstream of the shock, all fluid properties (velocity, density, pres- 
sure, etc.) along the lower left face of the control volume are identical to 
those along the upper right face. The same is true downstream of the shock. 
Therefore, the mass flow rates entering and leaving those two faces cancel 
each other out, and conservation of mass reduces to 


PIVi pA = PV2nA > piVin = P2V2n (17-41) 


where A is the area of the control surface that is parallel to the shock. Since 
A is the same on either side of the shock, it has dropped out of Eq. 17-41. 

As you might expect, the tangential component of velocity (parallel to the 
oblique shock) does not change across the shock (i.e., Vi, = V,,). This is 
easily proven by applying the tangential momentum equation to the control 
volume. 

When we apply conservation of momentum in the direction normal to the 
oblique shock, the only forces are pressure forces, and we get 


P\A = PA = PV2nAVan = PVinAVi,n > Pi P, m PoVin PVin (17-42) 


Finally, since there is no work done by the control volume and no heat 
transfer into or out of the control volume, stagnation enthalpy does not 
change across an oblique shock, and conservation of energy yields 

1 1 


fi 1 2 | 2 fi pd 1 2 
ho, = ho =S ho > hy + zV in t a. i = hy + ZV 20 a BY tt 


But since V,, = V,,, this equation reduces to 


ee lL, 
Vin = hg 4 gV 2n (17-43) 


Careful comparison reveals that the equations for conservation of mass, 
momentum, and energy (Eqs. 17—41 through 17—43) across an oblique 
shock are identical to those across a normal shock, except that they are writ- 
ten in terms of the normal velocity component only. Therefore, the normal 
shock relations derived previously apply to oblique shocks as well, but must 
be written in terms of Mach numbers Ma, „ and Ma, „ normal to the oblique 
shock. This is most easily visualized by rotating the velocity vectors in 
Fig. 17-38 by angle 7/2 — 8, so that the oblique shock appears to be verti- 
cal (Fig. 17-39). Trigonometry yields 


Ma,,, = Ma; sing and Ma, = Ma sin(B — 0) (17-44) 


where Ma,,, = V,,,/c; and Ma,,, = V>,,/c). From the point of view shown 
in Fig. 17-40, we see what looks like a normal shock, but with some super- 
posed tangential flow “coming along for the ride.” Thus, 


All the equations, shock tables, etc., for normal shocks apply to oblique shocks 
as well, provided that we use only the normal components of the Mach number. 


In fact, you may think of normal shocks as special oblique shocks in 
which shock angle B = 7/2, or 90°. We recognize immediately that an 
oblique shock can exist only if Ma,,, > 1, and Ma, „ < 1. The normal shock 
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Velocity vectors through an oblique 
shock of shock angle B and deflection 
angle 0. 
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FIGURE 17-39 


The same velocity vectors of Fig. 
17-38, but rotated by angle 7/2 — B, 
so that the oblique shock is vertical. 
Normal Mach numbers Ma, „ and 
Ma, „ are also defined. 


854 | Thermodynamics 


equations appropriate for oblique shocks in an ideal gas are summarized in 
Fig. 17-40 in terms of Ma, „ 

-E a For known shock angle 6 and known upstream Mach number Ma}, we use 

“ENEN ER the first part of Eq. 17—44 to calculate Ma,,,, and then use the normal shock 

tables (or their corresponding equations) to obtain Ma, „. If we also knew the 

cae deflection angle 6, we could calculate Ma, from the second part of Eq. 17-44. 

Qe- Dooe But, in a typical application, we know either 6 or 0, but not both. Fortunately, 

Ae Pate a bit more algebra provides us with a relationship between 6, B, and Ma,. We 

= =[2+(k- ae begin by noting that tan 6 = Vin! V, and tan(B — 0) = Von! V,, (Fig. 17-39). 

g But since V,, = V,,, we combine these two expressions to yield 


ha =he > Ta = T™o 


2kMa?„,—k+1 


Po -| (k+ 1)Mai, Pa +1) ii 


Pa 12+(k—1)Ma?, 2kMa?,—k +1 


Vo, tan(8—6) 2+ (k—1)Maj, 2+ (k — 1)Maij sin’ B as 
Vn tag  (k+1)Maz,  (k+1)Mæč sin’ B 


FIGURE 17—40 


Relationships across an oblique 
shock for an ideal gas in terms of the 
normal component of upstream Mach 
number Ma, „- 


where we have also used Eq. 17—44 and the fourth equation of Fig. 17-40. 
We apply trigonometric identities for cos 26 and tan(6 — 0), namely, 


tan B — tan 0 
~ 1+ tan B tan 6 


cos 28 = cos?’ B — sin? B and tan(B — 0) 
After some algebra, Eq. 17—45 reduces to 


2 cot B(Maj sin? B — 1) 
The 6-B-Ma relationship: tan 0 = = (17-46) 
Maj(k + cos 28) + 2 


Equation 17—46 provides deflection angle 0 as a unique function of 
shock angle 8, specific heat ratio k, and upstream Mach number Ma,. For 
air (k = 1.4), we plot 0 versus 8 for several values of Ma, in Fig. 17-41. 
We note that this plot is often presented with the axes reversed (6 versus 0) 
in compressible flow textbooks, since, physically, shock angle 6 is deter- 
mined by deflection angle 6. 

Much can be learned by studying Fig. 17-41, and we list some observa- 
tions here: 


e Figure 17—41 displays the full range of possible shock waves at a given 
free-stream Mach number, from the weakest to the strongest. For any value 
of Mach number Ma, greater than 1, the possible values of 0 range from 
0 = 0° at some value of £ between 0 and 90°, to a maximum value 6 = Onax 
at an intermediate value of 6, and then back to 6 = 0° at B = 90°. Straight 
oblique shocks for 0 or B outside of this range cannot and do not exist. At 
Ma, = 1.5, for example, straight oblique shocks cannot exist in air with 
shock angle £ less than about 42°, nor with deflection angle 0 greater than 
about 12°. If the wedge half-angle is greater than 0,,,,,, the shock becomes 
curved and detaches from the nose of the wedge, forming what is called a 
detached oblique shock or a bow wave (Fig. 17—42). The shock angle 8 
of the detached shock is 90° at the nose, but 6 decreases as the shock curves 
downstream. Detached shocks are much more complicated than simple 
straight oblique shocks to analyze. In fact, no simple solutions exist, and 
prediction of detached shocks requires computational methods. 


Similar oblique shock behavior is observed in axisymmetric flow over 
cones, as in Fig. 17—43, although the 6-8-Ma relationship for 
axisymmetric flows differs from that of Eq. 17-46. 
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e When supersonic flow impinges on a blunt body—a body without a 
sharply pointed nose, the wedge half-angle 6 at the nose is 90°, and an 
attached oblique shock cannot exist, regardless of Mach number. In fact, 
a detached oblique shock occurs in front of all such blunt-nosed bodies, 
whether two-dimensional, axisymmetric, or fully three-dimensional. For 
example, a detached oblique shock is seen in front of the space shuttle 
model in Fig. 17-36 and in front of a sphere in Fig. 17—44. 


While 0 is a unique function of Ma, and £ for a given value of k, there are 
two possible values of £ for 6 < Onax: The dashed black line in Fig. 17-41 
passes through the locus of 6,,,, values, dividing the shocks into weak 
oblique shocks (the smaller value of 8) and strong oblique shocks (the 
larger value of £). At a given value of 6, the weak shock is more common 
and is “preferred” by the flow unless the downstream pressure conditions 
are high enough for the formation of a strong shock. 


For a given upstream Mach number Ma,, there is a unique value of 6 for 
which the downstream Mach number Ma, is exactly 1. The dashed gray 
line in Fig. 17-41 passes through the locus of values where Ma, = 1. 
To the left of this line, Ma, > 1, and to the right of this line, Ma, < 1. 
Downstream sonic conditions occur on the weak shock side of the plot, 
with 0 very close to Omax: Thus, the flow downstream of a strong oblique 
shock is always subsonic (Ma, < 1). The flow downstream of a weak 
oblique shock remains supersonic, except for a narrow range of 0 just 
below Omax Where it is subsonic, although it is still called a weak 
oblique shock. 


As the upstream Mach number approaches infinity, straight oblique 
shocks become possible for any 6 between 0 and 90°, but the maximum 
possible turning angle for k = 1.4 (air) is Onax = 45.6°, which occurs at 6 
= 67.8°. Straight oblique shocks with turning angles above this value of 
A max are not possible, regardless of the Mach number. 


For a given value of upstream Mach number, there are two shock angles 
where there is no turning of the flow (0 = 0°): the strong case, B = 90°, 


max 
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FIGURE 17-41 


The dependence of straight oblique 
shock deflection angle 0 on shock 
angle B for several values of upstream 
Mach number Ma,. Calculations are 
for an ideal gas with k = 1.4. The 
dashed black line connects points of 
maximum deflection angle (0 = 6,,,,). 
Weak oblique shocks are to the left of 
this line, while strong oblique shocks 
are to the right of this line. The dashed 
gray line connects points where the 
downstream Mach number is sonic 
(Ma, = 1). Supersonic downstream 
flow (Ma, > 1) is to the left of this 
line, while subsonic downstream flow 
(Ma, < 1) is to the right of this line. 
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Detached 
oblique 
shock 


FIGURE 17-42 


A detached oblique shock occurs 
upstream of a two-dimensional wedge 
of half-angle 6 when 6 is greater than 
the maximum possible deflection 
angle 0. A shock of this kind is called 
a bow wave because of its 
resemblance to the water wave that 
forms at the bow of a ship. 
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FIGURE 17-43 


Still frames from schlieren 
videography illustrating the 
detachment of an oblique shock from a 
cone with increasing cone half-angle ô 
in air at Mach 3. At (a) 6 = 20° and 
(b) 6 = 40°, the oblique shock remains 
attached, but by (c) 6 = 60°, the 
oblique shock has detached, forming 

a bow wave. 


Photos by G. S. Settles, Penn State University. 
Used by permission. 


FIGURE 17-44 


Shadowgram of a one-half-in diameter 
sphere in free flight through air at Ma 
= 1.53. The flow is subsonic behind 
the part of the bow wave that is ahead 
of the sphere and over its surface back 
to about 45°. At about 90° the laminar 
boundary layer separates through an 
oblique shock wave and quickly 
becomes turbulent. The fluctuating 
wake generates a system of weak 
disturbances that merge into the 
second “recompression” shock wave. 


Photo by A. C. Charters, Army Ballistic Research 
Laboratory. 


corresponds to a normal shock, and the weak case, B = Bnin represents 
the weakest possible oblique shock at that Mach number, which is called 
a Mach wave. Mach waves are caused, for example, by very small 
nonuniformities on the walls of a supersonic wind tunnel (several can be 
seen in Figs. 17—36 and 17-43). Mach waves have no effect on the flow, 
since the shock is vanishingly weak. In fact, in the limit, Mach waves are 
isentropic. The shock angle for Mach waves is a unique function of the 
Mach number and is given the symbol jz, not to be confused with the 
coefficient of viscosity. Angle yz is called the Mach angle and is found by 
setting 0 equal to zero in Eq. 17—46, solving for 6 = u, and taking the 
smaller root. We get 


Mach angle: p = sin”'(1/Ma,) (17-47) 


Since the specific heat ratio appears only in the denominator of Eq. 
17-46, u is independent of k. Thus, we can estimate the Mach number of 
any supersonic flow simply by measuring the Mach angle and applying 
Eq. 17-47. 


Prandtl—Meyer Expansion Waves 


We now address situations where supersonic flow is turned in the opposite 
direction, such as in the upper portion of a two-dimensional wedge at an 
angle of attack greater than its half-angle 6 (Fig. 17-45). We refer to this 
type of flow as an expanding flow, whereas a flow that produces an oblique 
shock may be called a compressing flow. As previously, the flow changes 
direction to conserve mass. However, unlike a compressing flow, an expand- 
ing flow does not result in a shock wave. Rather, a continuous expanding 
region called an expansion fan appears, composed of an infinite number of 
Mach waves called Prandtl-Meyer expansion waves. In other words, the 
flow does not turn suddenly, as through a shock, but gradually—each suc- 
cessive Mach wave turns the flow by an infinitesimal amount. Since each 
individual expansion wave is isentropic, the flow across the entire expansion 
fan is also isentropic. The Mach number downstream of the expansion 
increases (Ma, > Ma,), while pressure, density, and temperature decrease, 
just as they do in the supersonic (expanding) portion of a converging- 
diverging nozzle. 

Prandtl—Meyer expansion waves are inclined at the local Mach angle u, 
as sketched in Fig. 17-45. The Mach angle of the first expansion wave is 
easily determined as uw, = sin~'(1/Ma,). Similarly, u, = sin~!(1/Ma,), 


where we must be careful to measure the angle relative to the new direction 
of flow downstream of the expansion, namely, parallel to the upper wall of 
the wedge in Fig. 17—45 if we neglect the influence of the boundary layer 
along the wall. But how do we determine Ma,? It turns out that the turning 
angle @ across the expansion fan can be calculated by integration, making 
use of the isentropic flow relationships. For an ideal gas, the result is 
(Anderson, 2003), 


Turning angle across an expansion fan: 6 = v(May) — v(Ma,) (17-48) 


where v(Ma) is an angle called the Prandtl-Meyer function (not to be con- 
fused with the kinematic viscosity), 


v(Ma) = — an > | Ma? D| ian( VV Ma’ — i) (17-49) 
| eae | k+l 

Note that v(Ma) is an angle, and can be calculated in either degrees or radi- 

ans. Physically, v(Ma) is the angle through which the flow must expand, 

starting with v = 0 at Ma = 1, in order to reach a supersonic Mach number, 

Ma > 1. 

To find Ma, for known values of Ma}, k, and 0, we calculate y(Ma,) from 
Eq. 17—49, v(Ma,) from Eq. 17-48, and then Ma, from Eq. 17—49, noting 
that the last step involves solving an implicit equation for Ma,. Since there 
is no heat transfer or work, and the flow is isentropic through the expansion, 
T and Py remain constant, and we use the isentropic flow relations derived 
previously to calculate other flow properties downstream of the expansion, 
such as T,, p», and P}. 

Prandtl—Meyer expansion fans also occur in axisymmetric supersonic 
flows, as in the corners and trailing edges of a cone-cylinder (Fig. 17—46). 
Some very complex and, to some of us, beautiful interactions involving 
both shock waves and expansion waves occur in the supersonic jet pro- 
duced by an “overexpanded” nozzle, as in Fig. 17—47. Analysis of such 
flows is beyond the scope of the present text; interested readers are referred 
to compressible flow textbooks such as Thompson (1972) and Anderson 
(2003). 


Chapter 17 | 857 


Expansion 
waves 


Oblique 
shock 


HEHH 


FIGURE 17—45 


An expansion fan in the upper 

portion of the flow formed by a two- 
dimensional wedge at the angle of 
attack in a supersonic flow. The flow 
is turned by angle 0, and the Mach 
number increases across the expansion 
fan. Mach angles upstream and 
downstream of the expansion fan are 
indicated. Only three expansion waves 
are shown for simplicity, but in fact, 
there are an infinite number of them. 
(An oblique shock is present in the 
bottom portion of this flow.) 


FIGURE 17—46 


A cone-cylinder of 12.5° half-angle in 
a Mach number 1.84 flow. The 
boundary layer becomes turbulent 
shortly downstream of the nose, 
generating Mach waves that are visible 
in this shadowgraph. Expansion waves 
are seen at the corners and at the 
trailing edge of the cone. 


Photo by A. C. Charters, Army Ballistic Research 
Laboratory. 
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FIGURE 17-47 


The complex interactions between 
shock waves and expansion waves in 
an ““overexpanded” supersonic jet. 
The flow is visualized by a schlieren- 
like differential interferogram. 

Photo by H. Oertel sen. Reproduced by courtesy of 


the French-German Research Institute of Saint- 
Louis, ISL. Used with permission. 
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FIGURE 17-48 
Two possible oblique shock angles, 
(a) Bear and (b) Betrongs formed by a 


two-dimensional wedge of half-angle 
ô = 10°. 


EXAMPLE 17-10 


Estimation of the Mach Number 
from Mach Lines 


Estimate the Mach number of the free-stream flow upstream of the space 
shuttle in Fig. 17-36 from the figure alone. Compare with the known value 
of Mach number provided in the figure caption. 


Solution We are to estimate the Mach number from a figure and compare 
it to the known value. 

Analysis Using a protractor, we measure the angle of the Mach lines in the 
free-stream flow: u = 19°. The Mach number is obtained from Eq. 17-47, 


1 1 
= sin" > M > 
mar igs) a sin 19° 
Our estimated Mach number agrees with the experimental value of 3.0 + 0.1. 
Discussion The result is independent of the fluid properties. 


Ma, = 3.07 


EXAMPLE 17-11 Oblique Shock Calculations 


Supersonic air at Ma, = 2.0 and 75.0 kPa impinges on a two-dimensional 
wedge of half-angle 6 = 10° (Fig. 17-48). Calculate the two possible 
oblique shock angles, weak aNd Bstrong that could be formed by this wedge. 
For each case, calculate the pressure and Mach number downstream of the 
oblique shock, compare, and discuss. 


Solution We are to calculate the shock angle, Mach number, and pressure 
downstream of the weak and strong oblique shocks formed by a two- 
dimensional wedge. 

Assumptions 1 The flow is steady. 2 The boundary layer on the wedge is 
very thin. 

Properties The fluid is air with k = 1.4. 


Analysis Because of assumption 2, we approximate the oblique shock 
deflection angle as equal to the wedge half-angle, i.e., @ = 6 = 10°. With 
Ma, = 2.0 and @ = 10°, we solve Eq. 17-46 for the two possible values of 
oblique shock angle 8: Byeax = 39-3° and Betrong = 83.7°. From these values, 
we use the first part of Eq. 17-44 to calculate the upstream normal Mach 
number Ma, ,, 


Weak shock: Ma,,, = Ma;sinB — Ma,,, = 2.0 sin 39.3° = 1.267 
Strong shock: Ma,,, = Masin 6 — Ma, = 2.0 sin 83.7° = 1.988 


We substitute these values of Ma; „ into the second equation of Fig. 17-40 
to calculate the downstream normal Mach number Ma,,. For the weak 
shock, Maz „, = 0.8032, and for the strong shock, Ma,,, = 0.5794. We also 
calculate the downstream pressure for each case, using the third equation of 
Fig. 17-40, which gives 


Weak shock: 
Py AMEk = fe ae i pee ANGET = LA il EKF 
a a 1441 J z 
Strong shock: 
E SMe = kt i 2(1.4) (1.988)? = 1.441 
— P, = (75.0 kPa) 333 kPa 
P, k+1 14+1 


Finally, we use the second part of Eq. 17-44 to calculate the downstream 
Mach number, 


Ma, n 0.8032 
Weak shock: May = m= = 1.64 
EE %2 sin(B — 0) sin(39.3° — 10°) 
Ma n . 
Strong shock: Ma, = n 


sin(B — @) SEA — 10°) 


The changes in Mach number and pressure across the strong shock are 
much greater than the changes across the weak shock, as expected. 
Discussion Since Eq. 17-46 is implicit in B, we solve it by an iterative 
approach or with an equation solver such as EES. For both the weak and 
strong oblique shock cases, Ma; „ is supersonic and Ma; „ is subsonic. How- 
ever, Ma, is supersonic across the weak oblique shock, but subsonic across 
the strong oblique shock. We could also use the normal shock tables in 
place of the equations, but with loss of precision. 


EXAMPLE 17-12 Prandtl—Meyer Expansion Wave Calculations 


Supersonic air at Ma, = 2.0 and 230 kPa flows parallel to a flat wall that 
suddenly expands by ô = 10° (Fig. 17-49). Ignoring any effects caused by 
the boundary layer along the wall, calculate downstream Mach number Ma, 
and pressure P}. 
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FIGURE 17-49 


An expansion fan caused by the sudden 
expansion of a wall with ô = 10°. 
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FIGURE 17-50 


Many practical compressible flow 
problems involve combustion, which 
may be modeled as heat gain through 
the duct wall. 


Solution We are to calculate the Mach number and pressure downstream of 
a sudden expansion along a wall. 

Assumptions 1 The flow is steady. 2 The boundary layer on the wall is 
very thin. 

Properties The fluid is air with k = 1.4. 

Analysis Because of assumption 2, we approximate the total deflection 
angle as equal to the wall expansion angle (i.e., @ = 6 = 10°). With Ma, = 
2.0, we solve Eq. 17-49 for the upstream Prandtl—Meyer function, 


»(Ma) = E+ onl L e D| aa ( Vma=1 ) 


kl Kear il 


At A 2 = 
=,/ et tan] be (2.07 1) tan ( 2.0° =1) = 26.38° 
14-1 1441 


Next, we use Eq. 17-48 to calculate the downstream Prandtl—Meyer function, 
0 = v(Ma,) — v(Ma,) > v(Ma,) = 0 + v(Ma,) = 10° + 26.38° = 36.38° 


Ma, is found by solving Eq. 17-49, which is implicit—an equation solver is 
helpful. We get Ma, = 2.385. There are also compressible flow calculators 
on the Internet that solve these implicit equations, along with both normal 
and oblique shock equations; e.g., see www.aoe.vt.edu/~devenpor/aoe3 1 14/calc 
„html. 

We use the isentropic relations to calculate the downstream pressure, 


Ail 7 —k(k-1) 
P,/P, il ap ae Ma; 
Py, = —— P, = —_— (230 kPa) = 126 kPa 
k/(k=1) 
P,/Po fi + (Ao Jma] 
ay 
2 


Since this is an expansion, Mach number increases and pressure decreases, 
as expected. 

Discussion \We could also solve for downstream temperature, density, etc., 
using the appropriate isentropic relations. 


17-6 = DUCT FLOW WITH HEAT TRANSFER AND 
NEGLIGIBLE FRICTION (RAYLEIGH FLOW) 


So far we have limited our consideration mostly to isentropic flow, also 
called reversible adiabatic flow since it involves no heat transfer and no 
irreversibilities such as friction. Many compressible flow problems encoun- 
tered in practice involve chemical reactions such as combustion, nuclear 
reactions, evaporation, and condensation as well as heat gain or heat loss 
through the duct wall. Such problems are difficult to analyze exactly since 
they may involve significant changes in chemical composition during flow, 
and the conversion of latent, chemical, and nuclear energies to thermal 
energy (Fig. 17-50). 

The essential features of such complex flows can still be captured by a 
simple analysis by modeling the generation or absorption of thermal energy 


as heat transfer through the duct wall at the same rate and disregarding any 
changes in chemical composition. This simplified problem is still too com- 
plicated for an elementary treatment of the topic since the flow may involve 
friction, variations in duct area, and multidimensional effects. In this sec- 
tion, we limit our consideration to one-dimensional flow in a duct of con- 
stant cross-sectional area with negligible frictional effects. 

Consider steady one-dimensional flow of an ideal gas with constant spe- 
cific heats through a constant-area duct with heat transfer, but with negligible 
friction. Such flows are referred to as Rayleigh flows after Lord Rayleigh 
(1842-1919). The conservation of mass, momentum, and energy equations 
for the control volume shown in Fig. 17-51 can be written as follows: 


Mass equation Noting that the duct cross-sectional area A is constant, the 
relation m, = m, or pA V; = p,A,V, reduces to 


PIV = prVo (17-50) 


x-Momentum equation Noting that the frictional effects are negligible 
and thus there are no shear forces, and assuming there are no external 


and body forces, the momentum equation > F = > Bin = 5 BinV 


out in 
in the flow (or x-) direction becomes a balance between static pressure 


forces and momentum transfer. Noting that the flows are high speed 
and turbulent, the momentum flux correction factor is approximately 1 
(B = 1) and thus can be neglected. Then, 


PA, — PA, = MV, — mV, — Pi- P, = (p2V2)V2 — (pV) Vi 


or 
Pi + pV? = Po + poV3 (17-51) 


Energy equation The control volume involves no shear, shaft, or other 
forms of work, and the potential energy change is negligible. If the rate 
of heat transfer is Q and the heat transfer per unit mass of fluid is g = 


Q/m, the steady-flow energy balance E,, = E,,, becomes 


D+ a(t vi) n() #3) th a ig m 
Otm hitz j =m ha >ar t = 5 = 


For an ideal gas with constant specific heats, Ah = c, AT, and thus 


y2 pes y? 
q= c(h T,) + : 2 l (17-53) 


or 


q = hy — hor = €p(To2 — Toi) (17-54) 


Therefore, the stagnation enthalpy họ and stagnation temperature To 
change during Rayleigh flow (both increase when heat is transferred to 
the fluid and thus q is positive, and both decrease when heat is trans- 
ferred from the fluid and thus q is negative). 

Entropy change In the absence of any irreversibilities such as friction, 
the entropy of a system changes by heat transfer only: it increases with 
heat gain, and decreases with heat loss. Entropy is a property and thus 
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Control volume for flow in a constant- 
area duct with heat transfer and 
negligible friction. 
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FIGURE 17-52 

T-s diagram for flow in a constant-area 
duct with heat transfer and negligible 
friction (Rayleigh flow). 


a state function, and the entropy change of an ideal gas with constant 
specific heats during a change of state from 1 to 2 is given by 


T, P 
S= s = edn T, Rin P, (17-55) 
The entropy of a fluid may increase or decrease during Rayleigh flow, 
depending on the direction of heat transfer. 
Equation of state Noting that P = pRT, the properties P, p, and T of an 
ideal gas at states 1 and 2 are related to each other by 
Py. P 
Pil, Ph 


(17-56) 


Consider a gas with known properties R, k, and c,. For a specified inlet 
state 1, the inlet properties P,, T}, p,, Vi, and s, are known. The five exit 
properties P}, Ta, Pa, Va, and s, can be determined from the five equations 
17-50, 17-51, 17-53, 17-55, and 17-56 for any specified value of heat 
transfer q. When the velocity and temperature are known, the Mach number 


can be determined from Ma = V/c = V/VkRT. 

Obviously there is an infinite number of possible downstream states 2 
corresponding to a given upstream state 1. A practical way of determining 
these downstream states is to assume various values of T,, and calculate all 
other properties as well as the heat transfer g for each assumed T, from the 
Eqs. 17-50 through 17-56. Plotting the results on a T-s diagram gives a 
curve passing through the specified inlet state, as shown in Fig. 17-52. The 
plot of Rayleigh flow on a T-s diagram is called the Rayleigh line, and sev- 
eral important observations can be made from this plot and the results of the 
calculations: 


1. All the states that satisfy the conservation of mass, momentum, and 
energy equations as well as the property relations are on the Rayleigh 
line. Therefore, for a given initial state, the fluid cannot exist at any 
downstream state outside the Rayleigh line on a T-s diagram. In fact, 
the Rayleigh line is the locus of all physically attainable downstream 
states corresponding to an initial state. 

2. Entropy increases with heat gain, and thus we proceed to the right on 
the Rayleigh line as heat is transferred to the fluid. The Mach number is 
Ma = 1 at point a, which is the point of maximum entropy (see Exam- 
ple 17-13 for proof). The states on the upper arm of the Rayleigh line 
above point a are subsonic, and the states on the lower arm below point 
a are supersonic. Therefore, a process proceeds to the right on the Ray- 
leigh line with heat addition and to the left with heat rejection regard- 
less of the initial value of the Mach number. 

3. Heating increases the Mach number for subsonic flow, but decreases it 
for supersonic flow. The flow Mach number approaches Ma = | in both 
cases (from 0 in subsonic flow and from œ in supersonic flow) during 
heating. 

4. It is clear from the energy balance q = c,(Too — Toi) that heating 
increases the stagnation temperature Tọ for both subsonic and super- 
sonic flows, and cooling decreases it. (The maximum value of Tọ occurs 
at Ma = 1.) This is also the case for the thermodynamic temperature T 


except for the narrow Mach number range of 1/Vk < Ma < 1 in sub- 
sonic flow (see Example 17-13). Both temperature and the Mach num- 
ber increase with heating in subsonic flow, but T reaches a maximum 
Trax at Ma = 1/Vk (which is 0.845 for air), and then decreases. It may 
seem peculiar that the temperature of a fluid drops as heat is transferred 
to it. But this is no more peculiar than the fluid velocity increasing in 
the diverging section of a converging—diverging nozzle. The cooling 
effect in this region is due to the large increase in the fluid velocity and 
the accompanying drop in temperature in accordance with the relation To 
=Tt+ V72c,, Note also that heat rejection in the region 1/Vk < Ma < 
1 causes the fluid temperature to increase (Fig. 17-53). 

. The momentum equation P + KV = constant, where K = pV = con- 
stant (from the conservation of mass equation), reveals that velocity and 
static pressure have opposite trends. Therefore, static pressure 
decreases with heat gain in subsonic flow (since velocity and the 
Mach number increase), but increases with heat gain in supersonic flow 
(since velocity and the Mach number decrease). 

. The continuity equation pV = constant indicates that density and veloc- 
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During heating, fluid temperature 
always increases if the Rayleigh flow 
is supersonic, but the temperature may 
actually drop if the flow is subsonic. 


ity are inversely proportional. Therefore, density decreases with heat 
transfer to the fluid in subsonic flow (since velocity and the Mach num- 
ber increase), but increases with heat gain in supersonic flow (since 
velocity and the Mach number decrease). 

7. On the left half of Fig. 17-52, the lower arm of the Rayleigh line is 
steeper (in terms of s as a function of T), which indicates that the 
entropy change corresponding to a specified temperature change (and 
thus a given amount of heat transfer) is larger in supersonic flow. 


The effects of heating and cooling on the properties of Rayleigh flow are 
listed in Table 17-3. Note that heating or cooling has opposite effects on most 
properties. Also, the stagnation pressure decreases during heating and increases 
during cooling regardless of whether the flow is subsonic or supersonic. 


TABLE 17-3 


The effects of heating and cooling on the properties of Rayleigh flow 


Heating Cooling 
Property Subsonic Supersonic Subsonic Supersonic 
Velocity, V Increase Decrease Decrease Increase 
Mach number, Ma Increase Decrease Decrease Increase 
Stagnation temperature, To Increase Increase Decrease Decrease 
Temperature, T Increase for Ma < 1/k1/2 Increase Decrease for Ma < 1/k1/2 Decrease 
Decrease for Ma > 1/k1/2 Increase for Ma > 1/k1/2 
Density, p Decrease Increase Increase Decrease 
Stagnation pressure, P) Decrease Decrease Increase Increase 
Pressure, P Decrease Increase Increase Decrease 
Entropy, s Increase Increase Decrease Decrease 
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FIGURE 17-54 


The T-s diagram of Rayleigh flow 
considered in Example 17-13. 


EXAMPLE 17-13 Extrema of Rayleigh Line 


Consider the T-s diagram of Rayleigh flow, as shown in Fig. 17-54. Using 
the differential forms of the conservation equations and property relations, 
show that the Mach number is Ma, = 1 at the point of maximum entropy 
(point a), and Ma, = 1/Vk at the point of maximum temperature (point b). 


Solution It is to be shown that Ma, = 1 at the point of maximum entropy 
and Ma, = 1/Vk at the point of maximum temperature on the Rayleigh line. 
Assumptions The assumptions associated with Rayleigh flow (i.e., steady 
one-dimensional flow of an ideal gas with constant properties through a con- 
stant cross-sectional-area duct with negligible frictional effects) are valid. 
Analysis The differential forms of the mass (pV = constant), momentum 
[rearranged as P + (pV)V = constant], ideal gas (P = pRT), and enthalpy 
change (Ah = c, AT) equations can be expressed as 


dp dV 
pV = constant —> pdV+ Vdp=0 > = (1) 
P V 
dP 
P + (pV)V = constant —> dP + (pV)dV=0 > w —pV (2) 
dP di dp 
P = pRT — dP = pRdT + RTdp —> o, (3) 


The differential form of the entropy change relation (Eq. 17-40) of an 
ideal gas with constant specific heats is 


OSC e ee a R (4) 
Substituting Eq. 3 into Eq. 4 gives 


aT dT dp aT dp R dT dp 
= R } = R R = R 5 
ds Co 7 (z 2) G; Jy o o 5 (5) 


Cy = R= C e= R E Cy Ey = I= 
Dividing both sides of Eq. 5 by dT and combining with Eq. 1, 
ds R R dv 


= H 6 
aT e D ya © 


Dividing Eq. 3 by dV and combining it with Eqs. 1 and 2 give, after rear- 
ranging, 


ar FT W 
a ee (7) 
dV V JR 
Substituting Eq. 7 into Eq. 6 and rearranging, 
ds R R RERI = Ve) 
(8) 


dT T(k—1) = V?/R T(k — 1)(RT — V°) 


Setting ds/dT = O and solving the resulting equation R?(kRT — V?) = O for 
V give the velocity at point a to be 


V a 
V, = VkRT, and Ma, = a. = =1 (9) 
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Therefore, sonic conditions exist at point a, and thus the Mach number is 1. 
Setting dT/ds = (ds/dT) t = O and solving the resulting equation 
Tk — 1)(RT — V?) = O for velocity at point b give 


Y VET 
V,= VRT, and Ma, = = = VEG = = (10) 
p KRT, 


Therefore, the Mach number at point b is Ma, = 1/Vk. For air, k = 1.4 and 
thus Ma, = 0.845. 

Discussion Note that in Rayleigh flow, sonic conditions are reached as the 
entropy reaches its maximum value, and maximum temperature occurs dur- 
ing subsonic flow. 


EXAMPLE 17-14 Effect of Heat Transfer on Flow Velocity 


Starting with the differential form of the energy equation, show that the flow 
velocity increases with heat addition in subsonic Rayleigh flow, but decreases 
in supersonic Rayleigh flow. 


Solution It is to be shown that flow velocity increases with heat addition in 
subsonic Rayleigh flow and that the opposite occurs in supersonic flow. 
Assumptions 1 The assumptions associated with Rayleigh flow are valid. 
2 There are no work interactions and potential energy changes are negligible. 
Analysis Consider heat transfer to the fluid in the differential amount of ôq. 
The differential form of the energy equations can be expressed as 
v2 
aq = dh = a(n +) =e, ar + v av (1) 

Dividing by c,7 and factoring out dW/V give 

bq _ dT VaV _ a yar (es £ 

el T el VUT RT 


where we also used c, = kR/(k — 1). Noting that Ma? = V?/c? = V?/kRT and 
using Eq. 7 for d7/dV from Example 17-13 give 


(2) 


ôq dV/V(T vV dv(. v? B o 
Z= (i x) + (k 1me?| = v(i TR + kMa? ma?) (3) v, | koen 
G > { Subsonic ! 
j : ; : j l flow ] 
Canceling the two middle terms in Eq. 3 since V?/TR = kMa? and rearrang- | | 
ing give the desired relation, aan = 
dV ôq 1 ôq 
= 5 (4) 
YV c,T (1 — Ma’) — 
In subsonic flow, 1 — Ma? > O and thus heat transfer and velocity change A p Vy <V; 
have the same sign. As a result, heating the fluid (Sq > 0O) increases the — a — 
flow velocity while cooling decreases it. In supersonic flow, however, 1 — i | 
Ma? < O and heat transfer and velocity change have opposite signs. As a bea eee aes = 
result, heating the fluid (ôq > O) decreases the flow velocity while cooling 
increases it (Fig. 17-55). FIGURE ie o 
Discussion Note that heating the fluid has the opposite effect on flow veloc- Heating increases the flow velocity in 
ity in subsonic and supersonic Rayleigh flows. subsonic flow, but decreases it in 


supersonic flow. 
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T (k+ 1)Ma?[2 + (k — 1)Ma?] 
Tt (1 + M22? 

Po_ k+1 ? +(k- i 
P 1+ kMa? k+1 

TA (as + Dy 

T* 1 + kMa? 

P 1+k 


P* 1+ kMa? 


4 _p* _ (0 +M 
v p 1 + kMa? 


FIGURE 17-56 


Summary of relations for Rayleigh 
flow. 


Property Relations for Rayleigh Flow 


It is often desirable to express the variations in properties in terms of the Mach 
number Ma. Noting that Ma = V/c = V/VkRT and thus V = MaVkRT, 


pV? = pkRTMa? = kPMa* (17-57) 


since P = pRT. Substituting into the momentum equation (Eq. 17—51) gives 
P, + kP Ma? = P, + kP,Ma3, which can be rearranged as 
P, 1+ kMa? 
— = ——__ (17-58) 
P, 1+ Ma? 
Again utilizing V = MaVkRT, the continuity equation pV; = pV, can be 
expressed as 


pi V  MayVkRT, MaVT, 


= = = (17-59) 
P2 Vi Ma, VkRT, Ma VT, 
Then the ideal-gas relation (Eq. 17-56) becomes 
T, Pop, 1 + kMaz\ / Ma VT, 
= = 5 (17-60) 
Ty - Pips 1 + kMa3/\ Ma, VT, 


Solving Eq. 17—60 for the temperature ratio T,/T, gives 
T pot + = 
T, | Ma,(1 + kMa3) 


(17-61) 


Substituting this relation into Eq. 17-59 gives the density or velocity ratio as 
p> Vi _ Maj(1 + kMay) 
Pi j vz 7 Ma3(1 + kMaj) 


(17-62) 


Flow properties at sonic conditions are usually easy to determine, and thus 
the critical state corresponding to Ma = | serves as a convenient reference 
point in compressible flow. Taking state 2 to be the sonic state (Ma, = 1, and 
superscript * is used) and state 1 to be any state (no subscript), the property 
relations in Eqs. 17-58, 17-61, and 17-62 reduce to (Fig. 17-56) 


P l+k T Mat + aj r v p*® (1+ k)Ma? 
> (eee T lime! “" oe” 14 ee 
(17-63) 


Similar relations can be obtained for dimensionless stagnation tempera- 
ture and stagnation pressure as follows: 


To h T T* k-1 2 Ma(1 + k) |? kEi 
= -=|(1+ Ma? | ———— | ( 1 + —— (17-64) 
T$ TT*T% 2 1 + kMa 2 


which simplifies to 


T k + 1)Ma?f2 + (k — 1)Ma? 
== — > = (17-65) 
m (1 + kMa’)? 


Also, 
Po Po P P* k=l a VO Fk k= 1\ 9 

= =(14 Ma 14 (17-66) 
Pr OP Pere 2 1 + kMa? 2 


which simplifies to 


Py k+1 É FeS ee 
(17-67) 


P% 1+ kM b+ 1 


The five relations in Eqs. 17-63, 17-65, and 17—67 enable us to calculate 
the dimensionless pressure, temperature, density, velocity, stagnation tem- 
perature, and stagnation pressure for Rayleigh flow of an ideal gas with a 
specified k for any given Mach number. Representative results are given in 
tabular form in Table A—34 for k = 1.4. 


Choked Rayleigh Flow 


It is clear from the earlier discussions that subsonic Rayleigh flow in a duct 
may accelerate to sonic velocity (Ma = 1) with heating. What happens if 
we continue to heat the fluid? Does the fluid continue to accelerate to super- 
sonic velocities? An examination of the Rayleigh line indicates that the fluid 
at the critical state of Ma = 1 cannot be accelerated to supersonic velocities 
by heating. Therefore, the flow is choked. This is analogous to not being 
able to accelerate a fluid to supersonic velocities in a converging nozzle by 
simply extending the converging flow section. If we keep heating the fluid, 
we will simply move the critical state further downstream and reduce the 
flow rate since fluid density at the critical state will now be lower. There- 
fore, for a given inlet state, the corresponding critical state fixes the maxi- 
mum possible heat transfer for steady flow (Fig. 17-57). That is, 


dmax 7 hg hoy = CATG Toi) (17-68) 


Further heat transfer causes choking and thus the inlet state to change (e.g., 
inlet velocity will decrease), and the flow no longer follows the same Rayleigh 
line. Cooling the subsonic Rayleigh flow reduces the velocity, and the Mach 
number approaches zero as the temperature approaches absolute zero. Note 
that the stagnation temperature 7, is maximum at the critical state of Ma = 1. 

In supersonic Rayleigh flow, heating decreases the flow velocity. Further 
heating simply increases the temperature and moves the critical state further 
downstream, resulting in a reduction in the mass flow rate of the fluid. 
It may seem like supersonic Rayleigh flow can be cooled indefinitely, but it 
turns out that there is a limit. Taking the limit of Eq. 17—65 as the Mach 
number approaches infinity gives 


Limma = 1- a (17-69) 


which yields T/T = 0.49 for k = 1.4. Therefore, if the critical stagnation 
temperature is 1000 K, air cannot be cooled below 490 K in Rayleigh flow. 
Physically this means that the flow velocity reaches infinity by the time the 
temperature reaches 490 K—a physical impossibility. When supersonic flow 
cannot be sustained, the flow undergoes a normal shock wave and becomes 
subsonic. 
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For a given inlet state, the maximum 
possible heat transfer occurs when 
sonic conditions are reached at the exit 
state. 
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FIGURE 17-58 


Schematic of the combustor tube 
analyzed in Example 17-15. 


EXAMPLE 17-15 


A combustion chamber consists of tubular combustors of 15-cm diameter. 
Compressed air enters the tubes at 550 K, 480 kPa, and 80 m/s (Fig. 
17-58). Fuel with a heating value of 42,000 kJ/kg is injected into the air 
and is burned with an air-fuel mass ratio of 40. Approximating combustion 
as a heat transfer process to air, determine the temperature, pressure, veloc- 
ity, and Mach number at the exit of the combustion chamber. 


Rayleigh Flow in a Tubular Combustor 


Solution Fuel is burned in a tubular combustion chamber with compressed 
air. The exit temperature, pressure, velocity, and Mach number are to be 
determined. 

Assumptions 1 The assumptions associated with Rayleigh flow (i.e., steady 
one-dimensional flow of an ideal gas with constant properties through a con- 
stant cross-sectional-area duct with negligible frictional effects) are valid. 
2 Combustion is complete, and it is treated as a heat transfer process, with 
no change in the chemical composition of the flow. 3 The increase in mass 
flow rate due to fuel injection is disregarded. 

Properties We take the properties of air to be k = 1.4, c, = 1.005 kJ/kg - K, 
and R = 0.287 kJ/kg - K (Table A-2a). 

Analysis The inlet density and mass flow rate of air are 


P, 480 kPa 
RT, (0.287 kJ/kg: K) (550 K) 


pı = = 3.041 kg/m? 


ma = PyAV, = (3.041 kg/m?)[ (0.15 m)?/4](80 m/s) = 4.299 kg/s 
The mass flow rate of fuel and the rate of heat transfer are 


l riaa 4.299 kg/s 
Mad AR a 


= 0.1075 kg/s 


Ò = mna HV = (0.1075 kg/s) (42,000 kJ/kg) = 4515 kW 


Ò 4515 kJ/s 
Wty, 4.299 kg/s 


q= = 1050 kJ/kg 


The stagnation temperature and Mach number at the inlet are 


=a n 550K 4 Ca ( LEA ) 553.2 K 
HS = 2(1.005 kJ/kg+K) \ 1000 m2/s2/ `~ 
1000 m? 
cı = VERT, = i (1.4) (0.287 kJ/kg + K) (550 Q (a) = 470.1 m/s 
1 kJ/kg 
Vi 80 m/s 
Ma, = — = = 0.1702 
oie = Os Ge 


The exit stagnation temperature is, from the energy equation q = c,(To2 — 11); 


q 1050 kJ/kg 
To = Im + — = 553.2 K 4 
Cy 1.005 kJ/kg + K 


= ÍSI 


The maximum value of stagnation temperature Të occurs at Ma = 1, and its 
value can be determined from Table A-34 or from Eq. 17-65. At Ma, = 
0.1702 we read T,p/7§ = 0.1291. Therefore, 


Es To 553.2 K 
"T A ~~ O26 


The stagnation temperature ratio at the exit state and the Mach number cor- 
responding to it are, from Table A-34, 


= 4285 K 


Ta 1598K 


me  4285K 


= 0.3729 — Ma, = 0.3142 


The Rayleigh flow relations corresponding to the inlet and exit Mach num- 
bers are (Table A-34): 


T, lPi Vi 

Ma, = 0.1702: — = 0.1541 — = 2.3065 — = 0.0668 
ilies p Ve 
T P, Vz 

Ma, = 0.3142: — = 0.4389 — = 2.1086 — = 0.2082 
T* [Pe Vis 


Then the exit temperature, pressure, and velocity are determined to be 
T DT” 0.4389 
TO TT 01541 
Ia JEE DN 
Ra JAME 2S 


VVV 0.2082 
V, V,/V* 0.0668 


= 2.848 — T, = 2.8487, = 2.848(550 K) = 1566 K 


= 3.117 > V, = 3.117V, = 3.117(80 m/s) = 249 m/s 


Discussion Note that the temperature and velocity increase and pressure 
decreases during this subsonic Rayleigh flow with heating, as expected. This 
problem can also be solved using appropriate relations instead of tabulated 
values, which can likewise be coded for convenient computer solutions. 


17-7 = STEAM NOZZLES 


We have seen in Chapter 3 that water vapor at moderate or high pressures 
deviates considerably from ideal-gas behavior, and thus most of the rela- 
tions developed in this chapter are not applicable to the flow of steam 
through the nozzles or blade passages encountered in steam turbines. Given 
that the steam properties such as enthalpy are functions of pressure as well 
as temperature and that no simple property relations exist, an accurate analy- 
sis of steam flow through the nozzles is no easy matter. Often it becomes 
necessary to use steam tables, an h-s diagram, or a computer program for 
the properties of steam. 

A further complication in the expansion of steam through nozzles occurs 
as the steam expands into the saturation region, as shown in Fig. 17-59. As 
the steam expands in the nozzle, its pressure and temperature drop, and 


= 0.9142 — P, = 0.9142P, = 0.9142(480 kPa) = 439 kPa 
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FIGURE 17-59 


The h-s diagram for the isentropic 
expansion of steam in a nozzle. 


ordinarily one would expect the steam to start condensing when it strikes 
the saturation line. However, this is not always the case. Owing to the high 
speeds, the residence time of the steam in the nozzle is small, and there may 
not be sufficient time for the necessary heat transfer and the formation of 
liquid droplets. Consequently, the condensation of the steam may be 
delayed for a little while. This phenomenon is known as supersaturation, 
and the steam that exists in the wet region without containing any liquid is 
called supersaturated steam. Supersaturation states are nonequilibrium (or 
metastable) states. 

During the expansion process, the steam reaches a temperature lower than 
that normally required for the condensation process to begin. Once the tem- 
perature drops a sufficient amount below the saturation temperature corre- 
sponding to the local pressure, groups of steam moisture droplets of 
sufficient size are formed, and condensation occurs rapidly. The locus of 
points where condensation takes place regardless of the initial temperature 
and pressure at the nozzle entrance is called the Wilson line. The Wilson 
line lies between the 4 and 5 percent moisture curves in the saturation 
region on the h-s diagram for steam, and it is often approximated by the 
4 percent moisture line. Therefore, steam flowing through a high-velocity 
nozzle is assumed to begin condensation when the 4 percent moisture line is 
crossed. 

The critical-pressure ratio P*/P) for steam depends on the nozzle inlet state 
as well as on whether the steam is superheated or saturated at the nozzle inlet. 
However, the ideal-gas relation for the critical-pressure ratio, Eq. 17—22, gives 
reasonably good results over a wide range of inlet states. As indicated in 
Table 17-2, the specific heat ratio of superheated steam is approximated as 
k = 1.3. Then the critical-pressure ratio becomes 


p* 2 Nen) 
= = 0.54 
(A) 


Po 
When steam enters the nozzle as a saturated vapor instead of superheated 
vapor (a common occurrence in the lower stages of a steam turbine), the 
critical-pressure ratio is taken to be 0.576, which corresponds to a specific 
heat ratio of k = 1.14. 


EXAMPLE 17-16 Steam Flow through a 


Converging—Diverging Nozzle 


Steam enters a converging—diverging nozzle at 2 MPa and 400°C with a neg- 
ligible velocity and a mass flow rate of 2.5 kg/s, and it exits at a pressure of 
300 kPa. The flow is isentropic between the nozzle entrance and throat, and 
the overall nozzle efficiency is 93 percent. Determine (a) the throat and exit 
areas and (b) the Mach number at the throat and the nozzle exit. 


Solution Steam enters a converging—diverging nozzle with a low velocity. 
The throat and exit areas and the Mach number are to be determined. 
Assumptions 1 Flow through the nozzle is one-dimensional. 2 The flow is 
isentropic between the inlet and the throat, and is adiabatic and irreversible 
between the throat and the exit. 3 The inlet velocity is negligible. 
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Analysis We denote the entrance, throat, and exit states by 1, t, and 2, » Ny = 93% 
respectively, as shown in Fig. 17-60. D 
(a) Since the inlet velocity is negligible, the inlet stagnation and static states 
are identical. The ratio of the exit-to-inlet stagnation pressure is 


P, 300 kPa 


= 0.15 
Py, 2000 kPa 


It is much smaller than the critical-pressure ratio, which is taken to be 
P*/P5, = 0.546 since the steam is superheated at the nozzle inlet. There- awe? 
fore, the flow surely is supersonic at the exit. Then the velocity at the throat a 

is the sonic velocity, and the throat pressure is 


P, = 0.546Po, = (0.546) (2 MPa) = 1.09 MPa 
At the inlet, 
Py = P= o h; = ho, = 3248.4 kJ/kg 
Ti = Ty = L00 w = y = S = 11292 kiko Kk 
Also, at the throat, 


P, = 1.09 MPa \ h, = 3076.8 kJ/kg 
s, = 7.1292 kI/kg-KJ v, = 0.24196 m3/kg 


FIGURE 17-60 


; Schematic and h-s diagram for 
Then the throat velocity is determined from Eq. 17-3 to be Example 17-16. 


000 m? 
V, = V2(ho, — h,) = A [2 (3248.4 — 3076.8) kahkg]( L = = 585.8 m/s 


1 kJ/kg 


The flow area at the throat is determined from the mass flow rate relation: 
mv, (2.5 kg/s) (0.2420 m*/kg) ae 5 
A = = = 10.33 x 10 = 10.33 cm 
ea 585.8 m/s os 
At state 2s, 
P,, = P, = 300 kPa 
Soy = 8, = 7.1292 kJ/kg: K 


\ hy, = 2783.6 kJ/kg 


The enthalpy of the steam at the actual exit state is (see Chap. 7) 


= ho — M 
w hoy _ hy, 
3248.4 — hy 
0.93 = > hy = 2816.1 kJ/kg 


3248.4 — 2783.6 
Therefore, 


P, = 300 kPa } Va = 0.67723 m3/kg 
hy = 2816.1 kJ/kg] s» = 7.2019 kJ/kg+K 


Then the exit velocity and the exit area become 


= V2(ho — DENI [2(3248.4 — 2816.1) kJ/kg] eee] = 929.8 m/s 


1 kJ/kg 


nv, (2.5 kg/s) (0.67723 m3/k 
E Ca A _ 19.91 x 10-4 m? = 18.21 em? 
Vy 929.8 m/s 
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(b) The velocity of sound and the Mach numbers at the throat and the exit 
of the nozzle are determined by replacing differential quantities with 


= 5 1 | 
E = = ( WV) i 


The velocity of sound at the throat is determined by evaluating the specific 
volume at s, = 7.1292 kJ/kg - K and at pressures of 1.115 and 1.065 MPa 

(2 ==25kRa): 
J (1115 — 1065) kPa ( 1000 m?/s? 

€ = 
(1/0.23776 — 1/0.24633) kg/m? \ 1 kPa- m3/kg 
The Mach number at the throat is determined from Eq. 17-12 to be 
V 585.8 m/s 
= c 584.6 m/s 
Thus, the flow at the throat is sonic, as expected. The slight deviation of 
the Mach number from unity is due to replacing the derivatives by 
differences. 


The velocity of sound and the Mach number at the nozzle exit are deter- 
mined by evaluating the specific volume at s, = 7.2019 kJ/kg - K and at 


) = 584.6 m/s 


= 1.002 


pressures of 325 and 275 kPa (P> + 25 kPa): 


Cc 


and 


(325 — 275) kPa 1000 m2/s? ae 
~ V (1/0.63596 — 1/0.72245) kg/m’ \ 1 kPa-m°/kg/ ` 77 S 
929.8 
=.= m/s _ 1804 
c 515.4m/s 


Thus the flow of steam at the nozzle exit is supersonic. 


SUMMARY 


In this chapter the effects of compressibility on gas flow are 
examined. When dealing with compressible flow, it is conve- 
nient to combine the enthalpy and the kinetic energy of the 
fluid into a single term called stagnation (or total) enthalpy 
ho, defined as 
y2 

ho = h F > 
The properties of a fluid at the stagnation state are called 
stagnation properties and are indicated by the subscript zero. 
The stagnation temperature of an ideal gas with constant spe- 
cific heats is 


which represents the temperature an ideal gas would attain if 
it is brought to rest adiabatically. The stagnation properties of 
an ideal gas are related to the static properties of the fluid by 


Po To k/(k-1) Po Th 1/(k-1) 
Et and ~= |> 
P T P T 


The speed at which an infinitesimally small pressure wave 
travels through a medium is the speed of sound. For an ideal 
gas it is expressed as 


e= (2) = vier 


The Mach number is the ratio of the actual velocity of the 
fluid to the speed of sound at the same state: 


The flow is called sonic when Ma = 1, subsonic when Ma < 1, 
supersonic when Ma > 1, hypersonic when Ma >> 1, and 
transonic when Ma = 1. 


Nozzles whose flow area decreases in the flow direction 
are called converging nozzles. Nozzles whose flow area first 
decreases and then increases are called converging—diverging 
nozzles. The location of the smallest flow area of a nozzle is 
called the throat. The highest velocity to which a fluid can be 
accelerated in a converging nozzle is the sonic velocity. 
Accelerating a fluid to supersonic velocities is possible only 
in converging—diverging nozzles. In all supersonic converging— 
diverging nozzles, the flow velocity at the throat is the speed 
of sound. 

The ratios of the stagnation to static properties for ideal 
gases with constant specific heats can be expressed in terms 
of the Mach number as 


Po k-1 k/(k-1) 
mE Eme 
P 2 


=i 1/(k-1) 
and m ii t ( mer] 
P 2 


When Ma = 1, the resulting static-to-stagnation property 
ratios for the temperature, pressure, and density are called 
critical ratios and are denoted by the superscript asterisk: 


T* 9 pP* 2 k/(k-1) 
h k+1 =(=) 


p* ( 2 m 
d EN E 
ii Po Need 


The pressure outside the exit plane of a nozzle is called the 
back pressure. For all back pressures lower than P*, the pres- 
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sure at the exit plane of the converging nozzle is equal to P*, 
the Mach number at the exit plane is unity, and the mass flow 
rate is the maximum (or choked) flow rate. 

In some range of back pressure, the fluid that achieved a 
sonic velocity at the throat of a converging—diverging nozzle 
and is accelerating to supersonic velocities in the diverging 
section experiences a normal shock, which causes a sudden 
rise in pressure and temperature and a sudden drop in veloc- 
ity to subsonic levels. Flow through the shock is highly 
irreversible, and thus it cannot be approximated as isen- 
tropic. The properties of an ideal gas with constant specific 
heats before (subscript 1) and after (subscript 2) a shock are 


related by 
ee ae | (k — 1)Maz + 2 
2kMai — k + 1 
Te 2+ Mai(k = 1) 
Ti 2+ Ma3(k — 1) 
waa P,_ l+ kMai _ 2kMa? — k + 1 
P, 1+ kMa; k+1 


These equations also hold across an oblique shock, provided 
that the component of the Mach number normal to the 
oblique shock is used in place of the Mach number. 

Steady one-dimensional flow of an ideal gas with constant 
specific heats through a constant-area duct with heat transfer 
and negligible friction is referred to as Rayleigh flow. The 
property relations and curves for Rayleigh flow are given in 
Table A-34. Heat transfer during Rayleigh flow can be deter- 
mined from 

2 2 
n+ 
2 


q= Cp(Tho Ty) = cD 
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PROBLEMS* 


Stagnation Properties 


17-1C_ A high-speed aircraft is cruising in still air. How 
will the temperature of air at the nose of the aircraft differ 
from the temperature of air at some distance from the 
aircraft? 


17-2C How and why is the stagnation enthalpy hy defined? 
How does it differ from ordinary (static) enthalpy? 


17-3C What is dynamic temperature? 


17-4C In air-conditioning applications, the temperature of 
air is measured by inserting a probe into the flow stream. 
Thus, the probe actually measures the stagnation temperature. 
Does this cause any significant error? 


17-5 Determine the stagnation temperature and stagnation 
pressure of air that is flowing at 44 kPa, 245.9 K, and 470 
m/s. Answers: 355.8 K, 160.3 kPa 


17-6 Air at 300 K is flowing in a duct at a velocity of (a) 1, 
(b) 10, (c) 100, and (d) 1000 m/s. Determine the temperature 
that a stationary probe inserted into the duct will read for 
each case. 


17-7 Calculate the stagnation temperature and pressure for 
the following substances flowing through a duct: (a) helium at 
0.25 MPa, 50°C, and 240 m/s; (b) nitrogen at 0.15 MPa, 50°C, 
and 300 m/s; and (c) steam at 0.1 MPa, 350°C, and 480 m/s. 


17-8 Air enters a compressor with a stagnation pressure of 
100 kPa and a stagnation temperature of 27°C, and it is com- 
pressed to a stagnation pressure of 900 kPa. Assuming the 
compression process to be isentropic, determine the power 
input to the compressor for a mass flow rate of 0.02 kg/s. 
Answer: 5.27 kW 


17-9E Steam flows through a device with a stagnation 
pressure of 120 psia, a stagnation temperature of 700°F, and a 
velocity of 900 ft/s. Assuming ideal-gas behavior, determine 
the static pressure and temperature of the steam at this state. 


17-10 Products of combustion enter a gas turbine with a 
stagnation pressure of 1.0 MPa and a stagnation temperature 
of 750°C, and they expand to a stagnation pressure of 100 
kPa. Taking k = 1.33 and R = 0.287 kJ/kg - K for the prod- 
ucts of combustion, and assuming the expansion process to 


*Problems designated by a “C” are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete solutions 
together with parametric studies are included on the enclosed DVD. 
Problems with a computer-EES icon ™ are comprehensive in nature, 
and are intended to be solved with a computer, preferably using the 
EES software that accompanies this text. 


be isentropic, determine the power output of the turbine per 
unit mass flow. 


17-11 Air flows through a device such that the stagnation 
pressure is 0.6 MPa, the stagnation temperature is 400°C, and 
the velocity is 570 m/s. Determine the static pressure and tem- 
perature of the air at this state. Answers: 518.6 K, 0.23 MPa 


Speed of Sound and Mach Number 


17-12C_ What is sound? How is it generated? How does it 
travel? Can sound waves travel in a vacuum? 


17-13C Is it realistic to assume that the propagation of 
sound waves is an isentropic process? Explain. 


17-14C Is the sonic velocity in a specified medium a fixed 
quantity, or does it change as the properties of the medium 
change? Explain. 


17-15C_ In which medium does a sound wave travel faster: 
in cool air or in warm air? 


17-16C In which medium will sound travel fastest for a 
given temperature: air, helium, or argon? 


17-17C_ In which medium does a sound wave travel faster: 
in air at 20°C and 1 atm or in air at 20°C and 5 atm? 


17-18C Does the Mach number of a gas flowing at a con- 
stant velocity remain constant? Explain. 


17-19 Determine the speed of sound in air at (a) 300 K and 
(b) 1000 K. Also determine the Mach number of an aircraft 
moving in air at a velocity of 280 m/s for both cases. 


17-20 Carbon dioxide enters an adiabatic nozzle at 1200 K 
with a velocity of 50 m/s and leaves at 400 K. Assuming con- 
stant specific heats at room temperature, determine the Mach 
number (a) at the inlet and (b) at the exit of the nozzle. 
Assess the accuracy of the constant specific heat assumption. 
Answers: (a) 0.0925, (b) 3.73 


17-21 Nitrogen enters a steady-flow heat exchanger at 150 
kPa, 10°C, and 100 m/s, and it receives heat in the amount of 
120 kJ/kg as it flows through it. Nitrogen leaves the heat 
exchanger at 100 kPa with a velocity of 200 m/s. Determine 
the Mach number of the nitrogen at the inlet and the exit of 
the heat exchanger. 


17-22 Assuming ideal-gas behavior, determine the speed of 
sound in refrigerant-134a at 0.1 MPa and 60°C. 


17-23 The Airbus A-340 passenger plane has a maximum 
takeoff weight of about 260,000 kg, a length of 64 m, a wing 
span of 60 m, a maximum cruising speed of 945 km/h, a 
seating capacity of 271 passengers, maximum cruising alti- 
tude of 14,000 m, and a maximum range of 12,000 km. The 
air temperature at the crusing altitude is about — 60°C. Deter- 
mine the Mach number of this plane for the stated limiting 
conditions. 


17-24E Steam flows through a device with a pressure of 
120 psia, a temperature of 700°F, and a velocity of 900 ft/s. 
Determine the Mach number of the steam at this state by 
assuming ideal-gas behavior with k = 1.3. Answer: 0.441 


17-25E Reconsider Prob. 17—24E. Using EES (or 

SS other) software, compare the Mach number of 
steam flow over the temperature range 350 to 700°F. Plot the 
Mach number as a function of temperature. 


17-26 The isentropic process for an ideal gas is expressed 
as Pv* = constant. Using this process equation and the defi- 
nition of the speed of sound (Eq. 17—9), obtain the expression 
for the speed of sound for an ideal gas (Eq. 17-11). 


17-27 Air expands isentropically from 1.5 MPa and 60°C 
to 0.4 MPa. Calculate the ratio of the initial to final speed of 
sound. Answer: 1.21 


17-28 Repeat Prob. 17-27 for helium gas. 


17-29E Air expands isentropically from 170 psia and 
200°F to 60 psia. Calculate the ratio of the initial to final 
speed of sound. Answer: 1.16 


One-Dimensional Isentropic Flow 


17-30C Consider a converging nozzle with sonic velocity 
at the exit plane. Now the nozzle exit area is reduced while 
the nozzle inlet conditions are maintained constant. What will 
happen to (a) the exit velocity and (b) the mass flow rate 
through the nozzle? 


17-31C A gas initially at a supersonic velocity enters an 
adiabatic converging duct. Discuss how this affects (a) the 
velocity, (b) the temperature, (c) the pressure, and (d) the 
density of the fluid. 


17-32C A gas initially at a supersonic velocity enters an 
adiabatic diverging duct. Discuss how this affects (a) the 
velocity, (b) the temperature, (c) the pressure, and (d) the 
density of the fluid. 


17-33C A gas initially at a supersonic velocity enters an 
adiabatic converging duct. Discuss how this affects (a) the 
velocity, (b) the temperature, (c) the pressure, and (d) the 
density of the fluid. 


17-34C A gas initially at a subsonic velocity enters an adi- 
abatic diverging duct. Discuss how this affects (a) the veloc- 
ity, (b) the temperature, (c) the pressure, and (d) the density 
of the fluid. 


17-35C A gas at a specified stagnation temperature and 
pressure is accelerated to Ma = 2 in a converging—diverging 
nozzle and to Ma = 3 in another nozzle. What can you say 
about the pressures at the throats of these two nozzles? 


17-36C Is it possible to accelerate a gas to a supersonic 
velocity in a converging nozzle? 


17-37 Air enters a converging—diverging nozzle at a pres- 
sure of 1.2 MPa with negligible velocity. What is the lowest 
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pressure that can be obtained at the throat of the nozzle? 
Answer: 634 kPa 


17-38 Helium enters a converging-diverging nozzle at 0.7 
MPa, 800 K, and 100 m/s. What are the lowest temperature 
and pressure that can be obtained at the throat of the nozzle? 


17-39 Calculate the critical temperature, pressure, and den- 
sity of (a) air at 200 kPa, 100°C, and 250 m/s, and (b) helium 
at 200 kPa, 40°C, and 300 m/s. 


17-40 Quiescent carbon dioxide at 600 kPa and 400 K is 
accelerated isentropically to a Mach number of 0.5. Deter- 
mine the temperature and pressure of the carbon dioxide after 
acceleration. Answers: 388 K, 514 kPa 


17—41 Air at 200 kPa, 100°C, and Mach number Ma = 0.8 
flows through a duct. Find the velocity and the stagnation 
pressure, temperature, and density of the air. 


17-42 Reconsider Prob. 17—41. Using EES (or other) 

SS software, study the effect of Mach numbers in 
the range 0.1 to 2 on the velocity, stagnation pressure, tem- 
perature, and density of air. Plot each parameter as a function 
of the Mach number. 


17-43E Air at 30 psia, 212°F, and Mach number Ma = 0.8 
flows through a duct. Calculate the velocity and the stagna- 
tion pressure, temperature, and density of air. 

Answers: 1016 ft/s, 45.7 psia, 758 R, 0.163 Ibm/ft? 


17-44 An aircraft is designed to cruise at Mach number 
Ma = 1.2 at 8000 m where the atmospheric temperature is 
236.15 K. Determine the stagnation temperature on the lead- 
ing edge of the wing. 


Isentropic Flow through Nozzles 


17-45C_ Consider subsonic flow in a converging nozzle 
with fixed inlet conditions. What is the effect of dropping the 
back pressure to the critical pressure on (a) the exit velocity, 
(b) the exit pressure, and (c) the mass flow rate through the 
nozzle? 


17-46C Consider subsonic flow in a converging nozzle 
with specified conditions at the nozzle inlet and critical pres- 
sure at the nozzle exit. What is the effect of dropping the 
back pressure well below the critical pressure on (a) the exit 
velocity, (b) the exit pressure, and (c) the mass flow rate 
through the nozzle? 


17-47C Consider a converging nozzle and a converging- 
diverging nozzle having the same throat areas. For the same 
inlet conditions, how would you compare the mass flow rates 
through these two nozzles? 


17-48C Consider gas flow through a converging nozzle 
with specified inlet conditions. We know that the highest 
velocity the fluid can have at the nozzle exit is the sonic 
velocity, at which point the mass flow rate through the nozzle 
is a maximum. If it were possible to achieve hypersonic 
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velocities at the nozzle exit, how would it affect the mass 
flow rate through the nozzle? 


17-49C How does the parameter Ma* differ from the Mach 
number Ma? 


Thermodynamics 


17-50C What would happen if we attempted to decelerate 
a supersonic fluid with a diverging diffuser? 


17-51C What would happen if we tried to further acceler- 
ate a supersonic fluid with a diverging diffuser? 


17-52C Consider the isentropic flow of a fluid through a 
converging—diverging nozzle with a subsonic velocity at the 
throat. How does the diverging section affect (a) the velocity, 
(b) the pressure, and (c) the mass flow rate of the fluid? 


17-53C Is it possible to accelerate a fluid to supersonic 
velocities with a velocity other than the sonic velocity at the 
throat? Explain. 


17-54 Explain why the maximum flow rate per unit area 
for a given gas depends only on P,/V7. For an ideal gas 
with k = 1.4 and R = 0.287 kJ/kg - K, find the constant a 
such that 1n/A* = aP4 VD. 


17-55 For an ideal gas obtain an expression for the ratio of 
the velocity of sound where Ma = 1 to the speed of sound 
based on the stagnation temperature, c*/co. 


17-56 An ideal gas flows through a passage that first con- 
verges and then diverges during an adiabatic, reversible, 
steady-flow process. For subsonic flow at the inlet, sketch the 
variation of pressure, velocity, and Mach number along the 
length of the nozzle when the Mach number at the minimum 
flow area is equal to unity. 


17-57 Repeat Prob. 17-56 for supersonic flow at the inlet. 


17-58 Air enters a nozzle at 0.2 MPa, 350 K, and a veloc- 
ity of 150 m/s. Assuming isentropic flow, determine the pres- 
sure and temperature of air at a location where the air 
velocity equals the speed of sound. What is the ratio of the 
area at this location to the entrance area? 

Answers: 0.118 MPa, 301 K, 0.629 


17-59 Repeat Prob. 17-58 assuming the entrance velocity 
is negligible. 

17-60E Air enters a nozzle at 30 psia, 630 R, and a veloc- 
ity of 450 ft/s. Assuming isentropic flow, determine the pres- 
sure and temperature of air at a location where the air 
velocity equals the speed of sound. What is the ratio of the 
area at this location to the entrance area? 

Answers: 17.4 psia, 539 R, 0.574 


17-61 Air enters a converging—diverging nozzle at 0.5 MPa 
with a negligible velocity. Assuming the flow to be isen- 
tropic, determine the back pressure that will result in an exit 
Mach number of 1.8. Answer: 0.087 MPa 


17-62 Nitrogen enters a converging—diverging nozzle at 700 
kPa and 450 K with a negligible velocity. Determine the criti- 
cal velocity, pressure, temperature, and density in the nozzle. 


17-63 An ideal gas with k = 1.4 is flowing through a noz- 
zle such that the Mach number is 2.4 where the flow area is 
25 cm?. Assuming the flow to be isentropic, determine the 
flow area at the location where the Mach number is 1.2. 


17-64 Repeat Prob. 17—63 for an ideal gas with k = 1.33. 


17-65 (a a Air at 900 kPa and 400 K enters a converging 

D nozzle with a negligible velocity. The throat area 
of the nozzle is 10 cm*. Assuming isentropic flow, calculate 
and plot the exit pressure, the exit velocity, and the mass flow 


rate versus the back pressure P, for 0.9 = P, = 0.1 MPa. 


17-66 Reconsider Prob. 17—65. Using EES (or other) 
SS software, solve the problem for the inlet condi- 
tions of 1 MPa and 1000 K. 


17-67E Air enters a converging—diverging nozzle of a 
supersonic wind tunnel at 150 psia and 100°F with a low 
velocity. The flow area of the test section is equal to the exit 
area of the nozzle, which is 5 ft. Calculate the pressure, tem- 
perature, velocity, and mass flow rate in the test section for a 
Mach number Ma = 2. Explain why the air must be very dry 
for this application. Answers: 19.1 psia, 311 R, 1729 ft/s, 
1435 Ibm/s 


Shock Waves and Expansion Waves 


17-68C Can a shock wave develop in the converging sec- 
tion of a converging—diverging nozzle? Explain. 


17-69C What do the states on the Fanno line and the 
Rayleigh line represent? What do the intersection points of 
these two curves represent? 


17-70C Can the Mach number of a fluid be greater than 1 
after a shock wave? Explain. 


17-71C How does the normal shock affect (a) the fluid 
velocity, (b) the static temperature, (c) the stagnation temper- 
ature, (d) the static pressure, and (e) the stagnation pressure? 


17-72C How do oblique shocks occur? How do oblique 
shocks differ from normal shocks? 


17-73C_ For an oblique shock to occur, does the upstream 
flow have to be supersonic? Does the flow downstream of an 
oblique shock have to be subsonic? 


17-74C Itis claimed that an oblique shock can be analyzed 
like a normal shock provided that the normal component of 
velocity (normal to the shock surface) is used in the analysis. 
Do you agree with this claim? 


17-75C Consider supersonic airflow approaching the nose 
of a two-dimensional wedge and experiencing an oblique 
shock. Under what conditions does an oblique shock detach 
from the nose of the wedge and form a bow wave? What is 
the numerical value of the shock angle of the detached shock 
at the nose? 


17-76C Consider supersonic flow impinging on the rounded 
nose of an aircraft. Will the oblique shock that forms in front 
of the nose be an attached or detached shock? Explain. 


17-77C_ Are the isentropic relations of ideal gases applica- 
ble for flows across (a) normal shock waves, (b) oblique 
shock waves, and (c) Prandtl-Meyer expansion waves? 


17-78 For an ideal gas flowing through a normal shock, 
develop a relation for V,/V, in terms of k, Ma,, and Ma). 


17-79 Air enters a converging—diverging nozzle of a super- 
sonic wind tunnel at 1.5 MPa and 350 K with a low velocity. 
If a normal shock wave occurs at the exit plane of the nozzle 
at Ma = 2, determine the pressure, temperature, Mach num- 
ber, velocity, and stagnation pressure after the shock wave. 
Answers: 0.863 MPa, 328 K, 0.577, 210 m/s, 1.081 MPa 


17-80 Air enters a converging—diverging nozzle with low 
velocity at 2.0 MPa and 100°C. If the exit area of the nozzle 
is 3.5 times the throat area, what must the back pressure be to 
produce a normal shock at the exit plane of the nozzle? 
Answer: 0.661 MPa 


17-81 What must the back pressure be in Prob. 17—80 for a 
normal shock to occur at a location where the cross-sectional 
area is twice the throat area? 


17-82 Air flowing steadily in a nozzle experiences a normal 
shock at a Mach number of Ma = 2.5. If the pressure and 
temperature of air are 61.64 kPa and 262.15 K, respectively, 
upstream of the shock, calculate the pressure, temperature, 
velocity, Mach number, and stagnation pressure downstream 
of the shock. Compare these results to those for helium under- 
going a normal shock under the same conditions. 


17-83 Calculate the entropy change of air across the nor- 
mal shock wave in Prob. 17-82. 


17-84E «a > Air flowing steadily in a nozzle experiences a 

&> normal shock at a Mach number of Ma = 
2.5. If the pressure and temperature of air are 10.0 psia and 
440.5 R, respectively, upstream of the shock, calculate the 
pressure, temperature, velocity, Mach number, and stagnation 
pressure downstream of the shock. Compare these results to 
those for helium undergoing a normal shock under the same 
conditions. 


17-85E Reconsider Prob. 17—84E. Using EES (or 

S% other) software, study the effects of both air 
and helium flowing steadily in a nozzle when there is a nor- 
mal shock at a Mach number in the range 2 < Ma, < 3.5. In 
addition to the required information, calculate the entropy 
change of the air and helium across the normal shock. Tabu- 
late the results in a parametric table. 


17-86 Air enters a normal shock at 22.6 kPa, 217 K, and 
680 m/s. Calculate the stagnation pressure and Mach number 
upstream of the shock, as well as pressure, temperature, 
velocity, Mach number, and stagnation pressure downstream 
of the shock. 


17-87 Calculate the entropy change of air across the nor- 
mal shock wave in Prob. 17-86. Answer: 0.155 kJ/kg - K 


17-88 Using EES (or other) software, calculate and 
SS plot the entropy change of air across the nor- 
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mal shock for upstream Mach numbers between 0.5 and 1.5 
in increments of 0.1. Explain why normal shock waves can 
occur only for upstream Mach numbers greater than Ma = 1. 


17-89 Consider supersonic airflow approaching the nose of 
a two-dimensional wedge at a Mach number of 5. Using Fig. 
17—41, determine the minimum shock angle and the maxi- 
mum deflection angle a straight oblique shock can have. 


17-90 Air flowing at 60 kPa, 240 K, and a Mach number of 
3.4 impinges on a two-dimensional wedge of half-angle 12°. 
Determine the two possible oblique shock angles, B,,.,,. and 
PBstronge that could be formed by this wedge. For each case, 
calculate the pressure, temperature, and Mach number down- 
stream of the oblique shock. 


17-91 Consider the supersonic flow of air at upstream con- 
ditions of 70 kPa and 260 K and a Mach number of 2.4 over 
a two-dimensional wedge of half-angle 10°. If the axis of the 
wedge is tilted 25° with respect to the upstream airflow, 
determine the downstream Mach number, pressure, and tem- 
perature above the wedge. Answers: 3.105, 23.8 kPa, 191 K 


FIGURE P17-91 


17-92 Reconsider Prob. 17-91. Determine the downstream 
Mach number, pressure, and temperature below the wedge for 
a strong oblique shock for an upstream Mach number of 5. 


17-93E Air at 8 psia, 20°F, and a Mach number of 2.0 is 
forced to turn upward by a ramp that makes an 8° angle off 
the flow direction. As a result, a weak oblique shock forms. 
Determine the wave angle, Mach number, pressure, and tem- 
perature after the shock. 


17-94 Air flowing at P} = 40 kPa, T, = 280 K, and Ma, = 
3.6 is forced to undergo an expansion turn of 15°. Determine 
the Mach number, pressure, and temperature of air after the 
expansion. Answers: 4.81, 8.31 kPa, 179 K 


17-95E Air flowing at P) = 6 psia, T, = 480 R, and 
Ma, = 2.0 is forced to undergo a compression turn of 15°. 
Determine the Mach number, pressure, and temperature of air 
after the compression. 


Duct Flow with Heat Transfer and Negligible Friction 
(Rayleigh Flow) 


17-96C What is the characteristic aspect of Rayleigh flow? 
What are the main assumptions associated with Rayleigh 
flow? 
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17-97C On a T-s diagram of Rayleigh flow, what do the 
points on the Rayleigh line represent? 


17-98C What is the effect of heat gain and heat loss on the 
entropy of the fluid during Rayleigh flow? 


17-99C_ Consider subsonic Rayleigh flow of air with a 
Mach number of 0.92. Heat is now transferred to the fluid 
and the Mach number increases to 0.95. Will the temperature 
T of the fluid increase, decrease, or remain constant during 
this process? How about the stagnation temperature T,? 


17-100C What is the effect of heating the fluid on the flow 
velocity in subsonic Rayleigh flow? Answer the same ques- 
tions for supersonic Rayleigh flow. 


17-101C Consider subsonic Rayleigh flow that is acceler- 
ated to sonic velocity (Ma = 1) at the duct exit by heating. If 
the fluid continues to be heated, will the flow at duct exit be 
supersonic, subsonic, or remain sonic? 


17-102 Consider a 12-cm-diameter tubular combustion 
chamber. Air enters the tube at 500 K, 400 kPa, and 70 m/s. 
Fuel with a heating value of 39,000 kJ/kg is burned by spray- 
ing it into the air. If the exit Mach number is 0.8, determine 
the rate at which the fuel is burned and the exit temperature. 
Assume complete combustion and disregard the increase in 
the mass flow rate due to the fuel mass. 


Fuel 
P, = 400 kPa y Ma, = 0.8 
T, = 500 K 
> Combustor 
tube 
V, = 70 m/s 


FIGURE P17-102 


17-103 Air enters a rectangular duct at T, = 300 K, P, = 
420 kPa, and Ma, = 2. Heat is transferred to the air in the 
amount of 55 kJ/kg as it flows through the duct. Disregarding 
frictional losses, determine the temperature and Mach num- 
ber at the duct exit. Answers: 386 K, 1.64 


55 kJ/kg 
P, = 420 kPa < 
Tı = 300K — p Air 
Ma, = 2 


FIGURE P17-103 


17-104 Repeat Prob. 17—103 assuming air is cooled in the 
amount of 55 kJ/kg. 


17-105 Air is heated as it flows subsonically through a 
duct. When the amount of heat transfer reaches 60 kJ/kg, the 


flow is observed to be choked, and the velocity and the static 
pressure are measured to be 620 m/s and 270 kPa. Disregard- 
ing frictional losses, determine the velocity, static tempera- 
ture, and static pressure at the duct inlet. 


17-106E Air flows with negligible friction through a 4-in- 
diameter duct at a rate of 5 Ibm/s. The temperature and pres- 
sure at the inlet are 7, = 800 R and P, = 30 psia, and the 
Mach number at the exit is Ma, = 1. Determine the rate of 
heat transfer and the pressure drop for this section of the 
duct. 


17-107 Air enters a frictionless duct with V, = 70 
SS m/s, T, = 600 K, and P, = 350 kPa. Letting 
the exit temperature T, vary from 600 to 5000 K, evaluate the 
entropy change at intervals of 200 K, and plot the Rayleigh 


line on a T-s diagram. 


17-108E Air is heated as it flows through a 4 in X 4 in 
square duct with negligible friction. At the inlet, air is at T} = 
700 R, P, = 80 psia, and V, = 260 ft/s. Determine the rate at 
which heat must be transferred to the air to choke the flow at 
the duct exit, and the entropy change of air during this 
process. 


17-109 Compressed air from the compressor of a gas tur- 
bine enters the combustion chamber at T, = 550 K, P, = 600 
kPa, and Ma, = 0.2 at a rate of 0.3 kg/s. Via combustion, 
heat is transferred to the air at a rate of 200 kJ/s as it flows 
through the duct with negligible friction. Determine the Mach 
number at the duct exit and the drop in stagnation pressure 
Po, — Poz during this process. Answers: 0.319, 21.8 kPa 


17-110 Repeat Prob. 17—109 for a heat transfer rate of 300 
kJ/s. 


17-111 Argon gas enters a constant cross-sectional-area 
duct at Ma, = 0.2, P, = 320 kPa, and T, = 400 K at a rate 
of 0.8 kg/s. Disregarding frictional losses, determine the 
highest rate of heat transfer to the argon without reducing the 
mass flow rate. 


17-112 Consider supersonic flow of air through a 6-cm- 
diameter duct with negligible friction. Air enters the duct at 
Ma, = 1.8, Po, = 210 kPa, and Tọ; = 600 K, and it is decel- 
erated by heating. Determine the highest temperature that air 
can be heated by heat addition while the mass flow rate 
remains constant. 


Steam Nozzles 


17-113C What is supersaturation? Under what conditions 
does it occur? 


17-114 Steam enters a converging nozzle at 3.0 MPa and 
500°C with a negligible velocity, and it exits at 1.8 MPa. For 
a nozzle exit area of 32 cm’, determine the exit velocity, 
mass flow rate, and exit Mach number if the nozzle (a) is 
isentropic and (b) has an efficiency of 90 percent. Answers: 
(a) 580 m/s, 10.7 kg/s, 0.918, (b) 551 m/s, 10.1 kg/s, 0.865 


17-115E Steam enters a converging nozzle at 450 psia and 
900°F with a negligible velocity, and it exits at 275 psia. For 
a nozzle exit area of 3.75 in?, determine the exit velocity, 
mass flow rate, and exit Mach number if the nozzle (a) is 
isentropic and (b) has an efficiency of 90 percent. Answers: 
(a) 1847 ft/s, 18.7 Ibm/s, 0.900, (b) 1752 ft/s, 17.5 Ibm/s, 0.849 


17-116 Steam enters a converging—diverging nozzle at 1 MPa 
and 500°C with a negligible velocity at a mass flow rate of 2.5 
kg/s, and it exits at a pressure of 200 kPa. Assuming the flow 
through the nozzle to be isentropic, determine the exit area and 
the exit Mach number. Answers: 31.5 cm?, 1.738 


17-117 Repeat Prob. 17-116 for a nozzle efficiency of 95 
percent. 


Review Problems 


17-118 Air in an automobile tire is maintained at a pres- 
sure of 220 kPa (gauge) in an environment where the atmo- 
spheric pressure is 94 kPa. The air in the tire is at the 
ambient temperature of 25°C. Now a 4-mm-diameter leak 
develops in the tire as a result of an accident. Assuming isen- 
tropic flow, determine the initial mass flow rate of air through 
the leak. Answer: 0.554 kg/min 


17-119 The thrust developed by the engine of a Boeing 777 
is about 380 kN. Assuming choked flow in the nozzles, deter- 
mine the mass flow rate of air through the nozzle. Take the 
ambient conditions to be 265 K and 85 kPa. 


17-120 A stationary temperature probe inserted into a duct 
where air is flowing at 250 m/s reads 85°C. What is the 
actual temperature of air? Answer: 53.9°C 


17-121 Nitrogen enters a steady-flow heat exchanger at 
150 kPa, 10°C, and 100 m/s, and it receives heat in the 
amount of 125 kJ/kg as it flows through it. The nitrogen 
leaves the heat exchanger at 100 kPa with a velocity of 180 
m/s. Determine the stagnation pressure and temperature of 
the nitrogen at the inlet and exit states. 


17-122 Derive an expression for the speed of sound based 
on van der Waals’ equation of state P = RT(v — b) — alv’. 
Using this relation, determine the speed of sound in carbon 
dioxide at 50°C and 200 kPa, and compare your result to that 
obtained by assuming ideal-gas behavior. The van der Waals 
constants for carbon dioxide are a = 364.3 kPa - m®°/kmol* 
and b = 0.0427 m?/kmol. 


17-123 Obtain Eq. 17-10 by starting with Eq. 17-9 and 
using the cyclic rule and the thermodynamic property relations 


Cp (=) Cy @ 
St | and —={|—]. 
T \arys T T), 


17-124 For ideal gases undergoing isentropic flows, obtain 
expressions for P/P*, T/T*, and p/p* as functions of k and Ma. 


17-125 Using Eqs. 17-4, 17-13, and 17-14, verify that for 
the steady flow of ideal gases dT,/T = dA/A + (1 — Ma’) 
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dVIV. Explain the effect of heating and area changes on the 
velocity of an ideal gas in steady flow for (a) subsonic flow 
and (b) supersonic flow. 


17-126 A subsonic airplane is flying at a 3000-m altitude 
where the atmospheric conditions are 70.109 kPa and 268.65 K. 
A Pitot static probe measures the difference between the static 
and stagnation pressures to be 35 kPa. Calculate the speed of 
the airplane and the flight Mach number. Answers: 257 m/s, 
0.783 


17-127 Plot the mass flow parameter mV RT} /(AP,) versus 
the Mach number for k = 1.2, 1.4, and 1.6 in the range of 0 = 
Ma = 1. 


17-128 Helium enters a nozzle at 0.8 MPa, 500 K, and 
a velocity of 120 m/s. Assuming isentropic flow, deter- 
mine the pressure and temperature of helium at a location 
where the velocity equals the speed of sound. What is the 
ratio of the area at this location to the entrance area? 


17-129 Repeat Prob. 17—128 assuming the entrance veloc- 
ity is negligible. 
17-130 Air at 0.9 MPa and 400 K enters a converging 
SS nozzle with a velocity of 180 m/s. The throat 
area is 10 cm*. Assuming isentropic flow, calculate and plot 
the mass flow rate through the nozzle, the exit velocity, the 
exit Mach number, and the exit pressure—stagnation pressure 
ratio versus the back pressure—stagnation pressure ratio for a 
back pressure range of 0.9 = P, = 0.1 MPa. 


17-131 Steam at 6.0 MPa and 700 K enters a con- 

SS verging nozzle with a negligible velocity. The 
nozzle throat area is 8 cm?. Assuming isentropic flow, plot 
the exit pressure, the exit velocity, and the mass flow rate 
through the nozzle versus the back pressure P, for 6.0 = P, 
= 3.0 MPa. Treat the steam as an ideal gas with k = 1.3, Cy 
= 1.872 kJ/kg - K, and R = 0.462 kJ/kg - K. 


17-132 Find the expression for the ratio of the stagnation 
pressure after a shock wave to the static pressure before the 
shock wave as a function of k and the Mach number upstream 
of the shock wave Ma). 


17-133 Nitrogen enters a converging—diverging nozzle at 700 
kPa and 300 K with a negligible velocity, and it experiences a 
normal shock at a location where the Mach number is Ma = 
3.0. Calculate the pressure, temperature, velocity, Mach num- 
ber, and stagnation pressure downstream of the shock. Com- 
pare these results to those of air undergoing a normal shock 
at the same conditions. 


17-134 An aircraft flies with a Mach number Ma, = 0.8 at 
an altitude of 7000 m where the pressure is 41.1 kPa and the 
temperature is 242.7 K. The diffuser at the engine inlet has 
an exit Mach number of Ma, = 0.3. For a mass flow rate of 
65 kg/s, determine the static pressure rise across the diffuser 
and the exit area. 
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17-135 Helium expands in a nozzle from 1 MPa, 500 K, 
and negligible velocity to 0.1 MPa. Calculate the throat and 
exit areas for a mass flow rate of 0.25 kg/s, assuming the 
nozzle is isentropic. Why must this nozzle be converging- 
diverging? Answers: 3.51 cm?, 5.84 cm? 
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17-136E Helium expands in a nozzle from 150 psia, 900 
R, and negligible velocity to 15 psia. Calculate the throat and 
exit areas for a mass flow rate of 0.2 lbm/s, assuming the 
nozzle is isentropic. Why must this nozzle be converging— 
diverging? 
17-137 Using the EES software and the relations in 
€s” Table A-32, calculate the one-dimensional 
compressible flow functions for an ideal gas with k = 1.667, 
and present your results by duplicating Table A-32. 


17-138 Using the EES software and the relations in 

€s” Table A—33, calculate the one-dimensional 
normal shock functions for an ideal gas with k = 1.667, and 
present your results by duplicating Table A—33. 


17-139 Consider an equimolar mixture of oxygen and 
nitrogen. Determine the critical temperature, pressure, and 
density for stagnation temperature and pressure of 800 K 
and 500 kPa. 


17-140 g Using EES (or other) software, determine the 
SS shape of a converging—diverging nozzle for air 
for a mass flow rate of 3 kg/s and inlet stagnation conditions 
of 1400 kPa and 200°C. Assume the flow is isentropic. 
Repeat the calculations for 50-kPa increments of pressure 
drops to an exit pressure of 100 kPa. Plot the nozzle to scale. 
Also, calculate and plot the Mach number along the nozzle. 


17-141 g Using EES (or other) software and the rela- 

SSH tions given in Table A-32, calculate the one- 
dimensional isentropic compressible-flow functions by 
varying the upstream Mach number from 1 to 10 in incre- 
ments of 0.5 for air with k = 1.4. 


17-142 (een Repeat Prob. 17-141 for methane with k = 
SS 1.3. 


17-143 gS Using EES (or other) software and the rela- 

SS tions given in Table A-33, generate the one- 
dimensional normal shock functions by varying the upstream 
Mach number from 1 to 10 in increments of 0.5 for air with 
k= 1.4. 


17-144 K Repeat Prob. 17-143 for methane with k = 
SS 1.3. 


17-145 Air is cooled as it flows through a 20-cm-diameter 
duct. The inlet conditions are Ma, = 1.2, Tọ, = 350 K, and Po, 
= 240 kPa and the exit Mach number is Ma, = 2.0. Disregard- 
ing frictional effects, determine the rate of cooling of air. 


17-146 Air is heated as it flows subsonically through a 
10 cm X 10 cm square duct. The properties of air at the inlet 
are maintained at Ma, = 0.4, P, = 400 kPa, and T} = 360 K 


at all times. Disregarding frictional losses, determine the 
highest rate of heat transfer to the air in the duct without 
affecting the inlet conditions. Answer: 1958 kW 


O max 
P, = 400 kPa < 
T; = 360K j 


Ma, = 0.4 


FIGURE P17-146 


17-147 Repeat Prob. 17—146 for helium. 


17-148 Air is accelerated as it is heated in a duct with neg- 
ligible friction. Air enters at V, = 100 m/s, T, = 400 K, and 
P, = 35 kPa and then exits at a Mach number of Ma, = 0.8. 
Determine the heat transfer to the air, in kJ/kg. Also deter- 
mine the maximum amount of heat transfer without reducing 
the mass flow rate of air. 


17-149 Air at sonic conditions and static temperature and 
pressure of 500 K and 420 kPa, respectively, is to be acceler- 
ated to a Mach number of 1.6 by cooling it as it flows through 
a channel with constant cross-sectional area. Disregarding 
frictional effects, determine the required heat transfer from the 
air, in kJ/kg. Answer: 69.8 kJ/kg 


17-150 Saturated steam enters a converging—diverging noz- 
zle at 3.0 MPa, 5 percent moisture, and negligible velocity, 
and it exits at 1.2 MPa. For a nozzle exit area of 16 cm?, 
determine the throat area, exit velocity, mass flow rate, and 
exit Mach number if the nozzle (a) is isentropic and (b) has 
an efficiency of 90 percent. 


Fundamentals of Engineering (FE) Exam Problems 


17-151 An aircraft is cruising in still air at 5°C at a velocity 
of 400 m/s. The air temperature at the nose of the aircraft 
where stagnation occurs is 


(a) 5°C (b)25°C (c)55°C (d) 80°C (e) 85°C 
17-152 Air is flowing in a wind tunnel at 15°C, 80 kPa, 
and 200 m/s. The stagnation pressure at the probe inserted 
into the flow section is 

(a) 82 kPa (b) 91 kPa 
(d) 101 kPa (e) 114 kPa 


(c) 96 kPa 


17-153 An aircraft is reported to be cruising in still air at 
—20°C and 40 kPa at a Mach number of 0.86. The velocity 
of the aircraft is 


(a) 91 m/s 
(d) 280 m/s 


(b) 220 m/s 
(e) 378 m/s 


(c) 186 m/s 


17-154 Air is flowing in a wind tunnel at 12°C and 66 kPa 
at a velocity of 230 m/s. The Mach number of the flow is 


(a) 0.54 m/s (b) 0.87 m/s (c) 3.3 m/s 
(d) 0.36 m/s (e) 0.68 m/s 


17-155 Consider a converging nozzle with a low velocity at 
the inlet and sonic velocity at the exit plane. Now the nozzle 
exit diameter is reduced by half while the nozzle inlet tem- 
perature and pressure are maintained the same. The nozzle 
exit velocity will 


(a) remain the same (b) double (c) quadruple 
(d) go down by half (e) go down to one-fourth 


17-156 Air is approaching a converging—diverging nozzle 
with a low velocity at 20°C and 300 kPa, and it leaves the 
nozzle at a supersonic velocity. The velocity of air at the 
throat of the nozzle is 


(a) 290 m/s (b) 98 m/s 
(d) 343 m/s (e) 412 m/s 


17-157 Argon gas is approaching a converging—diverging 
nozzle with a low velocity at 20°C and 120 kPa, and it leaves 
the nozzle at a supersonic velocity. If the cross-sectional area 
of the throat is 0.015 m?, the mass flow rate of argon through 
the nozzle is 


(a) 0.41 kg/s (b) 3.4 kg/s 
(d) 17 kg/s (e) 22 kg/s 
17-158 Carbon dioxide enters a converging—diverging noz- 
zle at 60 m/s, 310°C, and 300 kPa, and it leaves the nozzle at 
a supersonic velocity. The velocity of carbon dioxide at the 
throat of the nozzle is 
(a) 125 m/s 

(d) 353 m/s 


(c) 313 m/s 


(c) 5.3 kg/s 


(b) 225 m/s 
(e) 377 m/s 


(c) 312 m/s 


17-159 Consider gas flow through a converging—diverging 
nozzle. Of the five following statements, select the one that is 
incorrect: 


(a) The fluid velocity at the throat can never exceed the 
speed of sound. 


(b) If the fluid velocity at the throat is below the speed of 
sound, the diversion section will act like a diffuser. 


(c) If the fluid enters the diverging section with a Mach 
number greater than one, the flow at the nozzle exit will 
be supersonic. 
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(d) There will be no flow through the nozzle if the back 
pressure equals the stagnation pressure. 


(e) The fluid velocity decreases, the entropy increases, and 
stagnation enthalpy remains constant during flow 
through a normal shock. 


17-160 Combustion gases with k = 1.33 enter a converging 
nozzle at stagnation temperature and pressure of 400°C and 
800 kPa, and are discharged into the atmospheric air at 20°C 
and 100 kPa. The lowest pressure that will occur within the 
nozzle is 


(a) 26 kPa 
(d) 432 kPa 


(b) 100 kPa 
(e) 272 kPa 


(c) 321 kPa 


Design and Essay Problems 


17-161 Find out if there is a supersonic wind tunnel on 
your campus. If there is, obtain the dimensions of the wind 
tunnel and the temperatures and pressures as well as the 
Mach number at several locations during operation. For what 
typical experiments is the wind tunnel used? 


17-162 Assuming you have a thermometer and a device to 
measure the speed of sound in a gas, explain how you can 
determine the mole fraction of helium in a mixture of helium 
gas and air. 


17-163 Design a 1-m-long cylindrical wind tunnel whose 
diameter is 25 cm operating at a Mach number of 1.8. 
Atmospheric air enters the wind tunnel through a converging— 
diverging nozzle where it is accelerated to supersonic veloci- 
ties. Air leaves the tunnel through a converging—diverging 
diffuser where it is decelerated to a very low velocity before 
entering the fan section. Disregard any irreversibilities. Specify 
the temperatures and pressures at several locations as well as 
the mass flow rate of air at steady-flow conditions. Why is it 
often necessary to dehumidify the air before it enters the wind 
tunnel? 


FIGURE P17-163 
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Glossary 


Absolute entropy is entropy calculated relative to the absolute reference point 
determined by the third law of thermodynamics. 


Absolute humidity (specific humidity or humidity ratio) is the mass of water vapor 
present in a unit mass of dry air; that is, it is the ratio of the mass of water vapor to the 
mass of dry air in atmospheric air. 


Absolute pressure is the actual pressure at a given position and it is measured relative to 
absolute vacuum (i.e., absolute zero pressure). Throughout this text, the pressure P will 
denote absolute pressure unless specified otherwise. 


Absolute temperatures are temperatures measured on the Kelvin scale or Rankine scale, 
and these temperatures vary between zero and infinity. 


Absorption chillers are air-conditioning systems based on absorption refrigeration, and 
they perform best when the heat source can supply heat at a high temperature with little 
temperature drop. 


Absorption refrigeration systems involve the absorption of a refrigerant by a transport 
medium. The most widely used absorption refrigeration system is the ammonia—water 
system, where ammonia (NH3) serves as the refrigerant and water (H20) as the transport 
medium. Absorption refrigeration systems are economically attractive when there is a 
source of inexpensive heat energy at a temperature of 100 to 200°C. Some examples of 
inexpensive heat energy sources include geothermal energy, solar energy, and waste heat 
from cogeneration or process steam plants, and even natural gas when it is available at a 
relatively low price. 


Absorptivity is the fraction of the radiation energy incident on a surface that is absorbed 
by the surface. 


Acid rain is defined as rain or snow that washes acid-laden droplets from the air on to 
the soil. 


Adiabatic combustion temperature (see adiabatic flame temperature) 


Adiabatic flame temperature is the maximum temperature the products of combustion 
will reach in the limiting case of no heat loss to the surroundings during the combustion 
process. The adiabatic flame temperature attains its maximum value when complete 
combustion occurs with the theoretical amount of air. 


Adiabatic process is a process during which there is no heat transfer. The word 
adiabatic comes from the Greek word adiabatos, which means not to be passed. 
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Adiabatic saturation process is the process in which a steady stream of unsaturated air 
of unknown specific humidity is passed through a long insulated channel that contains a 
pool of water. As the air flows over the water, some water will evaporate and mix with 
the airstream. The moisture content of air will increase during this process, and its 
temperature will decrease, since part of the latent heat of vaporization of the water that 
evaporates will come from the air. If the channel is long enough, the airstream will exit as 
saturated air (100 percent relative humidity) at the exit temperature. 


Adiabatic saturation temperature is the exit temperature that air attains in the adiabatic 
saturation process. 


Afterburner is a section added between the turbine and the nozzle of an aircraft turbine 
engine where additional fuel is injected into the oxygen-rich combustion gases leaving 
the turbine. As a result of this added energy, the exhaust gases leave at a higher velocity, 
providing extra thrust for short takeoffs or combat conditions. 


Air conditioners are refrigerators whose refrigerated space is a room or a building 
instead of the food compartment. 


Air-fuel ratio AF is a frequently used quantity in the analysis of combustion processes 
to quantify the amounts of fuel and air. It is usually expressed on a mass basis and is 
defined as the ratio of the mass of air to the mass of fuel for a combustion process. 


Air-source heat pumps use the cold outside air as the heat source in winter. 


Air-standard assumptions reduce the analysis of gas power cycles to a manageable 
level by utilizing the following approximations: 
1. The working fluid is air, which continuously circulates in a closed loop and always 
behaves as an ideal gas. 
2. All the processes that make up the cycle are internally reversible. 
3. The combustion process is replaced by a heat-addition process from an external 
source. 
4. The exhaust process is replaced by a heat rejection process that restores the 
working fluid to its initial state. 


Air-standard cycle is a cycle for which the air-standard assumptions are applicable. 
Amagat’s law of additive volumes states that the volume of a gas mixture is equal to the 
sum of the volumes each gas would occupy if it existed alone at the mixture temperature 


and pressure. 


Annual fuel utilization efficiency AFUE is the efficiency of space heating systems of 
residential and commercial buildings which accounts for the combustion efficiency as 


Glossary 


to accompany 
Thermodynamics: An Engineering Approach, 5" edition 
by Yunus A. Çengel and Michael A. Boles 


well as other losses such as heat losses to unheated areas and start-up and cool-down 
losses. 


Apparent gas constant of a mixture is the universal gas constant divided by the apparent 
molar mass of the mixture. 


Apparent molar mass of a mixture can be expressed as the sum of the products of the 
mole fraction and molar mass of each component in the mixture. 


Atmospheric air is the air in the atmosphere, which normally contains some water vapor 
(or moisture). 


Autoignition is the premature ignition of the fuel that produces an audible noise, which 
is called engine knock. 


Average gas constant (see apparent gas constant) 

Average molar mass (see apparent molar mass) 

Average velocity is the average value of the normal velocity across an entire flow cross 
section and if the velocity were the average velocity all through the cross section, the 
mass flow rate would be identical to that obtained by integrating the actual velocity 
profile. 


Back pressure is the pressure applied at the nozzle discharge region. 


Back work ratio is the ratio of the compressor work to the turbine work in gas-turbine 
power plants. 


Bar is the unit of pressure equal to 10° pascal. 


Barometer is a device that measures the atmospheric pressure; thus, the atmospheric 
pressure is often referred to as the barometric pressure. 


Beattie-Bridgeman equation of state is one of the best known and is a reasonably 
accurate equation of state. It is given by 


where the constants for various substances are found in Table 2-4. 


Benedict-Webb-Rubin equation of state is one of the more recent and very accurate 
equations of state. It is given by 
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f 


where the constants for various substances are given in Table 2-4. 


Bernoulli equation is the result of the energy analysis for the reversible, steady-flow of 
an incompressible liquid through a device that involves no work interactions (such as a 
nozzle or a pipe section). For frictionless flow, it states that the sum of the pressure, 
velocity, and potential energy heads is constant. Itis also a form of the conservation of 
momentum principle for steady-flow control volumes. 


Binary vapor cycle is a vapor cycle in which the condenser of the high-temperature 
cycle (also called the topping cycle) serves as the boiler of the low-temperature cycle 
(also called the bottoming cycle). That is, the heat output of the high-temperature cycle is 
used as the heat input to the low-temperature one. 


Blackbody is an idealized surface that emits radiation at the maximum rate given by the 
Stefan-Boltzmann law. 


Blackbody radiation is amount of radiation emitted by a blackbody. 

Boiler is basically a large heat exchanger where the heat originating from combustion 
gases, nuclear reactors, or other sources is transferred to the water essentially at constant 
pressure. 

Boiling is the phase change process that occurs at the solid-liquid interface when a liquid 
is brought into contact with a surface maintained at a temperature sufficiently above the 


saturation temperature of the liquid. 


Boltzmann relation is the expression of the entropy as a function of thermodynamic 
probability. 


Boltzmann’s constant, k has the value of 1.3806 x 10” J/K. 
Bore is the diameter of a piston. 


Bottom dead center BDC is the position of the piston when it forms the largest volume 
in the cylinder. 


Bottoming cycle is a power cycle operating at lower average temperatures that receives 
heat from a power cycle operating at higher average temperatures. 


Boundary is the real or imaginary surface that separates the system from its 
surroundings. The boundary of a system can be fixed or movable. 
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Boundary work (PdV work) is the work associated with the expansion or compression 
of a gas in a piston-cylinder device. Boundary work is the area under the process curve 
on a P-V diagram equal, in magnitude, to the work done during a quasi-equilibrium 
expansion or compression process of a closed system. 


Bourdon tube, named after the French inventor Eugene Bourdon, is a type of commonly 
used mechanical pressure measurement device which consists of a hollow metal tube bent 
like a hook whose end is closed and connected to a dial indicator needle. 


Bow wave (see detached oblique shock) 


Brayton cycle was first proposed by George Brayton around 1870. It is used for gas 
turbines, which operate on an open cycle, where both the compression and expansion 
processes take place in rotating machinery. The open gas-turbine cycle can be modeled as 
a closed cycle by utilizing the air-standard assumptions. The combustion process is 
replaced by a constant-pressure heat-addition process from an external source, and the 
exhaust process is replaced by a constant-pressure heat-rejection process to the ambient 
air. The ideal Brayton cycle is made up of four internally reversible processes: 

1-2 Isentropic compression (in a compressor), 

2-3 Constant pressure heat addition, 

3-4 Isentropic expansion (in a turbine), 

4-1 Constant pressure heat rejection. 


Brayton cycle with regeneration is the Brayton cycle modified with a regenerator (a 
counterflow heat exchanger) to allow the transfer of heat to the high pressure air leaving 
the compressor from the high-temperature exhaust gas leaving the turbine. 


British thermal unit BTU is the energy unit in the English system, representing the 
energy needed to raise the temperature of 1 lbm of water at 68°F by 1°F. 


Caloric is heat treated as a fluidlike substance, according to the caloric theory, that is a 
massless, colorless, odorless, and tasteless substance that can be poured from one body 
into another. 


Calorie (cal) is the amount of energy in the metric system needed to raise the 
temperature of 1 g of water at 15 °C by 1°C. 


Carnot cycle was first proposed in 1824 by French engineer Sadi Carnot. It is composed 
of four reversible processes—two isothermal and two adiabatic, and can be executed 
either in a closed or a steady-flow system. 
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Carnot efficiency is the highest efficiency a heat engine can have when operating 
between the two thermal energy reservoirs at temperatures Ty and Ty; 
Tth, rev = 1- TL / Tu. 


Carnot heat engine is the theoretical heat engine that operates on the Carnot cycle. 


Carnot heat pump is a heat pump that operates on the reversed Carnot cycle. When 
operating between the two thermal energy reservoirs at temperatures T, and Ty, the 
Carnot heat pump can have a coefficient of performance of COPpp, rev = 1/ (1- TL / Ty) = 
Tu /( Tu - Th). 


Carnot principles are two conclusions that pertain to the thermal efficiency of reversible 
and irreversible (i.e., actual) heat engines and are expressed as follows: 
1. The efficiency of an irreversible heat engine is always less than the efficiency of a 
reversible one operating between the same two reservoirs. 
2. The efficiencies of all reversible heat engines operating between the same two 
reservoirs are the same. 


Carnot refrigerator is a refrigerator that operates on the reversed Carnot cycle. When 
operating between the two thermal energy reservoirs at temperatures Tj, and Ty the 
Carnot refrigerator can have a coefficient of performance of COPR rev = 1/ (Tu / TL- 1) = 
Ti /( Tu - Tr). 


Cascade refrigeration cycles perform the refrigeration process in stages, that is, to have 
two or more refrigeration cycles that operate in series. 


Celsius scale (formerly called the centigrade scale; in 1948 it was renamed after the 
Swedish astronomer A. Celsius, 1701—1744, who devised it) is the temperature scale used 
in the SI system. On the Celsius scale, the ice and steam points are assigned the values of 
0 and 100 °C, respectively. 


Chemical energy is the internal energy associated with the atomic bonds in a molecule. 


Chemical equilibrium is established in a system when its chemical composition does not 
change with time. 


Chemical equilibrium reactions are chemical reactions in which the reactants are 
depleted at exactly the same rate as they are replenished from the products by the reverse 
reaction. At equilibrium the reaction proceeds in both directions at the same rate. 


Chemical potential is the change in the Gibbs function of the mixture in a specified 
phase when a unit amount of a given component of the mixture in the same phase is 
added as pressure and temperature and the amounts of all other components are held 
constant. The chemical potential of a component of an ideal gas mixture depends on the 
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mole fraction of the components as well as the mixture temperature and pressure, and is 
independent of the identity of the other constituent gases. 


Chemically correct amount of air is the stoichiometric or theoretical air, or 100 percent 
theoretical air. 


Choked flow occurs in a nozzle when the mass flow reaches a maximum value for the 
minimum flow area. This happens when the flow properties are those required to 
increase the fluid velocity to the velocity of sound at the minimum flow area location. 


Choked Rayleigh flow occurs in a duct when a fluid can no longer be accelerated by 
heating above sonic velocity to supersonic velocities. 


Clapeyron equation, named after the French engineer and physicist E. Clapeyron 
(1799-1864), relates the enthalpy change associated with a phase change (such as the 
enthalpy of vaporization hý) from knowledge of P, v, and T data alone. 


Clapeyron—Clausius equation is used to determine the variation of saturation pressure 
with temperature. 


Classical thermodynamics is the macroscopic approach to the study of thermodynamics 
that does not require knowledge of the behavior of individual particles. 


Clausius inequality, first stated by the German physicist R. J. E. Clausius (1822-1888), 
is expressed as the cyclic integral of 6Q/T is always less than or equal to zero. This 
inequality is valid for all cycles, reversible or irreversible. 


Clausius statement of the second law is expressed as follows: It is impossible to 
construct a device that operates in a cycle and produces no effect other than the transfer 
of heat from a lower-temperature body to a higher-temperature body. 


Clearance volume is the minimum volume formed in the cylinder when the piston is at 
top dead center. 


Closed feedwater heater is a feedwater heater in which heat is transferred from the 
extracted steam to the feedwater without any mixing taking place. The two streams are 
typically not at the same pressures, since they do not mix. In an ideal closed feedwater 
heater the feedwater is heated to the exit temperature of the extracted steam, which 
ideally leaves the heater as a saturated liquid at the extraction pressure. In actual power 
plants the feedwater leaves the heater below the exit temperature of the extracted steam 
because a temperature difference of at least a few degrees is required for any effective 
heat transfer to take place. 
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Closed system consists of a fixed amount of mass (control mass), and no mass can cross 
its boundary. But energy, in the form of heat or work, can cross the boundary. 


Closed system exergy (nonflow exergy) is the reversible work that could be done by a 
closed system undergoing a reversible process to equilibrium with its surroundings. For a 
mass m the exergy is X = (U - Uo) + Po(V- Vo) - To(S - So) + mV? /2 + mgz. Ona unit 
mass basis, the exergy of a closed system is expressed as @ = (u - uo) + Po(v - Vo) - To(s - 


So) + y? /2 + gz where uo, vo, and so are the properties of the system evaluated at the dead 
state. Note that the exergy of a system is zero at the dead state since u = uo, V = Vo, and s 
= So at that state. The exergy change of a closed system during a process is simply the 
difference between the final and initial exergies of the system. 


Coefficient of performance COP is the measure of performance of refrigerators and 
heat pumps. It is expressed in terms of the desired result for each device (heat absorbed 
from the refrigerated space for the refrigerator or heat added to the hot space by the heat 
pump) divided by the input, the energy expended to accomplish the energy transfer 
(usually work input). 


Cogeneration is the production of more than one useful form of energy (such as process 
heat and electric power) from the same energy source. 


Cold-air-standard assumption combines the air-standard assumptions with the 
assumption that the air has constant specific heats whose values are determined at room 
temperature (25°C, or 77°F). 


Combined cycle (see combined gas—vapor cycle) 
Combined efficiency (see overall efficiency) 


Combined gas—vapor cycle, or just the combined cycle, is the gas-turbine (Brayton) 
cycle topping a steam-turbine (Rankine) cycle, which has a higher thermal efficiency 
than either of the cycles executed individually. 


Combustion is a chemical reaction during which a fuel is oxidized and a large quantity 
of energy is released. 


Combustion air is dry air which can be approximated as 21 percent oxygen and 79 
percent nitrogen by mole numbers. Therefore, each mole of oxygen entering a 
combustion chamber will be accompanied by 0.79/0.21 = 3.76 mol of nitrogen. To supply 
one mole of oxygen to a combustion process, 4.76 mol of combustion air are required. 
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Combustion efficiency is defined as the ratio of the amount of heat released during combustion 
to the heating value of the fuel burned. 


Complete combustion is a combustion process in which all the carbon in the fuel burns 
to CO,, all the hydrogen burns to H20, and all the sulfur (if any) burns to SO». That is, all 
the combustible components of a fuel are burned to completion during a complete 
combustion process. 


Component pressure is the pressure a component in a gas mixture would have if it 
existed alone at the volume and temperature of the mixture. 


Component volume is the volume a component in a gas mixture would occupy if it 
existed alone at the temperature and pressure of the mixture. 


Compressed liquid has a pressure greater than the saturation pressure corresponding to 
the temperature. 


Compressed liquid region is all compressed liquid states located in the region to the left 
of the saturated liquid line and below the critical temperature line. In the absence of 
compressed liquid data, a general approximation is to treat compressed liquid as saturated 
liquid at the given temperature. 


Compressibility factor Z is a correction factor to account for deviation from ideal-gas 
behavior at a given temperature and pressure. Z = Pv/RT. 


Compressing flow is a flow that produces an oblique shock. 


Compression-ignition (CI) engines are reciprocating engines in which the combustion 
of the air—fuel mixture is self-ignited as a result of compressing the mixture above its 
self-ignition temperature. 


Compression ratio r of an engine is the ratio of the maximum volume formed in the 
cylinder to the minimum (clearance) volume. Notice that the compression ratio is a 
volume ratio and should not be confused with the pressure ratio. 


Compressor is a device that increases the pressure of a gas to very high pressures 
(typical pressure ratios are greater than 3). 


Condenser is a heat exchanger in which the working fluid condenses as it rejects heat to 
the surroundings. For example, in the condenser of a steam power plant steam leaving 
the turbine as a vapor condenses to the saturated liquid state as the result of heat transfer 
to a cooling medium such as the atmosphere or water from a lake or river. 
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Conduction is the transfer of energy from the more energetic particles of a substance to 
the adjacent less energetic ones as a result of interaction between particles. 


Conservation of energy principle states that during an interaction, energy can change 
from one form to another but the total amount of energy remains constant. That is, energy 
cannot be created or destroyed (see first law of thermodynamics). 


Conservation of mass principle is expressed as net mass transfer to or from a control 
volume during a time interval is equal to the net change (increase or decrease) in the total 
mass within the control volume during the time interval. 


Conservation of mass principle for combustion (or the mass balance) is the principle 
used to balance chemical reaction equations. It can be stated as the total mass of each 
element is conserved during a chemical reaction. The total mass of each element on the 
right-hand side of the reaction equation (the products) must be equal to the total mass of 
that element on the left-hand side (the reactants) even though the elements exist in 
different chemical compounds in the reactants and products. Even though the mass must 
be conserved, the total number of moles is not necessarily conserved during a chemical 
reaction. 


Constant-volume gas thermometer measures the temperature on the ideal-gas 
temperature scale using a rigid vessel filled with a gas, usually hydrogen or helium, at 
low pressure. The temperature of a gas of fixed volume varies linearly with pressure at 
sufficiently low pressures. 


Continuity equation is the conservation of mass equation as it is often referred to in 
fluid mechanics. 


Continuum is a view of mass as continuous, homogeneous matter with no holes. Matter 
is made up of atoms that are widely spaced in the gas phase. Yet it is very convenient to 
disregard the atomic nature of a substance. The continuum idealization allows us to treat 
properties as point functions, and to assume the properties to vary continually in space 
with no jump discontinuities. This idealization is valid as long as the size of the system 
we deal with is large relative to the space between the molecules. This is the case in 
practically all problems, except some specialized ones. 


Control mass (see closed system) 

Control surface is the boundary of a control volume, and it can be real or imaginary. 
Control volume (also see open system) is any arbitrary region in space through which 
mass and energy can pass across the boundary. Most control volumes have fixed 


boundaries and thus do not involve any moving boundaries. A control volume may also 
involve heat and work interactions just as a closed system, in addition to mass interaction. 
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Convected energy (see flow work) 


Convection is the mode of energy transfer between a solid surface and the adjacent fluid 
that is in motion, and it involves the combined effects of conduction and fluid motion. 


Convection heat transfer coefficient is the experimentally determined parameter that is 
the ratio of the rate of convection heat transfer and the product of the heat transfer area 
and surface to bulk fluid temperature. 


Converging—diverging nozzle, also called Laval nozzle after Carl G. B. de Laval, is a 
duct in which the flow area first decreases and then increases in the direction of the flow 


and is used to accelerate gases to supersonic speeds. 


Cooling capacity is the rate of heat removal from the refrigerated space by a 
refrigeration system. 


Cooling pond is a large lake open to the atmosphere into which warm water containing 
waste heat is pumped. Heat transfer from the pond surface to the atmosphere is very 
slow; thus, the cooling pond requires much more surface area than that of a spray pond to 
achieve the same cooling. 

Criterion for chemical equilibrium is the equation set equal to zero that involves the 
stoichiometric coefficients and the molar Gibbs functions of the reactants and the 
products in the equilibrium reaction. 


Critical point is defined as the point at which the saturated liquid and saturated vapor 
states are identical. 


Critical pressure P,, is the pressure of a substance at the critical point. 


Critical properties are the properties of a fluid at a location where the Mach number is 
unity. 


Critical ratios are the ratios of the stagnation to static properties when the Mach number 
is unity. 


Critical temperature T« is the temperature of a substance at the critical point. 
Critical volume v« is the volume of a substance at the critical point. 


Cutoff ratio r, is the ratio of the cylinder volumes after and before the combustion 
process in the Diesel cycle. 
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Cycle is a process, or series of processes, that allows a system to undergo state changes 
and returns the system to the initial state at the end of the process. That is, for a cycle the 
initial and final states are identical. 


Cyclic relation of partial derivatives shows that the derivatives of a function of two 
variables are related in a cyclic manner by 


HEE- 


Daily calorie needs depends on the nutrition levels of people and will vary greatly with 
age, gender, the state of health, the activity level, the body weight, and the composition of 
the body as well as other factors. 


Dalton’s law of additive pressures states that the pressure of a gas mixture is equal to 
the sum of the pressures each gas would exert if it existed alone at the mixture 


temperature and volume. 


Dead state is the state a system is said to be in when it is in thermodynamic equilibrium 
with its environment. 


Decrease of exergy principle states the exergy of an isolated system during a process 
always decreases or, in the limiting case of a reversible process, remains constant. In 
other words, exergy never increases, and it is destroyed during an actual process. For an 
isolated system, the decrease in exergy equals exergy destroyed. 

Deficiency of air results when the amounts of air are less than the stoichiometric amount. 
Deflection angle (see turning angle) 

Dehumidifying is the process of removing moisture from atmospheric air. 

Density is defined as mass per unit volume. 

Derivative of a function f(x) with respect to x represents the rate of change of f with x. 


The derivative is equivalent to steepness of a curve at a point as measured by the slope of 
a line tangent to the curve at that point. 


uae = lim ar = lim TAAVI 
dx &=>0 Ax Ax AX 


Derived dimensions (see secondary dimensions) 


Detached oblique shock or a bow wave is an oblique shock that has become curved and 
detached from the nose of a wedge. 
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Dew-point temperature is defined as the temperature at which condensation begins 
when the air is cooled at constant pressure. 


Diesel cycle is the ideal cycle for compress-ignition reciprocating engines, and was first 
proposed by Rudolf Diesel in the 1890s. Using the air-standard assumptions, the cycle 
consists of four internally reversible processes: 

1-2 Isentropic compression, 

2-3 Constant pressure heat addition, 

3-4 Isentropic expansion, 

4-1 Constant volume heat rejection. 


Diffuser is a device that increases the pressure of a fluid by decreasing the fluid velocity. 
Dimensionally homogeneous means that every term in an equation must have the same 
unit. To make sure that all terms in an engineering equation have the same units is the 
simplest error check one can perform. 

Dimensions are any physical characterizations of a quantity. 


Direct-contact feedwater heater ( see open feedwater heater) 


Displacement volume is the volume displaced by the piston as it moves between top 
dead center and bottom dead center. 


Dodecane, C12H26, is a common liquid fuel that approximates diesel fuel. 


Dome is the saturation states located beneath the joined saturated liquid line and 
saturated vapor line. 


Dry air is air that contains no water vapor. 

Dry-bulb temperature is the ordinary temperature of atmospheric air. 

Dual cycle is the ideal cycle which models the combustion process in both gasoline and 
diesel engines as a combination of two heat-transfer processes, one at constant 

volume and the other at constant pressure. 

Dynamic temperature is the kinetic energy per unit mass divided by the constant 
pressure specific heat and corresponds to the temperature rise during the stagnation 


process. 


Efficiency is defined as the ratio of desired result for an event to the input required to 
accomplish the event. Efficiency is one of the most frequently used terms in 
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thermodynamics, and it indicates how well an energy conversion or transfer process is 
accomplished. 


Efficiency of a cooking appliance is defined as the ratio of the useful energy transferred 
to the food to the energy consumed by the appliance. 


Efficiency of a water heater is defined as the ratio of the energy delivered to the house 
by hot water to the energy supplied to the water heater. 


Efficiency of resistance heaters is 100 percent as they convert all the electrical energy 
they consume into heat. 


Electrical polarization work is the product of the generalized force taken as the electric 
field strength and the generalized displacement taken as the polarization of the medium 
(the sum of the electric dipole rotation moments of the molecules). 


Electrical power is the rate of electrical work done as electrons in a wire move under the 
effect of electromotive forces, doing work. It is the product of the potential difference 
measured in volts and the current flow measured in amperes. 


Electrical work is work done on a system as electrons in a wire move under the effect of 
electromotive forces while crossing the system boundary. 


Emissivity is a surface property that is a measure of how closely a surface approximates 
a blackbody for which the emissivity equal to one. 


Energy Balance is the net change (increase or decrease) in the total energy of the system 
during a process is equal to the difference between the total energy entering and the total 
energy leaving the system during that process. 


Energy efficiency rating EER is the performance of refrigerators and air conditioners, 
and is the amount of heat removed from the cooled space in Btu’s for 1 Wh (watt-hour) 
of electricity consumed. 


Energy transport by mass is the product of the mass of the flowing fluid and its total 
energy. The rate of energy transport by mass is the product of the mass flow rate and the 
total energy of the flow. 


English system, which is also known as the United States Customary System (USCS), 
has the respective units the pound-mass (Ibm), foot (ft), and second (s). The pound 
symbol /b is actually the abbreviation of libra, which was the ancient Roman unit of 
weight. 
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Enthalpy H (from the Greek word enthalpien, which means to heat) is a property and is 
defined as the sum of the internal energy U and the PV product. 
Enthalpy change of an ideal gas is given as Ah = Í G (T)dT =C, „a (T, -T,). 


Enthalpy departure is the difference between the enthalpy of a real gas and the enthalpy 
of the gas at an ideal gas state and it represents the variation of the enthalpy of a gas with 
pressure at a fixed temperature. 


P, av 


Enthalpy departure factor is the nondimensionalized form of the enthalpy departure. 


Enthalpy of a chemical component at a specified state is the sum of the enthalpy of formation of 
the component at 25°C, 1 atm, and the sensible enthalpy of the component relative to 25°C, 1 atm, 
which is the difference between the sensible enthalpy at the specified state ad the sensible 
enthalpy at the standard reference state of 25°C and 1 atm. This definition enables us to use 
enthalpy values from tables regardless of the reference state used in their construction. 


Enthalpy of combustion hc is the enthalpy of reaction during a steady-flow combustion 
process when 1 kmol (or 1 kg) of fuel is burned completely at a specified temperature and 
pressure and represents the amount of heat released. 


Enthalpy of formation is the enthalpy of a substance at a specified state due to its 
chemical composition. The enthalpy of formation of all stable elements (such as O», No, 
Hp, and C) has a value of zero at the standard reference state of 25°C and 1 atm. 


Enthalpy of reaction hg is defined as the difference between the enthalpy of the products 
at a specified state and the enthalpy of the reactants at the same state for a complete 
reaction. 


Enthalpy of vaporization (or latent heat of vaporization) is the quantity hy, listed in the 
saturation tables. 


Entropy (from a classical thermodynamics point of view) is a property designated S and 
is defined as dS =(6Q/T)int rev: 


Entropy (from a statistical thermodynamics point of view) can be viewed as a measure 
of molecular disorder, or molecular randomness. The entropy of a system is related to the 
total number of possible microscopic states of that system, called thermodynamic 
probability p, by the Boltzmann relation, expressed as S = k In p where k is the 
Boltzmann constant. 


Entropy balance for any system (including reacting systems) undergoing any process 


can be expressed as net entropy transfer entropy by heat and mass plus entropy 
generation equals the change in entropy. 
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Entropy balance relation for a control volume states that the rate of entropy change 
within the control volume during a process is equal to the sum of the rate of entropy 
transfer through the control volume boundary by heat transfer, the net rate of entropy 
transfer into the control volume by mass flow, and the rate of entropy generation within 
the boundaries of the control volume as a result of irreversibilities. 


Entropy balance relation in general is stated as the entropy change of a system during a 
process is equal to the net entropy transfer through the system boundary and the entropy 
generated within the system as a result of irreversibilities. 


Entropy change of a closed system is due to the entropy transfer accompanying heat 
transfer and the entropy generation within the system boundaries and is greater than or 
equal to the integral over the process of 5Q/T. 


Entropy departure is the difference between the entropy of a real gas at a given P and T 
and the entropy of the gas at an ideal gas state at the same P and T . 


Entropy departure factor is the nondimensionalized form of the entropy departure. 


Entropy generation Sgen is entropy generated or created during an irreversible process, is 
due entirely to the presence of irreversibilities, and is a measure of the magnitudes of the 
irreversibilities present during that process. Entropy generation is always a positive 
quantity or zero. Its value depends on the process, and thus it is not a property. 


Entropy transfer is the transfer of entropy across a boundary by heat or mass. 


Environment refers to the region beyond the immediate surroundings whose properties 
are not affected by the process at any point. 


Equation of state is any equation that relates the pressure, temperature, and specific 
volume of a substance. Property relations that involve other properties of a substance at 
equilibrium states are also referred to as equations of state. 


Equilibrium implies a state of balance. In an equilibrium state there are no unbalanced 
potentials (or driving forces) within the system. A system in equilibrium experiences no 
changes when it is isolated from its surroundings. 


Equilibrium constant for an equilibrium reaction is the ratio of the product of the 
product component’s partial pressure raised to their stoichiometric coefficients and the 
product of the reactant component’s partial pressure raised to their stoichiometric 
coefficients. The equilibrium constant of an ideal-gas mixture at a specified temperature 
can be determined from knowledge of the standard-state Gibbs function change at the 
same temperature. The number of equilibrium constant relations needed to determine the 
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equilibrium composition of a reacting mixture is equal to the number of chemical species 
minus the number of elements present in equilibrium. 


Equivalence ratio is the ratio of the actual fuel—air ratio to the stoichiometric fuel—air 
ratio. 


Ericsson cycle is made up of four totally reversible processes: 
1-2 T = constant expansion (heat addition from the external source), 
2-3 P = constant regeneration (internal heat transfer from the working fluid to the 
regenerator), 
3-4 T = constant compression (heat rejection to the external sink), 
4-1 P = constant regeneration (internal heat transfer from the regenerator back to the 
working fluid). 


Evaporation is the phase change from liquid to vapor and occurs at the liquid—vapor 
interface when the vapor pressure is less than the saturation pressure of the liquid at a 
given temperature. 


Evaporative coolers, also known as swamp coolers, use evaporative cooling based on 
the principle that as water evaporates, the latent heat of vaporization is absorbed from the 
water body and the surrounding air. As a result, both the water and the air are cooled 
during the process. Evaporative coolers are commonly used in dry climates and provide 
effective cooling. 


Evaporator is a heat exchanger in which the working fluid evaporates as it receives heat 
from the surroundings. 


Exact differentials are the differential changes for point functions (i.e., they depend on 
the state only, and not on how a system reaches that state), and they are designated by the 
symbol d. Properties are an example of point functions that have exact differentials. 


Excess air is the amount of air in excess of the stoichiometric amount. 


Exergy (availability or available energy) is property used to determine the useful work 
potential of a given amount of energy at some specified state. It is important to realize 
that exergy does not represent the amount of work that a work-producing device will 
actually deliver upon installation. Rather, it represents the upper limit on the amount of 
work a device can deliver without violating any thermodynamic laws. 


Exergy balance can be stated as the exergy change of a system during a process is equal 
to the difference between the net exergy transfer through the system boundary and the 
exergy destroyed within the system boundaries as a result of irreversibilities (or entropy 
generation). 
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Exergy balance for a control volume is stated as the rate of exergy change within the 
control volume during a process is equal to the rate of net exergy transfer through the 
control volume boundary by heat, work, and mass flow minus the rate of exergy 
destruction within the boundaries of the control volume as a result of irreversibilities. 


Exergy destroyed is proportional to the entropy generated and is expressed as X¢estroyed = 
To Sgen 2 0. Irreversibilities such as friction, mixing, chemical reactions, heat transfer 
through a finite temperature difference, unrestrained expansion, non-quasi-equilibrium 
compression, or expansion always generate entropy, and anything that generates entropy 
always destroys exergy. 


Exergy of the kinetic energy (work potential) of a system is equal to the kinetic energy 
itself regardless of the temperature and pressure of the environment. 


Exergy of the potential energy (work potential) of a system is equal to the potential 
energy itself regardless of the temperature and pressure of the environment. 


Exergy transfer by heat Xhea is the exergy as the result of heat transfer Q at a location at 
absolute temperature T in the amount of Xheat = (1-To/T)Q. 


Exergy transfer by mass results from mass in the amount of m entering or leaving a 
1 


system and carries exergy in the amount of my, where y= (h - ho) - To(s - So) + V? /2 + 
gz, accompanies it. Therefore, the exergy of a system increases by m y when mass in the 
amount of m enters, and decreases by the same amount when the same amount of mass at 
the same state leaves the system. 


Exergy transfer by work is the useful work potential expressed as Xwork = W — Weur for 
closed systems experiencing boundary work where Weur = Po(v2 — v1) and Po is 
atmospheric pressure, and V; and V; are the initial and final volumes of the system, and 
Xwork = W for other forms of work. 


Exhaust valve is the exit through which the combustion products are expelled from the 
cylinder. 


Exothermic reaction is a reaction during which chemical energy is released in the form 
of heat. 


Expanding flow are those flows where supersonic flow is turned in the opposite 
direction; however, the flow does not turn suddenly, as through a shock, but gradually— 


each successive Mach wave turns the flow by an infinitesimal amount. 


Expansion fan is a continuous expanding region of supersonic flow composed of an 
infinite number of Mach waves called Prandtl-Meyer expansion waves. 
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Extensive properties are those whose values depend on the size—or extent—of the 
system. Mass m, volume V, and total energy E are some examples of extensive properties. 
Extensive properties of a nonreacting ideal-or real-gas mixture are obtained by just 
adding the contributions of each component of the mixture. 


External combustion engines are engines in which the fuel is burned outside the system 
boundary. 


Externally reversible process has no irreversibilities to occur outside the system 
boundaries during the process. Heat transfer between a reservoir and a system is an 
externally reversible process if the surface of contact between the system and the 
reservoir is at the temperature of the reservoir. 


Fahrenheit scale (named after the German instrument maker 
G. Fahrenheit, 1686—1736) is the temperature scale in the English system. On the 
Fahrenheit scale, the ice and steam points are assigned 32 and 212 °F. 


Fan is a device that increases the pressure of a gas slightly (typical pressure ratios are 
less than 3) and is mainly used to mobilize a gas. 


Fan-jet engine (see turbofan engine) 


Fanno line is the locus of all states for frictionless adiabatic flow in a constant-area duct 
plotted on an h-s diagram. These states have the same value of stagnation enthalpy and 
mass flux (mass flow per unit area). 


Feedwater heater is the device where the feedwater is heated by regeneration. This 
technique is used to raise the temperature of the liquid leaving the pump (called the 
feedwater) before it enters the boiler. A practical regeneration process in steam power 
plants is accomplished by extracting, or “bleeding,” steam from the turbine at various 
points. This steam, which could have produced more work by expanding further in the 
turbine, is used to heat the feedwater instead. 


First law (see first law of thermodynamics) 


First law of thermodynamics is simply a statement of the conservation of energy 
principle, and it asserts that total energy is a thermodynamic property. Joule’s 
experiments indicate the following: For all adiabatic processes between two specified 
states of a closed system, the net work done is the same regardless of the nature of the 
closed system and the details of the process. It may be expressed as follows: Energy can 
be neither created nor destroyed; it can only change forms. The net change (increase or 
decrease) in the total energy of the system during a process is equal to the difference 
between the total energy entering and the total energy leaving the system during that 
process. The energy balance can be written explicitly as 
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Ein = Fout =(Qin -Qout ) at (Win -Wout ) + (Emass, in7 E mass, out ) T AEsystem 


First law of thermodynamics for a closed system using the classical thermodynamics 
sign convention is 

Qnet, in7 Wnet, out — AEsystem or Q = W =AE 
where Q = Qhet, in = Qin - Qout is the net heat input and W = Wet, out = Wout - Win is the net 
work output. Obtaining a negative quantity for Q or W simply means that the assumed 
direction for that quantity is wrong and should be reversed. 


Flow energy (see flow work). 


Flow exergy results from mass entering or leaving a system and carries exergy per unit 
mass in the amount w= (h - ho) - To(s - So) + v2 + gz with it. Therefore, the exergy of 
a system increases by y when mass enters, and decreases by the same amount when mass 
at the same state leaves the system. 


Flow work (flow energy) is work required to push mass into or out of control volumes. 
On a unit mass basis this energy is equivalent to the product of the pressure and specific 
volume of the mass Pv. 


Forced convection (convected energy) is convection heat transfer when the fluid is 
forced to flow in a tube or over a surface by external means such as a fan, pump, or the 
wind. 


Forced-draft cooling tower, or induced-draft cooling tower, is a wet cooling tower in 
which the air is drawn through the tower by fans. 


Formal sign convention (classical thermodynamics sign convention) for heat and work 
interactions is as follows: heat transfer to a system and work done by a system are 
positive; heat transfer from a system and work done on a system are negative. 


Four-stroke internal combustion engines are engines in which the piston executes four 
complete strokes (two mechanical cycles) within the cylinder, and the crankshaft 
completes two revolutions for each thermodynamic cycle. 


Fourier’s law of heat conduction states that rate of heat conduction in a direction is 
proportional to the temperature gradient in that direction. 


Free convection (natural convection) is convection heat transfer when the fluid motion is 


caused by buoyancy forces induced by density differences due to the variation of 
temperature in the fluid. 
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Friction is a familiar form of irreversibility associated with bodies in motion which 
results from the force that opposes the motion developed at the interface of the two 
bodies in contact when the two bodies are forced to move relative to each other. 


Frosting, which occurs in humid climates when the temperature falls below 2 to 5°C, is 
the major problem with air-source systems. The frost accumulation on the evaporator 
coils is highly undesirable since it seriously disrupts heat transfer. The coils can be 
defrosted, however, by reversing the heat pump cycle (running it as an air conditioner). 
This results in a reduction in the efficiency of the system. 


Fuel is any material that can be burned to release energy. 
Fuel-air ratio is the reciprocal of air-fuel ratio. 


Fuel cells operate on the principle of electrolytic cells in which the chemical energy of 
the fuel is directly converted to electric energy, and electrons are exchanged through 
conductor wires connected to a load. Fuel cells are not heat engines, and thus their 
efficiencies are not limited by the Carnot efficiency. They convert chemical energy to 
electric energy essentially in an isothermal manner. 


Fundamental dimensions (see primary dimensions) 


Gage pressure is the difference between the absolute pressure and the local atmospheric 
pressure. 


Gas constant R is different for each gas and is determined from R = R,/M. 


Gas phase of a substance has molecules that are far apart from each other, and a 
molecular order is nonexistent. Gas molecules move about at random, continually 
colliding with each other and the walls of the container they are in. 


Gas power cycles are cycles where the working fluid remains a gas throughout the entire 
cycle. Spark-ignition automobile engines, diesel engines, and conventional gas turbines 
are familiar examples of devices that operate on gas cycles. 


Gas refrigeration cycle is based on the reversed Brayton cycle where the compressor 
exit gases are cooled and then expanded in a turbine to further reduce the temperature of 
the working fluid. The lower-temperature fluid is used to produce the refrigeration 
effect. 


Generalized compressibility chart shows that by curve-fitting all the data, gases seem 
to obey the principle of corresponding states reasonably well. 
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Generalized enthalpy departure chart is a plot of the enthalpy departure factor as a 
function of reduced pressure and reduced temperature. It is used to determine the 
deviation of the enthalpy of a gas at a given P and T from the enthalpy of an ideal gas at 
the same T. 


Generalized entropy departure chart is a plot of the entropy departure factor as a 
function of reduced pressure and reduced temperature. It is used to determine the 
deviation of the entropy of a gas at a given P and T from the entropy of an ideal gas at the 
same P and T. 


Generator efficiency is defined as the ratio of the electrical power output to the 
mechanical power input to a generator. 


Geothermal heat pumps (also called ground-source heat pumps) use the ground as the 
heat source. 


Gibbs—Dalton law, an extension of Dalton’s law of additive pressures, states that under 
the ideal-gas approximation, the properties of a gas in a mixture are not influenced by the 
presence of other gases, and each gas component in the mixture behaves as if it exists 
alone at the mixture temperature and mixture volume. 


Gibbs function is defined as the enthalpy minus the product of the temperature and 
entropy (G =H - TS). 


Gibbs phase rule provides the number of independent variables associated with a 
multicomponent, multiphase system. 


Gravimetric analysis is one way to describe the composition of a mixture that is 
accomplished by specifying the mass of each component. 


Gravitational acceleration g is 9.807 m/s’ at sea level and varies by less than 1 percent 
up to 30,000 m. Therefore, g can be assumed to be constant at 9.81 m/s”. 


Greenhouse effect is the heating effect causing the increase in temperature of the earth’s 
atmosphere as the result of solar radiation entering the earth’s atmosphere during the day, 
but heat radiated by the earth at night is blocked by gases such as carbon dioxide and 
trace amounts of methane, nitrogen oxides and other gases. 


Gobal climate change (see global warming). 


Global warming (global climate change) is the undesirable consequence of the 
greenhouse effect. 


Heat (see heat transfer). 
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Heat-driven systems are refrigeration systems whose energy input is based on heat 
transfer from an external source. Absorption refrigeration systems are often classified as 
heat-driven systems. 


Heat engines are devices designed for the purpose of converting other forms of energy 
(usually in the form of heat) to work. Heat engines differ considerably from one another, 
but all can be characterized by the following: 
1. They receive heat from a high-temperature source (solar energy, oil furnace, 
nuclear reactor, etc.). 
2. They convert part of this heat to work (usually in the form of a rotating shaft). 
3. They reject the remaining waste heat to a low-temperature sink (the atmosphere, 
rivers, etc.). 
4. They operate on a cycle. 


Heat exchangers are devices where two moving fluid streams exchange heat without 
mixing. Heat exchangers are widely used in various industries, and they come in various 
designs. The simplest form of a heat exchanger is a double-tube (also called tube-and- 
shell) heat exchanger composed of two concentric pipes of different diameters. One fluid 
flows in the inner pipe, and the other in the annular space between the two pipes. Heat is 
transferred from the hot fluid to the cold one through the wall separating them. 
Sometimes the inner tube makes a couple of turns inside the shell to increase the heat 
transfer area, and thus the rate of heat transfer. 


Heat pump is a cyclic device which operates on the refrigeration cycle and discharges 
energy to a heated space to maintain the heated space at a high temperature. It is a cyclic 
device which causes the transfer of heat from a low-temperature region to a high- 
temperature region. 


Heat pump coefficient of performance is the efficiency of a heat pump, denoted by 
COPyp, and expressed as desired output divided by required input or COPyp = Qu/Wnet, 


ins 

Heat rate is the expression of the conversion efficiency of power plants in the United 
States and is the amount of heat supplied, in Btu’s, to generate 1 kWh of electricity. The 
smaller the heat rate, the greater the efficiency. 


Heat reservoir is a thermal energy reservoir since it can supply or absorb energy in the 
form of heat. 


Heat sink is a heat reservoir that absorbs energy in the form of heat. 


Heat source is a heat reservoir that supplies energy in the form of heat. 
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Heat transfer (heat) is defined as the form of energy that is transferred between two 
systems (or a system and its surroundings) by virtue of a temperature difference. It is the 
area under the process curve on a T-S diagram during an internally reversible process; 
however, this area has no meaning for irreversible processes. 


Heating value of a fuel is defined as the amount of heat released when a fuel is burned 
completely in a steady-flow process and the products are returned to the state of the 
reactants. In other words, the heating value of a fuel is equal to the absolute value of the 
enthalpy of combustion of the fuel. 


Helmholtz function a is defined as a = u — Ts. 


Henry’s constant is the product of the total pressure of the gas mixture and the mole 
fraction of a specie in the liquid phase. 


Henry’s law states that the mole fraction of a weakly soluble gas in the liquid is equal to 
the partial pressure of the gas outside the liquid divided by Henry’s constant. 


Higher Heating value HHV of fuel is the amount of heat released when a specified 
amount of fuel (usually a unit of mass) at room temperature is completely burned and the 
combustion products are cooled to the room temperature when the water formed during 
the combustion process is completely condensed and leaves as a liquid. 

Humidity ratio (see absolute humidity) 

Humidifying is the process of adding moisture to atmospheric air. 

Hydrocarbon fuels are the most familiar fuels and consist primarily of hydrogen and 
carbon. They are denoted by the general formula C,H». Hydrocarbon fuels exist in all 
phases, some examples being coal, gasoline, and natural gas. 

Hypersonic flow occurs when a flow has a Mach number M >> 1. 

Ideal cycle is an actual cycle stripped of all the internal irreversibilities and complexities. 
The ideal cycle resembles the actual cycle closely but is made up totally of internally 
reversible processes. 


Ideal gas is a gas that obeys the ideal-gas equation of state. 


Ideal-gas equation of state (or ideal-gas relation) predicts the P-v-T behavior of a gas 
quite accurately within some properly selected region where Pv = RT. 


Ideal gas specific heat relation is Cp = Cy + R. 


24 


Glossary 


to accompany 
Thermodynamics: An Engineering Approach, 5" edition 
by Yunus A. Çengel and Michael A. Boles 


Ideal gas temperature scale is a temperature scale that turns out to be identical to the 
Kelvin scale. The temperatures on this scale are measured using a constant-volume gas 
thermometer, which is basically a rigid vessel filled with a gas, usually hydrogen or 
helium, at low pressure. The temperature of a gas is proportional to its pressure at 
constant volume. 


Ideal mixture or ideal solution is a mixture where the effect of dissimilar molecules in a 
mixture on each other is negligible and the chemical potential of a component in such a 
mixture is simply taken to be the Gibbs function of the pure component. 


Ideal vapor-compression refrigeration cycle completely vaporizes the refrigerant 
before it is compressed and expands the refrigerant with a throttling device, such as an 
expansion valve or capillary tube. The vapor-compression refrigeration cycle is the most 
widely used cycle for refrigerators, air-conditioning systems, and heat pumps. It consists 
of four processes: 

1-2 Isentropic compression in a compressor, 

2-3 Constant-pressure heat rejection in a condenser, 

3-4 Throttling in an expansion device, 

4-1 Constant-pressure heat absorption in an evaporator. 


Ignition temperature is the minimum temperature to which a fuel must be brought to 
start the combustion. 


Immediate surroundings refer to the portion of the surroundings that is affected by the 
process. 


Incomplete combustion is a combustion process in which the combustion products 
contain any unburned fuel or components such as C, Hj, CO, or OH. 


Incompressible substances, such as liquids and solids, have densities (or specific 
volumes) that have negligible variation with pressure. 


Increase of entropy principle (see second law of thermodynamics) 


Independent properties exist when one property can be varied while another property is 
held constant. 


Inert gas is a gaseous component in a chemical reaction that does not react chemically 
with the other components. The presence of inert gases affects the equilibrium 


composition (although it does not affect the equilibrium constant). 


Inexact differentials are the differential amount of change for path functions and are 
designated by the symbol 5. Therefore, since heat and work are path functions, a 
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differential amount of heat or work is represented by Q or dW, respectively, instead of 
dQ or dW. 


Intake valve is an inlet through which the air or air—fuel mixture is drawn into the 
cylinder. 


Intensive properties are those that are independent of the size of a system, such as 
temperature, pressure, and density. Intensive properties of a nonreacting ideal-or real-gas 
mixture are obtained by dividing the extensive properties by the mass or the mole number 
of the mixture in the gas mixture. The internal energy, enthalpy, and entropy of a gas 
mixture per unit mass or per unit mole of the mixture can be determined by summing the 
products of the mass fractions and the specific property or summing the products of the 
mole fractions and the molar specific property. That is, the intensive properties of a gas 
mixture are determined by either a mass weighted or a mole weighted average of the 
properties. 


Intercooling is a technique used to reduce the compression work for the gas turbine 
cycle. The compression process is completed in stages while cooling the working fluid 
between stages. Since the steady-flow compression work is proportional to the specific 
volume of the flow, the specific volume of the working fluid should be as low as possible 
during a compression process. 


Internal combustion engines are engines where the energy is provided by burning a fuel 
within the system boundaries. 


Internal energy U of a system is the sum of all the microscopic forms of energy. 


Internal energy change of an ideal gas is given as Au = Í C,(T)dT =C, „(T, -T,)- 


v, av 
Internally reversible process has no irreversibilities that occur within the boundaries of 
the system during the process. During an internally reversible process, a system proceeds 
through a series of equilibrium states, and when the process is reversed, the system passes 
through exactly the same equilibrium states while returning to its initial state. 


Inversion line is the line that passes through the points of zero slope of constant-enthalpy 
lines or zero Joule-Thomson coefficient on the T-P diagram. The slopes of the h = 
constant lines are negative (sr < 0) at states to the right of the inversion line and positive 
(¿or > 0) to the left of the inversion line. 


Inversion temperature is the temperature at a point where a constant-enthalpy line 
intersects the inversion line. 


Irreversible processes are processes which, once having taken place in a system, cannot 
spontaneously reverse themselves and restore the system to its initial state. 
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Irreversibilities are the factors that cause a process to be irreversible. They include 
friction, unrestrained expansion, mixing of two gases, heat transfer across a finite 
temperature difference, electric resistance, inelastic deformation of solids, and chemical 
reactions. 


Irreversibility J is any difference between the reversible work Wev and the useful work 
W, due to the irreversibilities present during the process. Irreversibility can be viewed as 
the wasted work potential or the lost opportunity to do work. 


Isentropic efficiency of a compressor is defined as the ratio of the work input required 
to raise the pressure of a gas to a specified value in an isentropic manner to the actual 
work input. 

Isentropic efficiency of a nozzle is defined as the ratio of the actual kinetic energy of the 
fluid at the nozzle exit to the kinetic energy value at the exit of an isentropic nozzle for 
the same inlet state and exit pressure. 

Isentropic efficiency of a turbine is defined as the ratio of the actual work output of the 
turbine to the work output that would be achieved if the process between the inlet state 


and the exit pressure were isentropic. 


Isentropic process is an internally reversible and adiabatic process. In such a process 
the entropy remains constant. 


Isentropic stagnation state is the stagnation state when the stagnation process is 
reversible as well as adiabatic (i.e., isentropic). The entropy of a fluid remains constant 


during an isentropic stagnation process. 


Iso- prefix is often used to designate a process for which a particular property remains 
constant. 


Isobaric process is a process during which the pressure P remains constant. 


Isochoric process (isometric process) is a process during which the specific volume v 
remains constant. 


Isolated system is a closed system in which energy is not allowed to cross the boundary. 
Isometric process (see isochoric process). 


Isothermal compressibility relates how volume changes when pressure changes as 
temperature is held constant. 
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Isothermal efficiency of a compressor is defined as the ratio of the work input to a 
compressor for the reversible isothermal case and the work input to a compressor for the 
actual case. 


Isothermal process is a process in which the temperature is maintained constant. 


Jet-propulsion cycle is the cycle used in aircraft gas turbines. The ideal jet-propulsion 
cycle differs from the simple ideal Brayton cycle in that the gases are not expanded to the 
ambient pressure in the turbine. Instead, they are expanded to a pressure such that the 
power produced by the turbine is just sufficient to drive the compressor and the auxiliary 
equipment. The gases that exit the turbine at a relatively high pressure are subsequently 
accelerated in a nozzle to provide the thrust to propel the aircraft. 


Joule (J) is a unit of energy and has the unit “newton-meter (N-m).” 


Joule-Thomson coefficient xyr is a measure of the change in temperature with pressure 
during a constant-enthalpy process. 


Kay’s rule, proposed by W. B. Kay in 1936, predicts the P-v-T behavior of a gas mixture 
by determining the compressibility factor for a gas mixture at the reduced pressure and 
reduced temperature defined in terms of the pseudocritical pressure (the sum of the 
products of the mole fraction and critical pressure of each component) and pseudocritical 
temperature (the sum of the products of the mole fraction and critical temperature of each 
component). 


kelvin is the temperature unit of the Kelvin scale in the SI. 


Kelvin-Planck statement of the second law of thermodynamics is expressed as 
follows: It is impossible for any device that operates on a cycle to receive heat from a 
single reservoir and produce a net amount of work. This statement can also be expressed 
as no heat engine can have a thermal efficiency of 100 percent, or as for a power plant to 
operate, the working fluid must exchange heat with the environment as well as the 
furnace. 


Kelvin scale is the thermodynamic temperature scale in the SI and is named after Lord 
Kelvin (1824—1907). The temperature unit on this scale is the kelvin, which is designated 
by K (not °K; the degree symbol was officially dropped from kelvin in 1967). The lowest 
temperature on the Kelvin scale is 0 K. 


Kilojoule (1 kJ) is 1000 joules. 


Kilopascal (kPa) is the unit of pressure equal to 1000 pascal or 1000 N/m’. 
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Kinetic energy KE is energy that a system possesses as a result of its motion relative to 
some reference frame. When all parts of a system move with the same velocity, the 
kinetic energy is expressed as KE = m V7/2. 


Kinetic theory treats molecules as tiny balls that are in motion and thus possess kinetic 
energy. Heat is then defined as the energy associated with the random motion of atoms 
and molecules. 


Kirchhoff’s law is defined for radiation that the emissivity and the absorptivity of a 
surface are equal at the same temperature and wavelength. 


Knock, or engine knock, is the audible noise occurring in the engine because of 
autoignition, the premature ignition of the fuel. 


Latent energy is the internal energy associated with the phase of a system. 
Latent heat is the amount of energy absorbed or released during a phase-change process. 


Latent heat of fusion is the amount of energy absorbed during melting and is equivalent 
to the amount of energy released during freezing. 


Latent heat of vaporization is the amount of energy absorbed during vaporization and is 
equivalent to the energy released during condensation. 


Laval nozzles (see converging—diverging nozzles) 


Lighting efficacy is defined as the ratio of the amount of light output by lighting devices 
in lumens of light output to the electrical energy input in W. 


Liquefied petroleum gas LPG is a byproduct of natural gas processing or crude oil 
refining. It consists mainly of propane (over 90 percent), and thus LPG is usually referred 
to as propane. However, it also contains varying amounts of butane, propylene, and 
butylenes. 


Liquid phase has a molecular spacing not much different from that of the solid phase, 
except the molecules are no longer at fixed positions relative to each other. In a liquid, 
chunks of molecules float about each other; however, the molecules maintain an orderly 
structure within each chunk and retain their original positions with respect to one another. 
The distances between molecules generally experience a slight increase as a solid turns 
liquid, with water being a rare exception. 


Liquid—vapor saturation curve is a plot of saturation temperature Tsat versus saturation 
pressure Psat. 
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Lower heating value LHV of fuel is the amount of heat released when a specified 
amount of fuel (usually a unit of mass) at room temperature is completely burned, and the 
combustion products are cooled to the room temperature when the water formed during 
the combustion process leaves as a vapor. 


Mach angle is the shock angle for Mach waves and is a unique function of the Mach 
number. 


Mach number, named after the Austrian physicist Ernst Mach (1838-1916), is the ratio 
of the actual velocity of the fluid (or an object in still air) to the speed of sound in the 
same fluid at the same state. 


Mach wave is the weakest possible oblique shock at a Mach number. 


Macroscopic forms of energy are those a system possesses as a whole with respect to 
some outside reference frame, such as kinetic and potential energies. 


Magnetic work is the product of the generalized force as the magnetic field strength 
and the generalized displacement as the total magnetic dipole moment. 


Manometer is a device based on the principle that an elevation change of Az of a fluid 
corresponds to a pressure change of AP/ pg, which suggests that a fluid column can be 
used to measure pressure differences. The manometer is commonly used to measure 
small and moderate pressure differences. 


Mass fraction is the ratio of the mass of one component in a mixture to the total mass of 
the mixture. 


Mass flow rate is the amount of mass flowing through a cross section per unit time. 
Mass of a system is equal to the product of its molar mass M and the mole number N. 


Maximum inversion temperature is the temperature at the intersection of the P= 0 line 
(ordinate) on the T-P diagram and the upper part of the inversion line. 


Maxwell relations are equations that relate the partial derivatives of properties P, v, T, 
and s of a simple compressible system to each other. 


Mayer relation, named in honor of the German physician and physicist J. R. Mayer 
(1814-1878, shows how the difference between the constant-pressure specific heat and 
constant-volume specific heat is related to the specific volume, temperature, isothermal 
compressibility, and volume expansivity. 
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Mean effective pressure MEP is a fictitious pressure that, if it acted on the piston during 
the entire power stroke, would produce the same amount of net work as that produced 
during the actual cycle. The mean effective pressure can be used as a parameter to 
compare the performances of reciprocating engines of equal size. The engine with a 
larger value of MEP will deliver more net work per cycle and thus will perform better. 


Mechanical efficiency of a device or process is the ratio of the mechanical energy output 
to the mechanical energy input. 


Mechanical energy is the form of energy that can be converted to mechanical work 
completely and directly by an ideal mechanical device such as an ideal turbine. 


Mechanical equilibrium is related to pressure, and a system is in mechanical 
equilibrium if there is no change in pressure at any point of the system with time. 


Mechanical work is work associated a force acting in the direction of motion that causes 
the movement of the boundary of a system or the movement of the entire system as a 
whole 


Mechanisms of entropy transfer Sin and Sow are heat transfer and mass flow. Entropy 
transfer is recognized at the system boundary as it crosses the boundary, and it represents 
the entropy gained or lost by a system during a process. The only form of entropy 
interaction associated with a fixed mass or closed system is heat transfer, and thus the 
entropy transfer for an adiabatic closed system is zero. 


Megapascal MPa is the unit of pressure equal to 10° pascal. 
Melting line separates the solid and liquid regions on the phase diagram. 


Metabolism is the thousands of chemical reactions that occur every second in the cells of 
a body during which some molecules are broken down and energy is released and some 
new molecules are formed. This high level of chemical activity in the cells maintains the 
human body at a temperature of 37°C while performing the necessary bodily tasks. 


Methane, CH, is the approximation to gaseous hydrocarbon fuel natural gas that is a 
mixture of methane and smaller amounts of other gases. 


Methyl alcohol, CH30H, is a common liquid hydrocarbon fuel that is also called 
methanol and is used in some gasoline blends. 


Metric SI (from Le Systéme International d’ Unités), which is also known as the 
International System, is based on six fundamental dimensions. Their units, adopted in 
1954 at the Tenth General Conference of Weights and Measures, are: meter (m) for 
length, kilogram (kg) for mass, second (s) for time, ampere (A) for electric current, 
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degree Kelvin (K) for temperature, candela (cd) for luminous intensity (amount of light), 
and mole (mol) for the amount of matter. 


Microscopic forms of energy are those related to the molecular structure of a system and 
the degree of the molecular activity, and they are independent of outside reference 
frames. 


Mixing chamber is the section of a control volume where the mixing process takes place 
for two or more streams of fluids. The mixing chamber does not have to be a distinct 
“chamber.’’ Mixing chambers are sometimes classified as direct-contact heat exchangers. 


Molar analysis is one way to describe the composition of a mixture that is accomplished 
by specifying the number of moles of each component. 


Molar mass M can simply be defined as the mass of one mole (also called a gram-mole, 
abbreviated gmol) of a substance in grams, or the mass of one kmol (also called a 
kilogram-mole, abbreviated kgmol) in kilograms. In English units, it is the mass of 1 
Ibmol in lbm. Notice that the molar mass of a substance has the same numerical value in 
both unit systems because of the way it is defined. 


Mole fraction is the ratio of the number of moles of one component in a mixture to the 
total moles of the mixture. Note that for an ideal-gas mixture, the mole fraction, the 
pressure fraction, and the volume fraction of a component are identical. 


Mollier diagram, after the German scientist R. Mollier (1863—1935), is the plot of 
property data on the h-s diagram. The Mollier diagram is useful when solving isentropic, 
steady flow process problems dealing with nozzles, turbines, and compressors. 


Motor efficiency is defined as the ratio of the mechanical energy output of a motor to the 
electrical energy input. 


Moving boundary work (see boundary work) 


Multistage compression refrigeration system is a cascade refrigeration system where 
the fluid used throughout the cascade refrigeration system is the same, and the heat 
exchanger between the stages is replaced by a device that has better heat-transfer 
characteristics, a mixing chamber (called a flash chamber). 


Multistage compression with intercooling requires the compression process in a 


compressor to be carried out in stages and to cool the gas in between each stage such that 
the work required to compress a gas between two specified pressures can be decreased. 
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Multistage expansion with reheating requires the expansion process in a turbine be 
carried out in stages and reheating the gas between the stages such that the work output of 
a turbine operating between two pressure levels can be increased. 


Natural convection (see free convection) 


Natural-draft cooling tower uses the naturally occurring density gradients between the 
inside air-water vapor mixture and the outside air which create an airflow from the 
bottom to the top of a wet cooling tower. 


Natural gas is produced from gas wells or oil wells rich in natural gas. It is composed 
mainly of methane, but it also contains small amounts of ethane, propane, hydrogen, 
helium, carbon dioxide, nitrogen, hydrogen sulfate, and water vapor. It is stored either in 
the gas phase at pressures of 150 to 250 atm as CNG (compressed natural gas) or in the 
liquid phase at 162°C as LNG (liquefied natural gas). 


Newton (N), in SI, is the force unit defined as the force required to accelerate a mass of 1 
kg at arate of 1 m/s’. 


Newton’s law of cooling defines the heat transfer by convection as the product of the 
convection heat transfer coefficient, heat transfer area, and the difference between the 
heat transfer surface temperature and the fluid bulk temperature away from the surface. 
Nonflow system exergy (see closed system exergy) 

Nonreacting gas mixture is a mixture of gases not undergoing a chemical reaction and 
can be treated as a pure substance since it is usually a homogeneous mixture of different 
gases. 


Normal components are components that are perpendicular to the quantity in question. 


Normal shock wave is a shock wave resulting in an abrupt change over a very thin 
section normal to the direction of flow. 


Nozzle is a device that increases the velocity of a fluid at the expense of decreasing 
pressure. 


Nuclear energy is the tremendous amount of energy associated with the strong bonds 
within the nucleus of the atom itself. 


Oblique shock is a complicated shock pattern consisting of inclined shock waves in 
which some portions of an oblique shock are curved, while other portions are straight. 


Octane, CgHjs, is a common liquid fuel that approximates gasoline. 
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Octane rating of a fuel is a measure of the engine knock resistance of a fuel. 


Open (or direct-contact) feedwater heater is basically a mixing chamber, where the 
steam extracted from the turbine mixes with the feedwater exiting the pump. Ideally, the 
mixture leaves the heater as a saturated liquid at the heater pressure. 


Open system is any arbitrary region in space through which mass and energy can pass 
across the boundary. 


Orsat gas analyzer is a commonly used device to analyze the composition of 
combustion gases. The amounts of carbon dioxide, carbon monoxide, and oxygen are 
measured on a percent by volume and are based on a dry analysis. 


Osmotic pressure is the pressure difference across a semipermeable membrane that 
separates fresh water from the saline water under equilibrium conditions. 


Osmotic rise is the vertical distance saline water would rise when separated from the 
fresh water by a membrane that is permeable to water molecules alone at equilibrium. 


Otto cycle is the ideal cycle for spark-ignition reciprocating engines. It is named after 
Nikolaus A. Otto, who built a successful four-stroke engine in 1876 in Germany using the 
cycle proposed by Frenchman Beau de Rochas in 1862. The ideal Otto cycle, which 
closely resembles the actual operating conditions, utilizes the air-standard assumptions. 
It consists of four internally reversible processes: 

1-2 Isentropic compression, 

2-3 Constant volume heat addition, 

3-4 Isentropic expansion, 

4-1 Constant volume heat rejection. 


Overall efficiency (combined efficiency) for a power plant is defined as the ratio of the 
net electrical power output to the rate of fuel energy input and is expressed as the product 
of the combustion efficiency, thermal efficiency and generator efficiency. 


Package icing is the practice of using ice in product packages to remove heat and keep 
the products cool during transit by taking advantage of the large latent heat of fusion of 
water commonly, but its use is limited to products that are not harmed by contact with ice 
and the moisture provided by the ice. 


Partial derivative is the change in a function that depends on two (or more) variables, 
such as z = z (x, y), when allowing one variable to change while holding the others 
constant and observing the change in the function as another variable is held constant. 
The variation of z(x, y) with x when y is held constant is called the partial derivative of z 
with respect to x. 
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Partial pressure of a component in a gas mixture is defined by Dalton’s law as the 
product of the mole fraction and the mixture pressure. The partial pressure is identical to 
the component pressure for ideal gas mixtures. 


Partial volume of a component in a gas mixture is the product of the mole fraction and 
the mixture volume. The partial volume is identical to the component volume for ideal 
gas mixtures. 


Pascal (Pa) is the unit of pressure defined as newtons per square meter (N/m? ). 


Pascal’s law allows us to “jump” from one fluid column to the next in manometers 
without worrying about pressure change as long as we don’t jump over a different fluid, 
and the fluid is at rest. 


Pascal’s principle, after Blaise Pascal (1623-1662), states that the consequence of the 
pressure in a fluid remaining constant in the horizontal direction is that the pressure 
applied to a confined fluid increases the pressure throughout by the same amount. 


Path functions are functions whose magnitudes depend on the path followed during a 
process as well as the end states. 


Path of a process is the series of states through which a system passes during 
a process. 


Peltier effect is the cooling effect that occurs when a small current passes through the 
junction of two dissimilar wires. This effect forms the basis for thermoelectric 
refrigeration and is named in honor of Jean Charles Athanase Peltier, who discovered this 
phenomenon in 1834. 


Percent deficiency of air is the deficiency of air expressed as a percent of stoichiometric 
air. For example, 90 percent theoretical air is equivalent to 10 percent deficiency of air. 


Percent excess air or percent theoretical air is the amount of excess air usually 
expressed in terms of the stoichiometric air. For example, 50 percent excess air is 


equivalent to 150 percent theoretical air. 


Perpetual-motion machine is any device that violates either the first or second law of 
thermodynamics. 


Perpetual-motion machine of the first kind PMM1 is a device that violates the first 
law of thermodynamics (by creating energy). 
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Perpetual-motion machine of the second kind PMM22 is a device that violates the 
second law of thermodynamics. 


Phase diagram is the P-T diagram of a pure substance and shows all three phases 
separated from each other by the sublimation line, vaporization line, and melting line. 


Phase equilibrium is the condition that the two phases of a pure substance are in 
equilibrium when each phase has the same value of specific Gibbs function. Also, at the 
triple point (the state at which all three phases coexist in equilibrium), the specific Gibbs 
function of each one of the three phases is equal. 


Phase equilibrium for liquid water that is open to the atmosphere can be expressed as 
follows: The vapor pressure of the water in the air must be equal to the saturation 
pressure of water at the water temperature. 


Piezoelectric effect is the emergence of an electric potential in a crystalline substance 
when subjected to mechanical pressure, and this phenomenon forms the basis for the 
widely used strain-gage pressure transducers. 


Piezoelectric transducers, also called solid-state pressure transducers, work on the 
principle that an electric potential is generated in a crystalline substance when it is 
subjected to mechanical pressure. This phenomenon, first discovered by brothers Pierre 
and Jacques Curie in 1880, is called the piezoelectric (or press-electric) effect. 
Piezoelectric pressure transducers have a much faster frequency response compared to 
the diaphragm units and are very suitable for high-pressure applications, but they are 
generally not as sensitive as the diaphragm-type transducers. 


Polytropic process is a process in which pressure and volume are often related by 
PV"= C, where n and C are constants, during expansion and compression processes of 


real gases. 


Potential energy PE is the energy that a system possesses as a result of its elevation in a 
gravitational field and is expressed as PE = mgz. 


Pound-force lbf, in the English system, is the force unit defined as the force required to 
accelerate a mass of 32.174 Ibm (1 slug) at a rate of 1 ft/s”. 


Power is the work done per unit time is called and has the unit kJ/s, or kW. 


Prandtl—Meyer expansion waves are the Mach waves that compose a continuous 
expanding region called an expansion fan. 
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Prandtl—Meyer function is the angle through which flow must expand, starting with the 
function value of zero at Ma = 1, in order to reach a supersonic Mach number, Ma > 1. 


Pressure is defined as the force exerted by a fluid per unit area. 


Pressure fraction of a gas component in a gas mixture is the ratio of the component 
pressure to the mixture pressure. Note that for an ideal-gas mixture, the mole fraction, the 
pressure fraction, and the volume fraction of a component are identical. 


Pressure ratio is the ratio of final to initial pressures during a compression process. 


Pressure transducers are made of semiconductor materials such as silicon and convert 
the pressure effect to an electrical effect such as a change in voltage, resistance, or 
capacitance. Pressure transducers are smaller and faster, and they are more sensitive, 
reliable, and precise than their mechanical counterparts. 


Primary or fundamental dimensions, such as mass m, length L, time t, and temperature 
T, are the basis for the derivation of secondary dimensions. 


Principle of corresponding states is the fact that compressibility factor Z for all gases is 
approximately the same at the same reduced pressure and temperature. 


Problem-solving technique is a step-by-step approach to problem solving discussed in 
Chapter 1. 


Process is any change that a system undergoes from one equilibrium state to another. To 
describe a process completely, one should specify the initial and final states of the 
process, as well as the path it follows, and the interactions with the surroundings. 


Process heat is required energy input in the form of heat for many industrial processes. 
The process heat is often obtained as heat transfer from high-pressure, high-temperature 
steam. Some industries that rely heavily on process heat are chemical, pulp and paper, oil 
production and refining, steel making, food processing, and textile industries. 


Products are the components that exist after the reaction in a combustion process. 
Property is any characteristic of a system. Some familiar properties are pressure P, 
temperature T, volume V, and mass m. The list can be extended to include less familiar 
ones such as viscosity, thermal conductivity, modulus of elasticity, thermal expansion 


coefficient, electric resistivity, and even velocity and elevation. 


Propjet engine is a turbojet engine in which the shaft work is used to drive the propeller. 
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Propulsive efficiency of an aircraft turbojet engine is the ratio of the power produced to 
propel the aircraft and the thermal energy of the fuel released during the combustion 
process. 


Propulsive power is the power developed from the thrust of the aircraft gas turbines and 
is the propulsive force (thrust) times the distance this force acts on the aircraft per unit 
time, that is, the thrust times the aircraft velocity. 


Pseudo-reduced specific volume vp is used with the generalized compressibility chart to 
determine the third property when P and v, or T and v, are given instead of P and T. 


Psychrometric chart presents the properties of atmospheric air at a specified pressure 
and two independent intensive properties. The psychrometric chart is a plot of absolute 
humidity versus dry-bulb temperature and shows lines of constant relative humidity, wet- 
bulb temperature, specific volume, and enthalpy for the atmospheric air. 


Pump is a steady flow device used to increase the pressure of a liquid while compressors 
increase the pressure of gases. 


Pump efficiency is defined as the ratio of the mechanical energy increase of the fluid as 
it flows through the pump to the mechanical energy input to the pump. 


Pure substance is a substance that has a fixed chemical composition throughout. 


P-v-T surface is a three-dimensional surface in space which represents the P-v-T 
behavior of a substance. All states along the path of a quasi-equilibrium process lie on 
the P-v-T surface since such a process must pass through equilibrium states. The single- 
phase regions appear as curved surfaces on the P-v-T surface, and the two-phase regions 
as surfaces perpendicular to the P-T plane. 


Quality x is the ratio of the mass of vapor to the total mass of a saturated mixture. The 
quality lies in the range 0 < x<1. 


Quality of energy is a measure of how much of the energy can be converted to work. 
More of energy at high temperatures can be converted to work. Therefore, the higher the 
temperature, the higher the quality of the energy. 


Quasi-equilibrium process (see quasi-static process). 


Quasi-static, or quasi-equilibrium, process is a process which proceeds in such a 
manner that the system remains infinitesimally close to an equilibrium state at all times. 
A quasi-equilibrium process can be viewed as a sufficiently slow process that allows the 
system to adjust itself internally so that properties in one part of the system do not change 
any faster than those at other parts. 
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Radiation is the transfer of energy due to the emission of electromagnetic waves (or 
photons). 


Ramjet engine is a properly shaped duct with no compressor or turbine, and is 
sometimes used for high-speed propulsion of missiles and aircraft. The pressure rise in 
the engine is provided by the ram effect of the incoming high-speed air being rammed 
against a barrier. Therefore, a ramjet engine needs to be brought to a sufficiently high 
speed by an external source before it can be fired. 


Rankine is the temperature unit for the Rankine scale in the English system. 


Rankine cycle is the ideal cycle for vapor power plants. The ideal Rankine cycle does 
not involve any internal irreversibilities and consists of the following four processes: 
1-2 Isentropic compression in a pump, 
2-3 Constant pressure heat addition in a boiler, 
3-4 Isentropic expansion in a turbine, 
4-1 Constant pressure heat rejection in a condenser. 


Rankine scale, named after William Rankine (1820-1872), is the thermodynamic 
temperature scale in the English system. The temperature unit on this scale is the rankine, 
which is designated by R. 


Raoult’s law applies to a gas-liquid mixture when a gas is highly soluble in a liquid 
(such as ammonia in water) and relates the mole fractions of the species of a two-phase 
mixture in the liquid and gas phases in an approximate manner. 

Rarefied gas flow theory applies to a substance in which the mean free path of its 
molecules is large compared to the characteristic length of the systems such that the 
impact of individual molecules should be considered, and the substance cannot be 
modeled as a continuum. 

Rate form is the form of a quantity expressed per unit time. 


Rate of heat transfer is the amount of heat transferred per unit time. 


Rayleigh flow is the steady one-dimensional flow of an ideal gas with constant specific 
heats through a constant—area duct with heat transfer, but with negligible friction. 


Rayleigh line is the locus of all states for frictionless flow in a constant-area duct with 
heat transfer plotted on an h-s diagram and results from combining the conservation of 


mass and momentum equations into a single equation. 


Reactants are the components that exist before the reaction in a combustion process. 


39 


Glossary 


to accompany 
Thermodynamics: An Engineering Approach, 5" edition 
by Yunus A. Çengel and Michael A. Boles 


Reciprocity relation shows that the inverse of a partial derivative is equal to its 


reciprocal. 
[S| z 1 
Oz}, (dz/ Ox), 


Reduced pressure Px is the ratio of the pressure to the critical pressure. 


Reduced temperature Tr is the ratio of the temperature to the critical temperature. 


Reference state is chosen to assign a value of zero for a convenient property or 
properties at that state. 


Refrigerant is the working fluid used in the refrigeration cycle. 


Refrigerator is a cyclic device which causes the transfer of heat from a low-temperature 
region to a high-temperature region. The objective of a refrigerator is to maintain the 
refrigerated space at a low temperature by removing heat from it. 


Refrigerator coefficient of performance is the efficiency of a refrigerator, denoted by 
COPr, and expressed as desired output divided by required input or COPR = Qr/Woret, in- 


Regeneration is the process of transferring energy with in a cycle from a working fluid 
in a high temperature in part of the cycle to a lower temperature part of the cycle to 
reduce the amount of external heat transfer required to drive the cycle. 


Regenerator (see feedwater heater) 


Regenerator effectiveness is the extent to which a regenerator approaches an ideal 
regenerator and is defined as the ratio of the heat transfer to the compressor exit gas to 
the maximum possible heat transfer to the compressor exit gas. 


Reheat Rankine cycle is a modification of the Rankine cycle in which the steam is 
expanded in the turbine in two stages and reheated in between. Reheating is a practical 
solution to the excessive moisture problem in the lower-pressure stages of turbines, and it 
is used frequently in modern steam power plants. 


Reheating is a technique used to increase the expansion work for the gas turbine cycle. 
The expansion process is completed in stages while reheating the working fluid between 
stages. Since the steady-flow compression work is proportional to the specific volume of 
the flow, the specific volume of the working fluid should be as large as possible during a 
expansion process. 


Relative density (see specific gravity) 
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Relative humidity is the ratio of the amount of moisture (water) in atmospheric air at a 
given temperature to the maximum amount the air can hold at the same temperature. The 
relative humidity can be expressed as the ratio of the vapor pressure to the saturation 
pressure of water at that temperature. 


Relative pressure P, is defined as the quantity exp(s°/R) and is a dimensionless quantity 
that is a function of temperature only since s° depends on temperature alone. Relative 
pressure is used to relate the ratio of final to initial pressure in isentropic processes of 
ideal gases where variable specific heats are required. 


Relative specific volume v, is defined as the quantity T/P, and is a function of 
temperature only. P, is the relative pressure. Relative specific volume is used to relate 
the ratio of final to initial volume in isentropic processes of ideal gases where variable 
specific heats are required. 


Reversed Carnot cycle is a reversible cycle in which all four processes that comprise the 
Carnot cycle are reversed during operation. Reversing the cycle will also reverse the 
directions of any heat and work interactions. The result is a cycle that operates in the 
counterclockwise direction. The reversed Carnot cycle is the Carnot refrigeration cycle. 


Reversible adiabatic compression is the process in which a working fluid is compressed 
(decreases in volume) reversibly and adiabatically. 


Reversible adiabatic expansion is the process in which a working fluid expands 
(increases in volume) reversibly and adiabatically. 


Reversible isothermal compression is the process in which the temperature is held 
constant while a working fluid is compressed (decreases in volume) reversibly. 


Reversible isothermal expansion is the process in which the temperature is held 
constant while a working fluid expands (increases in volume) reversibly. 


Reversible process is defined as a process that can be reversed without leaving any trace 
on the surroundings. Reversible processes are idealized processes, and they can be 
approached but never reached in reality. 


Reversible steady-flow work is defined as the negative of the integral of the specific 
volume-pressure product. The larger the specific volume the larger the reversible work 
produced or consumed by the steady-flow device. Therefore, every effort should be 
made to keep the specific volume of a fluid as small as possible during a compression 
process to minimize the work input and as large as possible during an expansion process 
to maximize the work output. 
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Reversible work Wey is defined as the maximum amount of useful work that can be 
produced (or the minimum work that needs to be supplied) as a system undergoes a 
process between the specified initial and final states. Reversible work is determined from 
the exergy balance relations by setting the exergy destroyed equal to zero. The work W in 
that case becomes the reversible work. 


Rocket is a device where a solid or liquid fuel and an oxidizer react in the combustion 
chamber. The high-pressure combustion gases are then expanded in a nozzle. The gases 


leave the rocket at very high velocities, producing the thrust to propel the rocket. 


Saturated air is air which can hold no more moisture at its state. Any moisture 
introduced into saturated air will condense. 


Saturated liquid is a liquid that is about to vaporize. 


Saturated liquid line is the saturated liquid states connected by a line that meets the 
saturated vapor line at the critical point, forming a dome. 


Saturated liquid—vapor mixture (wet region) is a mixture of the liquid and vapor 
phases that coexist in equilibrium. 


Saturated liquid—vapor mixture region is all the states that involve both the liquid and 
vapor phases in equilibrium and are located under the dome. 


Saturated vapor is a vapor that is about to condense. 


Saturated vapor line is the saturated vapor states connected by a line that meets the 
saturated liquid line at the critical point, forming a dome. 


Saturation pressure Psa is called the pressure at which a pure substance changes phase 
at a given temperature. 


Saturation temperature Tsa is the temperature at which a pure substance changes phase 
at a given pressure. 


Scramjet engine is essentially a ramjet in which air flows through at supersonic speeds 
(speeds above the speed of sound). 


Secondary dimensions, or derived dimensions, such as velocity, energy E, and volume 
V, are expressed in terms of the primary dimensions. 


Secondary units are expressed in terms of the primary units. 
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Second law distinction between heat transfer and work states that an energy 
interaction that is accompanied by entropy transfer is heat transfer, and an energy 
interaction that is not accompanied by entropy transfer is work. 


Second-law efficiency nny is the ratio of the actual thermal efficiency to the maximum 
possible (reversible) thermal efficiency under the same conditions. The second-law 
efficiency of various steady-flow devices can be determined from its general definition, 
nu = (exergy recovered)/(exergy supplied). The second law efficiency measures how 
well the performance of actual processes approximates the performance of the 
corresponding reversible processes. This enables us to compare the performance of 
different devices that are designed to do the same task on the basis of their efficiencies. 
The better the design, the lower the irreversibilities and the higher the second-law 
efficiency. 


Second law of thermodynamics (increase of entropy principle) is expressed as the 
entropy of an isolated system during a process always increases or, in the limiting case of 
a reversible process, remains constant. In other words, the entropy of an isolated system 
never decreases. It also asserts that energy has quality as well as quantity, and actual 
processes occur in the direction of decreasing quality of energy. 


Seebeck effect results when two wires made from different metals are joined at both ends 
(junctions), form a closed circuit, and one of the ends is heated. As a result of the applied 
heat a current flows continuously in the circuit. The Seebeck effect is named in honor of 
Thomas Seebeck, who made its discovery in 1821. 


Sensible energy is the portion of the internal energy of a system associated with the 
kinetic energies of the molecules. 


Shaft work is energy transmitted by a rotating shaft and is the related to the torque T 
applied to the shaft and the number of revolutions of the shaft per unit time. 


Shock angle (wave angle) is the angle at which straight oblique shocks are deflected 
relative to the oncoming flow as the flow comes upon a body. 


Shock wave is an abrupt change over a very thin section of flow in which the flow 
transitions from supersonic to subsonic flow. This abrupt change in the flow causes a 
sudden drop in velocity to subsonic levels and a sudden increase in pressure. Flow 
through the shock is highly irreversible; and, thus, it cannot be approximated as 
isentropic. 


Simple compressible system is a system in which there is the absence of electrical, 


magnetic, gravitational, motion, and surface tension effects. These effects are due to 
external force fields and are negligible for most engineering problems. 
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Simple cooling is the process of lowering the temperature of atmospheric air when no 
moisture is removed. 


Simple heating is the process of raising the temperature of atmospheric air when no 
moisture is added. 


Simultaneous reactions are chemical reactions that involve two or more reactions 
occurring at the same time. 


Sling psychrometer is a device with both a dry-bulb thermometer and a wet-bulb 
temperature mounted on the frame of the device so that when it is swung through the air 
both the wet-and dry-bulb temperatures can be read simultaneously. 


Solid phase has molecules arranged in a three-dimensional pattern (lattice) that is 
repeated throughout. Because of the small distances between molecules in a solid, the 
attractive forces of molecules on each other are large and keep the molecules at fixed 
positions. 


Solubility represents the maximum amount of solid that can be dissolved in a liquid at a 
specified temperature. 


Sonic flow occurs when a flow has a Mach number M =1. 
Sonic speed (see speed of sound) 


Spark-ignition (SI) engines are reciprocating engines in which the combustion of the 
air—fuel mixture is initiated by a spark plug. 


Specific gravity, or relative density, is defined as the ratio of the density of a substance 
to the density of some standard substance at a specified temperature (usually water at 
4°C, for which the density is 1000 kg/m”). 


Specific heat is defined as the energy required to raise the temperature of a unit mass of a 
substance by one degree. In general, this energy will depend on how the process is 
executed. 


Specific heat at constant pressure C, is the energy required to raise the temperature of 
the unit mass of a substance by one degree as the pressure is maintained constant. Cp is a 
measure of the variation of enthalpy of a substance with temperature. C, can be defined 
as the change in the enthalpy of a substance per unit change in temperature at constant 
pressure. 


Specific heat at constant volume G; is the energy required to raise the temperature of 
the unit mass of a substance by one degree as the volume is maintained constant. Cy is 
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related to the changes in internal energy. It would be more proper to define Cy as the 
change in the internal energy of a substance per unit change in temperature at constant 
volume. 


Specific heat ratio k is defined as the ratio C,/Cy. 
Specific heats for solids and liquids, or incompressible substances, are equal. 
Specific humidity (see absolute humidity) 


Specific properties are extensive properties per unit mass. Some examples of specific 
properties are specific volume (v=V/m) and specific total energy (e= E/m). 


Specific volume is the reciprocal of density and is defined as the volume per unit mass. 


Specific weight w is the weight of a unit volume of a substance and is determined from 
the product of the local acceleration of gravity and the substance density. 


Speed of sound (sonic speed) is the speed at which an infinitesimally small pressure 
wave travels through a medium. 


Spray pond is a pond where warm water is sprayed into the air and is cooled by the air 
as it falls into the pond. Spray ponds require 25 to 50 times the area of a cooling tower 
because water loss due to air drift is high. 


Spring work is the work done to change the length of a spring. 


Stable form of an element is the chemically stable form of that element at 25°C and 1 
atm. Nitrogen, for example, exists in diatomic form (N3 ) at 25°C and 1 atm. Therefore, 
the stable form of nitrogen at the standard reference state is diatomic nitrogen N3 , not 
monatomic nitrogen N. 


Stagnation enthalpy (total enthalpy) is the sum of the enthalpy and kinetic energy of the 
flow and represents the total energy of a flowing fluid stream per unit mass. It represents 
the enthalpy of a fluid when it is brought to rest adiabatically with no work. The 
stagnation enthalpy equals the static enthalpy when the kinetic energy of the fluid is 
negligible. 


Stagnation pressure is the pressure a fluid attains when brought to rest isentropically. 
For ideal gases with constant specific heats, the stagnation pressure is related to the static 
pressure of the fluid through the isentropic process equation relating pressure and 
temperature. 
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Stagnation properties are the properties of a fluid at the stagnation state. These 
properties are called stagnation temperature, stagnation pressure, stagnation density, etc. 
The stagnation state and the stagnation properties are indicated by the subscript 0. 


Stagnation temperature (total temperature) is the temperature an ideal gas will attain 
when it is brought to rest adiabatically. 


Standard reference state for the properties of chemical components is chosen as 25°C 
(77°F) and 1 atm. Property values at the standard reference state are indicated by a 
superscript (°) (such as h°and u°). 


Standard-state Gibbs function change is the difference between the sum products of 
the stoichiometric coefficients and the Gibbs function of a component at 1 atm pressure 
and temperature T for the products and reactants in the stoichiometric reaction. 


State is the condition of a system not undergoing any change gives a set of properties that 
completely describes the condition of that system. At this point, all the properties can be 
measured or calculated throughout the entire system. 


State postulate specifies the number of properties required to fix the state of a system: 
The state of a simple compressible system is completely specified by two independent, 
intensive properties. 


Static enthalpy is the ordinary enthalpy of the flow measured at the fluid state. 


Stationary systems are closed systems whose velocity and elevation of the center of 
gravity remain constant during a process. 


Statistical thermodynamics, an approach to thermodynamics more elaborate than 
classical thermodynamics, is based on the average behavior of large groups of individual 
particles. 


Steady implies no change with time. The opposite of steady is unsteady, or transient. 


Steady-flow conservation of mass states that the total rate of mass entering a control 
volume is equal to the total rate of mass leaving it. 


Steady-flow devices operate for long periods of time under the same conditions. 


Steady-flow process is a process during which a fluid flows through a control volume 
steadily. That is, the fluid properties can change from point to point within the control 
volume, but at any point, they remain constant during the entire process. During a 
steady-flow process, no intensive or extensive properties within the control volume 
change with time. 
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Steam generator is the combination of a boiler and a heat exchanger section (the 
superheater), where steam is superheated. 


Steam power plant is an external-combustion engine in which steam (water) is the 
working fluid. That is, combustion takes place outside the engine, and the thermal energy 
released during this process is transferred to the steam as heat. A turbine in the power 
plant converts some of the energy of the steam into rotating shaft work. 


Stefan-Boltzmann law gives the maximum rate of radiation that can be emitted from a 
surface as product of the Stefan-Boltzmann constant, surface area, and the fourth power 
of the surface absolute temperature. 


Stirling cycle is made up of four totally reversible processes: 
1-2 T constant expansion (heat addition from the external source), 
2-3 v constant regeneration (internal heat transfer from the working fluid to the 
regenerator), 
3-4 T constant compression (heat rejection to the external sink), 
4-1 v constant regeneration (internal heat transfer from the regenerator back to the 
working fluid). 


Stoichiometric air is the minimum amount of air, also called theoretical air, needed for 
the complete combustion of a fuel. When a fuel is completely burned with theoretical air, 


no uncombined oxygen will be present in the product gases. 


Stoichiometric coefficients are the mole numbers in the stoichiometric (theoretical) 
reaction. 


Stoichiometric combustion (theoretical combustion) is the ideal combustion process 
during which a fuel is burned completely with theoretical air. 


Stoichiometric (theoretical) reaction is the balanced reaction equation for a chemical 
equilibrium reaction. 


Stream exergy (see flow exergy) 


Stroke is the distance between the top dead center and the bottom dead center and is the 
largest distance that the piston can travel in one direction within a cylinder. 


Strong oblique shocks are straight oblique shocks that have the larger possible values of 
the shock angles for deflection angles less than the maximum deflection angle. 


Subcooled liquid has a temperature less than the saturation temperature corresponding to 
the pressure. 
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Sublimation is the process of passing from the solid phase directly into the vapor phase. 
Sublimation line separates the solid and vapor regions on the phase diagram. 

Subsonic flow occurs when a flow has a Mach number M < 1. 

Superheated vapor is a vapor that is not about to condense (not a saturated vapor). A 
superheated vapor has a temperature greater than the saturation temperature for the 


pressure. 


Superheated vapor region is all the superheated states located to the right of the 
saturated vapor line and above the critical temperature line. 


Supersaturated steam is steam that exists in the wet region without containing any 
liquid. This phenomenon would exist due to the supersaturation process. 


Supersaturation is the phenomenon owing to steam flowing through a nozzle with the 
high velocities and exiting the nozzle in the saturated region. Since the residence time of 
the steam in the nozzle is small, and there may not be sufficient time for the necessary 
heat transfer and the formation of liquid droplets, the condensation of the steam may be 
delayed for a little while. 


Supersonic flow occurs when a flow has a Mach number M > 1. 


Surface tension is the force per unit length used to overcome the microscopic forces 
between molecules at the liquid—air interfaces. 


Surrounding is the mass or region outside the thermodynamic system. 

Surroundings are everything outside the system boundaries. 

Surroundings work is the work done by or against the surroundings during a process. 
Swamp coolers (see evaporative coolers) 


Tds relations relate the Tds product to other thermodynamic properties. The first Gibbs 
relation is Tds = du + Pdv. The second Gibbs relation is Tds = dh — vaP. 


Theoretical air (see stoichiometric air) 


Theoretical combustion (see stoichiometric combustion) 
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Therm is defined as an amount of energy produced by the combustion of natural gas and 
is equal to 29.3 kWh. 


Thermal conductivity is defined as a measure of the ability of a material to conduct 
heat. 


Thermal efficiency nn is the ratio of the net work produced by a heat engine to the total 
heat input, Ath = Wher/ Qin. 


Thermal efficiency of a heat engine is the fraction of the thermal energy supplied to a 
heat engine that is converted to work. 


Thermal efficiency of a power plant is defined as the ratio of the shaft work output of 
the turbine to the heat input to the working fluid. 


Thermal energy is the sensible and latent forms of internal energy. 


Thermal energy reservoir, or just a reservoir is a hypothetical body with a relatively 
large thermal energy capacity (mass specific heat) that can supply or absorb finite 
amounts of heat without undergoing any change in temperature. 


Thermal equilibrium means that the temperature is the same throughout the entire 
system. 


Thermodynamic equilibrium is a condition of a system in which all the relevant types 
of equilibrium are satisfied. 


Thermodynamic system, or simply a system, is defined as a quantity of matter or a 
region in space chosen for study. 


Thermodynamic temperature scale is a temperature scale that is independent of the 
properties of the substances that are used to measure temperature. This temperature scale 
is called the Kelvin scale, and the temperatures on this scale are called absolute 
temperatures. On the Kelvin scale, the temperature ratios depend on the ratios of heat 
transfer between a reversible heat engine and the reservoirs and are independent of the 
physical properties of any substance. 


Thermodynamics can be defined as the science of energy. Energy can be viewed as the 
ability to cause changes. The name thermodynamics stems from the Greek words therme 
(heat) and dynamis (power), which is most descriptive of the early efforts to convert heat 
into power. Today the same name is broadly interpreted to include all aspects of energy 
and energy transformations, including power production, refrigeration, and relationships 
among the properties of matter. 
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Thermoelectric circuit is a circuit that incorporates both thermal and electrical effects. 


Thermoelectric generator uses the Seebeck effect as the basis for thermoelectric power 
generation. 


Thermoelectric refrigerator is a refrigerator using electric energy to directly produce 
cooling without involving any refrigerants and moving parts. 


Thermo-mechanical exergy is the exergy associated with the conversion of thermal 
energy to mechanical energy and disregards any mixing and chemical reactions. 


Third law of thermodynamics states that the entropy of a pure crystalline substance at 
absolute zero temperature is zero. 


Throat is the smallest flow area of a converging-diverging nozzle. 


Throttling valves are any kind of flow-restricting devices that cause a significant 
pressure drop in a flowing fluid. Some familiar examples are ordinary adjustable valves, 
capillary tubes, and porous plugs. Unlike turbines, they produce a pressure drop without 
involving any work. The pressure drop in the fluid is often accompanied by a large drop 
in temperature, and for that reason throttling devices are commonly used in refrigeration 
and air-conditioning applications. The magnitude of the temperature drop (or, sometimes, 
the temperature rise) during a throttling process is governed by a property called the 
Joule-Thomson coefficient, which is discussed in Chapter 12. 


Thrust is the unbalanced force developed in a turbojet engine that is caused by the 
difference in the momentum of the low-velocity air entering the engine and the high- 
velocity exhaust gases leaving the engine, and it is determined from Newton’s second 
law. 


Ton of refrigeration is the capacity of a refrigeration system equivalent to the energy 
that can freeze 1 ton (2000 Ibm) of liquid water at 0°C (32°F) into ice at 0°C in 24 h. 
One ton of refrigeration is equivalent to 211 kJ/min or 200 Btu/min (12,000 Btu/h). The 
cooling load of a typical 200-m* (2153-ft’) residence is in the 3-ton (10-kW) range. 


Top dead center TDC is the position of the piston when it forms the smallest volume in 
the cylinder. 


Topping cycle is a power cycle operating at high average temperatures that rejects heat 
to a power cycle operating at lower average temperatures. 


Total differential of a dependent variable in terms of its partial derivatives with respect 
to the independent variables is expressed as, for z = z (x, y), 
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Total energy E of a system is the sum of the numerous forms of energy such as thermal, 
mechanical, kinetic, potential, electric, magnetic, chemical, and nuclear, and their 
constituents. The total energy of a system on a unit mass basis is denoted by e and is 
defined as E/m. 


Total energy of a flowing fluid is the sum of the enthalpy, kinetic, and potential energies 
of the flowing fluid. 


Total enthalpy (see stagnation enthalpy) 

Total temperature (see stagnation temperature) 

Totally reversible process, or simply reversible process, involves no irreversibilities 
within the system or its surroundings. A totally reversible process involves no heat 
transfer through a finite temperature difference, no non-quasi-equilibrium changes, and 
no friction or other dissipative effects. 

Transport energy (see flow work). 

Transonic flow occurs when a flow has a Mach number M =1. 

Trap is a device that allows condensed steam to be routed to another heater or to the 
condenser. A trap allows the liquid to be throttled to a lower-pressure region but traps the 
vapor. The enthalpy of steam remains constant during this throttling process. 

Triple line is the locus of the conditions where all three phases of a pure substance 
coexist in equilibrium. The states on the triple line of a substance have the same pressure 


and temperature but different specific volumes. 


Triple point of water is the state at which all three phases of water coexist in 
equilibrium. 


Turbine is a device that produces shaft work due to a decrease of enthalpy, kinetic, and 
potential energies of a flowing fluid. 


Turbine efficiency is defined as the ratio of the mechanical energy output of the turbine 
to the mechanical energy decrease of the fluid flow through the turbine. 


Turbine firing temperature (see turbine inlet temperature) 
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Turbine inlet temperature (turbine firing temperature) is the temperature of the 
working fluid at the turbine inlet. Increasing the turbine inlet temperature has been the 
primary approach taken to improve gas-turbine efficiency. These increases have been 
made possible by the development of new materials and the innovative cooling 
techniques for the critical components such as coating the turbine blades with ceramic 
layers and cooling the blades with the discharge air from the compressor or injected 
steam. 


Turbofan (or fan-jet) engine is the most widely used engine in aircraft propulsion. In 
this engine a large fan driven by the turbine forces a considerable amount of air through a 
duct (cowl) surrounding the engine. The fan exhaust leaves the duct at a higher velocity, 
enhancing the total thrust of the engine significantly. A turbofan engine is based on the 
principle that for the same power, a large volume of slower-moving air will produce more 
thrust than a small volume of fast-moving air. The first commercial turbofan engine was 
successfully tested in 1955. 


Turboprop engine uses propellers powered by the aircraft turbine to produce the aircraft 
propulsive power. 


Turning angle (deflection angle) is the angle at which straight oblique shocks are 
deflected as flow comes upon a body, like that produced when a uniform supersonic flow 
impinges on a slender, two-dimensional wedge. 


Two-stroke engines execute the entire cycle in just two strokes: the power stroke and the 
compression stroke. 


Uniform implies no change with location over a specified region. 

Uniform-flow process involves the following idealization: The fluid flow at any inlet or 
exit is uniform and steady, and thus the fluid properties do not change with time or 
position over the cross section of an inlet or exit. If they do change with time, the fluid 
properties are averaged and treated as constants for the entire process. 

Units are the arbitrary magnitudes assigned to the dimensions. 

Unity conversion ratios are ratios of units that are based on the definitions of the units in 
question that are identically equal to 1, are unitless, and can be inserted into any 


calculation to properly convert units. 


Universal gas constant R, is the same for all substances and its value is 8.314 kJ/kmol-K 
and 1.986 Btu/Ibmol-R. 
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Unrestrained expansion of a gas is the process of the free expansion of gas, 
unrestrained by a moving boundary such as the rapid expansion of air from a balloon that 
has just been burst. 


Unsteady-flow, or transient-flow, processes are processes that involve changes within a 
control volume with time. 


Useful pumping power is the rate of increase in the mechanical energy of a fluid as it 
flows through a pump. 


Useful work W, is the difference between the actual work W and the surroundings work 
Weur- 


Useful work potential is the maximum possible work that a system will deliver as it 
undergoes a reversible process from the specified initial state to the state of its 
environment, that is, the dead state. 


Utilization factor is a measure of the energy transferred to the steam in the boiler of a 
steam power plant that is utilized as either process heat or electric power. Thus the 
utilization factor is defined for a cogeneration plant as the ratio of the sum of the net 
work output and the process heat to the total heat input. 


Vacuum cooling is a way to cool a substance by reducing the pressure of the sealed 
cooling chamber to the saturation pressure at the desired low temperature and evaporating 
some water from the products to be cooled. The heat of vaporization during evaporation is 
absorbed from the products, which lowers the product temperature. 


Vacuum freezing is the application of vacuum cooling when the pressure (actually, the 
vapor pressure) in the vacuum chamber is dropped below 0.6 kPa, the saturation pressure 
of water at 0°C. 

Vacuum pressure is the pressure below atmospheric pressure and is measured by a 
vacuum gage that indicates the difference between the atmospheric pressure and the 


absolute pressure. 


van der Waals equation of state is one of the earliest attempts to correct the ideal gas 
equation for real gas behavior. It is given by 


a 
(Poo) =RT 
where the constants a and b are functions of the critical constants of the gas. 


van’t Hoff equation is the expression of the variation of the chemical equilibrium 
constant with temperature in terms of the enthalpy of reaction at temperature T. 
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Vapor implies a gas that is not far from a state of condensation. 


Vapor-compression refrigeration cycle is the most frequently used refrigeration cycle 
and involves four main components: a compressor, a condenser, an expansion valve, and 
an evaporator. 


Vapor pressure is usually considered to be the partial pressure of water vapor in 
atmospheric air. 


Vaporization line separates the liquid and vapor regions on the phase diagram. 


Venturi nozzle is a duct in which the flow area first decreases and then increases in the 
direction of the flow and is used strictly for incompressible flow. 


Virial equations of state is an equation of state of a substance expressed in a series form 
as 

P = RT” + a(D)V + (TW? + (DA + d(T)’ +... 
where the coefficients a(T ), b(T ), c(T ), and so on, are functions of temperature alone 
and are called virial coefficients. 


Volume expansivity (also called the coefficient of volumetric expansion) relates how 
volume changes when temperature changes when pressure is held constant. 


Volume flow rate is the volume of the fluid flowing through a cross section per unit of 
time. 


Volume fraction of a gas component in a gas mixture is the ratio of the component 
volume to the mixture volume. Note that for an ideal-gas mixture, the mole fraction, the 


pressure fraction, and the volume fraction of a component are identical. 


Waste heat is energy that must be dissipated to the atmosphere from a process such as 
the heat transferred from condensing steam in the condenser of a steam power plant. 


Wasted work potential represents irreversibility as the energy that could have been 
converted to work but was not and is the lost opportunity to do work. 


Water heater efficiency is defined as the ratio of the energy delivered to a house by hot 
water to the energy supplied to the water heater. 


Wave angle (see shock angle) 


Weak oblique shocks are straight oblique shocks that have the smaller of the possible 
values of the shock angles for deflection angles less than the maximum deflection angle. 
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Weight is the gravitational force applied to a body, and its magnitude is determined from 
Newton’s second law. 


Wet-bulb temperature is temperature measured by using a thermometer whose bulb is 
covered with a cotton wick saturated with water and blowing air over the wick. 


Wet cooling tower is essentially a semienclosed evaporative cooler. 
Wet region (see saturated liquid—vapor mixture region) 


Wilson line is the locus of points where condensation will take place regardless of the 
initial temperature and pressure as steam flows through a high-velocity nozzle. The 
Wilson line is often approximated by the 4 percent moisture line on the h-s diagram for 
steam. Therefore, steam flowing through a high-velocity nozzle is assumed to begin 
condensation when the 4 percent moisture line is crossed. 


Work is the energy transfer associated with a force acting through a distance. 


Work transfer is the energy in the form of work that is transferred across a system 
boundary. 


Working fluid is the fluid to and from which heat and work is transferred while 
undergoing a cycle in heat engines and other cyclic devices. 


Zeroth law of thermodynamics states that if two bodies are in thermal equilibrium with 
a third body, they are also in thermal equilibrium with each other. By replacing the third 
body with a thermometer, the zeroth law can be restated as two bodies are in thermal 
equilibrium if both have the same temperature reading even if they are not in contact. 
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